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OENERAL  REPORT. 


TTbe  foDowiDg  report  comprises  the  general  work  of  the  State 
Board  of  Health  of  Massachusetts  for  the  year  ending  Sept.  30, 
1893. 

The  following  are  the  subjects  embraced  in  this  rciport :  — 

Report  to  the  Legislature  upon  Water  Supply  and  Sewerage,  includ- 
ing THE  Advice  ot  the  Board  given  under  the  Provisions  of  Chapter 
876  OF  THE  Acts  of  1888. 

Summary  of  Weekly  Mortality  Returns  from  Cities  and  Towns. 

Reports  of  Infectious  Diseases. 

Reports  upon  Food  and  Drug  Inspection. 

iNFEcnoDS  Disease  HosprrALS. 

Health  of  Towns. 

The  following  members  comprised  the  Board  in  1898 :  — 


Henry  P.  Walcott,  Chairman. 


Frank  W.  Draper. 
Hiram  F.  Mills. 
Elijah  U.  Jones. 


Joseph  W.  Hastings. 
Gerard  C.  Tobey. 
Morris  Schaff. 


J.  R.  Ra3nnoiid  resigned  in  Januaiy,  and  G.  C.  Tobey  of  Ware- 
ham  was  i^ppoiDted  in  his  place. 

<}eneral  Schaff  resigned  in  August,  1898,  and  J.  W.  Hull  of  Pitts- 
field  was  appointed  in  his  place. 

Dr.  Clijah  U.  Jones  of  Taunton  died  in  November,  1898.  He  had 
been  a  member  of  the  Board  since  its  reorganization  in  1886,  and 
had  taken  a  deep  and  continued  interest  in  the  work  of  the  Board 
from  the  beginning  of  his  connection  with  it. 

C!.  H.  Porter  of  Quincy  was  appointed  in  February,  1894,  to  fill 
the  place  made  vacant  by  the  death  of  Dr.  Jones. 
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Infectious  Diseases. 

Smalhpox. 

During  the  ten  years  ending  with  1892,  the  State  had  been  com- 
paratively  exempt  from  small-pox,  the  average  annual  number  of 
deaths  from  this  cause  in  the  State  for  the  ten  years  1883-92  being 
less  than  five,  or  two  and  one-half  per  million  inhabitants ;  and,  while 
the  same  statement  of  exemption  is  true  of  nearly  all  of  the  United 
States  for  the  same  period,  it  is  almost  unparalleled  in  the  experience 
of  any  foreign  country  except  Germany  and  Sweden. 

The  following  table  presents  the  comparative  mortality  of  several 
countries  from  this  cause  for  a  period  of  four  years :  — 


Average  Annual  Mortality  Jrom  Smallpox  per  Million  Inhalntants,  ISSO-ISSO^ 

Four  Years. 


COUNTRIES. 


Annual  Death-rate  p«r 

Million  InhablUnto 

from  Small-pox. 


Germany,     . 

Sweden, 

Belgium, 

Great  Britam, 

Italy,    . 

Holland, 

Austria, 

Russia  (European), 

Switzerland, 

Spain,  . 


»p 
Mi 


ASSACHUSETTS, 


3.5 
0.9 

164.0 

15.0 

536.0 

5.7 

471.0 

231.0 

18.5 

963.0 

2.1* 


*  The  epidemic  of  1893-94  increaaet  thia  average  to  about  8.6  per  million  inhabitanta  for  a  period  of 
ten  yeara. 

The  unusual  immunity  of  Germany,  with  a  population  of  nearly 
fifty  millions,  surrounded  and  menaced  by  countries  with  an  almost 
constant  prevalence  of  small-pox,  is  undoubtedly  due  largely  to  the 
excellence  of  its  vaccination  laws  and  the  thorough  manner  of  their 
enforcement. 

In  1883  a  statute  was  enacted  in  Massachusetts  requiring  that 
every  case  of  small-pox  should  be  reported  to  the  State  Board  of 
Health.  Soon  after  the  enactment  of  this  statute  a  circular  was 
prepared  in  which  not  only  the  fact  of  the  existence  of  the  disease 
was  recognized  but  also  other  facts  which  were  deemed  essential  to  a 
complete  record. 
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From  these  notices  the  following  statistics  are  compiled  for  the 
nine  years  ending  with  1893  :  — 


Small-pox  in  Massachusetts^  1885-1893, 


Small-pox. 

Vaccimatbd. 

Unvaccinatbd. 

Doubtful  ok  Uh- 

XMOWN. 

TKABs. 

Total 
Cases. 

ToUl      Per 
Deaths.  Cent. 

Cases. 

Deaths. 

Per 
Cent. 

Cases. 

Deaths. 

Per 

Cent. 

Cases. 

Deaths. 

Per 
Cent. 

1886, 
1886, 
1887, 
1888, 
1889, 
1890, 
1891, 
1892, 
1893, 

32 

2 

13 

82 

16 

6 

6 

19 
44 

11 
1 
4 
6 
8 
1 
1 
2 
6 

1 

7 

1 

6 

15 

11 

2 

1 

7 

11 

0 
1 
0 
1 

1 

0 

- 

13 

5 

13 

8 

2 

8 

10 

27 

9 

2 
8 

1 

1 
1 
6 

- 

12 
1 
2 
4 

1 
2 
1 
2 
6 

2 
0 
2 
1 

1 
1 

1 
0 

- 

168 

34 

20.2 

^1 

3 

4.9 

1      78 

1 

23 

30.3 

31 

8 

25.8 

Summary.  —  There  were  in  all  168  reported  cases  in  the  nine 
years  (1885-93),  and  34  deaths,  or  20.2  per  cent,  of  the  whole. 

Of  this  number  61  were  vaccinated,  and  of  these  3  or  only  4.9 
per  cent.  died. 

The  un vaccinated  were  76  in  number,  of  whom  23  or  30.3  per 
cent.  died. 

There  were  also  31  in  whom  the  facts  as  to  vaccination  were 
doubtful  or  not  reported,  and  of  this  number  8  or  25.8  per  cent, 
died. 

By  this  it  appears  that  the  vaccinated  had,  as  compared  with  the 
unvaccinated,  a  six-fold  immunity  from  death  by  small-pox,  which 
corresponds  fairly  with  other  observations  upon  larger  numbers. 
To  this  statement  it  should  be  added  that  in  very  many  of  the  cases 
recorded  as  vaccinated,  and  especially  among  adults,  there  had  been 
but  one  vaccination,  and  often  a  single  scar  only,  and  that  of  an 
imperfect  character. 

The  following  table  contains  the  principal  items  gathered  from 
the  reports  of  cases  of  small-pox  made  to  the  State  Board  of  Health 
under  the  provisions  of  chapter  138  of  the  Acts  of  1883  during  the 
year  1893. 
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Record  of  Cases  of  Small-pox  reported  to  the  State  Board  of  Health  during  the 
Year  1S93,  under  the  Provisions  of  Chapter  138  of  the  Acts  of  1883. 


^^™ 

1 

^'"S 

O 

1 

9 

Data 

Place 

Nationality 

-2 

^  m 

• 

of 
Report. 

of 
Occarrence. 

of 
Patient. 

Oeonpation. 

Age. 

• 

M 

o 

OC 

sac 

8 

SQ 

A 

cc 

->- 

% 

c 

1 

Jan.     0, 

New  Bedford,    . 

Portuguese, 

Housewife, 

25  years. 

F. 

Yes. 

„ 

^ 

2 

Jan.     9, 

New  Bedford,    . 

Portuguese, 

-                   — 

16  mos.    F. 

Yes. 

- 

> 

8 

Jan.    29, 

Westfield,  . 

American,  . 

Father   an   Iron- 
moulder. 

14  years. 

M. 

No. 

~ 

- 

4 

Jan.   29, 

Westfleld,  . 

American,  . 

Whip  maker,  . 

16     •• 

M. 

No. 

<- 

— 

6 

Jan.    29, 

Westfield,  . 

American, . 

-                   • 

12     •• 

M. 

No. 

- 

— 

6 

Jan.   29, 

Westtteld,  . 

American,  . 

-.                   — 

6  mos. 

F. 

No. 

> 

1 

7 

Jan.   89, 

Westfleld,  . 

American,  . 

■.                   . 

5  years. 

M. 

No. 

~ 

1 

8 

Feb.   17, 

Springfield, 

Irish,  . 

Brass  worker. 

25  years. 

M. 

Yes. 

1 

• 

9 

Mar.     4, 

Sprinirfield, 

American, . 

Corset  maker. 

28     •• 

F. 

No. 

— 

• 

10    Mar.  26,    Weatfield,  . 

German, 

-                   - 

Adult. 

M. 

- 

> 

- 

11     April   3,    Weatfield,  . 

Fr.  Canadian,     . 

-.                   - 

Adult. 

F. 

-. 

• 

~ 

12 

April  12,  1  North  Adams,    . 

Irish,  . 

Rag  cutter. 

16     •• 

F. 

Yes. 

~ 

~ 

13 

June    5,  1  Pepperell,  . 

French, 

Rag  sorter, 

22     •• 

F. 

No. 

> 

14    Sept.  21,  '  Holyoke,    . 

Italian, 

Bookbinder,    . 

85  years. 

M. 

Yes. 

1 

» 

16  1  Oct.     2,  ;  Holyoke,    . 

Italian, 

-                   - 

1  year. 

M. 

No. 

1 

» 

16  ;  Oct.     8,    Holyoke,    . 

Fr.  Canadian,    . 

Housewife,      . 

40 years.  F. 

No. 

• 

- 

17    Oct.    20,  '  Boston, 

Enslish,      . 

_                   ^ 

11     " 

M. 

Yes. 

2 

> 

18    Nov.    6,    Boston, 

Irish,  . 

Laborer,  . 

17     •• 

M. 

No. 

• 

. 

19    Nov.  18,    Boston, 

Irish,  . 

.                   • 

18     *• 

F. 

Yes. 

2 

. 

20  1  Nov.  13,    Boston. 

Irish,  . 

Housewife, 

25     «• 

F. 

Yes. 

8 

. 

21  ,  Nov.  13, 

Boston, 

American,  . 

-                  ■> 

8     *• 

F. 

No. 

— 

. 

22    Nov.  13, 

Boston, 

American,  . 

ly.  9m. 

M. 

No. 

* 

. 

23 

Nov.  18,  1  Boston, 

American,  . 

.                   . 

4  years. 

F. 

No. 

. 

. 

24 

Nov.  19,    Boston, 

Irish,  . 

Stableman, 

28     •• 

M. 

Yes. 

2 

• 

25 

Nov.  19,    Boston, 

Irish,  . 

Housewife, 

30     •• 

F. 

Yes. 

2 

• 

26 

Dec.     7,    Boston,       . 

Br.  Provinces,    . 

Schoolboy, 

14     •• 

M. 

- 

0 

. 

27 

Dec.     7, 

Boston, 

Br.  Provinces,   . 

Errand  boy,    . 

17     •• 

M. 

No. 

— 

• 

28 

Dec.     7, 

Boston, 

Br.  Provinces,   . 

Salesman, 

22     •* 

M. 

No. 

• 

• 

29 

Deo.     8, 

Boston, 

Br.  Provinces,    . 

Table  girl. 

20     •• 

F. 

No. 

. 

. 

80 

Dec.     8, 

Boston, 

Br.  Provinces,    . 

School  girl. 

10    •• 

F. 

No. 

- 

— 

81 

Deo.     8, 

Boston, 

Br.  Provinces,    . 

•m.                                              . 

15     •• 

F. 

No. 

. 

• 

82 

Dec.     8, 

Boston, 

Br.  Provinces,    . 

.                                                . 

19     *• 

F. 

No. 

. 

1 

83 

Dec.     9, 

Boston, 

Br.  Provinces,    . 

Carpenter, 

54     •• 

M. 

1  Yes. 

2 

. 

84 

Dec.     9, 

Boston, 

Br.  Provinces,    . 

-                   . 

26     •• 

F. 

No. 

• 

1 

85 

Deo.  10, 

Boston, 

Br.  Provinces,   . 

Domestic, 

19     " 

F. 

No. 

• 

. 

86 

Dec.  12, 

Somervlile, 

Br.  Provinces,    , 

Harness  maker, 

18     •• 

M. 

No. 

. 

.. 

87 

Dec.  13, 

Boston, 

American,  . 

.                   . 

1  mo.    '  F. 

'  No. 

. 

1 

88 

Dec.  14, 

Boston, 

Br.  Provinces,   . 

Domestic, 

18  years.  F. 

• 

• 

• 

89 

Dec.  15, 

Boston, 

Br.  Provinces,    . 

Domestic, 

20     " 

F. 

1 

. 

. 

40 

Dec.  16, 

Boston, 

Br.  Provinces,    . 

Domestic, 

21     •« 

F. 

No. 

. 

1 

41 

Dec.  21, 

Boston, 

Br.  Provinces,    . 

Housewife, 

24     *• 

F. 

No. 

• 

• 

42 

Dec.  23, 

Boston, 

Br.  Provinces,    . 

Domestic, 

19     «• 

F. 

1  No. 

• 

. 

43 

Dec.  23, 

Boston, 

Br.  Provinces,    . 

Shoemaker,     . 

26     " 

M. 

No. 

• 

. 

44 

Dec.  26, 

Lowell, 

"              — 

—                   — 

22     «« 

M. 

— 

- 

— 

Notes.  —  1, 2.  Vaccinated  aboat  seven  months  since.  4  and  6.  Vaccinated  unsuccessfully  when  % 
child ;  no  further  attempt  was  made.  8.  Vaccinated  twenty-four  and  eighteen  years  ago,  and  had  varioloid. 
9.  Contracted  from  No.  8.  12.  Vaccinated  six  years  since.  14.  Vaccinated  twenty-five  years  ago ;  one 
small  scar.  15.  Vaccinated  ten  days  before.  17.  Imperfect  scars.  19.  Vaccinated  in  infancy ;  contracted 
small-pox  on  steamer  **  Catalonia,"  from  Liverpool.  20.  Vaccinated  in  infancy  and  nine  years  ago. 
Nos.  18, 19  and  20  were  contracted  from  No.  17.  24.  Vaccinated  In  infancy  and  November  6;  contracted 
from  No.  16.  26.  Vaccinated  In  Infancy  and  November  6.  33.  Vaccinated  In  Infancy;  two  Imperfect 
•oars.    88.  Vaccinated  December  8;  too  late  to  take  effect.    39.  Vaccinated  December  7. 


These  forty-four  cases  present  several  points  which  are  worthy  of 
note.  Most  of  the  cases  (43  out  of  44)  occurred  in  the  cities  and 
large  towns.  Out  of  the  first  sixteen  cases  which  occurred  during 
the  year,  eleven  occurred  in  places  where  paper  mills  using  rags 
exist.     There   has  been  no  serious  epidemic  of  small-pox  in  the 
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State  during  the  past  twenty-five  years  in  which  cases  have  not 
occurred  in  considerable  numbers  in  such  cities  and  towns,  and 
while  only  two  of  the  persons  in  the  foregoing  list  are  reported  as 
being  employed  in  handling  rags,  several  of  the  others  are  known  to 
have  lived  in  the  same  families  or  tenements  with  persons  so 
employed. 

Ten  only  out  of  the  forty-four  are  reported  as  having  been  of 
American  birth. 

Out  of  the  whole  number  25  or  56.8  per  cent,  were  females,  a 
circumstance  which  is  quite  unusual  since  the  majority  of  cases  are 
commonly  men. 

Of  the  whole  number,  8  were  under  five  years  of  age,  6  were 
school-children  or  children  of  school  age,  eight  to  fourteen  years^ 
and  of  these,  3  were  unvaccinated. 

Vaccination.  —  In  consequence  of  the  unusual  prevalence  of  small- 
pox during  the  past  season  it  seems  proper  to  state  some  of  the 
principles  relating  to  vaccination  as  clearly  as  possible. 

The  experience  of  nearly  a  century  with  vaccination  has  demon- 
strated its  protective  power  beyond  a  reasonable  doubt.  This 
power,  however,  is  not  absolute,  nor  does  it  continue  throughout 
adult  life.  Hence  it  is  desirable  that  revaccination  should  be  per- 
formed at  or  before  the  period  of  puberty. 

The  provisions  of  the  German  law  afford  a  very  good  rule  in  this 
respect.  It  is  therein  required  that  every  child  shall  be  vaccinated 
before  the  September  of  the  year  following  its  birth,  and  that  every 
school-child  shall  be  re- vaccinated  during  its  twelfth  year. 

The  result  of  the  enactment  of  this  law  in  1874  has  been  the  almost 
complete  extinction  of  small-pox  in  Germany  since  that  date.  In 
the  six  largest  cities  of  the  empire  the  mortality  from  small-pox  was 
reduced  from  92  per  100,000  of  the  population  to  1.4  in  the  ten 
years  after  the  enactment  of  the  law. 

The  opposition  to  the  practice  of  vaccination  is  by  no  means 
new.  It  is  coeval  with  the  discovery  of  this  extremely  valuable 
means  of  disease  prevention,  and  the  past  century  has  developed 
nothing  new  on  the  part  of  its  opponents,  while  vaccination  itself 
has  received  the  strongest  support  in  the  brilliant  researches  of 
Pasteur  and  others  in  the  direction  of  protective  inoculation  for 
other  diseases. 

The  first  secretary  of  the  State  Board  of  Health,  Dr.  Derby,  said 
of  vaccination :  — 
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We  may  turn  the  question  with  ingenious  skill,  so  that  its  many  facets 
shall  reflect  a  multitude  of  curious  lights,  and  after  all  we  find  that  we  rest 
in  a  security  against  this  most  horrid  pestilence  unknown  to  former  gener- 
ations. 

The  operation  of  vaccination  should  always  be  conducted  with  the 
greatest  care.  The  following  rules  (modified  from  those  of  the 
Local  Government  Board  of  England)  may  be  observed  with  advan- 
tage :  — 

1 .  In  the  vaccination  of  infants  ascertain  that  there  is  not  any  febrile 
condition,  or  irritation  of  the  bowels,  or  an  unhealthy  state  of  the  skin ; 
especially  any  chafing  or  eczema  behind  the  ears  or  in  the  groin,  or  else- 
where in  the  folds  of  the  skin.  Where  there  has  been  recent  exposure  to 
the  infection  of  measles  or  scarlet-fever,  and  where  erysipelas  prevails  in 
the  place  of  residence,  vaccination  should  be  delayed  for  a  month,  or  until 
danger  of  other  infection  has  passed. 

2.  In  all  ordinary  cases  of  primary  vaccination,  make  at  least  two  in- 
sertions of  lymph  not  less  than  a  half  inch  apart.  It  is  desirable  that  the 
total  area  of  vesiculation  on  the  same  day  of  the  week  following  the  vacci- 
4iation  should  amount  to  not  less  than  a  half  of  a  square  inch. 

S,  Direct  that  care  be  taken  for  keeping  the  vesicles  uninjured  during 
their  progress,  and  for  avoiding  the  premature  removal  of  the  crusts.  Do 
not  use  any  needless  means  of  "  protection"  or  of  "  dressing"  to  a  vac- 
cinated arm ;  but,  if  in  a  particular  case,  you  find  reason  for  means  of 
*'  protection"  or  of  *'  dressing,"  define  the  material  and  the  manner  of  use 
of  the  appliances  best  adapted  to  the  case,  avoiding  all  such  as  cannot  be 
readily  destroyed  and  replaced  whenever  they  become  soiled. 

4.  Keep  a  careful  record  of  vaccinations,  in  which  may  be  placed  the  fol- 
lowing items :  date  of  vaccination,  name,  age  and  sex  of  child,  character 
and  source  of  lymph  used,  number  of  insertions,  result  of  inspection  at 
end  of  a  week,  remarks,  abnormal  appearances,  etc. 

Record  as  '^  successful"  only  those  cases  in  which  a  normal  vesicle  has 
been  produced.  In  cases  of  revaccination  record  as  successful  only  those 
cases  in  which  either  vesicles,  normal  or  modified,  or  papules  surrounded 
by  areolae,  have  resulted. 

5.  Use  bovine  lymph  preferably.  In  times  of  epidemics  of  small-pox, 
and  especially  in  cases  where  persons  about  to  be  vaccinated  have  been 
recently  exposed  to  small-pox,  the  age  of  the  lymph  (time  since  it  was 
taken  from  the  animal)  should  be  definitely  ascertained,  and  in  such  cases 
recent  lymph  should  always  be  employed  in  preference  to  that  which  is 
more  than  ten  days  old.  If  bovine  lymph  cannot  be  obtained  and  the 
lymph  from  a  healthy  infant  taken  on  the  seventh  day  after  vaccination 
can  be  had,  this  may  be  used.     Humanized  lymph  should  never  be  taken 
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from  cases  of  revaccination,  but  invariably  from  a  pnmai'y  case  and  from 
an  infant  in  good  health  and  of  healthy  parentage. 

6.  Keep  in  good  condition  the  lancets  or  other  instruments  employed 
for  vaccination  and  use  them  for  no  other  purpose. 

When  vaccinating,  have  a  clean  napkin  and  a  glass  of  water  containing  a 
disinfectant  at  your  side,  with  which  invariably  cleanse  the  lancet  after 
each  operation  before  proceeding  to  another.  Dipping  the  lancet  in  strong 
alcohol  and  immediately  passing  it  through  the  *flame  of  a  lamp  undoubtedly 
serves  to  sterilize  it. 

Never  use  an  ivory  point  a  second  time  either  for  the  conveyance  or  for 
the  storage  of  lymph,  but  when  they  have  been  put  to  their  proper  use, 
break  or  otherwise  destroy  them. 

"The  best  results,  on  the  whole,  are  those  which  follow  the  plan  of 
scarification  or  abrasion."  —  SecUon. 

The  greatest  care  should  be  taken  in  performing  the  operation  to  secure 
aseptic  conditions,  in  other  words,  absolute  cleanliness.  For  this  purpose 
the  place  of  insertion,  preferably  the  outer  and  anterior  part  of  the  arm 
from  three  to  five  inches  below  the  bend  of  the  shoulder,  should  be  washed 
with  soap  and  water  and  then  wiped  dry. 

Scarify  or  lightly  abrade  the  surface  in  at  least  two  places  about  an  inch 
apart,  until  the  scarified  spots  appear  slightly  red  and  moist,  but  not  enough 
to  draw  blood  freely. 

Moisten  the  ivory  slips  slightly  at  the  points  with  pure  water,  and  wipe 
off  the  lymph  upon  the  scarified  places,  using  at  least  two  points  for  each 
person  vaccinated. 

Never  use  one  point  for  two  persons. 

The  after  treatment:  If  any  blood  remains  at  the  points  of  insertion  it 
should  be  allowed  to  dry,  and  should  not  be  washed  off  until  the  third 
morning  after  vaccination,  when  it  may  be  removed  by  washing  gently  with 
a  little  pure  warm  water  and  a  clean  flannel  or  linen  cloth.  After  this,  a 
clean  piece  of  soft  linen  may  be  sewed  around  the  arm  to  prevent  the  sleeve 
from  chafing  the  vesicles.     This  should  be  changed  daily. 

7.  The  vaccinator  should  in  all  cases  require  that  each  vaccinated  person 
should  appear  at  the  end  of  a  week  for  inspection,  and  especially  in  each 
case  of  primary  vaccination,  if  the  operation  proves  ineffectual,  the  vacci- 
nation should  be  repeated  with  fresh  lymph. 

Oases  of  Doubtful  Diagnosis,  —  In  all  of  the  comparatively  slight 
epidemics  of  small-pox  which  have  occurred  in  recent  years  there  has 
been  a  considerable  number  of  cases  in  which  the  diagnosis,  especi- 
ally in  the  early  stage  of  the  disease,  was  more  or  less  involved  in 
doubt,  and  this  was  particularly  true  of  those  cases  which  occurred 
in  the  practice  of  young  physicians  who  have  entered  upon  practice 
since  the  epidemic  of  1872-73. 
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Cases  of  measles,  of  chicken-pox,  as  well  as  some  of  the  ordinary 
forms  of  skin  diseases,  have  been  mistaken  for  small-pox,  while 
cases  of  genuine  variola  have  been  reported  as  chicken-pox,  measles, 
etc.  This  fact  is  not  to  be  wondered  at  when  it  is  known  that  small- 
pox has  been  of  such  rare  occurrence  during  the  twenty  years  inter- 
vening between  1873  and  1893  that  probably  not  one  physician  in 
a  hundred  in  the  State  has  met  with  a  single  case  during  that 
time. 

In  consequence  of  this  fact  it  is  desirable  that  any  doubtful  cases 
occurring  in  the  practice  of  physicians  who  are  not  familiar  with  the 
natural  history  of  the  disease  should  be  examined  in  consultation 
with  a  physician  who  has  had  experience  in  such  cases.  Much 
doubt  and  much  annoyance  to  communities  where  such  cases  may 
occur  may  thus  be  avoided,  and  in  some  instances  serious  outbreaks 
may  be  prevented. 

Other  Infectious  Diseases, 

From  such  reports  as  have  been  received  from  local  boards  of 
health  during  1893  it  appears  that  the  prevalence  of  diphtheria  and 
typhoid  fever  has  differed  but  little  in  severity  from  that  of  the  pre- 
vious year.  The  number  of  reported  cases  and  deaths  from  each  of 
these  causes  was  but  little  greater  for  each  disease. 

From  scarlet  fever  the  reported  cases  and  deaths  were  much 
larger  in  number  than  those  of  either  1891  or  1892. 

From  measles  the  cases  and  deaths  were  greater  than  those  of 
1891  and  very  largely  in  excess  of  those  of  1892. 

The  statistics  giving  the  number  of  reported  cases  and  of  reported 
deaths,  together  with  the  ratios  of  fatality,  may  be  found  at  page 
741,  under  the  head  of  Health  of  Towns. 

Many  requests  were  received  during  the  year  for  advice  in  regard 
to  the  management  and  control  of  infectious  diseases,  and  visits 
were  made  to  Provincetown,  Newburyport,  Ludlow,  Soraerville, 
Dalton,  Hanover,  Douglas,  Falmouth,  Rowley,  Topsfield  and  other 
places  for  the  purpose  of  investigating  local  outbreaks  of  typhoid 
fever,  scarlet  fever  and  diphtheria,  and  for  affording  such  assistance 
to  local  boards  of  health  as  it  was  in  the  power  of  the  State  Board 
to  give. 
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Notification  of  Infectious  Diseases. 

Among  the  different  measures  employed  by  sanitary  authorities 
for  the  prevention  of  the  spread  of  infectious  diseases,  the  notifica- 
tion of  the  occurrence  of  such  diseases  now  occupies  a  prominent 
place.  Municipal  authorities  especially  should  have  the  requisite 
power  everywhere  to  require  immediate  notice  to  be  given  them  of 
every  fresh  outbreak  of  diseases  dangerous  to  the  public  health  in 
order  that  such  authorities  may  take  proper  measures  for  the  protec- 
tion of  the  community. 

The  chief  advantages  of  a  system  of  notification  lie  in  the  pos- 
sibility which  is  thus  given  to  a  local  board  of  health  to  determine 
the  extent  of  prevalence  of  an  epidemic  or  a  localized  outbreak,  and 
to  inquire  into  the  local  causes  which  have  operated  to  produce  it. 
The  board  can  then  act  intelligently  in  applying  the  proper  remedies 
for  preventing  its  further  spread. 

Laws  enacted  with  this  object  in  view  have  been  in  force  in  the 
older  States  for  many  years,  but  not  until  within  the  past  ten  or 
twenty  years  have  pains  been  taken  to  execute  such  statutes  with 
such  degree  of  efficiency  as  to  make  them  really  protective.  The 
law  requiring  the  householder  to  report  each  case  of  dangerous 
disease  to  the  local  authority  was  enacted  in  Massachusetts  in  1792, 
and  that  which  requires  the  same  duty  on  the  part  of  the  attending 
physician  was  enacted  in  1827. 

There  can  be  no  doubt  that  the  law  relative  to  notification  has 
been  productive  of  excellent  results  in  the  prevention  of  disease, 
especially  in  the  cities  and  large  towns.  It  has  furnished  the  local 
boards  of  health  with  the  necessary  information  relative  to  the  origin 
of  outbreaks  of  infectious  disease,  and  in  many  instances  enabled 
them  to  take  timely  steps  for  preventing  its  further  spread.  The 
law  of  1884  requiring  local  boards  to  keep  records  upon  this  im- 
portant matter  has  furnished  information  as  to  the  prevalence  of 
certain  diseases  in  the  principal  cities  and  towns  of  the  State,  and 
has  enabled  school  authorities  to  guard  against  the  introduction  and 
spread  of  contagious  diseases  in  the  public  schools  by  means  of  the 
provision  which  requires  the  local  board  of  health  to  notify  the 
school  committee  of  the  occurrence  of  all  cases  of  such  contagious 
disease.  In  the  smaller  towns  it  is  probable  that  instances  of  failure 
to  comply  with  the  provisions  of  the  statute  are  much  more  frequent 
than  they  are  in  cities. 
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The  statutes  referred  to  in  the  foregoing  comments  are  as  fol- 
lows :  — 

[Public  Btatxttss,  Chaftbb  80,  Section  78;  Acts  of  1884,  Chaptib  98,  and  Acts  or  1891* 

Chapter  188.] 

(1.)  When  a  householder  knows  that  a  person  within  his  family  is  sick 
of  small-pox,  diphtheria,  scarlet  fever  or  any  other  disease  dangerous  to 
the  public  health,  he  shall  immediately  give  notice  thereof  to  the  selectmen 
or  board  of  health  of  the  town  in  which  he  dwells,  and  upon  the  death, 
recovery  or  removal  of  such  person,  the  rooms  occupied  and  the  articles 
used  by  him  shall  be  disinfected  by  such  householder  in  a  manner  approved 
by  the  board  of  health.  Any  person  neglecting  or  refusing  to  comply  with 
either  of  the  above  provisions  shall  forfeit  a  sum  not  exceeding  one  hundred 
dollars. 

(2.)  When  a  physician  knows  that  a  person  whom  he  is  called  to  visit  is 
infected  with  small-pox,  diphtheria,  scarlet  fever  or  any  other  disease 
dangerous  to  public  health,  he  shall  immediately  give  notice  thereof  ia 
writing,  over  his  own  signature,  to  the  selectmen  or  board  of  health  of  the 
town ;  and  if  he  refuses  or  neglects  to  give  such  notice  he  shall  forfeit  for 
each  offence  not  less  than  fifty  nor  more  than  two  hundred  dollars. 

(3.)  The  boards  of  health  in  the  several  cities  and  towns  shall  cause  a 
record  to  be  kept  of  all  reports  received  in  pursuance  of  the  preceding  sec- 
tions, and  such  record  shall  contain  the'  names  of  all  persons  who  are  sick, 
the  localities  in  which  they  live,  the  diseases  with  which  they  are  affected, 
together  with  the  date  and  the  names  of  the  persons  reporting  any  such 
cases.  The  boards  of  health  shall  give  the  school  committee  immediate 
information  of  all  cases  of  contagious  diseases  reported  to  them  according 
to  the  provisions  of  this  act. 

(4.)  The  secretary  of  the  Commonwealth  shall  furnish  the  boards  of 
health  with  blank  books  for  the  record  of  cases  of  contagious  diseases  as 
above  provided. 

As  an  additional  measure  in  the  same  direction  the  Legislature  of 
1893  enacted  the  following  law,  requiring  that  contagious  diseases 
reported  to  the  local  boards  of  health  shall,  in  turn,  be  reported  by 
them  to  the  State  Board  of  Health  :  — 

[Chapter  302  of  the  Acts  of  1893.] 

(1.)  When  the  board  of  health  of  any  city  or  town  has  had  notice  of 
the  occuiTence  of  a  case  of  small-pox  or  any  other  disease  dangerous  to 
the  public  health  in  such  city  or  town,  such  board  of  health  shall,  within 
twenty- four  hours  after  the  receipt  of  such  notice,  notify  the  State  Board 
of  Health  of  the  same. 

(2.)  If  the  board  of  health  of  the  city  or  town,  in  which  a  case  of  small- 
pox or  any  other  disease  dangerous  to  the  public  health  has  occuned, 
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refuses  or  neglects  to  send  a  notice  as  required  in  section  one,  such  city  or 
town  shall  forfeit  its  claim  upon  the  Commonwealth  for  the  payment  of  any 
expenses  which  may  be  incurred  as  provided  in  section  eighty-three  of 
chapter  eighty  of  the  Public  Statutes. 

This  recent  law  went  into  effect  in  June,  1893,  but  very  few  returns 
in  compliance  with  its  provisions  were  received  by  the  State  Board 
of  Health  until  after  public  notice  had  been  given  by  the  Board  by 
means  of  a  circular  which  was  distributed  to  every  Board  of  Health 
throughout  the  State. 

As  the  **  diseases  dangerous  to  the  public  health"  were  not  speci- 
fied in  the  foregoing  act,  with  the  exception  of  small-pox,  the  Board 
deemed  it  desirable  for  the  sake  of  securing  uniform  action  on  the 
part  of  local  boards,  that  some  definite  expression  of  opinion  should 
be  made  as  to  the  meaning  of  the  term  <<  other  diseases  dangerous  to 
the  public  health." 

Hence,  in  the  circular  named  above,  the  Board  suggested  that,  in 
addition  to  small-pox^  the  following  diseases  shall  be  considered  as 
dangerous  to  the  public  health  within  the  meaning  of  the  foregoing 
act :  scarlet  fever  J  measles^  typhoid  /every  diphtheria,  membranous 
croup y  cholera,  yellow  fever,  typhus  fever y  cerebrospinal  meningitis, 
hydrophobia,  malignant  pustule,  leprosy  and  trichinosis. 

A  supply  of  postal  blanks  was  forwarded  with  the  circular  for  the 
purpose  of  enabling  local  boards  of  health  to  comply  with  the  terms 
of  the  act. 

Various  attempts  have  been  made  in  England  to  enact  a  similar 
statute,  but  these  efforts  were  unsuccessful  until  1889.  By  the 
terms  of  the  law  then  enacted  the  notification  of  infectious  diseases 
to  the  sanitary  authority  was  made  compulsory  throughout  London, 
while  the  principle  of  local  option  was  applied  to  all  other  districts. 

During  the  year  in  which  this  bill  was  under  consideration  by 
Parliament,  intense  opposition  had  been  manifested  by  many  of  the 
members  of  the  medical  profession  throughout  England.  Objections 
were  offered  not  only  by  the  people,  but  also  by  the  medical  profes- 
sion, but  the  bill  passed  and  finally  became  a  law. 

The  fallacy  of  the  objections  has  been  abundantly  proven  by  the 
three  years*  experience  of  the  towns  of  England  where  the  Notifica- 
tion Act  has  been  adopted.  The  notification  of  each  case  is  made  by 
a  certificate  furnished  by  the  attending  physician,  for  which  a  fee  of 
two  shillings  and  sixpence  is  paid,  except  in  a  case  where  the  person 
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giving  the  certificate  is  the  medical  officer  of  a  public  institution, 
when  the  fee  is  one  shilling. 

The  diseases  to  which  this  act  applies  are  small-pox,  cholera,  diph- 
theria, membranous  croup,  erysipelas,  scarlet-fever,  typhus,  typhoid 
and  puerperal  fevers,  and  any  other  infectious  disease  which  may  be 
added  to  this  list  by  the  sanitary  authority  of  a  district. 

Up  to  the  year  1892,  the  act  had  been  adopted  in  1,051  districts, 
having  an  aggregate  population  of  nearly  sixteen  millions,  to  which 
should  be  added  the  population  of  London  and  fifty  towns  in  which 
local  acts  made  it  compulsory,  making  in  all  a  population  of  24,- 
012,399  over  which  the  act  was  in  force,  out  of  a  total  of  29,001,018. 
In  a  few  towns  the  sanitary  authorities  had  availed  themselves  of  the 
power  to  require  notification  in  the  case  of  measles,  rothein,  chicken- 
pox  and  hydrophobia. 

Further  information  as  to  the  details  of  the  operation  of  the  statute 
of  1893  may  be  found  upon  page  639. 

Offensive  Trades. 

Under  the  provisions  of  the  acts  relating  to  noxious  and  offensive 
trades  the  State  Board  of  Health  is  authorized  to  hear  parties  making 
complaints,  and  when  *'in  the  judgment  of  the  Board  the  public 
health  or  the  public  comfort  and  convenience  require,  the  Board 
may  order  any  person  to  desist  and  cease  from  further  carrying  on 
said  trades  or  occupations."  No  applications  under  this  act  were 
received  during  the  year,  but  visits  and  inspections  were  made  at 
the  request  of  local  boards  of  health  in  two  instances,  where  render- 
ing works  were  being  conducted. 

The  Board's  Exhibit  at  the  Columbian  Exposition  (1893). 

The  subject  of  public  hygiene  was  represented  at  the  Columbian 
Exposition  at  Chicago  by  exhibitions  of  the  work  of  State  and  local 
boards  of  health.  The  exhibits  of  this  important  department  of 
public  work  were  installed  in  the  Anthropological  Building,  in  the 
south  part  of  Jackson  Park.  Of  these  exhibits  none  created  greater 
or  more  favorable  comment  than  that  of  the  State  Board  of  Health 
of  Massachusetts. 

It  is  proper  that  some  account  of  the  exhibition  should  be  made  a 
matter  of  public  record  in  this  report  of  work  for  the  year  1893. 

A  communication  was  received  Sept.  24,  1892,  from  the  superin- 
tendent of  the  Bureau  of  Hygiene  and  Sanitation  of  the  Department 
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of  Liberal  Arts  of  the  Columbian  Exposition,  calling  the  attention 
of  the  Board  to  the  opportunity  that  would  be  given  at  the  Fair  for 
placing  before  the  public  the  work  of  State  boards  of  health  in  the 
prevention  of  infectious  diseases,  and  at  the  same  time  asking  whether 
the  Board  desired  to  be  represented  at  the  Exposition. 

At  a  later  date  (Dec.  28,  1892)  further  information  was  received 
upon  the  subject,  together  with  a  blank  form  of  application  for 
allotment  of  space  in  which  to  install  the  exhibit  of  the  Board. 

At  the  next  meeting  of  the  Board  (January,  1893)  it  was  voted 
to  ask  for  1,200  square  feet  of  space  for  the  Board's  exhibit. 

The  Board  was  informed  that,  in  consequence  of  the  fact  that  only 
10,000  feet  could  be  devoted  to  the  whole  subject  of  hygiene  and 
sanitation  in  the  United  States,  it  would  be  impossible  to  afford  an 
eighth  of  it  to  the  State  of  Massachusetts.  It  was  therefore  finally 
decided  to  grant  the  Board  500  feet  of  space  for  its  purpose.  To 
this  space  were  ultimately  added  120  square  feet. 

An  appropriation  had  already  been  provided  by  the  Legislature 
to  defray  the  expenses  of  such  representations  as  might  be  made  at 
the  Exposition  by  different  departments  of  the  State  government, 
and  the  sum  of  $4,000  was  set  aside  for  the  exhibit  of  the  State 
Board  of  Health.  The  Board  then  directed  that  an  exhibit  should 
be  prepared  representing  the  progress  of  public  hygiene  in  the 
State. 

The  exhibit  consisted  of  the  following  items  :  — 

General  Sanitary  Work  of  the  Board. 

Complete  set  of  reports  of  State  Board  of  Health  from  1869  to  1891. 
Special  reports  of  the  Board,  circulars  upon  infectious  diseases  and  other 

health  topics,  sets  of  blank  forms  and  manual  of  health  laws. 
Reports  of  city  boards  of  health  of  Massachusetts  for  the  year  1892. 

Charts  and  Diagrams  illustrating  the  Following  Subjects. 

The  death-rate  of  Massachusetts  for  a  series  of  years. 

Effect  of  density  of  population  on  the  general  death  rate. 

Effect  of  density  of  population  on  the  death  rate  from  each  of  the  follow- 
ing diseases  (for  twenty  years,  1871-90)  :  Measles,  scarlet  fever, 
diphtheria,  small-pox,  typhoid  fever,  cholera  infantum,  consumption 
and  pneumonia. 

Improvement  in  registration. 

Decline  in  death  rates  from  certain  causes. 

Seasonal  mortality  in  Massachusetts. 
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OeographiccU  Distribution  of  Eight  Diseases. 

Eight  maps  showing  the  comparative  mortality  from  measles,  scarlet  fever ^ 
diphtheria,  small-pox,  typhoid  fever,  cholera  infantum,  phthisis  and> 
pneumonia. 

Diagrams  and  maps  illustrating  epidemics  of  typhoid  fever  in  Springfield' 
and  Lowell. 

Engineering  Department  ( Water  Supply  and  Sewerage) , 

Model  of  Lawrence  Experiment  Station,  carefully  constructed  of  wood  and* 

iron  painted,  and  in  a  scale  of  one-half  inch  to  the  foot. 
Sand  sieve. 
Steam  sterilizer. 
Thermostat. 
Galvanized-iron  filter. 
Complete  battery  of  stills. 
Sections  of  sand  filters,  in  glass  tubes. 
Apparatus  for  determining  the  color  of  waters. 
Bacteria  stand,  with  tubes. 
Sets  of  double  dishes. 

Large  map  of  Massachusetts  showing  the   normal  chlorine  of  different- 
regions. 
Small  map  of  Massachusetts  showing  the   normal  chlorine  of   different 

regions. 
Water-shed  map  of  Massachusetts. 
Lower  basin  of  Merrimack  River  (blue  print) . 
Temperature  chart. 

Chart  showing  advice  to  cities  and  towns,  water  supplies. 
Chart  showing  advice  to  cities  and  towns,  sewage  disposal. 
Chart  showing  average  of  water  analyses. 
Map  of  North  Metropolitan  Sewerage  System. 
Map  of  Lawrence  city  filter. 
Photographs  of  Framingham  sewage  beds. 

Pumping  station. 

Applying  sewage.     (2  photographs.) 

Cornfield  treated  with  sewage. 
Photographs  of  Marlborough  sewage  beds. 

Gate-house. 

Underd  rains. 

Filter-bed. 

Filter-beds  after  harrowing. 
Room  36,  Massachusetts  Institute  of  Technology  (Laboratory  of   State- 
Board  of  Health).     (2  photographs.) 
Lawrence  Experiment  Station.     (3  photographs.) 
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Photographs  of  bacteria  cultures. 
•City  water  of  Lawrence  and  Tank  8. 

Tanks  1,  2,  6  and  13. 
Forty  one-gallon  bottles,  containing :  — 

Samples  of  sewage  applied  to  each  of  the  filters  at  Lawrence,  Framing- 
ham,  etc. 
^  Samples  of  efi^uents  from  sewage-filters  at  Lawrence,  Framingham,  etc. 
Samples  of  sewage  containing  dyes  (with  water  before  and  after  filtration) . 
Samples  of  Merrimack  River  water  before  and  after  filtration. 
Samples  of  surface  and  ground  waters  from  rivers,  ponds,  reservoirs, 
wells,  springs,  etc.  (pure  and  polluted). 
Series  of  eight-ounce  bottles  containing  samples  of  filtering  materials,  sand, 
gravel,  etc. 

Department  of  Food  and  Drug  Inspection. 

Charts  showing  ratio  of  adulteration  of  milk  in  Massachusetts. 

Charts  showing  ratio  of  adulteration  of  other  kinds  of  food. 

Charts  showing  ratio  of  adulteration  of  spices. 

Chart  showing  decrease  in  ratio  of  hogs  infected  with  trichinae  under  im- 
proved modes  of  feeding. 

Chart  showing  ratio  of  expenditure  for  food,  clothing,  rent,  fuel,  etc.,  in 
different  countries. 

Micro-photographs  of  pure  articles  of  food:  coffee,  pepper,  mustard, 
cloves,  ginger,  etc. 

Micro-photographs  of  the  same  when  adulterated. 

Samples  of  pure  foods,  in  glass  bottles. 

Samples  of  adulterants  used  in  the  foregoing,  as  sold  commercially  for  the 
purpose  of  adulteration. 

Models  of  trichinae,  free  (male  and  female)  and  encysted. 

Information  was  received  that  the  Anthropological  Building  would 
be  ready  for  the  reception  of  exhibits  by  the  12th  of  April. 

The  material  was  collected  at  the  building  of  the  Mechanics* 
Charitable  Association  in  Boston,  and  was  boxed,  ready  for  ship- 
ment, in  fifty-four  packages,  and  left  Boston  on  April  10.  It 
arrived  at  the  Fair  grounds  in  good  condition  on  April  12,  but  the 
building  was  then  in  no  condition  to  receive  it,  and  it  was  therefore 
stored  near  by  until  the  building  could  be  completed.  The  roof 
was  not  put  on  till  April  29. 

Prof.  W.  T.  Sedgwick  was  given  charge  of  installing  the  exhibit, 
and  went  to  Chicago  for  that  purpose.  He  obtained  the  services  of 
attendants,  so  that  some  one  was  in  charge  of  the  exhibit  from  the 
outset  to  the  close  of  the  Exposition,  a  fact  which  contributed  very 
largely  to  its  success. 
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In  commenting  upon  this  exhibit,  Mr.  E.  C  Hovey,  secretary 
and  executive  officer  of  the  Massachusetts  commission  at  the  Fair, 
says :  — 

Two  exhibits  alone  were  well-nigh  worth  the  entire  sum  expended  by 
the  Commonwealth  on  her  contributions  to  these  important;  departments. 
The  exhibits  of  the  Massachusetts  State  Board  of  Health  and  the  Rumford 
Kitchen  were  sui  generis^  and  told  to  the  world  in  a  most  striking  manner 
their  story  of  patient  investigation  and  continued  research.  Through  the 
auspices  of  the  State  Board  of  Health  there  was  installed  an  exhibit  which, 
in  a  most  complete  and  graphic  manner,  laid  before  the  visitor  the  work 
which  has  been  accomplished  in  the  State  in  dealing  with  the  problems  of 
health  as  dependent  upon  sanitation.  Here  also  was  to  be  seen  a  model 
of  the  Experiment  Station  in  Lawrence,  which  it  may  be  truly  said  has  not 
its  equal  in  the  country.  The  important  investigations  made  by  the  Board 
of  Health,  looking  to  the  prevention  of  the  adulteration  of  food,  were 
effectively  shown,  and  the  walls  were  covered  with  charts  and  statistics 
which  served  to  demonstrate  the  nature  of  the  researches  made  by  the 
Board,  researches  which  have  had,  and  will  continue  to  have,  marked  in- 
fluence on  the  health  of  the  citizens  of  the  Commonwealth.* 

Many  thousands  of  visitors  viewed  the  exhibit  of  the  Board  dur- 
ing the  continuance  of  the  Fair,  and  especially  during  the  week  of 
the  congress  of  public  hygiene.  The  Board  published  a  large 
edition  of  a  guide  or  prospectus  of  the  exhibit,  which  was  distrib- 
uted free  to  all  visitors.  The  exhibit  also  received  very  favorable 
comment  in  the  various  medical  and  sanitary  periodicals,  not  only 
in  the  United  States  but  also  in  foreign  countries. 

The  following  notice  of  award  has  been  received  by  the  Board :  — 

UNITED  STATES. 

DEPARTMENT   OF   LIBERAL   ARTS. 

Exhibitor.  —  State  Board  of  Health.      Group  147,  —  Class  833. 

Address .  —  Boston ,  Mass .  Exhibit,  —  Maps ,  Charts  and  Models . 

Award. 

For  exhaustive  examinations  and  reports  upon  the  public  water  supplies 
of  the  State  ;  the  relation  of  water  supply  to  the  public  health,  resulting  in 
a  definite  knowledge  as  to  the  ways  in  which  certain  diseases  are  dissemi- 
nated ;  and  the  best  methods  of  protecting  the  purity  of  waters  used  for 

*  New  BoglMid  Mftgazine,  February,  1804.    Article  by  OommlMloner  S.  0.  Hovey. 
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domestic  purposes,  thereby  diminishing  the  prevalence  of  water-carried 
diseases. 

For  the  practical  application  of  the  experimental  methods  to  the  opera- 
tion of  sewerage  and  sewage  disposal. 

For  the  construction  of  a  filter  for  the  removal  of  the  germs  of  diseases 
from  the  polluted  water  supply  of  a  city. 

For  an  important,  instructive  and  accurate  series  of  statistical  charts 
showing  the  distribution  of  diseases  throughout  the  State. 

For  important  investigations  in  regard  to  food  adulteration. 

(Signed)  John  H.  Rauch, 

Individual  Judge, 
Approved:  Dr.  K.  Buenz, 

President  Departmental  Committee. 

Approved :  John  Boyd  Thacher, 

Chairman  ExectUive  Committee  on  Awards, 

Date:  Feb.  28,  1894. 

Expenses  of  the  Exhibit. 

The  expenses  of  this  exhibit  were  as  follows,  a  special  appropria- 
tion having  been  generously  provided  by  the  Legislature,  for  this 
exhibit  as  well  as  for  those  of  other  State  departments  :  — 

Labor  and  cost  of  materials  in  preparing  the  exhibit,         .        .        .  |l,514  92 

Boxing  and  packing  exhibit, 65  44 

Transportation, 180  05 

Installation, 1,026  89 

Attendance, 1,128  80 

Janitor  service,     ....." 98  60 

|4,004  60 

Manual  of  Health  Laws. 

The  Board  has  published,  at  intervals  of  four  years,  since  1882,  a 
manual  for  the  use  of  boards  of  health,  containing  all  of  the  laws 
relating  to  public  health  which  have  been  enacted  up  to  the  date  of 
publication,  together  with  such  decisions  of  the  supreme  court  as 
have  been  made  upon  the  same  subject. 

Compilations  of  this  character  have  been  issued  in  1882, 1886  and 
1890.  The  edition  of  1890  having  become  exhausted  the  Board 
authorized  the  publication  of  a  new  edition,  which  was  prepared  by 
the  secretary,  with  the  advice  of  Mr.  Tobey. 

The  manual  has  become  an  indispensable  aid  to  local  boards  of 
health,  since  it  obviates  the  necessity  of  owning  not  only  a  copy  of 
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the  Public  Statutes  (edition  of  1882)  but  also  of  each  of  the  Blue 
Books  containing  the  acts  and  resolves  of  each  successive  year  since 
1882.  Copies  of  the  Manual  have  been  furnished  to  each  of  the 
local  boards  of  health  throughout  the  State,  to  the  public  health 
committee  of  the  Legislature,  and  to  other  persons  interested  in 
public  hygiene.  The  book  contains  about  200  pages,  with  a  very- 
full  index.  It  has  the  laws  relating  to  the  public  health,  including 
those  which  pertain  to  the  inspection  of  food  and  drugs,  the  regis- 
tration of  vital  statistics  and  the  medical  examiners'  laws. 

Cremation. 

Under  the  provisions  of  chapter  265  of  the  Acts  of  1885  the 
Legislature  authorized  the  formation  of  corporations  for  the  purpose 
of  incinerating  the  bodies  of  the  dead. 

By  the  terms  of  this  act  it  was  provided  that  — 

Every  such  corporation  may  acquire  by  gift,  devise  or  purchase,  and 
hold  in  fee  simple  so  much  real  estate  not  exceeding  in  value  fifty  thousand 
dollars  as  may  be  necessary  for  carrying  out  the  objects  connected  with  and 
appropriate  to  the  purposes  of  said  corporation,  and  situated  in  such  place 
as  the  state  board  of  health  may  determine  to  be  suitable  for  said  objects 
and  purposes.  No  building  shall  be  erected,  occupied  or  used  by  such 
corporation  until  the  location  and  plans  thereof,  with  all  details  of  con- 
struction, have  been  submitted  to  and  approved  by  said  board  or  some  per- 
son designated  by  it  to  examine  them. 

Every  such  corporation  may  make  by-laws  and  regulations  consistent 
with  law  and  subject  to  the  approval  of  said  state  board,  for  the  reception 
and  cremation  of  bodies  of  deceased  persons,  and  for  the  disposition  of  the 
ashes  remaining  therefrom. 

Further  provision  was  made  in  the  same  act  to  prevent  the  con- 
cealment of  crime  in  the  case  of  cremated  bodies. 

Acting  under  the  provisions  of  this  act  the  Massachusetts  Crema- 
tion Society  applied  to  the  Board  April  3,  1893,  requesting  its 
approval  of  a  location  for  a  crematory  in  the  city  of  Boston,  the 
location  being  a  tract  of  nearly  two  acres  on  the  north-west  side  of 
Walk  Hill  Street,  near  the  Forest  Hills  Cemetery. 

The  Board,  after  viewing  the  premises,  approved  the  location. 
Subsequently,  the  plans  and  method  of  cremation  were  submitted 
to  the  Board,  and  after  examination  by  a  competent  engineer  these 
also  were  approved,  together  with  certain  regulations  adopted  by 
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the   society.      The  regulations  approved    by  the  Board   were  as 
follows :  — 

Every  dead  body  received  for  cremation  must,  if  the  death  occurred  in 
Massachusetts,  Rhode  Island,  or  Connecticut,  be  accompanied  by  the  usual 
burial  permit  required  by  law  before  burial,  and  by  certificate  from  the 
medical  examiner  of  the  district  within  which  the  death  occurred,  that  he 
has  viewed  the  body  and  made  personal  inquiry  into  the  cause  and  manner 
of  deathy  and  is  of  opinion  that  no  further  examination  or  judicial  inquiry 
concerning  the  same  is  necessary.  Dead  bodies  received  from  states  other 
than  those  above  mentioned  must  be  accompanied  by  the  certificates  of  two 
physicians  (each  of  whom  must  be  a  graduate  of  some  legally  organized 
medical  college,  and  one  of  whom  shall  have  been  the  attending  physician 
of  the  deceased) ,  setting  forth  the  cause  of  death  and  the  opinion  that  no 
further  examination  or  judicial  inquiry  concerning  the  same  is  necessary. 

The  crematory  was  completed  and  ready  for  the  reception  of 
bodies  for  incineration  in  December,  and  the  first  cremation  took 
place  on  December  30,  1893.     From  that  date  up  to  the  present 
time  (May,  1894)  the  whole  number  of  bodies  cremated  was  thirty- 
one,  of  which  number  sixteen  were  males  and  fifteen  were  females. 

Food  and  Drug  Inspection. 

The  work  of  the  Board  in  this  department  has  progressed  uni- 
formly during  the  year,  attention  being  paid  to  the  inspection  of 
all  articles  which  properly  come  within  the  provisions  of  the  food 
and  drug  acts,  as  ofi^ered  for  sale  in  the  different  cities  and  towns 
throughout  the  State. 

Special  attention  has  been  given  to  the  examination  of  the  methods 
of  food  inspection  as  practised  in  other  countries,  with  the  view  of 
improving  our  own  where  improvement  is  possible. 

In  the  examination  of  reports  of  food  inspection  of  other  countries 
it  appears  that  the  general  ratio  of  adulteration  is  usually  less  than 
that  of  Massachusetts,  a  fact  which  requires  explanation,  since  the 
difference  is  apparent  and  not  real.  The  law  in  this  Commonwealth 
requires  that  three-fifths  of  the  appropriation  shall  be  expended  in  the 
inspection  of  milk  and  milk  products,  consequently  a  large  portion 
of  the  samples  taken  for  examination  are  samples  of  milk.  The  legal 
standard  of  milk  is  high  as  compared  with  that  of  other  countries. 
In  most  countries  this  standard  (when  a  standard  is  adopted)  is  11^ 
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per  cent,  of  total  solids,  while  in  Massachusetts  the  standard  is  13 
per  cent.,  except  in  May  and  June,  when  it  is  12  per  cent. 

Between  these  two  limits  of  12  and  13  per  cent,  a  considerable 
percentage  of  milk  is  produced  by  cows.  The  effect  of  this  annual 
change  of  standard  for  two  months  of  the  year  shows  itself  in  a 
very  marked  degree  upon  the  ratio  of  adulteration,  that  is  to  say  of 
legal  adulteration  or  departure  from  the  standard  as  defined  by  law. 
During  the  two  months  of  May  and  June  the  ratio  of  samples  of 
milk  found  to  be  below  the  legal  standard  of  12  is  often  as  low  as 
12  or  15  per  cent,  of  the  whole,  while  in  the  other  ten  months  it 
often  rises  to  40  and  even  to  50  per  cent,  and  higher,  since  a  very 
considerable  part  of  all  the  samples  range  between  these  two  points, 
12  and  13  per  cent,  of  solids. 

In  the  report  of  the  analyst  may  be  found  the  results  of  the  work 
accomplished  during  the  year  in  this  direction.  In  addition  to  the 
usual  routine  work  a  special  analysis  of  bread  and  of  cheese  was 
made,  the  results  of  which  are  published  in  the  analyst's  report. 

The  total  number  of  samples  of  articles  of  food  and  drugs  which 
were  examined  during  the  year  was  6,409. 

The  number  of  prosecutions  conducted  was  96,  and  the  amount  of 
fines  collected  and  paid  into  the  local  treasuries  was  $2,476. 

The  efficiency  of  the  work  accomplished  by  the  Board  in  this 
department  has  been  frequently  acknowledged  by  the  authorities 
of  other  States,  as  well  as  by  the  dealers  in  food  supplies  in  our 
own  State. 

The  actual  economic  value  of  this  continuous  work  to  the  State 
has  been  already  mentioned  in  previous  reports.  It  is  sufficient  to 
say  that  the  advantages  gained  far  outweigh  the  cost  of  enforcing 
the  statutes. 
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Registration  of  Vital  Statistics. 

In  the  following  summary  of  the  vital  statistics  of  the  State  for 
the  year  1892,  the  estimate  of  population  employed  as  a  basis  is 
made  upon  the  same  plan  as  that  of  the  previous  year,  namely,  the 
geometric  rate  of  increase.  Upon  this  basis  the  estimate  of  popula- 
tion for  the  year  1892  is  2,369,993. 

There  were  22,507  marriages,  65,824  living  births,  2,293  still- 
births and  48,762  deaths  registered  in  Massachusetts  in  1892. 

The  ratios  to  the  estimated  living  population  were  as  follows  :  — 

Marriage  rate, 9.50  per  1,000  of  the  living  populatioa. 

Persons  married, 18.99    "       '•        "  "  " 

Birth  rate, 27.77    ""        '*  "  •• 

Death  rate, 20.67    ""        "  "  '• 

Excess  of  birth  rate  over  death  rate,    .      7.20    •*       "        "  "  " 

International  Vital  Statistics. 

In  the  following  summary  are  presented  the  marriage,  birth  and 
death  rates  of  the  six  New  England  States  and  those  of  the  principal 
countries  of  Europe  having  registration  for  a  period  of  twenty  years 
(1871-90)  and  for  the  years  1891  and  1892.  The  first  year  of 
registration  of  Maine  completes  the  list  of  the  New  England  States 
for  the  year  1892. 

The  six  New  England  States  embrace  a  population  ot  about  five 
millions,  and  the  entire  population  of  the  countries  embraced  in  this 
summary  numbers  about  two  hundred  and  twenty-five  millions. 
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Marriages. 

The  number  of  marriages  (22,507)  was  greater  than  that  of  any- 
previous  year.  The  greatest  number  occurred  in  November  (2,716) 
and  the  least  number  in  March  (1,037). 

The  marriage  rate  was  18.99,  and  was  higher  than  that  of  any 
year  since  1887,  when  it  was  19.0.  The  estimated  marriage  rate  of 
the  decennial  period  ending  with  1892  was  18.61. 

Births. 

The  number  of  living  births  registered  in  Massachusetts  during 
the  year  1892  was  65,824,  and  the  birth  rate,  as  calculated  upon  an 
estimated  population  of  2,369,993,  was  27.77  per  1,000  of  the  living 
population.  This  was  the  highest  birth  rate  of  any  year  since  1874, 
when  it  was  28.32.  The  lowest  birth  rate  in  the  intervening  period 
was  that  of  1879,  which  was  22.94.  The  estimated  birth  rate  of 
the  decennial  period  ending  with  1892  was  26.08. 

The  ratio  of  males  to  females  among  living  births  where  the  sex 
was  stated  was  105.6  females  to  each  100  males. 

The  greatest  number  of  births  occurred  in  December  and  the 
least  number  in  February. 

There  were  990  illegitimate  births  registered,  or  15  per  1,000  of 
the  living  births  registered  during  the  year,  as  compared  with  1,078, 
or  17.1  per  1,000  in  1891. 

The  births  in  the  thirty  cities  were  46,597,  as  compared  with 
43,828  in  1891,  an  increase  of  6.3  per  cent.  Those  in  the  remainder 
of  the  State  were  19,227,  as  compared  with  19,176  m  1891,  an 
increase  of  less  than  three-tenths  of  1  per  cent. 

Deaths. 

The  number  of  deaths  (48,762)  was  greater  than  that  of  any  pre- 
vious year.  The  death  rate  (20.57  per  1,000)  was  higher  than  that 
of  any  previous  year  since  1875.  The  estimated  death  rate  of  the 
decennial  period  ending  with  1892  was  19.64. 

Infant  Mortality,  —  The  number  of  deaths  of  infants  under  one 
year  old  was  10,649,  or  21.84  of  the  total  mortality,  which  was  less 
than  that  of  either  1891  or  1890,  and  was  also  greater  than  the  mean 
of  the  twenty- year  period  (1873-92). 

The  deaths  of  children  under  five  were  15,225,  or  31.22  per  cent, 
of  the  total  mortality,  which  was  less  than  that  of  any  year  for  the 
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past  twenty  years  except  that  of  1882,  which  was  nearly  identical 
with  it. 

As  compared  with  the  births,  the  mortality  of  infants  under  one 
was  16.18  per  cent,  of  the  living  births,  which  was  slightly  greater 
than  that  of  1891,  and  also  greater  than  the  mean  of  the  twenty- 
year  period  (1873-92). 

The  deaths  of  centenarians  reported  in  1892  were  thirteen  in 
number,  nine  of  whom  were  women,  and  ten  were  of  foreign  birth. 
Of  the  three  women  who  were  of  native  birth,  one  died  in  her  native 
town,  and  each  of  the  others  in  a  town  adjoining  her  native  town. 

Sex. — The  deaths  of  males  were  24,643  and  those  of  females 
24,119.  But,  by  the  census  of  1890,  the  females  were  largely  in 
excess  of  the  males,  in  the  ratio  of  51.42  per  cent,  of  the  former  to 
48.58  of  the  latter  (nearly).  If  the  same  ratio  prevailed  in  1892, 
the  death  rate  of  males  was  21.40  per  1,000,  and  that  of  females 
19.79,  these  ratios  being  in  each  case  higher  than  those  of  the  census 
year  1890,  and  also  higher  than  the  mean  of  the  seven  census  years, 
1860,  '65,  70,  75,  '80,  '85,  '90. 

Stating  this  more  clearly,  the  deaths  of  males  to  1,000  deaths  of 
females  in  equal  numbers  living  were  1,059  in  1890,  while  in  1892, 
the  difference  in  population  of  the  two  sexes  being  estimated  in  the 
same  ratio,  the  deaths  of  males  to  1,000  females  in  equal  numbers 
living  were  1,081.  In  England,  for  1891,  the  deaths  of  males  to 
1,000  deaths  of  females  were  1,128,  and  for  the  ten-year  period 
(1881-90)  they  were  1,123. 

Causes  of  Death. 

The  number  of  deaths,  the  causes  of  which  were  not  registered  in 
1892,  was  470,  or  .96  of  1  per  cent,  of  the  mortality  from  all 
causes.  This  ratio  was  smaller  than  that  of  any  previous  year  since 
the  beginning  of  registration,  except  that  of  1891,  which  was  .9  of 
1  per  cent. 

The  average  of  the  ten  years  ending  with  1892  was  1.23  per 
cent,  of  the  total  mortality  of  the  period. 

The  sanitary  significance  of  a  table  in  which  is  presented  the  ratio 
of  deaths  from  specified  causes,  or  groups  of  causes,  to  the  living 
population,  must  be  acknowledged,  as  compared  with  the  older 
method  of  comparison  with  the  total  mortality.  Hence  the  follow- 
ing table  is  introduced,  in  which  are  presented  the  deaths  from  each 
group  of  causes,  together  with  the  rate  per  million  living  for  each 
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group  for  1892,  and  the  rate  per  million  for  each  year  of  the  period 
(1883-92). 

The  practical  value  of  international  vital  statistics  becomes  more 
apparent  every  year.  An  impetus  has  been  given  to  such  work  by 
the  labors  of  the  International  Statistical  Institute,  which  convened 
at  Chicago  in  1893. 

For  the  sake  of  comparison  the  column  of  means  for  the  ten- 
year  period  (1881-90)  for  England  has  been  added  to  the  follow- 
ing table  from  the  Fifty-fourth  Report  of  the  Registrar  General  of 
England  for  1891. 

The  deaths  from  the  group  of  infectious  diseases  in  Massachu- 
setts in  1892  were  greater  than  the  mean  for  the  ten-year  period 
(1883-92). 

The  deaths  from  the  group  of  constitutional  diseases  in  1892  were 
less  than  those  of  the  ten-year  period. 

The  deaths  from  the  developmental  group  of  causes  were  slightly 
less  than  those  of  the  decade. 

The  deaths  from  local  diseases  have  increased  from  a  rate  of  7,572 
per  million  in  1884  to  9,651  per  million  in  1892.  The  mean  ratio 
for  the  period  was  8,496. 

The  deaths  from  violence  have  not  varied  very  greatly,  the  extremes 
being  894  per  million  in  1883,  and  748  in  1884,  while  the  mean  was 
815. 

The  deaths  from  ill-defined  and  unspecified  causes  have  generally 
diminished  from  a  maximum  of  357  per  million  in  1883  to  a  mini- 
mum of  176  in  1891,  the  mean  being  242. 

The  lower  line  may  be  read  as  a  general  death  rate  per  million, 
or  per  thousand  of  the  population,  as  convenience  may  dictate,  in 
the  latter  case  the  comma  being  used  as  a  decimal  point. 
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In  the  last  two  tables  are  presented  the  numbers  of  deaths,  the 
death  rates  per  10,000  of  the  living  population  and  the  percentage 
of  the  total  mortality  for  each  of  the  twenty  years  ending  with  1892 
and  for  each  of  thirteen  prominent  causes  and  groups  of  causes  of 
death. 

Small-pox,  —  The  number  of  deaths  from  small-pox  during  the 
year  was  2,  as  compared  with  1  in  1891,  1  in  1890,  4  in  1889  and  8 
in  1888. 

Compared  with  the  estimated  living  population  the  death  rate  from 
this  cause  was  only  .01  of  1  per  10,000  and  the  percentage  of  the 
total  mortality  was  only  .004  of  1  per  cent,  (Further  information 
relative  to  the  prevalence  of  small-pox  will  be  found  under  the  head 
of  infectious  diseases,  page  viii.) 

Measles.  — The  number  of  deaths  from  measles  in  1892  was  88,  as 
compared  with  236  in  1891  and  114  in  1890.  The  death  rate  per 
10,000  of  the  estimated  population  from  this  cause  was  .4  and  the 
percentage  of  the  total  mortality  was  .18. 

The  number  of  deaths  from  this  cause  was  less  than  that  of  any 
year  since  1884,  when  it  was  75.  The  minimum  death  rate  from 
this  cause  for  the  twenty-year  period  was  .1  per  10,000  in  1879, 
and  the  maximum  was  2.2  in  1887. 

Scarlet  Fever.  — The  number  of  deaths  from  scarlet  fever  in  1892 
was  669,  as  compared  with  246  in  1891  and  196  in  1890  and  was 
the  greatest  number  in  any  year  since  1879. 

The  death  rate  per  10,000  of  the  estimated  population  from  this 
cause  was  2.8  and  the  percentage  of  the  total  mortality  1.37. 

The  minimum  death  rate  from  this  cause  for  the  twenty-year 
period  (1873-92)  was  .8  per  10,000  in  1889,  and  the  maximum  was 
10.2  in  1875. 

Diphtheria  and  Croup.  —  The  number  of  deaths  from  diphtheria 
and  croup  in  1892  was  1,455  as  compared  with  1,218  in  1891  and 
1,626  in  1890. 

The  death  rate  per  10,000  of  the  estimated  living  population  was 
6.1  and  the  percentage  of  the  total  mortality  was  2.98. 

The  minimum  death  rate  from  these  causes  for  the  twenty-year 
period  ending  with  1892  was  4.7  per  10,000  in  1873,  and  the  maxi- 
mum was  19.6  in  1876. 

The  mean  death  rate  from  these  causes  for  the  first  half  of  the 
twenty-year  period  was  much  greater  than  that  of  the  last  half. 
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Typhoid  Fever, — The  number  of  deaths  from  this  cause  in  1892 
was  827,  as  compared  with  821  in  1891  and  835  in  1890. 

The  death  rate  from  this  cause  per  10,000  of  the  estimated  popu- 
lation was  3.5  and  the  percentage  of  the  total  mortality  was  1.69. 

The  minimum  death  rate  for  the  twenty-year  period  ending  with 
1892  was  3.5  per  10,000  in  1892,  and  the  maximum  was  8.9  in  1873. 

The  mean  death  rate  from  this  cause  for  the  first  half  of  the 
twenty-year  period  was  considerably  greater  than  that  of  the  last 
half. 

Cholera  Infantum.  —  The  number  of  deaths  from  cholera  infantum 
in  1892  was  2,898,  as  compared  with  2,771  in  1891  and  2,491  in 
1890. 

The  death  rate  from  this  cause  per  10,000  of  the  population  was 
12.2  and  the  percentage  of  the  total  mortality  was  5.94. 

The  minimum  death  rate  from  cholera  infantum  in  the  twenty- 
year  period  was  7.7  per  10,000  of  the  estimated  population  in  1879, 
and  the  maximum  was  16.2  in  1873,  the  first  year  of  the  period. 
In  the  previous  year  (1872)  however,  the  death  rate  from  this  cause 
was  higher  than  that  of  any  year  of  registration  either  before  or 
since  that  date. 

Consumption,  — The  number  of  deaths  from  this  disease  in  1892 
was  5,739,  as  compared  with  5,484  in  1891  and  5,791  in  1890. 

The  death  rate  per  10,000  of  the  estimated  population  from  this 
cause  was  24.2  and  the  percentage  of  the  total  mortality  11.77. 

The  minimum  death  rate  from  this  cause  for  the  twenty-year 
period  ending  with  1892  was  23.8  per  10,000  in  1891,  and  the  maxi- 
mum was  35.3  in  1873,  the  first  year  of  the  period. 

In  comparing  the  two  ten-year  periods  1873-82  and  1883-92, 
there  is  found  to  be  a  very  marked  decrease  in  the  mean  death  rate 
of  the  latter  as  compared  with  that  of  the  former. 

Pneumonia.  —  The  deaths  from  pneumonia  were  5,020,  as  com- 
pared with  4,337  in  1891  and  4,038  in  1890. 

The  death  rate  from  this  cause  per  10,000  of  the  estimated  popu- 
lation was  21.2  and  the  percentage  of  the  total  mortality  10.29. 

The  minimum  death  rate  from  pneumonia  for  the  twenty-year 
period  (1873-92)  was  11.6  per  10,000  in  1877  and  the  maximum 
was  21.2.  The  increase  in  the  death  rate  from  pneumonia  during 
the  twenty-year  period  was  greater  than  the  decrease  in  the  death 
rate  from  consumption. 
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Whooping-cough. — The  deaths  from  whooping-cough  in  1892 
were  248,  as  compared  with  219  in  1891  and  363  in  1890. 

The  death  rate  per  10,000  of  the  estimated  population  from  this 
cause  was  1  and  the  percentage  of  the  total  mortality  was  .51  of  1 
per  cent. 

The  minimum  death  rate  of  the  twenty-year  period  ending  with 
1892  was  .7  per  10,000  in  1883  and  the  maximum  was  2.8  in  1874. 

Cancer. — The  deaths  from  cancer  in  1892  were  1,402,  as  com- 
pared with  1,395  in  1891  and  1,387  in  1890. 

The  death  rate  from  this  cause  per  10,000  of  the  living  population 
was  5.9  in  1892  and  the  percentage  of  the  total  mortality  was  2.87. 

The  minimum  death  rate  from  this  cause  for  the  twenty-year 
period  was  3.5  per  10,000  in  1875,  and  the  maximum  was  6.2  in 
1890. 

There  was  a  comparatively  steady  increase  in  the  death  rate  from 
cancer  from  1877  to  1890  and  then  a  slight  decrease  in  the  last  three 
years  of  the  period. 

Kidney  Diseases.  —  The  number  of  deaths  from  kidney  diseases 
in  1892  was  1,535,  as  compared  with  1,474  in  1891  and  1,273  in 
1890. 

The  death  rate  per  10,000  of  the  estimated  population  from  this 
group  of  causes  in  1892  was  6.5  and  the  percentage  of  the  total 
mortality  was  3.15. 

There  was  an  increase  with  considerable  regularity  in  the  mortality 
from  this  cause  during  the  twenty-year  period,  from  a  minimum  of 
2.9  per  10,000  of  the  population  in  1873  to  the  maxiipum  of  6.5  per 
10,000  in  1892.  This  excessive  increase  is,  however,  more  appar- 
ent than  real,  and  may  be  interpreted  as  mainly  due  to  more  intelli- 
gent methods  of  diagnosis. 

Heart  Diseases.  —  The  number  of  deaths  from  heart  diseases 
registered  in  1892  was  3,733,  as  compared  with  3,592  in  1891  and 
3,417  in  1890. 

The  death  rate  per  10,000  of  the  estimated  population  from  this 
group  of  causes  was  15.7  and  the  percentage  of  the  total  mortality 
was  7.65. 

There  has  been  a  tolerably  uniform  increase  in  the  death  rate  from 
this  group  of  causes  during  the  twenty-year  period,  the  minimum 
death  rate  being  7.9  per  10,000  in  1873,  '74  and  '77  and  the  maxi- 
mum 15.7  in  1892. 
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Brain  Diseases. — This  group  includes  the  deaths  attributed  to 
apoplexy,  paralysis,  insanity,  the  indefinite  term  **  cephalitis,"  soften- 
ing of  the  brain  and  other  unspecified  diseases  of  the  brain,  the 
whole  number  of  deaths  from  this  group  in  1892  being  5,036  as 
compared  with  4,711  in  1891  and  4,389  in  1890. 

The  death  rate  per  10,000  of  the  estimated  population  from  these 
causes  in  1892  was  21.2  and  the  percentage  of  the  total  mortality 
was  10.33. 

The  minimum  death  rate  from  this  cause  for  the  twenty-year 
period  was  13.5  in  1877,  and  the  maximum  was  21.4  in  1888.  The 
mean  death  rate  from  these  causes  in  the  last  half  of  the  period  was 
considerably  greater  than  that  of  the  first  half.  For  the  last  eight 
years  of  the  period  the  death  rate  from  these  causes  was  nearly 
stationaiy. 

The  deaths  from  local  diseases  in  Massachusetts  have  not  differed 
very  greatly  in  their  relative  incidence  upon  the  population,  from 
those  of  England,  as  is  shown  in  the  following  quotation  from  the 
Registrar  General's  Fifty-fourth  Annual  Report  for  1891. 

^^  Local  Diseases,  —  The  most  noticeable  feature  presented  by  the  dis- 
eases included  in  this  class  was  the  great  increase  of  mortality  from  diseases 
of  the  Circulatory  and  Respiratory  Systems.  The  rates  respectively  were 
1,826  and  4,474  per  million  living,  and  in  each  case  the  highest  on  record. 
The  explanation  is  doubtless  to  be  found  in  the  prevalence  of  epidemic 
influenza.  The  deaths  from  nervous  diseases,  however,  showed  no  such 
increase.  They  were  in  the  proportion  of  1,748  to  a  million  living;  and 
this  rate  differed  but  little  from  those  of  the  three  next  preceding  years. 
The  mortality  from  diseases  of  the  Urinary  System  was  467  per  million 
living,  this  being  the  highest  rate  yet  recorded,  and  marking  a  further  step 
in  the  almost  continuous  increase  shown  for  a  long  series  of  years  under 
this  heading." 


From  certain  infectious  causes  not  mentioned  in  the  foregoing 
enumeration  there  were  the  following  numbers  of  deaths  in  1892 ; 
those  of  1891  are  also  presented,  for  the  purpose  of  comparison  i^^ 
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NUMBBS  OF  DBA.TH9. 

NUMBBB  OF  DBATHB. 

18»1. 

i8»a. 

18»1. 

18»S. 

Cerebro-spinal  meningitis,    . 
Sryslpelas,      .... 
Puerperal  fever,     . 
Influenza,        .... 
Dysentery,      .... 

154 
210 
56 
546 
234 

86 
234 

81 
067 
198 

Diarrhoea,      .... 
Malarial  fevers,     . 
Hydrophobia, 

Olanders,      .... 
Malignant  pustule, 

630 

62 

0 

1 
1 

584 

81 
1 
0 
5 

Malarial  Fevers.  —  There  were  in  all  81  deaths  registered  in  1892 
fi*om  ague  and  remittent  fevers.     These  occurred  as  follows  :  — 


Worcester  County,      .       .       .       . 

16 

Berkshire  County,       .... 

8 

Hampden       ** 

15 

Dukes             **            .       .       »       . 

1 

Iflddlesez       " 

10 

Franklin         '*            .... 

1 

Suffolk            *• 

0 

Plymouth       "            .... 

1 

Bristol            «' 

8 

Barnstable      '*            .... 

0 

Essex              '* 

Hampshire     ** 

6 
6 

Nantucket      **            .... 

0 

Norfolk,         «'. 

5 

Total 

81 

The  number  of  registered  deaths  from  the  same  causes  in  1891 
was  62,  and  in  1890  60,  and  the  total  number  for  the  ten  years  end- 
ing with  1892  was  584. 

Influenza.  —  For  the  purpose  of  comparison  the  statistics  relating 
to  influenza  which  were  published  in  the  last  report  (p.  xxxiv.)  and 
also  in  the  Forty-ninth  Registration  Report,  1890,  are  here  repro- 
duced together  with  those  of  1892. 

The  deaths  from  certain  diseases  of  the  respiratory  organs  and 
from  heart  diseases  are  also  given  in  the  same  table. 
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Mortality  jrora  All  Causes^  and  from  Influenza,  Pneumonia^  Phthisis^  Bronchitis 
and  Heart  Diseases,  by  Months,  for  1889, 1890, 1891  and  1892. 

1889. 


CAU8B8. 

• 

s 

• 

2 

Eh 

• 

1 

OS 

• 

r. 

•< 

• 

• 

§ 

• 

s 

•-9 

• 
s 

• 

1 

§ 

1 

u 
O 

• 

a 

a 
8 

2 

3 

iDflnenza, 
Poeumonla, 
Phthisis,  . 
Bronchitis, 
Heart  diseases. 

2 
304 
492 
109 

278 

2 
358 
431 
135 
233 

3 
463 
482 
173 
273 

3 
436 
507 
147 
279 

1 

328 

463 

92 

289 

1 

165 

466 

62 

235 

1 

117 

426 

62 

266 

114 

470 

70 

245 

119 

463 

84 

210 

2 
232 
453 
111 
271 

291 
415 
109 
237 

12 
423 
613 
122 
299 

1 

2T 
8,440 
5.581 
1,27« 
3,115 

Total,  . 
All  causes,  . 

1,275 
8,237 

1,159  1  1,394 
3,064    3,516 

1,372 
3,573 

1,173 
3,353 

929 
3,121 

872 
4,224 

899 
4,213 

876 
3,650 

1,069 
3,368 

1,052 
2,984 

1,869 
3,474 

13,499 
41,777 

1890 

• 

Inflaenza, 

246 

65 

82 

21 

9 

8 

5 

1 

4 

5 

6 

9 

4U 

Pneamonla, 

1,072 

897 

896 

452 

?6 

191 

138 

108 

113 

210 

265 

411 

4,088 

Phthisis,  . 

733 

477 

630 

512 

488 

451 

446 

437 

436 

418 

424 

430 

5,791 

Bronchitis, 

298 

136 

195 

168 

129 

86 

63 

63 

72 

89 

106 

138 

1,588 

Heart  diseases. 

406 

273 

291 

283 

282 

226 

242 

235 

280 

298 

265 

336 

8,417 

Total,  . 

2,765 

1.348 

1,444 

1,486 

1,193 

962 

894 

834 

005 

1,020 

1,066 

1,333 

15,190 

All  causes, . 

5,300 

8,273 

3,583 

3,487 

3,249 

2,840 

3,962 

4,545 

3,616 

3,223 

3,021 

3,480 

43,528 

1891 

• 

Influenra, 

9 

0 

23 

80 

107 

36 

12 

0 

0 

6 

6 

232 

545 

Pneumonia,     . 

474 

877 

473 

677 

640 

233 

136 

03 

02 

177 

318 

838 

4,837 

Phthisis,  . 

460 

405 

500 

610 

504 

427 

436 

422 

423 

463 

405 

630 

6,484 

Bronchitis, 

154 

168 

166 

157 

170 

121 

86 

68 

73 

113 

183 

260 

1,068 

Heart  diseases, 

866 

272 

816 

807 

310 

244 

250 

270 

265 

807 

800 

878 

8,692 

Total,  . 

1,462 

1,221 

1,477 

1,640 

1,640 

1,061 

020 

861 

862 

1,065 

1,162 

2,247 

16,617 

All  causes, . 

8,678 

8,188 

3,714 

8,802 

8,705 

3,126 

4,070 

4,465 

8,765 

8,714 

8,318 

4,716 

46.185 

1892 

a 

Influenza. 

678 

180 

71 

48 

26 

17 

12 

4 

6 

0 

16 

11 

967 

Pneumonia,     . 

1,450 

606 

644 

506 

400 

106 

128 

100 

161 

.200 

204 

447 

6,020 

Phthisis,  . 

687 

447 

680 

616 

646 

424 

456 

456 

404 

462 

441 

464 

6,739 

Bronchitis, 

478 

246 

226 

146 

136 

82 

60 

66 

74 

126 

144 

184 

1,888 

Heart  diseases, 

488 

827 

878 

843 

810 

267 

237 

286 

258 

264 

814 

282 

8.738 

Total,  . 

8,671 

1,706 

1,763 

1,661 

1,417 

086 

882 

000 

002 

1,061 

1,200 

1,328 

17,846 

All  causes, . 

6,800 

8,806 

4,161 

8,000 

3,786 

8,107 

4,665 

4,717 

8,664 

8.484 

8,367 

8,686 

48,702 
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An  examination  of  these  tables  shows  quite  plainly  the  sharp  rise 
in  the  mortality  from  influenza  with  a  coincident  rise  in  the  mortality 
from  pneumonia,  phthisis,  bronchitis  and  heart  diseases  in  the  winter 
of  1889-90,  culminating  in  January ;  another  epidemic  of  less  mag- 
nitude in  the  spring  of  1891,  culminating  in  April  and  May,  and  the 
still  greater  epidemic  of  the  winter  of  1891  and  '92  culminating  in 
January,  1892. 

These,  together  with  other  minor  causes,  increased  the  mortality 
of  January  1892  to  6,309  deaths  which  was  greater  by  2,246  than 
the  mean  monthly  mortality  of  the  year,  and  greater  by  more  than 
1,000  than  the  mortality  of  any  month  in  the  ten-year  period  (1883- 
1892). 

Hydrophobia.  —  The  mortality  from  this  cause  which  had  attained 
to  considerable  numbers  in  1889  and  1890,  again  fell  to  a  single 
death  in  1892. 

During  the  six  years  ending  with  1887  there  had  been  no  reported 
deaths  from  this  cause.  There  were  then  2  deaths  from  hydrophobia 
in  1888,  14  in  1889,  17  in  1890,  9  in  1891  and  1  in  1892. 

The  whole  number  of  deaths  from  this  cause  for  the  period  of 
registration  ending  with  1892  (fifty-one  years  and  eight  months) 
was  116,  of  which  number  96  or  82.8  per  cent,  were  males  and  20 
were  females. 

Mortality  of  Cities. 

The  rapid  growth  of  the  urban  population  in  Massachusetts  as 
contrasted  with  that  of  the  smaller  towns  is  a  sufficient  reason  for 
publishing  in  a  separate  table  the  number  of  deaths  from  all  causes 
together  with  those  from  the  principal  infectious  diseases  in  each 
city  in  the  State. 

By  this  table  it  appears  that  the  total  number  of  deaths  in  the 
cities  in  1892  was  32,202  as  compared  with  30,049  in  1891,  and 
those  in  the  towns  were  16,560  as  compared  with  15,136  in  1891. 

The  population  of  the  30  cities  including  Medford  and  Everett,  by 
the  census  of  1890  was  1,394,444  or  62.3  per  cent,  and  that  of  the 
towns  was  844,499  or  37.7  per  cent,  of  the  total  population,  while  a 
half  century  earlier,  the  census  showed  that  the  cities  (or  places 
having  more  than  10,000  in  each)  constituted  less  than  one-fourth 
of  the  population. 
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The  growth  of  the  cities  included  in  the  foregoing  table  was 
approximately  at  the  rate  of  3^^  per  cent,  per  year  for  the  period 
1885  to  1890.  While  that  of  the  remainder  of  the  State  was  at 
the  rate  of  only  I^Vtt  P^^  cent,  (geometric'rate). 

Estimating  the  growth  in  1892  at  the  same  rate^  for  these  two 
classes  of  the  population,  the  mortality  rates  from  the  principal  dis- 
eases included  in  the  foregoing  table  are  presented  in  the  following 
table.  In  the  two  lower  lines  the  mortality  rates  are  reduced  to  a 
standard  of  1,000  in  the  urban  population  for  the  convenience  of 
comparison,  and  may  be  read  as  follows  :  — 

For  every  1,000  deaths  from  all  causes  in  the  urban  population, 
there  were  879  deaths  in  the  remainder  of  the  State  in  equal  num- 
bers living.  For  every  1,000  deaths  from  consumption  in  the  urban 
population,  there  were  794  deaths  in  the  remainder  of  the  State  in 
equal  numbers  living. 


Death  Rales  Jrora  Certain  Diseases  in  1892,  per  lOfiOO  of  the  Estimated  Living 
Population,  and  the  same  Reduced  to  a  Standard  of  1,000  in  the  Urban  or  Dense 
Population, 


Urban  population, 
Bemainder  of  the  State,    . 

Urban  popnlatlon, 
Remainder  of  the  State,    . 
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Per  10,000  of  Population. 


3.46 

7.1 

3.7 

13.9 

26.2 

21.6 

1.7 

4.5 

3.1 

9.2 

20.8 

20.4 

1,000 

1,000 

1,000 

1,000 

1,000 

1,000 

491 

634 

838 

602 

794 

944 

I  -a 

1.8 
S 


1.34 
.54 

1,000 
403 


The  Significance  of  General  or  Crude  Death  Rates, 

The  crude  death  rate  obtained  by  estimating  the  ratio  of  the 
number  of  deaths  to  the  living  population  has  been  employed  for 
many  years  as  an  index  of  the  sanitary  condition  of  a  community, 
and  for  comparing  its  sanitary  condition  with  that  of  other  com- 
munities. While  this  method  may  be  trusted  in  the  comparison  of 
the  death  rates  of  a  nation,  a  State,  county,  city  or  town  at  diflferent 
periods  of  time  (since  the  age  and  sex  distribution  of  communities 
remain  fairly  constant  when  comparisons  are  made  for  brief  periods 
or  successive  years),  it  cannot  be  trusted  for   the  comparison  of 
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different  towns,  cities,  States  and  countries  with  each  other,  when 
the  age  and  sex  distribution  differs  widely  as  for  example,  in  our 
own  State,  in  the  case  of  Barnstable  and  Bristol  counties,  or  Barn- 
stable and  Suffolk. 

In  support  of  this  statement  Dr.  Farr  says  '*  Independently  of 
other  causes  of  variation,  the  mortality  of  different  populations  will 
differ  according  as  they  consist  of  numbers  in  various  proportions  at 
the  ages  at  which  the  mortality  is  high  or  low." 

<*  It  is  not  too  much  to  say  that  death  rates  calculated  on  the  gross 
population  are  practically  worthless  as  evidence  of  the  sanitary  con- 
ditions of  communities  less  than  entire  nations."  Dr.  E.  F.  Will- 
oughby ,  Hand-book  of  Public  Health  and  Demography. 

For  the  purpose  of  facilitating  the  methods  of  correcting  death 
rates  according  to  age  and  sex  distribution.  Dr.  Ogle  of  the  British 
Registrar  General's  office  and  J.  Korosi,  Director  of  Statistics  of 
Hungary,  have  proposed  the  employment  of  standards  of  population 
in  which  a  normal  or  standard  distribution  of  ages  and  sexes  is 
presented.  For  this  purpose  Dr.  Ogle  combines  the  populations  of 
seven  principal  European  countries  including  about  170  million 
inhabitants  and  presents  a  table  in  which  the  average  distribution  of 
these  populations  is  given  by  sexes  and  age  periods,  the  whole 
number  of  such  periods  being  twelve.  For  the  purpose  of  compari- 
son with  other  countries.  States,  cities  or  smaller  communities,  this 
method  has  the  disadvantage  of  requiring  an  amount  of  computation 
which  becomes  burdensome,  and  secondly,  the  age  periods  employed 
above  20  years  do  not  correspond  with  those  which  have  usually 
been  adopted  in  Massachusetts  and  other  American  communities,  and 
while  there  are  some  advantages  in  adopting  a  distribution  into  the 
periods  25-35,  35-45,  etc.,  instead  of  20-30,  30-40,  etc.,  the  differ- 
ences are  so  slight  as  not  to  make  it  advisable  to  change  the  existing 
methods. 

Korosi  of  Buda-Pesth  suggests  a  method  which  is  less  cumbrous 
than  the  foregoing.  He  does  not  deem  it  essential  for  this  purpose 
to  adopt  a  sex  distribution,  but  employs  a  distribution  of  ages  only 
and  divides  them  into  four  periods  as  follows  :  — 

All  ages  under  one  year. 
One  to  twenty  years. 
Twenty  to  fifty  years. 
All  over  fifty  years. 
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For  the  purpose  of  comparison  he  suggests  the  use  of  a  standard 
representing  a  healthy  population  having  a  constantly  low  death  rate 
as  is  the  case  with  Sweden. 

The  foregoing  age  periods  were  adopted  by  M.  K5r5si  after  trials 
with  different  periods.  They  differ  somewhat  from  those  which  have 
been  in  use,  but  he  states  that  it  **  was  found  to  be  preferable  to 
group  the  first  year  separately,  and  that  there  was  no  sensible  change 
produced  by  placing  the  next  nineteen  years  in  one  single  group.*' 

The  Returns  of  Medical  Examiners. 

The  whole  number  of  returns  of  medical  examiners  for  the  year 
1892,  under  the  provisions  of  the  inquest  laws,  was  2,210. 

Of  this  number,  72  or  3.26  per  cent,  were  deaths  by  homicide,  274 
or  12.40  per  cent,  were  suicides,  974  or  44.07  percent,  were  deaths 
from  accident  or  negligence,  and  890  or  40.27  per  cent,  were  the 
result  of  causes  not  due  to  violence,  but  to  different  natural  causes 
and  alcoholism.  More  than  one-half  of  this  group  were  from  heart 
diseases  and  diseases  of  the  nervous  system  usually  of  a  sudden 
character. 

Sex.  —  Out  of  the  whole  number  of  deaths  returned  by  the  medi- 
cal examiners  1,642  or  74.3  were  those  of  males,  560  or  25.3  were 
of  females,  and  the  sex  of  8  was  not  stated. 

The  following  summary  presents  the  data  of  these  cases  by  sexes 
for  the  period  of  eight  years  (1885-92). 


Ybars. 


1885, 
1886, 
1887, 
1888, 
1889, 
1800, 
1891, 
1892, 


Totals, 
Means, 


Males. 


973 
1,027 
1,191 
1,261 
1.253 
1,303 
1,362 
1.612 


10,012 


Skx. 


iPercent- 
!    affes. 


76.0 


76.1 
74.5 
76.5 
76.4 
75.8 
73.6 
74.0 
74.3 


Females. 


Percent- 
ages. 


286 
319 
350 
373 
388 
449 
467 
660 


3,182 


22.4 
23.2 
22.5 
22.6 
23.4 
25.3 
24.8 
25.8 


23.8 


Unspecl-  I  Percent- 
fled.      I    ages. 


19 
32 
16 
17 
13 
21 
21 
8 


146 


1.5 
2.3 
1.0 
1.0 
0.8 
1.2 
1.2 
0.4 


1.2 


Totals. 


1,278 
1,378 
1,556 
1,661 
1,664 
1,773 
1,840 
2,210 


18,340 
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In  the  following  summary  these  deaths  are  classified  into  four 
groups  as  in  previous  reports.  The  percentage  of  each  group  for 
each  year  being  stated  :  — 


Tkabs. 

HOMICIDB. 

8C1CIDK. 

ACCIDBXT 
OB  NKGUOBKCB. 

Natural  and  Uk- 
KSowN  Cacsks, 
Imcludiko  Alco-  I 

HOUAW. 

Totals. 

Nnm- 
ber. 

Per 
Cent. 

Nnm- 
bcr. 

Per 
Cent 

Num-        Per 
ber.        Cent. 

Nom-    ^      Per 
ber.          Cent. 

1885,. 

45 

3.62  ' 

181 

14.17 

567 

44.37  ' 

1 

!          485 

87.94 

1,278 

1886,. 

47 

3.41    ; 

'        157 

11.38 

678 

49.17 

496         36.00  ; 

1        1,378 

1887, . 

62 

3.34  , 

t        173 

11.12 

;  "« 

48.07  ! 

583 

37.47 

1         1.656 

1888,. 

52 

3.15 

1 

190 

U.51 

785 

47.55  ] 

624 

37.79 

;         1.651 

1889,. 

51 

3.08 

I        199 

12.03 

792 

47.89  1 

:          612 

87.00 

1,654 

1890,. 

35 

1.97 

1        196 

11.06 

862 

48.62  ! 

1          680 

1 

38.36 

1,773 

1891.  . 

60 

3.26 

'        187 

10.16 

866 

47.06 

727 

39.52 

1,840 

1892,. 

72 

3.26 

274 

12.40 

974 

44.07 

890 

40.27 

2,210 

Totals, 

414 

- 

1,567 

- 

6,272 

- 

6,097 

- 

13,340 

Means, 

- 

8.10 

1 

11.67 

1 
1 

47.01 

1 

1 

38.22 

1 

The  ratio  of  deaths  investigated  by  the  medical  examiners  to  the 
estimated  population  of  Massachusetts  in  1892  was  .99  of  1  per 
1,000  and  the  percentage  of  the  total  mortality  was  4.5. 

In  England  during  the  year  1891  the  ratio  of  deaths  submitted  to 
inquest,  as  compared  with  the  total  population  was  1.12  per  1,000  and  the 
percentage  of  the  total  mortality  was  5.5. 

Of  the  total  number  of  deaths  (32,432)  referred  to  the  coroners  for 
inquest  12,946  or  39.9  per  cent,  were  not  due  to  violence ;  this  percentage 
being  very  nearly  identical  with  the  mean  for  Massachusetts  for  the  eight 
years  (1885-92)  ;  51.46  per  cent,  of  the  whole  were  deaths  from  accident 
and  negligence ;  7.66  per  cent,  were  deaths  from  suicide,  and  .97  of  1  per 
cent,  were  deaths  determined  to  be  due  to  murder  and  manslaughter. 

Of  the  deaths  due  to  accident,  77.2  per  cent.,  and  of  those  due  to 
suicide,  75  per  cent,  were  of  males,  while  the  deaths  from  murder  and 
manslaughter  were  divided  between  the  sexes  in  nearly  equal  numbers,  158 
males  and  157  females. 
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Water  Supply  and  Sewerage. 

The  general  law  giving  to  the  State  Board  of  Health  supervision 
of  inland  waters,  and  imposing  certain  duties  upon  the  Board  in 
relation  to  water  supplies  and  systems  of  sewerage  and  sewage  dis- 
posal has  been  so  frequently  quoted  in  the  recent  reports  of  the 
Board  that  it  is  not  essential  to  quote  the  statute  again  in  full. 

Acting  under  the  Statutes  of  1888  the  work  of  the  Board  in  this 
direction  has  been  conducted  during  the  past  year  in  the  same 
manner  as  in  previous  years.  This  work  now  constitutes  a  very 
important  branch  of  the  operations  of  the  Board. 

The  report  of  this  department  of  the  Board  for  1893  comprises 
the  following  topics  :  — 

The  advice  of  the  Board  to  the  authorities  of  cities,  towns  and 
corporations  and  individuals  upon  proposed  or  existing  systems  of 
water  supply  and  sewage  disposal  under  the  provisions  of  section 
3  of  chapter  375  of  the  Acts  of  1888. 

A  continuation  of  the  examination  of  water  supplies,  comprising 
the  results  of  chemical  and  microscopical  examinations  of  public 
water  supplies.  The  examination  of  the  waters  of  the  following 
rivers,  the  Blackstone,  Charles,  Merrimack,  Nashua,  Neponset, 
Housatonic  and  Taunton  were  continued  and  other  examinations 
were  made  of  the  Charles,  Deerfield,  Shawsheen  and  Ware  and  the 
Nashua  and  its  tributaries  in  connection  with  the  investigations  for  a 
Metropolitan  water  supply. 

In  the  summary  of  water  supply  statistics  it  appears  that  146 
cities  and  towns,  having  a  total  population  of  1,949,455,  were  pro- 
vided with  water  supplies,  the  majority  of  these  places  having  in 
each  a  population  of  over  4,000.  There  were  also  206  towns  which 
were  not  provided  with  public  water  supplies  only  one  of  which  had 
a  population  of  more  than  4,500. 

The  total  population  of  places  not  supplied  was  289,488  or  but 
little  more  the  one-eighth  of  the  population  of  the  State. 

The  paper  by  Professor  Drown  upon  **  the  Amount  of  and  Char- 
acter of  Organic  Matter  in  Soils  and  its  Bearing  on  the  Storage  of 
Water  in  Reservoirs,"  has  a  practical  bearing  upon  all  water  supplies 
where  artificial  storage  basins  are  constructed  by  impounding  water 
in  valleys  and  meadows  having  a  surface  either  partially  or  wholly 
of  loam  or  peat. 
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Mr.  Geo.  W.  Fuller,  biologist  in  charge  of  the  Lawrence  Experi- 
ment Station,  details  the  work  performed  at  the  station  during  the 
sixth  year  of  its  existence.  The  principal  topics  treated  of  in  his 
report  are  the  character  of  the  sewage  used  for  experiment,  the  aver- 
age purification  attained,  the  permanency  of  filters,  their  manage- 
ment, experiments  upon  rapid  filtration  of  sewage  from  which  the 
sludge  has  been  removed,  sub-surface  application  of  sewage,  experi- 
ments with  sand  clogged  by  sewage,  effect  of  polarite  in  removing 
color  of  dye-stuffs  in  sewage,  removal  of  bacteria,  work  of  the  sewage 
filters  in  1893,  filtration  of  water,  effects  of  rate  of  filtration,  depth 
of  material,  size  of  sand  grains,  scraping,  disturbing  upper  layer  of 
filter,  removal  of  layer  of  loam,  freezing  surface  layers,  rapidly  fill- 
ing from  below,  amount  of  loss  of  head  and  method  of  application 
of  water  upon  its  bacterial  purification.  A  detailed  account  is 
given  of  the  work  of  the  water  filters  during  1893  together  with  the 
chemical  and  bacterial  analyses  of  the  water  supplied  and  of  the 
effluent  water  of  the  Lawrence  city  filter  for  the  first  seven  months 
of  its  operation. 

Hiram  F.  Mills,  C.E.,  member  of  the  Board,  presents  a  descrip- 
tion of  the  **  Filter  of  the  Water  Supply  of  the  City  of  Lawrence 
and  its  Results,"  and  shows  in  this  paper,  — 

1.  **  The  insufficiency  of  the  self-purification  of  streams. 

2.  The  ready  conveyance  of  typhoid  fever  down  a  stream  by 
sewage-polluted  drinking  water. 

3.  The  practicability  of  protecting  a  community  against  an 
infected  drinking  water  supply  by  natural  sand  filtration." 

The  paper  entitled  **  Sewage  Purification  of  Cities  and  Towns  in 
Massachusetts  "  presents  a  brief  description  together  with  chemical 
analyses  of  sewage  and  effluents  from  the  systems  in  use  in  the 
following  places  :  Amherst,  Norfolk  county  jail,  Framingham,  Gard- 
ner, Lenox,  Marlborough,  Medfield,  Wellesley  College  and  West- 
borough. 

Mr.  Allen  Hazen,  the  chemist  in  charge  at  the  Experiment  Station 
at  Lawrence  in  1890-93,  was  appointed  as  chemist  of  the  department 
of  water  supply,  sewerage  and  fire  protection  at  the  World's  Colum- 
bian Exposition  at  Chicago,  and  presents  in  this  volume  a  descrip- 
tion of  the  process  there  employed  for  disposal  of  the  sewage  of  the 
Exposition  by  precipitation  and  the  results  attained  by  this  process. 
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Metropolitan  Water  Supply. 

Within  the  period  of  the  past  forty  years  or  more  and  since  the 
beginning  of  the  general  introduction  of  a  public  water  supply  into 
Boston  the  growth  of  the  city  has  been  rapid,  and  this  growth  has 
extended  outward,  until  the  suburban  municipalities  have  acquired  a 
population  nearly  as  large  as  that  of  the  city,  the  whole  district 
within  ten  miles  of  and  including  Boston  containing  nearly  a  million 
inhabitants. 

Public  water  supplies  have  now  been  introduced  into  each  of  the 
twenty-eight  cities  and  towns  embraced  within  this  limit.  The  rapid 
growth  of  the  towns  has  not  only  been  attended  with  an  increase  in 
the  absolute  consumption  of  water  in  the  district,  but  the  relative  or 
per  capita  consumption  has  also  been  considerably  increased.  To 
supply  this  demand  very  much  of  the  available  territory  suitable  for 
use  as  sources  for  yielding  water  has  been  taken  by  the  cities  and 
towns  within  this  district.  In  some  instances  the  density  of  the 
population  living  upon  the  area  of  the  different  water-sheds  has 
increased  to  such  an  extent  as  to  become  a  serious  menace  to  the 
health  ofi;he  population  consuming  the  water,  in  consequence  of  the 
increased  pollution  which  usually  follows  a  corresponding  increase 
of  population. 

In  the  words  of  the  present  report  (p.  6)  '*  The  experience  of  the 
past  year  (1893)  has  emphasized  the  urgent  need  of  a  new  water 
supply  for  this  district,  as  not  only  has  the  water  supply  of  Boston 
and  the  district  supplied  from  Mystic  Lake  been  nearly  exhausted, 
as  above  indicated,  but  the  water  supplies  of  a  majority  of  the 
places  in  the  Metropolitan  district  have  been  in  a  similar  condition." 

The  urgent  demands  of  the  authorities  of  these  municipalities  for 
larger  and  purer  supplies  of  water  finally  resulted  in  legislative 
action,  and  the  following  law  was  enacted  by  the  Legislature  of 
1893,  entrusting  to  the  State  Board  of  Health  the  duty  of  making 
a  general  investigation  of  the  subject  of  a  water  supply  for  this 
Metropolitan  district. 

[Acts  of  1893,  Chapter  459.] 

An  Act  relative  to  procuring  a  water  supply  for  the  city  of  boston 

and  its  suburbs. 
Be  U  enacted^  etc,^  as  follows : 

Section  1.  The  state  board  of  health  is  hereby  authorized  and  directed 
to  investigate,  consider  and  report  upon  the  question  of  a  water  supply  for 
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the  city  of  Boston  and  its  suburbs  within  a  radius  of  ten  miles  from  the 
state  house,  and  for  such  other  cities  and  towns  as  in  its  opinion  should  be 
included  in  connection  therewith. 

Sect.  2.  The  said  board  shall  forthwith  proceed  to  investigate  and 
consider  this  subject,  including  all  questions  relating  to  the  quantity  of 
water  to  be  obtained  from  available  sources,  its  quality,  the  best^methods  of 
protecting  the  purity  of  the  water,  the  construction,  operation  and  mainten- 
ance of  works  for  storing,  conveying  or  purifying  the  water,  the  cost  of 
the  same,  the  damages  to  property,  and  all  other  matters  pertaining  to  the 
subject. 

Sect.  3.  The  said  board  shall  have  power  to  employ  such  engineering 
and  other  assistance  and  to  incur  such  expenses  as  may  be  necessary  for 
carrying  out  the  provisions  of  this  act. 

Sect.  4.  The  said  board  shall  report  fully  with  plans  and  estimates 
to  the  legislature  on  or  before  the  first  Wednesday  in  January  in  the  year 
eighteen  hundred  and  ninety-five,  and  shall  append  to  its  report  drafts  of 
bills  intended  to  accomplish  the  recommendations  of  the  board. 

Sect.  5.  The  total  amount  of  money  which  shall  be  expended  out  of 
the  treasury  of  the  Commonwealth  in  carrying  out  the  provisions  of  this  act 
shall  not  exceed  forty  thousand  dollars.  The  Commonwealth  shall  be 
reimbursed  for  the  amount  expended  by  the  cities  and  towns  which  are  to 
receive  the  benefit  of  the  system  recommended  in  the  report,  in  proportion 
to  the  population  of  each. 

Sect.  6.  Before  incurring  any  expense  the  board  ehall  from  time  to 
time  estimate  the  amounts  required  and  shall  submit  the  same  to  the  gov- 
ernor and  council  for  their  approval,  and  no  expense  shall  be  incurred 
beyond  the  amount  so  estimated  and  approved. 

Sect.  7.  This  act  shall  take  effect  upon  its  passage.  [^Approved 
June  9, 1893. 


Immediately  after  the  passage  of  this  Act,  the  Board  entered  upon 
the  work  of  investigation,  and  began  the  necessary  surveys  to  ascer- 
tain the  best  supply  for  the  district.  This  work  has  been  carried  on 
without  interruption  since  June,  1893. 

While  it  is  too  early  to  publish  conclusions  relative  to  a  definite 
source  of  water  supply  for  the  district,  it  may  be  said  that  the  inves- 
tigations made  up  to  the  present  time  indicate  that  an  abundant 
supply  of  good  water  for  the  Metropolitan  District  may  be  obtained 
without  excessive  expenditure. 
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Impeovement  of  the  Charles  Efver. 

By  the  provisions  of  Chapter  475  of  the  Acts  of  1893,  the  Board 
of  Metropolitan  Park  Commissioners  and  the  State  Board  of  Health 
were  constituted  a  joint  board  to  investigate  *'  the  sanitary  condition 
and  prepare  plans  for  the  improvement  of  the  beds,  shores  and 
waters  of  the  Charles  River,  between  Charles  River  bridge  and  the 
Waltham  line  on  Charles  River,  and  for  the  removal  of  any  nuis- 
ances therefrom." 

The  joint  board,  thus  constituted,  was  authorized  to  employ 
engineers  and  experts  and  to  incur  necessary  expenses  not  exceed- 
ing $5,000. 

This  act  recognizes  the  existence  of  conditions  in  the  specified 
portion  of  the  river  which  have  for  a  long  time  constituted  a  general 
nuisance,  ofiensive  to  the  sight  and  smell,  in  consequence  of  the  serious 
pollution  of  the  river  and  of  the  daily  exposure  of  large  areas  of 
mud  flats  upon  which  the  polluting  matter  in  the  river  is  deposited. 

To  remedy  this  foul  and  unsightly  condition  the  Board  has  given 
its  attention,  and  after  surveying  the  territory  and  areas  included  in 
the  provisions  of  the  act  and  investigating  the  sanitary  condition  of 
the  contiguous  population,  made  its  report  to  the  Legislature  in 
May,  1894  (House  Doc.  775,  1894),  the  time  for  the  presentation 
of  the  report  having  been  extended  by  Chapter  57  of  the  Resolves 
of  1894. 

The  plan  proposed  involves  the  construction  of  a  dam  and  a  lock 
at  the  lower  portion  of  the  estuary  above  Craigie's  bridge,  by  means 
of  which  the  water  above  the  dam  will  be  kept  at  a  constant  level. 
While  this  dam  may  be  regarded  as  the  principal  feature  of  the 
plan,  other  features  are  worthy  of  note,  especially  the  treatment  of 
the  shores  of  the  proposed  basin. 

One  great  improvement  in  this  region  is  already  nearly  com- 
pleted, the  Metropolitan  Sewerage  System,  which,  when  in  opera- 
tion, will  remove  a  great  amount  of  pollution  from  the  river. 

The  report  of  the  Landscape  Architects  to  the  joint  board  closes 
as  follows  :  —  ''Charles  River,  freed  from  sewage,  from  defiling  indus- 
tries, from  mud  flats  and  from  mud  banks,  and  dedicated  with  its  bor- 
ders to  the  use  and  enjoyment  of  the  public  as  a  drainage  channel,  an 
open  space,  a  parkway,  a  chain  of  playgrounds  and  a  boating  course, 
will  perform  its  highest  possible  service  to  the  Metropolitan  com- 
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munity,  and  will  return  to  the  community  profits,  both  tangible  and 
intangible,  which  will  annually  increase." 

Infectious  Disease  Hospitals. 

The  subject  of  providing  separate  accommodations  for  hospitals 
for  persons  suflfering  with  infectious  diseases  of  a  dangerous  char- 
acter has  become  quite  prominent  during  the  past  two  or  three  years 
in  Massachusetts  cities,  and  is  likely  to  become  still  more  a  subject 
of  paramount  importance  in  future  years. 

The  fact  that  400  such  establishments  exist  in  England  alone,  and 
the  number  there  is  constantly  increasing,  is  sufficient  to  show  the 
estimate  in  which  they  are  held  in  Great  Britain. 

In  response  to  a  demand  for  information  upon  this  subject,  a  paper 
has  been  prepared  by  the  Secretary  for  the  present  report,  contain- 
ing the  most  recent  information  upon  the  subject,  together  with  a 
brief  compilation  embodying  'the  practice  of  other  countries  in  this 
direction. 

Summary  of  Weekly  Mortality  Reports. 

Under  this  title  may  be  found  a  summary  of  the  returns  sent  to 
the  office  of  the  State  Board  at  the  close  of  each  week,  from  the 
principal  cities  and  towns,  of  the  deaths  which  have  been  reported 
to  the  local  Boards  of  Health.  These  returns  embrace  a  statement 
of  the  total  number  of  deaths,  the  number  of  deaths  of  children 
uiyler  5  years  of  age,  and  the  number  from  each  one  of  the  principal 
infectious  diseases. 

This  system  of  voluntary  returns  keeps  the  State  Board  informed 
of  the  progress  of  epidemics,  their  outbreak  and  their  decline,  and 
serves  as  a  valuable  index  of  the  health  of  the  population,  its  chief 
advantage  consisting  in  its  frequency  and  the  fact  that  the  Board 
receives  its  information  direct  from  the  local  authorities. 

Health  of  Toavns. 

In  the  portion  of  the  report  devoted  to  the  health  of  towns  may 
be  found  a  digest  of  the  principal  facts  of  importance  gathered  from 
the  city  and  town  reports  of  Boards  of  Health  of  the  year  1893. 

This  summary  also  contains  a  table  in  which  are  stated  the  number 
of  cases  of  the  principal  infectious  diseases  which  are  reported  to  the 
local  Boards  of  Health.  In  addition  to  the  cases  reported  another 
parallel  column  contains  the  registered  deaths  from  the  same  causes  in 
these  cities  and  towns  and  the  ratio  of  fatality  in  the  State  at  large. 
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KouTiNB  Work  of  the  Board. 

The  Board,  in  the  performance  of  its  duties  under  the  provisions 
of  the  Statutes,  has  held  at  least  one  meeting  in  each  month  during 
the  year,  with  such  meetings  of  its  standing  committees  as  were 
essential  to  the  proper  performance  of  its  work.  The  work  of  the 
year  is  presented  in  detail  under  the  diflterent  topics  referring  to  the 
prescribed  duties  of  the  Board. 

Advice  haa  be^n  giveq  almost  .daily  at  the  oflBce  to  local  Boards 
of  Health  and  to  individuals  seeking  advice  upon  sanitary  questions, 
and  in  instances,  where  occasion  required,  visits  have  been  made  by 
the  secretary  and  by  the  engineers  of  the  Board  to  cities  and  towns  for 
the  purpose  of  making  investigation  and  inspecting  and  giving  advice. 

One  public  hearing  only  was  held  during  the  year  (on  April  10, 
1893)  and  that  had  reference  to  the  taking  of  land  for  the  sewage 
disposal  of  Brockton  under  the  provisions  of  chapter  124  of  the  Acts 
of  1890. 

The  statistics  of  mortality  have  been  compiled  and  published  each 
week  at  the  office  of  the  Board  in  the  form  of  a  weekly  bulletin, 
which  also  contains  once  a  month  a  report  of  the  work  done  in  the 
line  of  food  and  drug  inspection,  together  with  the  prosecutions 
made  under  the  Food  and  Drug  Acts.  In  addition  to  the  foregoing, 
during  the  past  year  the  statistics  of  reports  of  cases  of  infectious 
diseases  returned  under  the  provisions  of  chapter  302  of  the  Acts 
of  1893,  have  been  introduced  in' these  bulletins. 

The  following  table  presents  certain  statistical  data  relative  to  the 
routine  work  of  the  Board  :  — 

Statistical  Table  for  the  Year  endinq  Sept.  30,  1893, 

Whole  DUQiber  of  samples  of  foods  and  drug&  examined  during  the  year,  6,409 

Samples  of  milk  examined  (included  in, the  foregoing), ....  3,073 

Whole  number  examined  since  beginning  of  work  in  1888,  .  .  .  53,673 
Whole  number  of  samples  of  milk  examined  since  beginning  of  work 

in  1883,. 27,076 

Number  of  warning  notices  issued  relative  to  adulteration  during  the  year,  423 

Number  of  prosecutions  against  offenders  during  the  year,     ...  96 

Number  of  convictions  daring  the  year,    .......  92 

Amount  of  fines  secured  during  the  year,         ......  $2,476.00 

Force  employed  at  Bostop,  foi:  foo^  and  drug  inspection,  chemists  and 

assistants,        ............  2 

At  Amherst, 1 

-    3 
Inspectors, 3 


Total,  . 


•        ....«.. 
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Under  the  Provisions  op  the  Act  to  protect  the  Purity  of  Inland 

Waters. 

« 

[This  table  applies  to  the  calendar  year  ending  Dec.  31, 1893.] 

Statistical  Table  for  the  Year  1893. 

ApplicatioDS  for  advice  from  cities,  towns  and  others :  — 

Relating  to  water  supply, 39 

Relating  to  sewerage  and  drainage,   .......  12 

Total, 51 

Number  of  samples  of  water  examined  chemically  and  microscopically 

at  the  Massachusetts  Institute  of  Technology, 1,731 

Number  of  samples  of  soil  examined  chemically  at  the  Massachusetts 

Institute  of  Technology, 52 

Number  of  samples  of  sewage  and  water  examined  chemically  and  bac- 

terially  at  the  Lawrence  Experiment  Station, 2,176 

Number  of  samples  of  sand  examined  chemically  and  bacterially  at  the 

Lawrence  Experiment  Station, 513 

Number  of  samples  of  sand  examined  mechanically  at  the  Lawrence 

Experiment  Station, 314 

Additional  samples  examined  bacterially  at  the  Lawrence  Experiibent 

Station, 11,850 

Total  number  of  samples  examined, 16,636 

Force  employed  at  13  Beacon  Street :  — * 

Chief  engineer, 1 

Assistant  engineers, 2 

Stenographer  and  clerk, 1 

—  4 
At  Massachusetts  Institute  of  Technology :  — 

Chief  chemist,t 1 

Assistant  chemist, 5 

Chief  biologist,t 1 

Assistant  biologists, 1 

—  8 
At  Lawrence  Experiment  Station :  — 

Chemists, 2 

Bacteriologists, 3 

Other  assistants  and  laborers, 4 

—  9 

Total  ordinary  force,       .........  21 

*  Not  inclading  the  force  employed  upon  the  Metropolitan  Water  Supply  inTestigatioiis. 

t  The  chief  chemist  and  biologist,  although  located  at  the  Massachusetts  Institute  of  Tech- 
nology, have  the  oversight  of  the  chemical  and  biological  work  at  the  Lawrence  Experiment 
Station. 
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The  number  of  applications  received  since  July,  1886,  when  the 
act  relating  to  water  supply  and  sewerage  first  went  into  operation, 
is  as  follows  :  — 

1886. 8 

1887, 22 

1888 28 

1889, 38     ^ 

1890, 23     '    ^ 

1891, 63 

1892, 56 

1893, 61 

Total, 279 

Eecommendations  . 

The  following  recommendations  were  made  to  the  Legislature  at 
the  beginning  of  the  session  of  1894:  — 

i.  With  reference  to  the  continuance  of  the  work  of  the  Board  under 
the  provisions  of  chapter  375  of  the  Acts  of  1888  the  Board  recommends 
the  continuance  of  the  investigations  already  commenced  and  those  indi- 
cated as  desirable  in  the  report  upon  Water  Supply  and  Sewerage  (Senate 
Doc.  4,  1894). 

For  these  purposes,  and  to  make  the  necessary  investigations  in  order  to 
advise  cities,  towns,  corporations  and  individuals  in  regard  to  the  best 
method  of  assuring  the  purity  of  intended  or  existing  water  supplies,  and 
the  best  method  of  disposing  of  sewage,  and  to  carry  out  the  other  provi- 
sions of  chapter  375  of  the  Acts  of  1888,  the  Board  estimates  that  the  sum 
of  $27,000  will  be  required. 

2.    As  to  Notification  of  Contagious  Diseases, 

That  the  laws  in  reference  to  the  notification  of  contagious  diseases  to 
certain  State  authorities  be  so  amended  that  the  law  now  in  force  in  regard 
to  small-pox  shall  be  extended  to  include  other  diseases  dangerous  to  the 
public  health. 

3.    State  Vaccine  Institution, 

In  its  Twentieth  Annual  Report,  1888,  the  State  Board  of  Health  intro- 
duced the  subject  of  establishing  in  the  State  one  or  more  places  at  which 
vaccine  lymph  could  be  furnished  under  the  supeiTision  of  the  State,  so 
that  regular  supplies  of  lymph  could  be  furnished  to  all  State  institutions, 
to  the  local  authorities  of  cities  and  towns,  and  to  such  physicians  as  might 
choose  to  obtain  their  lymph  from  such  an  institution. 
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This  plan  is  adopted  at  present  in  nearly  all  foreign  countries  where 
vaccination  is  practised,  and  with  the  most  successful  result.  The  plan  of 
public  vaccinal  institutes  has  reached  its  highest  development  in  Germany^ 
where  at  least  thirty  such  establishments,  well  equipped  and  under  thorough 
administration,, furnish  lymph  for  vaccination  to  all. who  desire  it.  By  this 
plan  the  purity  of  the  lymph  can  be  satisfactorily  assured,  and  thephysiciark 
or  local  board  of  health  can  procure  it  direct  from  the  institution,  thus 
avoiding  the  delay  of  ordering  through  ^ents  and  middlemen. 

As  a  result  of  this  plan  as  well  as  of  their  very  thorough  enforcement  of 
the  laws,  Germany  is  to-day  more  free  from  the  scourge  of  small-pox  than 
any  other  country  in  the  world. 

The  Board  therefore  recommends  that  an  appropriation  of be 

made  for  the  purpose  of  carrying  out  this  plan,  under  the  .supervision  of 
such  authority  as  the  Legislature  may  direct. 

4.    As  to  Vital  Statistics, 

That,  inasmuch  as  an  intimate  study  and  knowledge  of  the  vital  statistics 
of  a  community  are  the  basis  of  wise  sanitary  administration,  the  data 
gathered  annually  by  the  Secretary  of  the  Commonwealth,  in  accordance 
with  the  provisions  of  existing  statutes,  be  submitted  in  their  entirety  to  the 
Board  of  Health  for  such  consideration  and  report  as  may  seem  to  promote 
most  fully  the  public  welfare.  Such  a  course  would  place  this  State  in 
harmony  with  the  us^e  in  nearly  all  the  states  of  this  Union  having  regis- 
tration, and  in  the  civilized  countries  of  Europe. 

5.    As  to  Medical  Inspectors  of  Health, 
The  following  bill  was  recommended :  — 

Providing  for  the   appointment   op   advisory   medical  inspectors   op 

health  throughout  the  commonwealth. 

Be  it  enacted,  etc.,  as  follows : 

Section  1.  The  governor,  by  and  with  the  advice  and  consent  of  the 
council,  shall,  as  soon  as  may  be  after  the  passage  of  this  act,  divide  the 
Commonwealth  into  such  number  of  districts,  to  be  known  as  health  dis- 
tricts, as  he  may  deem  proper  and  necessary  for  carrying  out  the  purposes 
of  this  act. 

Sect.  2.  After  the  division  provided  in  the  foregoing  section  the  gov- 
ernor shall  nominate,  and  by  and  with  the  advice  and  consent  of  the 
council,  shall  appoint  in  each  health  district  one  able  and  discreet  person, 
learned  in  the  science  of  medicine,  to  be  advisory  medical  inspector  of 
health  in  said  district.  Every  such  nomination  shall  be  made  at  least  seven 
days  prior  to  the  appointment. 

Sect.  8.  Said  advisory  medical  inspectors  of  health  shall  hold  their 
offices  for  a  period  of  seven  years  from  the  time  of  their  respective  appoint- 
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lents,  and  shall  be  liable  to  removal  from  office  by  the  governor  and 
—  -  "—  oancil  at  any  time  for  cause  shown. 

-=  -  at     Sect.  4.     Each  advisory  medical  inspector  of  health  shall  reside  in  the 

--~  -^=^  istrict  to  whicl^  he  i^  appointed,  and  his  removal  therefrom  shall  be  eqaiva- 

--  -L-ent  to  a  resignation  of  his  office.  .  Hia  powers  and  duties  shall  be  advisory 

-^  r_  jr  inly.     He  shall  inform  himself  respecting  all  influences  affecting  or  threat- 

r=-z^-  ^  sning  to  affect  injuriously  the  public  health  within  the  district,  and  shall 

-  :t:=Dromptly  notify  the  local  authorities  of   the  existence  of  all  conditions 

_    _-::=:  affecting  or  likely  to  affect  the  health  of  the  district,  and  shall  advise  with 

:.  •  —  zBB,id  authorities  as  to  the  best  methods  of  controlling  the  same. 

_—  .  ^      Sect.  5.     Each  advisory  medical  inspector  of  health  shall  keep  a  record 

of  bis  proceedings  and  observations,  and  shall  annually  make  a  report  to 

.^^;  .'_the  health  authorities  of  each  city  or  town  within  his  district  touching  mat- 

:.  rr  i    ^^^  affecting  said  city  or  town,  and  shall  transmit  a  copy  of  each  report  to 

the  State  Board  of  Health  on  or  before  the  thirty-first  day  of  October  in 

each  year.  . 

Sect.  6.     Each  advisory  medical  inspector  of  health  shall  from  time  to 

time  as  requested  furnish  to  the  State  Board  of  Health  information  touching 

J^     the  sanitary  condition  of  the  whole  or  any  part  of  his  district.     He  may 

'^        make  such  reports,  and  .suggestions  to  the  State  Board  of  Health  or  to  the 

^'^^'^    local  authorities  as  he  may  deem  advisable  ;  but  shall  in  every  instance  for- 

^  *^  '    ward  to  the  State  board  a  copy  of  any  such  communication  with  the  local 

^  ^     authorities. 

-*  '  Sect.  7.     The  governor,  by  and  with  the  advice  of  the  council,  shall 

"*'     establish  from  time  to  time  the  salaries  of  said  adyisory  medical  inspectors 

of  health,  having  reference  in  each  district  to  the  extent  of  territory,  the 

number  of  inhabitants,*  the  character  of  the  business  there  carried  on,  and 

t-  the  amouht  of  tinle  likely  to  be  required  for  the  proper  discharge  of  the 

duties.    The  salary  thus  established  shall  be  paid  from  the  treasury  of  the 

^       Commonwealth  quarterly.  .*:;:; 

"  '  Sect.  8.     This  act  shall  .take, effect  upon  itp  passage. 


Expenditures. 

The  work  of  the  Board  is  conducted  under  the  provisions  of  several 
statutes,  and  for  its  diflferent  departriients  of  work  three  appropria- 
tions are  annually  made,  one  for  its  general  work,  one  for  the 
inspection  of  food  and  drugs- and  a  third  for  carrying  out  the  pro- 
visions of  chapter  375  of  the  Acts  of  1888,  relating  to  the  protection 

•       ••••• 

of  the  purity  of  inlai\d  waters. 
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The  appropriations  for  these  different  departments  of  work  during 
1893  were  as  follows  :  — 

For  the  general  work  of  the  Board, f  10,800  OO 

For  food  and  drug  inspection,       ........      11,50000 

For  work  under  the  provisions  of  chapter  876,  Acts  of  1888,       .        .      27,000  00 

149.300  00 

In  addition  to  these  regular  lines  of  work  the  Board  was  charged 
with  the  duty  of  investigating  the  question  of  a  general  water  supply 
for  the  city  of  Boston  and  the  suburban  cities  and  towns  to  the  dis- 
tance of  ten  miles  from  the  city. 

For  this  investigation  the  Board  was  authorized  to  expend  a  sum 
not  exceeding  $40,000,  of  which  sum  there  was  appropriated  in  1893 
the  sum  of  $15,000. 

The  expenditures  under  the  foregoing  appropriations  were  as 
follows :  — 

For  the  General  Work  op  the  Board. 

Salaries, $4,819  96 

Printing, 1,325  16 

Travelling, 1,140  70 

Special  investigations,      . 488  78 

Postage, ,  207  61 

Books,  subscriptions  and  binding, 306  68 

Express, 220  23 

Stationery, 162  42 

Telephone, 127  06 

Type-writer  and  library  supplies, •        .        .  19  30 

Office  incidentals, 64  72 

Messenger  services, ...........  257  27 

Telegrams, 7  33 

Draughting  wood-cuts,     ..........  31  60 

$9,168  70 

For  Food  and  Drug  Inspection.    For  Year  ending  Sept.  30,  1893. 

Salaries  of  analysts, f  4, 400  00 

Salaries  of  inspectors, 3,900  00 

Travelling  expenses  and  purchase  of  samples,       •        •        .        .        .  1,661  76 

Apparatus  and  chemicals,         .........  235  63 

Rent  at  Harvard  Medical  School, 125  00 

Chemical  analysis  (by  other  chemists),  .......  2  00 

Furniture  and  fittings  at  laboratory,        .......  26  62 

Legal  services, 46  00 

Printing, 4  86 

Gas, 88  36 

Extra  services, 20  00 

Total. f  10,464  11 
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Expenses  under  Chapter  376  op  Acts  of  1888.    Protection  of  Purity  of 

Inland  Waters.     For  Calendar  Year  1893. 

Salaries,  including  wages  of  laborers  at  Lawrence  Experiment  Station,  $22,743  40 

Apparatus  and  materials,         .........  1,896  73 

Kent  of  rooms  at  Massachusetts  Institution  of  Technology,  .        .        •  900  00 

Kent  of  Lawrence  Experiment  Station,   . 125  00 

Travelling  expenses, •  195  81 

Express  charges, •        .        •  420  95 

Use  of  tools  and  office,  Lawrence  Experiment  Station,  .        .        .        .  412  32 

Printing, 74  54 

Stationery  and  drawing  materials,  . 86  21 

Maps,  blue  prints  and  photographs,        .......  54  06 

Furniture, .  43  00 

Paid  for  collecting  samples  of  water,      .....••  8  25 

Postage  stamps, .  27  90 

Messengers  and  telegrams, 7  82 

Total, 126,995  99 

For  Expenses  in  Investigation  op  Water  Supply  of  Boston  and  Sub- 
urban Towns. 

[AOTB  OF  1893,  Ohaftbb  460.] 

Salaries, (7,455  83 

Services  and  expenses,  experts,       .        •        .        .        •        .        •        .  162  25 
Apparatus  and  repairs,  borings,  drawing  and  surveying  instruments, 

etc., 1,249  00 

Travelling  expenses  and  board  of  employes, 1,200  68 

Maps,  etc., 43  50 

Stationery  and  account  books, .        .        •  71  20 

Hardware,  hose,  pump,  pipe,  etc.,    ........  596  87 

Lumber,    . 45  34 

Freight,  express,  etc.,       . 15  99 

Office  rent  and  incidentals, 72  27 

f  10,912  93 

A  statement  of  the  expenditures  relating  to  the  exhibit  of  the 

Board  at  the  World's  Columbian  Exposition  may  be  found  on  page 

xxiii. 

H.  P.  WALCOTT, 

J.  W.   HASTINGS, 

H.   F.  MILLS, 

F.  W.  DRAPER, 

G.  C.   TOBEY, 
J.  W.  HULL, 
C.   H.  PORTER, 

State  Board  of  Health. 
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WATER  SUPPLY  AND  SEWERAGE .♦ 


IBeport  required  by  the  provisions  of  chapter  875  of  the  Acta  of 
1888,  entitled  *'An  Act  to  protect  the  purity  of  inland  waters, 
and  to  require  consultation  with  the  State  Board  of  Health 
regrardingr  the  establishment  of  systems  of  water  supply,  drain- 
agre  and  sewerafire*"] 

The  following  report  contains  the  substance  of  the  replies 
made  by  the  Board  to  those  cities,  towns,  corporations  and 
individuals  which  have  applied  to  the  Board  for  its  advice 
relative  to  systems  of  water  supply,  drainage  and  sewerage, 
under  the  provisions  of  chapter  375  of  the  Acts  of  1888.  It 
also  includes  a  summary  of  the  work  done  by  the  Board  in 
connection  with  the  examination  of  water  supplies  and  rivers, 
xind  the  purification  of  sewage. 

As  one  result  of  the  studies  of  the  Board,  in  connection 
with  the  investigations  made  at  the  Experiment  Station, 
there  has  been  constructed  during  the  past  year  by  the  city 
of  Lawrence  a  filter-bed  covering  an  area  of  two  and  a  half 
acres  which  now  filters  the  domestic  water  supply  for  about 
47,000  people.  This  water  supply  is  derived  from  the  Mer- 
rimack Eiver,  which  receives  the  drainage  of  a  large  part  of 
New  Hampshire,  and  the  sewage  of  Lowell  enters  only  nine 
miles  above  the  intake  of  the  Lawrence  water  works.  There 
has  been  in  past  years  a  great  increase  in  the  number  of  deaths 
by  typhoid  fever  in  Lowell  and  in  Lawrence  in  the  late  fall 
and  winter  months,  after  the  disease  had  spent  its  force  and 
nearly  ceased  in  the  towns  and  cities  up  the  river. 

The  studies  of  the  Board  led  them  to  conclude  that  this 
large  number  of  deaths,  often,  in  Lawrence,  exceeding  the 
number  in  the  city  of  Boston  in  the  same  months,  was  due 
to  disease  germs  brought  down  the  river  and  distributed  to 
the  citizens  in  their  drinking  water ;  and  after  making  filters 
at  the  Experiment  Station  that  removed  all  the  disease  germs 

♦  The  first  pages  of  this  report  were  contained  in  a  report  made  to  the  Legisla- 
<nre  Jan.  10, 1894  (Senate  Document,  No.  4).  A  portion  of  the  report  then  made, 
relating  to  the  work  done  at  the  Lawrence  Experiment  Station,  is  not  reproduced, 
because  a  more  complete  account  of  the  work  done  at  this  place  will  be  found  in  a 
subsequent  part  of  this  volume. 
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pat  into  the  water  applied  to  them,  the  Board  advised  the 
city  of  Lawrence  to  constmct  a  filter  under  the  direction  of 
the  Board,  and  to  purify  their  drinking  water.  The  filter 
was  commenced  in  the  Ml  of  1892,  and  finished,  at  a  cost 
of  about  $65,000,  in  September,  1893.  Since  September 
20  all  the  water  that  has  been  pumped  to  the  city  reservoir 
has  first  passed  through  the  filter. 

Very  frequent  examinations  of  the  water  show  that  98  per 
cent,  of  all  of  the  bacteria  in  the  river  water  applied  to  the 
filter  are  removed  directly  by  it,  and  in  addition  to  this 
it  removes  a  large  part  of  the  organic  matter  from  the 
water  and  converts  much  of  it  to  mineral  matter,  thus  de- 
priving the  remaining  bacteria  of  food  material  and  render- 
ing the  conditions  of  life  so  unfavorable  that  the  bacteria 
decrease  as  the  water  goes  on  through  the  reservoir  and 
through  the  distributing  pipes,  until  when  the  water  reaches 
the  citizens  there  remains  but  one-half  of  1  per  cent,  of  the 
number  of  bacteria  in  the  river  water ;  that  is,  99^  per  cent. 
of  all  have  been  removed. 

The  experiments  of  the  Board  indicate  that  the  small 
numbers  remaining  are  of  a  few  hardy  kinds  that  are  not 
known  to  be  in  any  way  injurious  to  health ;  and  leave  the 
strong  probability  that  all  the  disease-producing  germs  have 
been  removed. 

The  result  upon  the  health  of  the  people  of  Lawrence  is 
very  marked  and  very  satisfactory.  The  number  of  deaths 
from  typhoid  fever  in  Lawrence  for  the  three  months  of 
October,  November  and  December  during  the  past  five  years 
has  averaged  eighteen  ;  the  number  of  deaths  this  year,  since 
the  water  has  been  filtered,  in  the  same  three  months,  has 
been  four. 

At  the  end  of  the  year  1893  all  of  the  30  cities  in  the 
Commonwealth,  and  116  towns  out  of  a  total  of  322,  were 
provided  with  a  public  water  supply.  The  total  population 
of  the  communities  having  a  public  water  supply  is  87.1  per 
cent,  of  the  total  population  of  the  State. 

There  are  now  but  6  towns  which,  by  the  census  of  1890, 
had  a  population  exceeding  4,000,  which  are  not  provided 
with  a  public  water  supply.  The  names  of  these  towns,  with 
their  respective  populations  in  1890,  are  as  follows :  Black- 
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stone,  6,138;  Ipswich,  4,439;  Millbury,  4,428;  Winchen- 
don,  4,390 ;  Rockport,  4,087 ;  and  Barnstable,  4,023. 

Twenty-eight  cities  and  67  towns,  having  together  a  total 
population  of  1,704,510,  own  their  water  works,  while  2 
cities  and  49  towns,  with  a  total  population  of  244,945,  are 
supplied  by  private  companies. 

The  flow  of  the  streams  in  the  year  1893,  taken  as  a  whole, 
as  indicated  by  the  volume  of  water  flowing  in  Sudbury 
River,  has  been  a  very  little  below  the  average  for  a  long 
series  of  years ;  but  the  seasonal  distribution  of  the  flow  has 
been  very  uneven,  the  year  resembling  in  this  respect  1891. 
During  the  four  months  from  February  to  May,  inclusive, 
the  flow  was  23  per  cent,  above  the  average,  and  greater 
than  in  all  but  three  of  the  previous  eighteen  years.  On  the 
other  hand,  the  flow  for  the  six  months  from  June  to  Novem- 
ber, inclusive,  was  46  per  cent,  below  the  average  for  these 
months,  and  there  were  only  four  years  of  the  previous 
eighteen  when  the  flow  during  the  same  months  was  lower. 

A  year  of  this  unusual  character  afiects  very  diflerently 
diflerent  classes  of  water  supplies.  Those  communities  hav- 
ing sufficiently  capacious  ponds  or  reservoirs  to  store  the 
whole  amount  of  water  flowing  in  the  spring,  obtained  for 
use  about  the  average  yield  of  their  sources  of  water  supply ; 
while  those  provided  with  smaller  ponds  or  reservoirs,  so 
that  they  could  not  prevent  the  spring  flow  of  the  streams 
from  running  to  waste,  felt  much  more  severely  the  eflect  of 
the  drought  of  the  succeeding  six  months.  The  city  of  Bos- 
ton practically  exhausted  the  water  in  its  Sudbury  River 
reservoirs,  but  the  fall  rains  fortunately  came  in  season  to 
prevent  any  shortage  of  water.  Mystic  Lake,  which  supplies 
Charlestown,  Somerville,  Chelsea  and  Everett,  was  reduced 
to  so  low  a  level  that  temporary  pumps  were  used  for  a  short 
time  to  pump  water  from  the  lake  into  the  aqueduct. 

These  are  only  examples  of  what  occurred  in  many  places 
in  the  State.  In  the  southern  part  of  the  State  there  was 
«ven  less  rain  than  in  the  eastern  part,  and  some  places,  of 
which  Southbridge  and  Uxbridge  may  be  mentioned  as  ex- 
amples, entirely  exhausted  the  water  from  their  usual  sources 
of  supply,  and  were  obliged  to  resort  to  pumping  water  from 
the  neighboring  rivers,  thus  introducing  into  the  pipes  water 
of  undesirable  quality. 
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The  State  Board  of  Health  was  authorized  and  directed, 
by  chapter  459  of  the  Acts  of  1893,  to  investigate,  consider 
and  report  to  the  Legislature  of  1895  upon  the  question  of  a 
water  supply  for  the  city  of  Boston  and  its  suburbs  within  a 
radius  of  ten  miles  from  the  State  House,  and  for  such  other 
cities  and  towns  as  in  its  opinion  should  be  included  in  con- 
nection therewith. 

The  experience  of  the  past  year  has  emphasized  the  urgent 
need  of  a  new  water  supply  for  this  district,  as  not  only  has 
the  water  supply  of  Boston  and  the  district  supplied  from 
Mystic  Lake  been  nearly  exhausted,  as  above  indicated,  but 
the  water  supplies  of  a  majority  of  the  places  in  the  Metro- 
politan district  have  been  in  a  similar  condition. 

The  Board  began  considering  the  subject  of  a  water  supply 
for  the  Metropolitan  district  seven  years  ago,  by  collecting 
information  of  a  general  character  with  regard  to  the  various 
sources  which  might  furnish  a  water  supply  for  this  district, 
and  by  determining  the  exact  quality  of  the  water  of  the 
different  sources  by  a  series  of  analyses  covering  a  period  of 
two  years  or  more. 

Owing  to  these  preliminary  studies,  the  Board  was  enabled 
to  begin  at  once,  after  the  passage  of  the  act  above  mentioned, 
to  enlarge  its  staff  of  engineers,  and  to  make  surveys  and 
examinations  with  a  view  to  determining  definitely  the  ca- 
pacity of  different  sources  and  the  cost  of  obtaining  a  water 
supply  from  them. 

While  it  is  too  early  to  present  any  conclusions  regarding 
the  best  source  of  water  supply  for  the  district,  it  may  be 
Bald  that  the  investigations  made  up  to  the  present  time 
indicate  that  an  abundant  supply  of  good  water  for  the 
Metropolitan  district  may  be  obtained  without  excessive 
expenditure. 

The  comparatively  low  stream-flow  of  the  last  three  years 
has  made  the  question  of  additional  water  supplies  for  many 
towns  extremely  urgent,  and  the  advice  of  the  Board  as 
regards  the  capacity  and  fitness  of  new  sources  of  supply 
has  been  repeatedly  sought.  The  constantly  increasing 
fund  of  information  which  the  Board  is  acquiring  through 
Its  staff  of  engineers,  chemists  and  biologists,  concerning 
the  characters  of  the  natural  waters  of  the  State,  puts  it  in 
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position  to  give  advice,  in  many  cases,  with  a  certainty  and 
promptness  that  was  not  possible  before  these  investigations 
were  undertaken. 

The  chemical  and  microscopical  analyses  of  the  waters  of 
the  State  have  been  continued  during  the  year  1893,  1,731 
samples  of  water  having  been  examined.  These  examina- 
tions include  many  of  the  regular  water  supplies  of  the 
State,  but  a  very  much  larger  number  of  examinations  than 
ever  before  has  been  made  of  waters  proposed  for  new  sup- 
plies of  cities  and  towns. 

Following  is  a  classified  list  of  the  waters  examined  during 
the  year :  — 

From  open  and  covered  reservoirs  for  the  storage  of 

groundwaters,  . 26 

From  ground-water  supplies, 294 

Special  inyestigations  of  regular  water  supplies  af- 
fected by  tastes,  odors,  etc., 16 

From  ponds  and  storage  reservoirs  and  their  inlets,   .  578 

From  streams  and  miscellaneous  sources,    .        .        •  127 

Total  fix>m  regular  water  supplies, 1,041 

In  connection  with  investigations  of  new  sources  of 
water  supply, 230 

With  reference  to  pollution  of  streams,       .        .        .  155 

With  reference  to  sewage  purification  at  Framingham, 
Marlborough,  Gardner,  Medfield,  Westborough, 
Lenox,  Amherst  and  Wellesley,       ....  251 

In  connection  with  the  study  of  epidemics, ...  18 

Miscellaneous, 36 

—         690 

Total, 1,731 

The  microscopic  vegetable  and  animal  organisms  have 
been  determined  as  usual  in  all  the  waters  which  have  been 
examined  chemically,  and  our  knowledge  of  the  connection 
between  these  organisms  and  the  tastes  and  odors  of  the 
waters,  has  been  somewhat  increased. 

The  continued  investigation  of  the  efficiency  of  sewage 
purification  throughout  the  State  by  the  chemical  and  bio- 
logical examination  of  sewages  and  effluents,  and  by  the 
mechanical  analysis  of  soils,  has  afforded  important  results, 
which,  taken  in  connection  with  the  experimental  work  at 
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the  Board's  Experiment  Station  at  Lawrence ,  can  be  directly 
utilized  in  determining  rules  of  practice  for  the  purification  of 
sewage  by  intermittent  filtration  on  a  large  scale.  A  very 
large  number  of  examinations  of  sewage  and  effluents  has  been 
made  from  the  purification  fields  at  Framingham,  Marlbor- 
ough, Grardner,  Medfield,  Westborough,  Lenox  and  Wellesley. 
No  sanitary  question  is  of  greater  or  more  immediate  im- 
portance than  the  disposal  and  purification  on  land,  of  the 
sewage  of  cities  and  towns.  To  do  this  effectively  and  harm- 
lessly, an  intelligent  control  of  the  process  is  needed  for 
each  situation. 

In  connection  with  the  study  of  new  sources  of  supply,  a 
large  number  of  ground  waters  has  been  examined,  with  the 
result  of  adding  much  to  our  knowledge  of  the  subterranean 
waters  of  the  State.  In  the  report  for  1892  attention  was 
directed  to  the  presence  of  iron  in  some  ground  waters, 
which  made  them  very  objectionable  for  domestic  use. 
During  the  past  year  the  metal  manganese  has  been  found  in 
well  waters  at  Watertown  in  considerable  amount,  associated 
with  organic  matter.  The  sanitary  significance  of  this  occur- 
rence has  yet  to  be  determined. 

In  previous  reports  of  the  Board  attention  has  more  than 
once  been  drawn  to  the  fact  that  the  deeper  layers  of  water 
in  ponds  were  stagnant  during  the  warmer  months,  and  that 
when  the  bottom  of  the  pond  or  reservoir  contained  decom- 
posable organic  matter  the  water  near  the  bottom  became 
very  foul  with  the  products  of  putrefaction.  In  the  case  of 
Lake  Winnipiseogee,  samples  taken  during  August  at  a  depth 
of  110  feet  from  the  surfiace  showed  the  water  to  be  of  the 
same  quality  and  composition  at  the  bottom  as  at  the  surfisice. 

Analyses  of  soils  from  a  proposed  storage  reservoir  have 
been  made  to  determine  the  amount  of  stripping  which  would 
be  necessary  to  remove  all  the  organic  matter  from  the  sur- 
face before  filling  the  reservoir  with  water.  The  cleaning 
of  the  bed  and  sides  of  a  reservoir  is  now  known  to  be  essen- 
tial if  the  water  contained  in  it  is  to  be  preserved  fr*ee  from 
putrefitctive  products  in  summer;  but  the  depth  to  which 
the  surface  soil  should  be  removed  can  be  best  learned  by  a 
direct  determination  of  the  organic  matter  in  the  different 
layers.  The  results  of  the  analyses  in  this  case  are  interest- 
ing and  valuable. 
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An  extended  series  of  analyses  of  the  water  of  the  lower 
Oiarles  River  has  been  made  during  the  year  to  determine 
the  amount  of  its  pollution  by  sewage  and  manufisu^turing 
wastes,  and  also  to  determine  the  influence  of  the  flood  tide 
in  backing  up  the  impure  water. 

During  the  year  the  artificial  ice  made  for  sale  in  the  State 
has  been  investigated,  chemically  and  biologically.  A  special 
report  on  the  subject  was  made  to  the  General  Court  on  May 
16,  1893. 

Of  the  sewage  filters  at  the  experiment  station,  several  of 
those  that  had  been  in  use  for  five  or  six  years  had  for  a  year 
or  more  been  subject  to  treatment  known  to  be  unlikely  to  give 
the  best  results,  but  tried  for  the  purpose  of  learning  the 
result  of  peculiar  methods  of  treatment,  and  the  effluent  was 
not  as  well  purified  as  in  former  years.  Upon  restoring  the 
old  filters  to  their  normal  condition  and  treating  them  by  the 
methods  which  had  been  found  most  favorable  for  complete 
purification  they  resumed  their  former  ability,  and  gave  as 
satisfactory  effluents,  both  in  quality  and  quantity,  as  in  for- 
mer years. 

In  the  filtration  of  sewage  remarkable  results  have  been 
obtained  through  the  past  year,  by  first  filtering  sewage  very 
rapidly  (nearly  five  hundred  thousand  gallons  per  acre  daily) 
through  gravel  stones  through  which  air  was  also  being  con- 
stantly drawn ;  and  then  again  filtering  this  effluent  through 
49and  at  the  rate  of  about  one  million  gallons  per  acre  daily. 
By  the  first  filtering  about  82  per  cent,  of  the  albuminoid 
ammonia  and  the  same  percentage  of  the  bacteria  were  re- 
moved ;  and  at  the  end  of  the  second  filtering  there  remained 
in  the  effluent  but  2\  per  cent,  of  the  albuminoid  ammonia 
of  the  sewage  and  but  two  one-hundredths  of  1  per  cent,  of 
the  bacteria.  By  this  method  of  first  burning  up  the  sludge 
hy  the  help  of  the  cun*ent  of  air  drawn  through  the  gravel 
fitones  nearly  three  times^as  much  sewage  may  be  nitrified 
:and  purified  with  a  given  area  of  sur&ce  as  has  been  previ- 
ously purified  by  sand  filtration. 

It  is  desirable  that  experiments  upon  this  method  of  filtra- 
tion be  continued  and  its  limits  determined. 

Very  good  effluents  have  also  been  obtained  by  rapid  filtra- 
tion through  sand  of  the  supernatant  liquid  after  sewage  has 
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settled  naturally  and  after  the  sludge  has  been  precipitated 
by  chemieals. 

In  water  filtration  very  satisfactory  results  in  the  removal 
of  bacteria  have  been  obtained  when  filtering  at  much  higher 
rates  than  formerly,  even  up  to  nine  million  gallons  per  acre 
daily.  These  results  indicate  the  desirability  of  further  ex- 
periments to  determine  under  what  conditions  satisfactory 
removal  of  disease  germs  may  be  assured  when  filtering  at 
more  rapid  rates. 


ADVICE  TO  CITIES  AND  TOWNS. 

Under  the  provisions  of  chapter  375  of  the  Acts  of  1888, 
entitled  **  An  Act  to  protect  the  purity  of  inland  waters, 
and  to  require  consultation  with  the  State  Board  of  Health 
regarding  the  establishment  of  systems  of  water  supply, 
drainage  and  sewerage,"  the  Board  is  required  '*  from  time 
to  time  to  consult  with  and  advise  the  authorities  of  cities 
and  towns ^  or  with  corporations^  firms  or  individuals  either 
already  having  or  intending  to  introduce  systems  of  water 
supply y  drainage  or  sewerage^  as  to  the  most  appropriate^ 
source  of  supply  ^  the  best  proA^icable  method  of  assuring  the- 
purity  thereof  or  of  disposing  of  their  drainage  or  sewage^ 
having  regard  to  the  present  and  prospective  needs  and  in- 
terests of  other  cities y  towns^  corporations ,  firms  or  individuals- 
which  may  be  affected  thereby.  It  shall  also  from  time  ta 
time  consult  with  and  advise  persons  or  corporations  en- 
gaged or  intending  to  engage  in  any  manufacturing  or  other 
business,  drainage  or  sewage  from  which  may  tend  to  cause 
the  pollution  of  any  inland  water,  as  to  the  best  practicable 
method  of  preventing  such  pollution  by  the  interception, 
disposal  or  purification  of  such  drainage  or  sewage :  provided^ 
that  no  person  shall  he  compelled  to  bear  the  expense  of 
such  consultation  or  advice,  or  of  experiments  made  for  the 
purposes  of  this  act.  All  such  authorities^  corporations^ 
firms  and  individuals  are  hereby  required  to  give  notice  to 
said  Board  of  their  intentions  in  the  premises^  and  to  submit 
for  its  advice  outlines  of  t/ieir  proposed  pla)is  or  schemes  in 
relation  to  water  supply  and  disposal  of  drainage  and  sewage;: 
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and  att  petitions  to  the  Legislature  for  authority  to  introduce 
a  system  of  water  supply  ^  drainage  or  sewerage  shall  he  a/> 
companied  by  a  copy  of  the  recommendation  and  advice  of  the 
said  Board  thereon.^ 

During  the  year  1893  the  Board  has  given  its  advice  to 
the  following  cities,  towns,  corporations  and  individuals  who 
have  applied  for  such  advice  under  the  provisions  of  the 
general  act  of  1888,  or  under  special  acts  relating  to  water 
supply  and  sewerage. 

Eeplies  were  made  during  the  year  to  applications  made 
from  the  following  sources  for  advice  relative  to  water 
supply:  Arlington,  Canton,  Chester,  Fairhaven,  Falmouth 
Heights,  Holyoke,  Hyde  Park,  Kingston,  Lawrence,  Lex- 
ington, Lowell,  Lynn,  Marlborough,  Medford,  Melrose  (three 
replies),  Mendon,  Methuen  (two  replies),  Newburyport 
(two  replies),  North  Andover,  Peabody,  Rockport,  Salem, 
Saundersville  (Grafton),  Scituate,  Sharon,  Southbridge  (two 
replies) ,  South  Deerfield,  Stoughton,  Uxbridge,  Wakefield, 
Walpole  (two  replies),  Waltham,  Webster,  Westborough, 
West  Springfield,  Whitman. 

Replies  relating  to  sewerage  and  sewage  disposal  were 
made  in  response  to  applications  from  the  following  sources  r 
Andover,  Attleborough,  Braintree,  Brockton  (two  replies), 
Framingham,  Holyoke,  Leicester  (three  replies).  North 
Brookfield,  Pittsfield,  Plymouth,  Spencer  and  Westborough* 


Water  Supply. 

The  following  is  the  substance  of  the  action  of  the  Board 
in  reply  to  applications  for  advice  relating  to  water  supply :  — 

Arlington.  The  committee  on  water  supply  of  the 
town  of  Arlington  applied  to  the  State  Board  of  Health,  Dec. 
24,  1892,  for  advice  relative  to  the  best  method  of  obtaining 
a  water  supply  for  the  higher  portions  of  the  town,  which 
cannot  be  supplied  from  the  present  service,  and  of  improv- 
ing the  quality  of  the  present  supply.  The  attention  of  the 
Board  was  particularly  called  to  a  plan  for  pumping  water 
from  driven  wells,  on  the  borders  of  the  great  meadows  and 
near  the  East  Lexington  railroad  station,  to  a  reservoir  at  a 
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sufficieBt  height  to  supply  the  high  portions  of  the  town. 
The  Board  replied  as  follows :  — 

Boston,  Feb.  10, 1893. 

In  order  to  ascertain  the  quality  of  water  from  these  wells,  the 
Board  has  caused  analyses  to  be  made  of  the  five  samples  sent  in 
by  you.  These  samples  showed  the  presence  of  an  unusually  large 
amount  of  free  ammonia  for  a  ground  water  and  a  larger  amount 
of  iron  than  is  commonly  found,  both  of  which  were  probably  due 
to  the  proximity  of  the  wells  to  the  Great  Meadows.  Notwith- 
standing these  characteristics,  if  the  water  drawn  from  this  source 
should  continue  to  be  as  good  as  the  samples,  there  is  no  doubt 
that  it  would  be  satisfactory  for  all  water-supply  purposes,  and 
very  much  better  than  the  water  at  present  supplied  to  Arlington. 
The  great  danger,  however,  is  that  with  continued  pumping  the 
water  will  be  derived  to  an  increased  extent  from  the  meadow  by 
filtration  through  the  peaty  material,  and  will  deteriorate  and  be- 
come unsatisfactory. 

It  is  obvious  from  an  inspection  of  the  locality  where  the  wells 
are  driven  that  very  little  if  any  water  can  come  from  the  easterly 
or  down  stream  side  of  the  wells  owing  to  the  presence  of  rock  and 
other  impervious  material,  and  the  fall  of  the  ground  in  this  direc- 
tion. In  other  directions  from  the  wells  the  character  of  the  up- 
land which  might  contribute  ground  water  to  them  is  such  that  a 
large  portion  of  the  water  flows  off  into  the  meadows,  and  only  a 
comparatively  small  amount  soaks  into  the  ground,  near  enough  to 
the  wells  so  that  it  will  percolate  directly  to  them.  If  any  large 
quantity  of  water  is  to  be  obtained  from  the  wells,  the  supply  must 
necessarily  be  derived  from  the  meadow  by  the  filtration  of  water 
through  it  into  the  ground  beneath,  and  under  such  circumstances 
It  is  extremely  doubtful  if  the  supply  will  continue  to  be  of  satis- 
factory quality. 

With  regard  to  the  quantity  of  water  to  be  derived  from  this 
source,  the  character  of  the  material  encountered  by  the  test  wells 
and  the  results  obtained  by  the  pumping  test  seem  to  indicate  that 
the  ground  in  the  immediate  vicinity  of  the  wells  is  of  favorable 
character  for  obtaining  a  ground  water  supply.  The  tests  have 
not  been  sufficiently  extended,  however,  to  determine  from  how 
large  a  territory  wells  at  this  place  will  draw  water  or  how  much 
water  can  probably  be  obtained  from  this  source.  Even  if  the 
wells  should  draw  water  from  a  very  considerable  distance,  so  that 
all  the  water  now  coming  into  the  Great  Meadows  could  be  utilized, 
the  average  daily  supply  in  a  dry  year  could  hardly  be  expected  to 
exceed  200,000  gallons  per  day ;  but  if  the  water  filtering  through 
the  peaty  material  of  the  Great  Meadows  should  prove  to  be  of 
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satisfactory  quality  the  supply  might  be  increased  by  diverting' 
into  the  meadows  some  of  the  water  from  the  upper  half  of  the 
main  watershed,  which  would  otherwise  run  to  waste  during  the 
spring  over  the  dam  of  the  main  reservoir. 

Taking  everything  into  consideration  the  Board  is  of  opinion 
that  the  chances  are  against  getting  a  satisfactory  supply  from  the 
proposed  source  either  as  regards  quantity  or  quality,  though  some 
of  the  doubts  which  now  exist  might  be  removed  by  more  thorough 
tests  of  this  source  if  it  were  thought  advisable  to  make  them. 

In  view  of  the  unfavorable  outlook  for  obtaining  a  satisfactory 
supply  from  the  source  already  tested  near  the  Great  Meadows, 
the  Board  has  caused  examinations  to  be  made  by  its  engineer  of 
other  portions  of  the  watershed  from  which  your  water  supply  is- 
derived.  Judging  from  the  surface  indications  he  finds  that  some 
of  the  land  in  the  vicinity  of  the  main  brook  which  feeds  your 
reservoir  promises  to  furnish  a  larger  supply  of  ground  water  of 
good  quality  than  any  other  place  upon  the  watershed,  and  the 
Board  would  therefore  advise  that  you  make  further  tests  in  thia 
vicinity.  It  is  desirable  to  locate  a  well  or  wells  quite  a  long  dis- 
tance, say  one-fourth  of  a  mile  or  more,  above  the  present  reser- 
voir but  not  so  far  up  stream  as  to  be  above  the  ridge,  through  a 
cutting  in  which  l^Iunroe  Brook  flows  into  the  stream  which  sup- 
plies your  reservoir.  It  is  also  desirable  to  avoid  the  immediate 
vicinity  of  any  large  swamp,  and  to  select  a  place  where  the  poroua 
material  from  which  water  can  be  pumped  freely  extends  to  a  con- 
siderable depth,  say  from  thirty  to  fifty  feet. 

In  addition  to  the  question  of  obtaining  a  supply  from  the 
ground  your  application  also  refers  to  the  deepening  of  the  present 
reservoir  with  a  view  to  improving  the  quality  of  the  water. 

The  disagreeable  character  of  the  water  drawn  from  the  reser- 
voir at  times  last  year  and  also  on  previous  occasions  is  caused  by 
the  growth  and  decay  of  minute  vegetable  forms,  and  these  in  turn 
grow  in  greater  abundance  when  the  water  contains  an  abundant 
supply  of  nitrogenous  food.  Experience  has  shown  that  this  sup- 
ply of  food  may  be  derived  from  organic  matter  in  the  bottom  of 
the  reservoir  or  it  may  come  into  the  reservoir  in  the  water  which 
supplies  it.  In  the  present  case  the  supply  of  food  for  these  mi- 
nute organisms  may  be  derived  from  both  these  sources,  as  there 
is  a  considerable  amount  of  organic  matter  in  the  bottom  of  the 
reservoir,  and  analyses  show  that  the  water  of  the  brook  entering 
the  reservoir  contains  a  liberal  supply  of  nitrogen,  a  result  which 
might  be  expected  from  the  population  upon  the  watershed  and 
the  heavy  manuring  of  portions  of  it. 

The  removal  of  all  mud  from  the  reservoir  and  the  deepening  of 
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the  shallower  portions  woald  undoubtedly  have  a  decided  tendency 
to  improve  the  character  of  the  water.  Of  these  improvements, 
however,  the  removal  of  the  mud  is  of  greater  importance  than  the 
deepening  of  the  shallower  portions  of  the  reservoir  where  it  has  a 
gravelly  bottom ;  still,  both  of  them  are  very  desirable.  There  can 
be  no  certainty,  however,  of  any  radical  change  for  the  better  in 
the  quality  of  the  water,  as  these  improvements  would  only  remove 
one  of  the  causes  of  the  minute  vegetable  growths. 

Canton.  The  water  commissioners  of  Canton  requested 
the  advice  of  the  State  Board  of  Health,  March  29,  1893,  as 
to  the  propriety  of  taking  an  additional  supply  of  water  from 
the  valley  of  Beaver  Brook.  To  this  application  the  Board 
replied  as  follows :  — 

Boston,  June  2, 1893. 

The  State  Board  of  Health  has  considered  your  application  with 
regard  to  an  additional  water  supply,  to  be  taken  from  the  valley  of 
Beaver  Brook  above  youi*  present  pumping  station,  in  accordance 
with  the  report  of  your  engineer,  submitted  with  said  application. 

The  report  above  mentioned  contains  the  results  of  investigations 
made  at  various  points  in  the  valley  of  Beaver  Brook  above  the 
present  pumping  station.  The  nearest  point  at  which  the  investi- 
gations indicated  the  existence  of  a  valuable  additional  supply  Is 
half  a  mile  above  the  present  pumping  station,  in  an  extensive 
meadow  and  swamp  lying  above  Pleasant  Street.  Other  investi- 
gations were  made  about  a  mile  above  the  pumping  station  in  what 
are  known  as  the  Ponkshire  Meadows  and  from  this  point  up  to 
the  vicinity  of  the  Henry  Springs,  so  called,  and  the  question  of 
taking  an  additional  supply  from  Dead  Meadow  Brook  and  from 
York  Pond,  which  lies  at  the  head  of  Beaver  Brook,  was  also  con- 
sidered. 

All  of  these  sources  except  the  Ponkshire  Meadows  may  furnish 
a  valuable  additional  supply  in  the  future,  but  the  investigations 
in  the  meadow  above  Pleasant  Street  indicate  that  a  sufficient  ad- 
ditional supply  of  good  water  for  the  present  may  be  obtained  from 
this  source  alone. 

The  plan  proposed  by  your  engineer  to  meet  all  present  require- 
ments consists  of  a  large  collecting  well  about  2,600  feet  above  the 
present  well,  and  connected  with  it  by  means  of  a  twelve-inch  pipe 
laid  at  a  considerable  depth  below  the  surface  of  the  ground.  It 
is  also  proposed  by  him  to  extend  pipes  above  the  new  well  and  to 
connect  driven  wells  with  them  to  furnish  additional  water. 

Ten  test  wells  were  driven  in  the  immediate  vicinity  of  the  pro- 
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posed  collecting  well  and  at  varying  distances  from  it,  and  samples 
of  water  from  a  portion  of  these  wells  have  been  analyzed  by  the 
State  Board  of  Health.  The  tests  in  this  vicinity  indicate  the  ex- 
istence of  porous  layers  beneath  the  surface,  through  which  water 
will  flow  freely;  and  the  samples  of  water  collected  in  the  im- 
mediate vicinity  of  the  proposed  collecting  well  were  of  excellent 
quality.  At  a  distance  of  a  few  hundred  feet  from  this  location, 
iiowever,  one  sample  was  collected  which  contained  enough  iron  to 
make  the  water  objectionable  for  domestic  uses,  and  at  a  somewhat 
greater  distance  in  another  direction  an  unsatisfactory  water  was 
obtained.  There  is  therefore  some  doubt  whether  the  water  at  the 
location  of  the  collecting  well  will  maintain  its  present  good  quality 
when  a  continuous  draft  on  the  well  causes  the  water  to  flow  to 
this  point  from  all  directions.  The  tests  above  the  collecting  well 
j&re  limited  in  number  and  do  not  enable  any  definite  judgment  to 
be  formed  as  to  the  character  of  the  water  to  be  obtained  from  the 
wells,  which,  according  to  the  proposed  plan,  are  to  be  driven  to 
supplement  the  supply  from  the  collecting  well. 

Taking  the  investigations  made  in  this  vicinity  as  a  whole,  they 
seem  to  indicate  that  it  will  be  feasible  to  obtain  a  satisfactory 
supply  of  water,  but  they  do  not  indicate  definitely  how  large  a 
territory  will  furnish  good  water,  or  whether  the  territory  which 
furnished  samples  of  good  water  will  continue  to  furnish  water  of 
the  same  quality  when  a  continuous  draft  is  made  upon  it,  nor  can 
the  permanent  quality  of  the  water  be  thoroughly  tested  except  by 
producing  this  continuous  draft,  which  may  be  done  either  by 
driving  wells,  connecting  them  together  and  pumping  from  them 
for  a  long  time,  or  by  laying  the  proposed  main  pipe  and  connect- 
ing the  driven  wells  with  it  so  that  they  will  flow  continuously. 
The  cost  of  a  pumping  test  would  be  so  large,  without  adding  any- 
thing of  permanent  value  to  the  works,  that  the  Board  advises  the 
laying  of  the  main  pipe  as  proposed  by  your  engineer,  and  the  con- 
nection with  it  of  driven  wells,  substantially  as  proposed  by  him, 
in  the  territory  where  the  best  water  can  be  obtained,  and  one  or 
two  driven  wells  at  the  site  of  the  proposed  collecting  well,  but  it 
would  not  advise  the  construction  of  the  collecting  well  until  the 
test  wells  in  its  vicinity  had  shown  by  running  a  long  time,  say  six 
months  or  a  year,  that  the  water  from  them  was  not  deteriorating 
in  quality.     After  such  test  the  collecting  well  could  be  constructed. 

Chester.  The  committee  on  water  supply  of  the  town  of 
Chester  applied  to  the  State  Board  of  Health,  April  25, 1893, 
for  its  advice  relative  to  taking  the  water  of  Austin,  Walker 
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and  Blandford  brooks,  in  the  towns  of  Chester  and  Beckett 
and  of  Horn  Pond  in  the  town  of  Becket.  The  Board  replied 
as  follows :  — 

Boston,  Jane  1, 1883. 

In  response  to  your  application  of  April  25,  1893,  the  State 
Board  of  Health  has  caused  an  examination  to  be  made  of  four 
sources  of  water  supply  for  Chester,  namely,  the  Austin,  Blandford, 
and  Walker  brooks  in  Chester  and  Becket,  and  Horn  Pond  in. 
Becket. 

Samples  of  water  from  all  of  these  sources,  collected  by  yoa 
May  22,  have  been  analyzed.  All  foar  samples  are  very  soft  and 
there  is  no  choice  between  them  in  this  respect.  In  all  other  re- 
spects the  analyses  of  samples  from  the  Austin  and  Blandford  brooka 
indicate  that  these  waters  are  very  nearly  alike  in  quality,  with  a 
slight  advantage  in  favor  of  the  Austin  Brook,  and  that  they  are- 
decidedly  better  than  the  waters  of  Walker  Brook  or  Horn  Pond. 
An  examination  of  Austin  Brook  shortly  after  a  heavy  rain  showed 
only  a  moderate  amount  of  turbidity  in  its  water,  and  the  absence- 
of  houses  and  roads  upon  its  watershed  are  a  point  in  Its  favor. 
It  is  therefore  a  very  desirable  source  of  supply  to  the  extent  of 
its  capacity.  There  is  obviously  no  reason  to  doubt  that  it  will 
famish  the  town  with  an  ample  supply  of  water  for  all  ordinary^ 
water  supply  purposes  except  during  very  dry  seasons,  and  judging 
from  the  yield  of  other  mountain  streams,  in  proportion  to  the  ter- 
ritory drained  by  them,  it  will  furnish  a  sufficient  quantity  of 
water  even  at  such  times  for  these  purposes. 

The  Blandford  Brook  at  its  mouth  has  a  watershed  about  one- 
half  greater  than  that  of  the  Austin  Brook,  and  in  the  absence  of 
definite  knowledge  its  summer  flow  may  be  assumed  to  be  one-half 
greater  than  that  of  the  Austin  Brook. 

The  sample  of  water  from  the  Walker  Brook  was,  as  before  indi- 
cated, not  as  good  as  those  from  the  Austin  and  Blandford  Brooks ; 
still  it  would  be  classed  as  a  satisfactory  water  in  towns  where 
there  are  not  so  many  opportunities  for  getting  a  first-class  water, 
and  there  is  no  reason  now  known  to  the  Board  why  it  should  not 
be  resorted  to  should  the  other  sources  fail  in  very  dry  times  to 
famish  a  sufficient  supply.  At  such  times  it  seems  probable  that 
the  water  from  this  brook  might  be  as  good  as  that  from  the  others, 
bat  more  definite  information  upon  this  point  can  be  obtained  by 
collecting  and  analyzing  a  sample  of  water  from  the  brook  when 
at  a  low  stage. 

The  sample  from  Horn  Pond  indicates  that  at  the  time  of  ita 
collection  the  water  of  this  source  was  better  than  that  of  the 
Walker  Brook,  but  not  nearly  as  good  as  that  of  the  other  brooks* 
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The  water  of  ponds  and  other  qaiet  bodies  of  water  is  liable  to  be 
affected  at  times  by  growths  of  minute  organisms  whioh  affect  the 
taste  and  odor  of  the  water,  and  which,  thoagh  not  known  to  be 
injurious  to  health,  may  at  such  times  render  the  water  unpalat- 
able. This  source  would  furnish  a  suflScient  quantity  of  water, 
but  owing  to  the  reasons  above  indicated  and  to  the  larger  cost  of 
taking  water  from  it  on  account  of  its  greater  distance  from  Ches- 
ter, it  does  not  seem  to  be  a  desirable  source  for  the  town  to  adopt. 
In  the  following  suggestions  as  to  the  source  to  be  adopted  and 
the  general  plan  of  works  the  Board  necessarily  bases  its  judgment 
on  facts  deduced  from  observations  made  in  other  places,  and  these 
suggestions  may  therefore  require  modification  on  account  of  the 
local  conditions  affecting  the  minimum  flow  of  these  streams,  of 
which  the  Board  now  has  no  definite  knowledge.  The  suggestions 
are  that  Austin  Brook  should  be  adopted  as  a  source  of  supply  in 
any  case,  and  that  if  a  larger  amount  of  water  than  it  will  supply 
is  needed  it  should  be  taken  from  the  Blandford  Brook  near  its 
mouth.  If  a  still  further  supply  should  ever  be  needed,  which 
would  occur  only  during  very  extreme  droughts,  if  at  all,  it  should 
be  taken  from  Walker  Brook.  Should  water  be  taken  from  both 
the  Austin  and  Blandford  brooks  it  would  be  desirable  to  place 
the  inlet  at  the  former  slightly  higher  than  at  the  latter  so  as  to 
insure  taking  the  supply  from  the  Austin  Brook  whenever  it  will 
furnish  a  sufiScient  quantity  of  water,  and  thereby  prevent  the 
entrance  of  the  water  from  the  Blandford  Brook  whenever  it  is 
affected  by  the  wash  from  the  road  near  it. 

Fairhaven.  The  authorities  of  Fairhaven  applied  to  the 
Board,  March  10,  for  advice  in  regard  to  introducing  a  water 
supply  from  driven  wells  in  the  easterly  part  of  the  town,  to 
which  the  Board  replied  as  follows :  — 

Boston,  May  5, 1893. 
The  State  Board  of  Health  has  considered  your  application  dated 
March  10,  1893,  relative  to  a  proposed  water  supply  for  the  town 
of  Fairhaven,  to  be  taken  from  driven  wells  in  the  valley  of  the 
Nasketucket  River,  a  small  stream  situated  about  one  and  a  half 
miles  east  of  the  town.  At  this  place  six  test  wells  have  been 
driven  and  are  now  flowing.  Samples  of  water  collected  from 
three  of  these  wells  have  been  analyzed.  The  analysis  of  the 
water  from  the  northeasterly  well  showed  it  to  be  a  very  pure  and 
very  soft  water,  while  the  samples  from  one  of  the  intermediate 
wells  and  from  the  southwesterly  well  indicated  water  that  had  at 
some  time  been  polluted  and  again  purified  by  filtration  through 
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the  ground.  As  there  are  very  few  houses  anywhere  near  the  wells 
and  the  whole  watershed  is  very  sparsely  settled,  the  inference  to 
be  drawn  from  these  results  is  that  the  southerly  wells  intercept  a 
vein  of  water  which  has  passed  near  one  of  the  nearer  farmhouses. 
These  results  should  not  lead  to  the  rejection  of  this  source  on  the 
score  of  quality,  because,  not  only  is  the  water  purified  by  its  pas- 
sage through  the  ground,  but  it  is  not  improbable  that  when  water 
is  pumped  from  this  source  continuously  it  will  assume  much  more 
nearly  the  character  of  the  water  now  flowing  from  the  northeast- 
erly well.  It  would  be  advisable,  however,  in  any  case,  if  a  supply 
is  taken  from  this  source,  to  determine  from  which  farmhouse  the 
polluting  matter  now  enters  the  ground,  and  prevent  such  pollution, 
rather  than  depend  upon  the  purifying  power  of  the  ground. 

With  regard  to  the  quantity  of  water  to  be  derived  from  wells  in 
this  locality,  the  tests  made  up  to  the  present  time  do  not  appear 
to  be  conclusive  as  to  whether  the  supply  will  be  sufficient  for  the 
town  for  any  considerable  time  in  the  future.  Taking  into  account, 
however,  the  results  of  these  tests,  the  comparative  economy  of 
this  source  on  account  of  its  nearness  to  the  town  as  compared  with 
any  source  from  which  it  is  at  all  probable  that  a  satisfactory  sup- 
ply can  be  obtained,  the  opportunities  for  supplementing  the  supply 
whenever  necessary  from  the  Mattapoisett  River  valley,  and  the 
excellent  quality  of  the  water  which  the  proposed  source  may  be 
expected  to  furnish  with  proper  care  to  prevent  pollution,  the  Board 
is  of  opinion  that  this  source  is  a  proper  one  from  which  to  take  at 
the  present  time  a  water  supply  for  Fairhaven. 

It  has  been  found  by  experience  in  this  State  that  wells  encoun- 
tering ledge  within  20  to  30  feet  of  the  surface  do  not  furnish  aa 
large  a  quantity  of  water  as  where  the  ledge  is  at  a  greater  depth, 
and  the  Board  therefore  advises  you  to  make  further  tests  of  the 
ground  in  this  vicinity  before  locating  the  permanent  wells  in  order 
to  ascertain  if  a  place  cannot  be  found  where  the  ground  is  porous 
enough  to  furnish  water  freely  and  where  the  ledge  is  at  a  greater 
depth  than  at  the  present  location. 

Falmouth  Heights.  The  Falmouth  Heights  Water  Com- 
pany applied  to  the  Board,  June  13,  for  advice  relative  to 
taking  a  supply  of  water  from  a  well  or  wells  on  the  premises 
of  the  company  at  Falmouth  Heights,  a  summer  resort  in 
Falmouth,  upon  Vineyard  Sound.  The  Board  replied  as 
follows :  — 

Boston,  Jolj  6, 1893. 
In  reply  to  your  application  dated  June  18,  1893,  relative  to  a 
proposed  water  supply  for  the  summer  settlement  known  as  Fal- 
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mouth  Heights,  in  the  town  of  Falmouth,  the  State  Board  of  Health 
has  caused  an  analysis  to  be  made  of  a  sample  of  water  from  a  well 
sunk  in  one  of  the  parks  at  the  Heights,  a  few  hundred  feet  north 
of  Observatory  Hill,  and  finds  that  the  water  is  at  present  of  excel- 
lent quality  for  water  supply  purposes. 

Without  further  information  the  Board  is  unable  to  advise  in 
regard  to  the  quantity  of  water  that  can  be  obtained,  and  it  should 
be  examined  after  continued  use  that  its  permanent  character  may 
be  determined. 

HoLYOKE.  The  water  conimissioDers  of  Holyoke  applied 
to  the  Board,  June  13,  for  its  advice  relative  to  taking  the 
water  of  Munn  Brook,  in  the  town  of  Granville,  as  an  addi- 
tional water  supply  for  the  city.  The  Board  replied  to  this 
application  as  follows :  — 

Boston,  Oct.  5, 1893. 

The  State  Board  of  Health  received  from  you  on  June  13, 1893, 
an  application  for  advice  with  regard  to  an  additional  water  supply 
for  the  city  of  Holyoke,  accompanied  by  a  plan  for  taking  water 
from  Munn  Brook  in  the  town  of  Granville,  through  a  pipe  20 
inches  in  diameter,  to  Ashley  Pond,  one  of  the  present  sources  of 
water  supply  of  Holyoke. 

The  Board  has  caused  an  examination  of  the  watershed  of  Munn 
Brook  to  be  made,  also  an  analysis  of  a  sample  of  water  collected 
from  the  brook  near  the  proposed  point  of  taking. 

These  examinations  indicate  that  the  water  is  soft  and  naturally 
of  very  good  quality ;  but  it  is  at  present  polluted  at  a  few  points 
by  the  discharge  of  sewage  into  it. 

This  pollution  should  be  stopped  before  the  water  is  taken  for 
use,  and  as  an  additional  precaution  it  is  desirable  that  the  water 
should  be  diverted  into  Ashley  Pond  rather  than  be  allowed  to 
run  directly  from  the  stream  through  the  pipes  into  the  city. 

The  amount  of  water  which  this  source  will  furnish  with  a  20- 
inch  pipe  connection  to  Ashley  Pond  is  so  limited  that  the  Board 
would  advise  the  use  of  a  pipe  not  less  than  24  inches  in  diameter ; 
and  even  with  a  coDuection  of  this  size,  the  brook  will  not  furnish, 
in  very  dry  seasons,  a  sufficient  additional  supply  for  any  long 
term  of  years  in  the  future  if  the  city  continues  to  grow  as  it  has 
in  the  past,  unless  capacious  storage  reservoirs  are  built  upon  it  or 
its  branches. 

Certain  sites  for  reservoirs  have  been  indicated,  but  the  informa- 
tion furnished  with  regard  to  their  character,  capacity,  and  cost  is 
too  limited  to  warrant  an  opinion  as  to  whether  it  is  desirable  to 


20  STATE  BOARD  OF  HEALTH.     [Pub.  Doc. 

constmct  them.  It  has  been  shown,  however,  that  it  is  feasible 
to  supplement  the  supply  to  be  obtained  from  Munn  Brook  by  a 
comparatively  short  connection  from  the  Westfield  Little  River ; 
so  that  if  Munn  Brook  should  prove  insufficient,  there  may  be  an 
opportunity  to  obtain  a  further  supply  from  this  river. 

The  Board  has  also  caused  an  examination  to  be  made,  in  a 
general  way,  of  other  available  sources,  among  which  may  be  men- 
tioned the  Westfield  Little  River  above  referred  to,  and  Bachelor 
Brook  in  Granby,  both  of  which  would  furnish  more  water  than 
Munn  Brook ;  the  former  by  gravity,  and  the  latter  by  pumping. 
,  Neither  of  the  three  sources  which  have  been  mentioned  had 
such  a  distinct  advantage  over  the  others  as  to  enable  the  Board  to 
advise,  with  the  information  now  available,  as  to  which  is  the  most 
appropriate  source  of  water  supply  for  Holyoke. 

It  is  obvious  that  a  further  water  supply  for  Holyoke  is  urgently 
needed ;  and  in  view  of  the  fact  that  an  adequate  additional  supply 
will  necessarily  require  a  large  expenditure  of  money,  the  Board 
advises  you  to  have  made,  as  promptly  as  possible,  with  the  assist- 
ance of  an  engineer  skilled  in  water  supply  investigation,  a  much 
more  thorough  investigation  of  the  available  sources  than  has  yet 
been  made. 

When  this  additional  information  is  received,  the  Board  will 
advise  you  further  in  this  matter. 

Accompanying  this  reply  will  be  found  a  table  of  analyses  of 
samples  of  water  collected  from  various  sources. 

The  water  of  streams  varies  so  much  from  time  to  time  that  it 
will  be  advisable  to  have  further  analyses  made  as  a  basis  for 
forming  a  judgment  as  to  the  relative  quality  of  water  from  the 
different  sources.  The  Board  will  cause  these  analyses  to  be  made, 
if  you  will  provide  for  collecting  the  samples. 

Hyde  Park.  The  Hyde  Park  Water  Company  applied 
to  the  Board,  May  26,  for  advice  as  to  the  propriety  of  in- 
creasing their  present  supply  of  water  by  the  use  of  driven 
wells  north  of  their  present  driven  well  system.  The  Board 
replied  to  their  application  as  follows :  — 

Boston,  Jane  U,  1893. 

The  State  Board  of  Health  has  received  and  considered  your 
application  dated  May  26,  1893,  asking  it  to  examine  and  report 
npon  the  quality  of  water  from  a  new  system  of  driven  wells, 
located  just  north  of  the  present  driven  well  system  in  Hyde  Park. 

Samples  of  water  have  been  collected  and  analyzed  from  three 
wells  of  this  system,  one  being  the  well  nearest  the  river,  another 
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a  well  near  the  middle  of  the  system,  and  a  third  the  well  farthest 
from  the  river.  These  samples  were  all  collected  by  pumping  with 
a  hand  pump.  The  water  from  the  well  nearest  the  river  (well 
No.  5)  gives  the  same  indications  of  imperfect  filtration  which  are 
characteristic  of  water  from  the  starch  factory  well,  though  not  to 
so  great  an  extent.  This  water  would  not  be  of  satisfactory 
quality  for  water  supply  purposes.  The  samples  from  the  inter- 
mediate well  and  from  the  one  farthest  from  the  river  (wells  Nos. 
14  and  36)  resemble  in  character  the  water  taken  from  your  present 
driven  well  system  five  or  six  years  ago  and  are  of  satisfactory 
quality.  Just  what  the  effect  will  be  of  continuous  pumping  from 
the  wells  which  now  furnish  good  water  cannot  be  foretold  with 
certainty.  The  general  experience  under  these  circumstances,  how- 
ever, is  that  the  water  will  deteriorate.  The  Board  would  therefore 
advise  that  if  you  take  any  water  from  the  new  system  of  wells 
each  well  should  be  provided  with  a  gate  so  that  it  can  be  shut  off 
if  it  furnishes  water  of  unsatisfactory  quality,  and  frequent  tests 
should  be  made  to  determine  whether  or  not  the  water  is  deterio- 
rating. 

It  is  very  desirable  that  in  increasing  your  supply  in  the  vicinity 
of  your  present  pumping  station  water  should  be  taken  from  the 
ground  as  far  from  the  river  as  suitable  porous  material  can  be 
found. 

Kingston.  The  water  commissioners  of  Kingston  ap- 
plied  to  the  Board,  June  9,  for  its  advice  relative  to  increas- 
ing their  water  supply  by  taking  the  water  of  Jones  Kiver, 
in  case  their  present  ground-water  supply  should  prove  insuf- 
ficient.    The  Board  replied  as  follows :  — 

Boston,  July  6, 1893. 

The  State  Board  of  Health  received  from  you  on  June  9,  1893, 
an  application  with  regard  to  using  water  from  Jones  River  this 
summer  for  an  additional  water  supply  if  the  supply  from  the  pres- 
ent well  and  filter-gallery  should  prove  insufficient. 

The  Board  caused  samples  of  water  collected  from  Jones  River 
at  Kingston  in  October,  1887,  and  in  February,  1890,  to  be  an- 
alyzed, and  these  analyses  indicate  that  the  water  has  a  rather 
dark  color,  owing  to  the  drainage  from  swamps  on  the  watershed, 
and  that  it  would  not  be  wholly  satisfactory  to  the  consumers  either 
in  taste  or  appearance.  With  regard  to  its  relation  to  the  health 
of  the  consumers  it  may  be  said  that  in  a  case  like  this  a  chemical 
analysis  of  the  water  is  not  a  trustworthy  guide.  The  experience 
of  the  Board  has  shown  that  a  running  stream  which  receives  sew- 
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age  above  the  point  where  the  water  is  taken  from  it  is  one  of  the 
most  dangerous  sources  of  water  supply ;  because,  if  the  infection 
of  any  specific  disease  is  turned  into  the  stream,  it  is  much  more 
likely  to  be  conveyed  to  the  water  works  intake  and  thence  to  the 
consumers  before  it  loses  its  virulence  than  if  the  sewage  entered 
a  large  pond  or  reservoir  where  there  is  no  current. 

The  advice  of  the  Board  is  therefore  that  the  town  of  Kingston 
should  not  use  the  water  of  Jones  River  even  temporarily  without 
first  ascertaining  by  an  actual  inspection  of  the  main  stream  and 
its  tributaries  that  no  sewage  is  turned  directly  into  them  ;  and  it 
is  the  further  opinion  of  the  Board  that  this  river  is  not  an  appro- 
priate source  from  which  to  take  a  permanent  water  supply  for 
Kingston. 

IjAwbence.  Application  was  received  from  the  Lawrence 
•water  board  for  information  in  regard  to  the  results  of 
filtration  of  the  water  supply  of  the  city  through  the  filter 
•covering  two  and  a  half  acres,  built  by  the  city  during  the 
past  year  at  an  expense  of  about  $65,000. 

The  water  supply  is  drawn  from  the  Merrimack  River 
about  nine  miles  below  the  entrance  of  the  sewage  of  the 
city  of  Lowell,  and  for  many  years  typhoid  fever  had  pre- 
vailed in  Lawrence  to  the  extent  of  three  times  the  average 
of  the  cities  of  the  State,  and  following  six  or  eight  weeks 
after  its  prevalence  in  Lowell. 

Under  date  of  December  5,  the  following  reply  was 
made:  — 

The  filter  bed  built  by  the  city  of  Lawrence  under  the  advice 
and  in  accordance  with  plans  of  the  State  Board  of  Health,  has 
been  steadily  purifying  the  water  supply  of  the  city  since  the 
twentieth  of  September. 

When  commencing  to  construct  the  filter,  you  were  advised 
that  '^with  such  a  filter,  properly  managed,  the  experiments  of 
the  Board  of  Health  indicate  that  at  least  98  per  cent,  of  all  of  the 
bacteria  of  the  river  water  will,  under  all  circumstances,  be  re- 
moved." During  the  past  two  months  the  filter  has  been  removing 
this  percentage  of  all  the  bacteria  of  the  river  water,  but  this  is 
not  all  that  it  accomplishes ;  it  removes  a  large  part  of  the  organic 
matter  of  the  river  water  and  converts  it  to  mineral  matter,  thus 
removing  from  the  water  the  food  material  which  the  bacteria  live 
upon,  and  the  result  is  that  the  two  per  cent,  of  bacteria  remain- 
ing after  the  water  has  passed  through  the  filter  find  their  condi- 
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tions  of  life  so  unfavorable  that  they  decrease  as  the  water  goes 
on  through  the  reservoir  and  through  the  distributing  pipes,  until 
when  the  water  reaches  the  citizens  there  remains  but  one-half  of 
one  per  cent,  of  the  number  of  bacteria  in  the  river  water,  that 
is,  ninety-nine  and  one-half  per  cent,  of  all  have  been  removed. 

The  experiments  of  the  Board  indicate  that  the  small  number 
remaining  are  of  a  few  hardy  kinds  that  are  not  known  to  be  in 
any  way  injurious  to  health,  and  leave  the  strong  probability  that 
all  disease-producing  germs  have  been  removed. 

It  will  be  a  satisfaction  to  the  citizens  to  know  that  while  for 
the  past  five  years  the  number  of  deaths  by  typhoid  fever  in 
Lawrence  has  averaged  five  for  the  month  of  October  and  five  for 
the  month  of  November,  the  number  of  deaths  this  year  has  been 
only  one  for  each  of  these  months. 

Lexington.  The  water  company  of  Lexington  applied  to 
the  Board,  February  15,  for  its  advice  relative  to  an  addi- 
tional water  supply,  and  the  Board  replied  as  follows :  — 

Boston,  May  4, 1893. 

The  State  Board  of  Health  has  considered  your  application, 
dated  Feb.  15,  1893,  asking  the  advice  of  the  Board  in  regard  to 
an  additional  water  supply  for  the  town  of  Lexington.  This  ap- 
plication was  accompanied  by  the  report  of  the  civil  engineer 
employed  by  you  to  make  investigations  for  an  additional  water 
supply  for  the  town,  and  by  a  plan  prepared  by  him  of  proposed 
storage  reservoirs  on  Vine  Bix>ok,  above  your  present  works.  The 
attention  of  the  Board  was  subsequently  called  by  you  to  the 
covered  gallery,  built  last  year,  for  the  collection  of  ground  water, 
in  the  sandy  plain  near  the  village,  and  connected  with  your  pres- 
ent ground  water  sources. 

The  report  of  your  engineer  relates  to  examinations  for  a  supply 
from  entirely  new  sources  as  well  as  to  augmenting  the  present 
supply  by  additional  works  within  the  territory  from  which  it  is 
derived.  The  examinations  for  new  sources  were  made  in  a 
westerly  or  north-westerly  direction  from  the  central  village  of 
Lexington,  in  territory  from  which  the  water  drains  toward  the 
Shawsheen  River  in  the  town  of  Bedford,  and  extended  to  a  point 
nearly  two  and  a  half  miles  from  the  village.  The  larger  streams 
within  this  territory  will  not  furnish  directly  a  water  of  satisfactory 
quality  for  the  purposes  of  a  public  water  supply,  and  the  smaller 
streams  at  the  points  where  the  water  is  good  will  furnish  so  little 
water  that  it  would  be  difficult,  if  not  impracticable,  to  obtain  from 
them  a  sufficient  quantity  of  water  for  Lexington.     The  test  wells 
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driven  under  the  direction  of  your  engineer  within  this  territory 
give  unfavorable  indications  with  regard  to  obtaining  a  satisfactory 
ground  water  supply  from  it. 

The  difflcalty  of  obtaining  a  supply  from  any  new  source  about 
Lexington,  as  indicated  by  the  special  examinations  of  your  en- 
gineer in  the  territory  mentioned,  and  a  general  examination  of 
other  possible  sources,  seems  to  warrant  the  adoption  of  measures 
for  developing  the  present  supply  which  might  not  be  warranted  if 
a  much  better  source  could  be  obtained  within  a  reasonable  distance 
from  the  town. 

It  is  understood  that  your  present  ground  water  sources  now 
furnish  an  ample  supply  of  water  during  all  but  the  dryer  portions 
of  the  year,  and  that  the  reservoirs  shown  upon  the  plan  submitted 
are  intended  to  supply  the  deficiency  at  such  times.  The  lower  of 
the  two  reservoirs  is  considerably  further  up  stream  and  about 
five  times  as  large  as  the  one  proposed  by  you  in  1891,  and  referred 
to  unfavorably  in  the  reply  of  the  Board  to  you  dated  April  7th  of 
that  year.  The  present  location  is  much  better  than  the  old  one, 
but,  owing  to  the  fact  that  some  of  the  land  above  the  reservoir  is 
cultivated,  and  that  so  small  a  quantity  of  water  will  flow  into  it 
owing  to  the  limited  size  of  its  watershed,  much  care  will  have  to 
be  taken  to  maintain  the  water  in  a  pure  and  satisfactory  condition. 
In  the  preparation  of  the  reservoir  all  soil  and  vegetable  matter 
should  be  removed  from  its  bottom  and  sides,  and  the  shallow  por- 
tions should  be  deepened.  A  liberal  amount  of  land  should  be 
acquired  around  the  reservoir  for  its  protection,  and  suitable  ar- 
rangements should  be  made  to  prevent  any  washings  from  manured 
fields  from  flowing  into  it.  It  would  also  be  necessary  to  take 
proper  measures  to  prevent  any  contamination  of  the  water  by  the 
drainage  from  a  large  stable  at  the  extreme  upper  end  of  the  water- 
shed. 

The  upper  reservoir  is  less  satisfactory  than  the  lower  one  as  it 
is  shallow  and  has  so  small  a  watershed  that  the  water  would  stand 
in  it  a  very  long  time  before  being  replaced  by  fresh  water,  and  it 
would  probably  become  unfit  for  use.  If,  therefore,  you  decide  to 
increase  the  supply  by  storing  the  surplus  water  which  flows  off 
during  the  wetter  portions  of  the  year,  the  Board  would  advise  that 
the  upper  reservoir  should  not  be  constructed  and  that  the  lower 
one  should  be  enlarged  as  much  as  possible  by  locating  the  dam 
somewhat  further  down  stream,  and  by  excavating  within  the 
reservoir.  The  suggestion  of  your  engineer  that  '*  some  additional 
ground  water  might  be  brought  into  the  pump  well  by  laying  an 
open- jointed  sub-drain  in  the  trench  with  the  leading  main  from 
the  reservoir,  making  the  joints  tight  wherever  the  pipe  passed 
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through  a  muck  deposit,"  is  one  worthy  of  adoption  should  the 
portion  of  the  pipe  trench  through  the  sandy  land  toward  the  pro- 
posed reservoir  be  found  to  furnish  water  freely. 

An  analysis  has  been  made  of  a  sample  of  water  collected  from 
your  covered  gallery  near  the  village,  and  the  water  is  at  the 
present  time  of  satisfactory  quality  for  domestic  use.  At  the  time 
the  sample  was  collected  water  was  not  being  drawn  from  this 
source,  and  as  its  quality  may  change  when  there  is  a  draft  upon 
it  you  are  requested  to  notify  the  Board  when  you  begin  to  use  it, 
and  further  examinations  will  be  made. 

Lowell.  The  Water  Board  of  Lowell  applied  to  the 
State  Board  of  Health,  May  9,  for  its  advice  relative  to 
taking  an  additional  supply  of  water  from  the  valley  of 
River  Meadow  Brook  in  the  south  part  of  Lowell.  The 
Board  replied  as  follows:  — 

Boston,  May  15, 1893. 

Samples  of  water  from  driven  wells  in  this  locality  were  sent  in 
to  the  Board  by  your  engineer  last  autumn,  and  the  water  was  then 
found  upon  examination  to  be  of  excellent  quality  for  all  the  pur- 
poses of  a  public  water  supply.  This  portion  of  the  city,  however,, 
is  growing  rapidly  and  in  order  to  maintain  the  purity  of  the  water, 
if  a  supply  is  taken  from  this  source,  the  city  should  control  the 
land  for  a  considerable  distance  from  the  wells  in  all  directions  so 
as  to  prevent  the  construction  of  buildings  near  them,  and  should 
extend  the  sewerage  system  of  Lowell  so  as  to  carry  away  from 
all  buildings  the  sewage  which  might  otherwise  find  its  way  by 
filtration  through  the  ground  into  the  wells. 

The  time  within  which  you  desire  a  reply  is  too  limited  to  permit 
the  Board  to  make  sufiSciently  extended  investigations  to  serve  as 
a  basis  for  an  opinion  as  to  the  quantity  of  ground  water  which 
can  be  obtained  from  the  valley  of  this  brook  within  the  limits  of 
the  city  of  Lowell,  nor  does  such  an  opinion  seem  necessary  at  the 
present  time  when  you  are  constructing  extended  works  by  which 
the  capacity  of  this  source  can  be  tested. 

Lynn.  The  mayor  of  Lynn  applied  to  the  State  Board  of 
Health,  January  31,  for  its  advice  relative  to  taking  the 
water  of  Saugus  River  and  its  tributaries  as  an  additional 
supply  for  Lynn.     The  Board  replied  as  follows :  — 

Boston,  AprU  4, 1893. 
The  application  is  not  limited  to  any  particular  portion  of  the 
river  and  its  tributaries,  but  the  attention  of  the  Board  has  been 
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directed  chiefly  to  the  territory  above  Hewlett's  dam,  to  which  the 
works  of  the  Lynn  water  supply  now  extend.  Above  this  point 
on  the  river  are  situated  the  towns  of  Wakefield  and  Eeading 
which  turn  so  much  polluting  matter  into  the  streams  as  to  ren- 
der the  Saugus  River  at  this  point  an  unfit  source  from  which  to 
take  a  water  supply,  unless  the  water  is  very  thoroughly  purified 
by  filtration.  This  polluting  matter  enters  Quannapowitt  Lake 
and  its  tributaries  and  the  streams  which  flow  through  W^efield 
and  enter  the  river  below  the  town.  If  these  polluted  waters  were 
diverted,  those  coming  from  the  remaining  portions  of  the  water- 
shed would  be  comparatively  free  from  pollution  by  sewage. 

No  extended  chemical  examinations  of  these  unpolluted  sources 
have  been  made,  with  the  exception  of  Filling's  Pond,  but  judging 
from  an  examination  of  the  water  at  this  season  of  the  year  and  a 
few  previous  analyses,  it  seems  probable  that  some  of  the  water, 
particularly  that  from  the  river  itself,  would  be  unsatisfactory  for 
water  supply  purposes,  owing  to  the  large  amount  of  swampy  land 
with  which  the  water  comes  in  contact,  thereby  making  it  very  dark 
in  color  and  giving  it  a  peaty  taste  and  odor. 

Pilling's  Pond  is  an  artificial  millpond  made  by  flowing  a  meadow 
to  a  depth  of  four  feet.  The  State  Board  of  Health  in  1888  ad- 
vised the  Revere  Water  Company  that  this  pond  was  not  a  suit- 
able source  of  supply  for  the  towns  of  Revere  and  Winthrop, 
owing  principally  to  the  fact  that  if  used  as  a  principal  source  of 
supply  it  would  necessarily  be  drawn  very  low  in  the  summer. 
The  water,  however,  is  of  fairly  good  quality  considering  the  very 
small  depth  of  the  pond  and  it  might  be  used  by  Lynn  in  connec- 
tion with  present  sources  until  a  better  supply  can  be  obtained. 

There  is  a  very  large  amount  of  flat  land  adjacent  to  the  river 
between  the  dam  at  Montrose  and  Lake  Quannapowitt  and  it 
seems  not  improbable  that  a  valuable  ground  water  might  be  ob- 
tained from  this  territory,  although  there  are  no  means  of  deter- 
mining at  all  definitely  at  the  present  time  either  the  quantity  or 
the  quality  of  water  which  could  be  obtained.  It  is  not  improb- 
able, however,  that  the  quality  of  the  ground  water  would  be  very 
much  better  than  any  surface  water  supply  from  this  vicinity  and 
the  quantity  may  be  as  large  as  would  be  furnished  by  the  surface 
water  sources  after  excluding  the  polluted  water  of  Lake  Quanna- 
X)owitt  and  the  brook  which  receives  the  drainage  of  Wakefield. 

The  Board  recognizes  the  gravity  of  the  present  situation  of  the 
Lynn  water  supply  and  would  therefore  advise  that  provision 
should  be  made  at  the  earliest  possible  moment  for  supplementing 
the  present  supply  with  the  best  water  which  can  be  obtained  from 
the  Saugus  River  watershed. 
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In  order  to  provide  any  other  than  a  very  temporary  supply  of 
potable  water  from  the  Saugus  River  valley,  it  is  obvious  that  the 
works  must  necessarily  be  somewhat  complex  and  expensive,  and 
it  is  not  at  all  probable  that  a  fairly  permanent  supply  can  be 
obtained  from  this  source.  The  Board  would  therefore  advise  that 
before  entering  upon  any  extensive  works  in  this  valley,  the  whole 
subject  of  a  further  water  supply  from  this  valley,  and  from  other 
available  sources,  should  be  carefully  investigated.  One  of  the 
first  points  in  such  an  investigation  should  be  the  examination  of 
the  territory  near  the  river,  between  the  Montrose  dam  and  the 
next  dam  above,  with  a  view  to  obtaining  a  ground  water  supply. 

The  Board  has  now  before  it  an  application  from  the  Wakefield 
Water  Company,  asking  for  advice  with  regard  to  an  additional 
water  supply  for  the  towns  of  Wakefield  and  Stoneham,  to  be  taken 
from  filtering  galleries,  wells  or  basins,  upon  the  banks  of  that 
portion  of  the  Saugus  River  lying  within  the  limits  of  the  town  of 
Wakefield,  above  the  milldam  at  Montrose.  The  Board  is  aware 
of  the  fact  that  the  Wakefield  Water  Company  has  practically 
reached  the  limit  of  capacity  of  Crystal  Lake,  its  present  source  of 
supply,  and  that  the  other  source,  viz..  Lake  Quannapowitt,  from 
which  the  water  company  was  originally  authorized  to  take  a 
further  supply,  is  not  of  suitable  quality  for  water  supply  purposes. 
It  is  therefore  of  opinion  that  the  right  of  Lynn  to  take  water  from 
the  Saugus  River  valley  should  be  so  far  restricted  as  not  to  pre- 
vent these  towns  from  receiving  from  it  as  much  water  as  may  be 
needed  for  their  supply,  in  addition  to  the  quantity  of  water  which 
Crystal  Lake  will  furnbh. 

It  is  not  feasible  from  present  information  as  to  the  amount  of 
water  which  can  be  obtained  from  different  places,  to  make  a  fair 
4ipportionment  of  the  territory  between  Lynn  and  these  towns ;  the 
Board  therefore  concludes  that  Lynn  should  be  granted  the  right 
to  take  water  from  any  portion  of  the  valley  of  Saugus  River,  not 
already  granted  by  the  Legislature  to  some  other  town  or  water 
company  ;  but  that  this  grant  should  be  subject  to  the  restriction 
that  the  towns  of  Wakefield  or  Stoneham,  or  the  company  sup- 
plying them  with  water,  may  be  authorized  to  take  water  from  this 
valley  at  any  point  within  the  limits  of  the  town  of  Wakefield,  and 
to  the  extent  required  to  furnish  in  connection  with  Crystal  Lake, 
the  present  source  of  supply,  a  supply  of  water  for  these  towns. 
In  connection  with  this  restriction  it  would,  of  course,  be  fair  to 
provide  that  whenever  these  towns,  or  the  company  supplying  them 
with  water,  take  a  supply  from  any  source  in  the  Saugus  valley 
•other  than  those  already  controlled  by  the  Wakefield  Water  Com- 
pany, they  should  be  required  to  pay  to  the  city  of  Lynn  a  fair 
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proportion  of  the  amount  already  paid  by  said  city  for  water  or 
land  damages,  and  if  they  should  utilize  to  any  extent  worksi 
previously  constructed  by  the  city,  they  should  pay  a  fair  propor- 
tion of  the  cost  of  these  works. 

The  Board  thinks  it  proper  that  a  further  application  should  be 
made  for  its  advice  when  you  can  define  more  specifically  the 
sources  from  which  it  is  proposed  to  take  water,  and  have  by 
preliminary  surveys  and  estimates  obtained  the  facts  which  are 
essential  as  a  basis  for  a  proper  decision  as  to  the  relative  merits 
of  different  sources.  With  this  further  application  in  view  the 
Board  will  co-operate  with  you  by  causing  analyses  to  be  made 
from  time  to  time  of  the  water  of  the  various  proposed  sources. 

Marlborough.  The  water  commissioners  of  Marlborough: 
applied  to  the  Board,  April  28,  for  its  advice  relative  to  con- 
structing a  new  storage  reservoir  upon  Millham  Brook  ia 
the  west  part  of  Marlborough,  near  the  Northborough  line, 
and  as  to  the  probable  quality  of  the  water  of  such  proposed 
reservoir  at  the  end  of  eight  years.  The  Board  replied  as 
follows:  — 

Boston*  Jaly  8»  1893. 

The  State  Board  of  Health  has  carefully  considered  your  appli* 
cation,  dated  April  28,  1893,  with  regard  to  constructing  at  once 
the  proposed  storage  reservoir  on  Millham  Brook  in  the  vicinity  of 
your  new  pumping  station.  You  state  in  your  application  that  you 
will  not  need  the  proposed  reservoir  for  eight  years  or  so  and  that, 
you  wish  for  the  advice  of  this  Board  as  to  the  probability  of  ob- 
taining good  water  from  this  proposed  reservoir  after  being  flowed 
fifteen  feet  deep  for  a  period  of  eight  years  without  removing  any 
of  the  soil. 

A  careful  examination  of  the  experience  with  all  artificial  reser* 
voirs  in  the  State  which  have  not  had  the  soil  removed  from  them 
and  which  in  other  respects  are  at  all  comparable  with  the  proposed 
Marlborough  reservoir  shows  that  in  some  of  these  reservoirs  the 
water  was  bad  every  summer,  not  only  for  eight  years  after  they 
were  first  filled  but  for  a  much  longer  time.  A  typical  instance  of 
a  resen'oir  of  this  kind  is  the  Ludlow  reservoir  at  Springfield  which 
was  used  for  sixteen  years  and  then  practically  abandoned  for  a 
new  source  of  supply.  Other  reservoirs  somewhat  similar  in  char- 
acter, although  they  may  have  furnished  bad  water  when  first  filled, 
soon  began  to  improve,  and  at  the  end  of  five,  eight  or  ten  years 
furnished  very  much  better  water  than  at  first.  The  chances  as  to 
whether  the  water  will  continue  to  be  bad  or  will  improve  matar- 
rially  at  the  end  of  eight  years  seem  to  be  about  even. 
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The  experience  with  reservoirs  which  have  been  thoroughly 
^cleaned  by  the  removal  of  all  soil  and  vegetable  matter  from  their 
bottom  and  sides,  althoagh  somewhat  limited,  has  been  extremely 
favorable,  and  from  our  present  knowledge  we  should  expect  much 
better  results  from  a  thoroughly  cleaned  reservoir  soon  after  it  is 
filled  than  from  an  uncleaned  reservoir  eight  years  after  filling. 

The  Board  recognizes  that  the  element  of  cost  is  an  important 
factor  in  deteimining  what  should  be  done,  and  as  the  Board  has 
no  accurate  information  upon  this  point  it  cannot  now  advise  defi- 
nitely as  to  what  should  be  done  in  the  matter  of  constructing  the 
reservoir.  It  would  advise,  however,  that  a  careful  estimate  of 
the  cost  of  thoroughly  cleaning  the  reservoir  should  be  made  and 
would  urge  the  adoption  of  this  method  of  construction  if  it  is 
found  to  be  practicable. 

Malden,  Medford  and  Melrose.  For  many  years  these 
suburban  places  have  used  Spot  Pond  as  a  source  of  water 
supply,  but  owing  to  the  rapid  growth  of  these  communities 
the  pond  was  drawn  to  a  much  lower  level  at  the  end  of  1892 
than  ever  before.  The  city  of  Maiden  has  for  several  years 
taken  a  supplementary  supply  from  driven  wells  in  the  east- 
erly portion  of  the  city,  but  the  other  two  places  were  at  this 
time  wholly  dependent  upon  Spot  Pond  for  water.  On  Feb. 
9,  1893,  the  Board  addressed  the  following  communication 
to  each  of  the  water  boards  of  Maiden,  Medford  and  Melrose, 
with  reference  to  the  present  condition  of  Spot  Pond,  and  its 
capacity  for  future  supply :  — 

Boston,  Feb.  9,  1893. 

The  State  Board  of  Health  has  on  several  occasions  since  the 
spring  of  1889  considered  applications  for  advice  with  regard  to 
additional  water  supplies  for  the  three  communities  now  using  the 
water  of  Spot  Pond,  and  in  considering  these  questions  the  en- 
gineers of  the  Board  have  given  much  attention  to  the  probable 
yield  and  capacity  of  this  source. 

Some  figures  with  regard  to  the  probable  condition  of  this  pond 
during  the  year  1893  have  been  made  in  connection  with  a  recent 
application  for  advice  from  the  city  of  Medford,  and  as  they  may 
be  of  interest  at  the  present  time  they  are  sent  to  each  of  you. 
The  data  used  are  the  area  of  the  watershed  as  determined  by  a 
reconnaissance  upon  the  ground,  sketching  the  watershed  upon  the 
new  State  map  amd  measuring  from  it,  the  storage  capacity  of  the 
pond  as  determined  from  the  best  maps  now  in  existence ;  also 
the  records  of  the  yield  of  the  watershed  of  Sudbury  River,  which 
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has  been  carefully  measured  by  the  city  of  Boston  for  the  past 
eighteen  years. 

It  has  been  found  by  applying  these  data  for  many  years  in  the 
past  that  the  results  agree  well  with  the  known  facts,  and  they  may 
therefore  be  looked  upon  as  the  best  basis  at  present  available  for 
determining  what  may  be  expected  in  the  future. 

We  are  informed  that  the  pond  on  the  first  day  of  February  was 
143.5  inches  below  high  water  mark,  which,  by  the  tables  showing 
the  storage  capacity  of  the  pond,  would  indicate  a  draught  from 
high  water  mark  down  to  this  level  of  731,000,000  gallons. 

The  following  table  shows  for  purposes  of  comparison  the  stor- 
age in  the  pond  from  high  water  mark  down  to  the  present  and 
lower  levels. 


Distance  below  High  Water  Mark,  in  Feet. 


11  ft  Hi  in., 
15  ft.,     . 
20  ft.,     . 
Bottom  of  pond, 


storage  In  Gallons. 


731,000,000 

837,000,000 

962,000,000 

1,077,000,000 


In  making  estimates  as  to  what  changes  may  be  expected  during 
the  remaining  months  of  1893,  the  average  consumption  is  assumed 
to  be  600,000  gallons  per  day  for  each  community,  making  a  total 
of  1,800,000  gallons  per  day.  It  is  found  convenient  to  divide 
this  period  into  two  parts,  including  in  the  first  one  the  months  of 
February,  March,  April  and  May,  during  most  or  all  of  which  the 
pond  may  be  expected  to  rise,  and  in  the  second  the  remaining 
months,  when  under  ordinary  conditions  it  would  lower,  it  is  ob- 
vious that  it  is  impossible  to  predict  exactly  what  will  happen,  but 
it  is  fair  to  assume  that  the  amount  of  water  collected  will  not  be 
greater  than  the  maximum  amount  during  the  past  eighteen  years^ 
nor  will  it  be  less  than  the  minimum  amount.  It  is  more  likely  to 
be  the  average  amount  than  any  other  quantity,  but  in  as  impor- 
tant a  problem  as  the  water  supply  of  upwards  of  50,000  people, 
provision  should  be  made  to  avoid  a  water  famine  under  the  most 
unfavorable  conditions  which  can  exist. 

It  is  found  that  on  June  first  the  deficiency  of  storage  (meaning 
by  this  term  the  amount  of  water  that  would  be  required  to  fill  the 
pond  to  high  water  mark)  under  maximum,  average  and  minimum 
conditions  of  yield  from  February  1  to  June  1,  1893,  would  be  aa 
follows :  — 
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Condition  of  Spot  Pond  on  June  i,  1893. 

Deficiency  of  Storage. 

Maximnm  yield, 831,000,000  gallons. 

Average  yield, 490,000,000      «• 

Minimum  yield, .        .        .        .        .        .    677,000,000      ** 

For  the  period  from  Jane  1,  1893,  to  Jan.  1,  1894,  it  is  obvious 
that  regardless  of  the  height  of  the  pond  on  June  1  the  amount  of 
water  going  into  the  pond  may  be  either  the  maximum,  average  or 
minimum,  and  the  following  tables  show  the  deficiency  in  storage 
on  Jan.  1,  1894,  under  all  of  these  conditions. 

(1)  Assuming  the  deficiency  in  storage  on  June  1  to  be  331,- 
000,000  gallons,  the  deficiency  on  Jan.  1,  1894,  will  be  as  fol- 
lows :  — 

Deficiency. 

Maximum  yield, 172,000,000  gallons. 

Average  yield, 636,000,000      " 

Minimum  yield, 692,000,000       " 

(2)  Assuming  the  deficiency  in  storage  on  June  1  to  be  490,000,- 
000  gallons,  the  deficiency  on  Jan.  1,  1894,  will  be  as  follows  :  — 

Deficiency. 

Maximum  yield, 819,000,000  gallons. 

Average  yield, 686,000,000      " 

Minimum  yield, 841,000,000       " 

(3)  Assuming  the  deficiency  in  storage  on  June  1  to  be  677,- 
000,000  gallons,  the  deficiency  on^ Jan.  1,  1894,  will  be  as  fol- 
lows :  — 

Deficiency. 

Maximum  yield,         .        .        .        .        .    494,000,000  gallons. 

Average  yield, 863,000,000 

Minimmn  jield, 1,018,000,000 


tt 
tt 


The  most  important  conclusions  to  be  drawn  from  the  tables  are,, 
first,  that  with  the  average  conditions  from  now  until  next  January 
the  pond  will  be  at  substantially  the  same  level  as  at  the  same  time 
this  year ;  second,  that  if  either  one  of  the  periods  into  which  the 
year  has  been  divided  furnishes  the  average  quantity  of  water  and 
the  other  furnishes  the  minimum  quantity,  the  water  in  the  pond 
will  be  reduced  to  the  15-foot  mark ;  and  lastly,  that  if  the  yield 
for  both  of  these  periods  should  be  a  minimum  the  pond  will  be 
drawn  practically  to  the  bottom. 

All  of  these  estimates  are  based  upon  an  average  draught  of 
1,800,000  gallons  daily  from  the  pond,  but  it  is  doubtful  if  the 
draught  can  be  kept  as  low  as  this  without  supplementary  supplier 
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to  famish  a  portion  of  the  water  used.  It  is  probable  that  a  larger 
draught  than  the  amount  above  given  has  had  an  influence  in  lower- 
ing the  pond  during  the  past  year.  The  net  loss  of  storage  from 
the  pond  from  Feb.  1,  1892,  to  Feb.  1,  1893,  was  338,000,000  gal- 
Ions.  The  same  loss  in  the  next  twelve  months  would  take  all  of 
the  water  out  of  the  pond. 

Not  only  should  the  conditions  for  the  remainder  of  the  present 
year  be  considered  but  the  conditions  which  will  exist  subsequently 
until  the  time  when  a  permanent  supply  is  introduced  should  be 
<;onsidered,  and  it  is  therefore  of  the  utmost  importance  that  meas- 
ures should  be  taken  immediately,  by  providing  supplementary 
sources  or  by  making  arrangements  with  some  community  which 
has  water  to  spare,  to  get  as  much  water  into  the  pond  as  possible, 
or,  what  is  the  same  thing,  to  take  less  water  from  the  pond  so  as 
to  have  a  larger  supply  in  the  pond  to  provide  for  the  future  con- 
tingencies, such  as  a  rapidly  growing  population  and  supplementary 
supplies  which  may  become  unsuitable  for  domestic  use.  Every 
million  gallons  of  water  which  can  be  added  to  the  pond  has  a  dis- 
tinct value  to  the  three  communities  now  depending  upon  this 
source,  which  is  much  in  excess  of  the  mere  cost  of  pumping  the 
water,  and  it  would  be  a  benefit  to  all  of  the  communities  if  a  fixed 
price  were  made  per  million  gallons  of  water,  which  should  be 
•charged  to  each  community  drawing  more  than  a  certain  defined 
quantity  and  credited  to  any  community  taking  from  the  pond  less 
than  this  amount.  This  would  offer  an  incentive  for  individual 
action  on  the  part  of  those  places  which  now  have  or  can  provide 
supplementary  sources  of  supply  and  would  not  be  unjust  to  any 
town  that  may  be  unable  to  obtain  a  supplementary  source,  as  this 
town  would  only  pay  to  the  others  what  it  would  save  in  the  cost 
of  constructing  and  maintaining  a  pumping  plant. 

Medford.  The  water  commissioners  of  Medford  applied 
to  the  Board,  Jan.  4,  1893,  for  its  advice  relative  to  taking 
an  additional  water  supply  from  wells  west  of  Forest  Street 
in  Medford.     The  Board  replied  as  follows :  — 

Boston,  Feb.  2, 1893. 

The  State  Board  of  Health  has  considered  your  application  in 
regard  to  an  additional  water  supply  to  be  taken  from  driven  wells 
in  the  flat  open  land  west  of  Forest  Street,  where  test  wells  have 
alrjeady  been  driven. 

The  Board  has  caused  analyses  to  be  made  of  samples  of  water 
taken  from  these  wells  and  finds  that  it  is  a  water  which  has  at 
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some  time  been  polluted,  but  which  has  been  very  thoroughly 
purified  by  its  passage  through  the  ground.  The  water  as  it  now 
comes  from  the  ground  would  be  entirely  satisfactory  to  the  con- 
sumers as  a  drinking  water,  but  it  is  much  harder  than  the  Spot 
Pond  water  and  therefore  would  not  be  as  good  for  washing  pur- 
poses and  for  use  in  boilers.  The  hardness  of  the  water,  however, 
is  not  as  gretft  as  that  of  several  water  supplies  which  are  now  in 
use  in  this  State,  and  if  the  quality  of  the  water  remains  as  at 
present  it  would  be  satisfactory  for  the  purposes  of  a  public  water 
supply.  The  situation  of  the  test  wells,  however,  is  such  that  it 
seems  probable  that  when  a  continuous  draft  is  made  upon  the 
ground  the  water  will  be  drawn  in  part  from  the  territory  south  of 
the  wells  where  there  is  a  large  population,  and  the  water  will 
become  harder  than  it  is  at  present,  and  it  may  be  less  perfectly 
purified ;  moreover,  even  if  a  large  tract  of  land  is  purchased  and 
controlled  by  the  city  for  the  protection  of  a  water  supply  at  this 
place  the  growth  of  the  city  will  undoubtedly  cause  a  material 
increase  of  population  upon  adjacent  land,  which  contributes  a 
portion  of  the  water  to  supply  the  wells,  and  the  character  of  the 
water  may  be  further  unfavorably  affected  in  this  way. 

The  Board  would  not  therefore  advise  the  construction  of  works 
for  taking  a  permanent  supply  from  this  place,  but  in  view  of  the 
necessity  for  supplementing  the  supply  from  Spot  Pond,  advises 
that  this  is  a  suitable  source  from  which  to  obtain  a  temporary 
supply.  The  quantity  of  water  to  be  obtained  from  this  source  is, 
with  the  present  information,  somewhat  indefinite.  It  seems  very 
doubtful  if  the  source  can  be  depended  upon  to  furnish  more  than 
from  250,000  to  400,000  gallons  per  day  continuously,  though  it  is 
not  impossible  that  during  the  wetter  portions  of  the  year  a  con- 
siderably larger  quantity  of  water  might  be  obtained. 

In  addition  to  the  driven  wells  there  is  another  source  from 
which  a  temporary  supply  might  be  obtained,  viz.,  the  stream 
which  flows  just  west  of  Forest  Street,  below  where  Elm  Street 
joins  it.  Above  this  point  there  are  very  few  houses  or  other  sources 
of  pollution  upon  the  watershed,  the  area  of  which  as  measured 
from  the  State  map  is  0.58  square  mile.  An  analysis  of  the  water 
recently  made  shows  that  it  is  at  the  present  time  of  suitable 
quality  for  water  supply  purposes,  except  that  before  being  pumped 
it  should  be  stored  in  a  reservoir  sufficiently  large  to  permit  the 
floating  particles  which  are  almost  always  found  in  brook  waters 
to  settle.  During  several  months  of  an  ordinary  year  the  flow  of 
this  stream  should  be  as  high  as  600,000  gallons  per  day,  and  dur- 
ing two  months  or  more  of  such  a  year  it  should  range  from  one  to 
two  million  gallons  per  day.    This  source  has  the  advantage  that 
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it  is  very  near  the  main  pipe  wliioh  leads  to  the  town,  and  the 
water  would  have  to  be  lifted  to  a  less  height  to  force  it  into  the 
main.  It  is  obvious,  however,  that  in  order  to  make  it  of  value  in 
the  present  emergency  the  works  should  be  constructed  at  once  so 
as  to  take  advantage  of  the  larger  amount  of  water  which  flows  in 
the  spring  of  the  year,  as  the  amount  of  water  to  be  obtained  from 
this  source  in  the  summer  would  be  comparatively  small.  The 
water  would  also  be  soft  and  suitable  for  laundry  and  boiler  pur- 
poses, though  not  as  palatable  as  that  taken  from  the  ground. 

The  choice  of  these  two  sources  or  whether  both  of  them  shall 
be  utilized  is  a  question  which  is  left  for  your  decision.  The 
Board,  however,  considers  it  imperative  that  a  supplementary  sup- 
ply or  supplies  should  be  provided  at  once  by  the  communities  using 
the  water  of  Spot  Pond  in  order  to  avoid  a  water  famine  during  the 
next  autumn  and  winter. 

The  results  of  certain  computations  with  regard  to  the  future 
condition  of  Spot  Pond  and  a  suggestion  as  to  measures  which 
should  be  taken  to  prevent  the  supply  from  being  exhausted  are 
embodied  in  another  communication,  a  copy  of  which  will  be  sent 
to  you  and  to  the  water  boards  of  Maiden  and  Melrose.  (See 
pages  28-31,  preceding.) 

Melrose.  The  committee  on  additional  water  supply  of 
Melrose  applied  to  the  State  Board  of  Health,  Dec.  5,  1892, 
for  its  advice  as  to  the  propriety  of  taking,  either  alone  or  in 
conjunction  with  Maiden  and  Medford,  the  waters  of  Great 
Pond,  in  North  Andover,  together  with  Mosquito  Brook  and 
Boston  Brook  in  the  same  town,  as  additional  sources  of  water 
supply.     The  Board  replied  to  this  application  as  follows :  — 

Boston,  Jan.  16, 1893. 

In  your  application  of  Dec.  5,  1892,  giving  notice  of  your 
intention  to  provide  an  additional  water  supply  for  the  town  of 
Melrose  and  asking  the  advice  of  the  Board  in  regard  thereto,  you 
make  the  following  statement:  "The  plan  proposed  is,  alone  or 
in  conjunction  with  the  cities  of  Maiden  and  Medford  or  either  of 
them,  to  obtain  authority  from  the  Legislature  to  take  and  hold 
the  waters  of  Great  Pond  in  North  Andover,  and  to  acquire  by 
purchase  or  otherwise  the  waters  of  Mosquito  Brook  and  Boston 
Brook  in  said  town  of  North  Andover." 

The  State  Board  of  Health  has  up  to  the  present  time  received 
no  applications  relating  to  these  sources  from  the  cities  of  Maiden 
or  Medford  and  therefore  considers  only  the  first  alternative,  viz., 
a  supply  for  Melrose  alone. 
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Great  Pond  only  has  been  investigated  by  the  Board  up  to  the 
present  time,  and  it  is  found  from  this  investigation  and  analyses 
of  the  water  of  the  pond  that  the  water  is  of  satisfactory  quality 
for  all  the  purposes  of  a  public  water  supply  and  that  the  quantity 
of  water  which  the  pond  will  furnish  will  be  more  than  sufficient 
for  the  probable  population  of  Melrose  for  the  next  thirty  years. 

Owing  to  the  fact  that  the  pond  is  situated  wholly  within  the 
town  of  North  Andover  the  Board  is  of  opinion  that  this  town  has 
a  primary  right  to  so  much  of  the  water  of  the  pond  as  is  necessary 
to  supply  its  inhabitants  with  water. 

With  regard  to  the  appropriateness  of  this  source  for  a  water 
supply  for  the  town  of  Melrose,  the  Board  thinks  it  highly  prob- 
able that  a  sufficient  supply  of  good  water  for  the  town  can  be 
obtained  at  a  less  distance  than  sixteen  miles  and  with  less  ex- 
pense ;  and  for  this  reason,  and  having  regard  for  the  interests  of 
other  communities  much  nearer  Great  Pond,  which  may  in  the 
future  need  its  waters  as  a  source  of  water  supply,  the  Board  ad- 
vises the  town  to  make  examinations  of  nearer  sources,  and  until 
such  examinations  are  made  is  unable  to  advise  that  this  is  the 
most  appropriate  source  of  supply  for  the  town  of  Melrose. 

The  Board  will  investigate  the  other  sources  mentioned  in  your 
application  and  advise  you  with  regard  to  them  as  soon  as  prac- 
ticable. 

On  February  3  the  Board  transmitted  the  following  further 
communication  upon  the  same  subject  to  the  committee  on 
additional  water  supply  of  Melrose :  — 

Boston,  Feb.  3, 1893. 

The  State  Board  of  Health  in  its  communication  of  Jan.  16, 
1893,  to  your  committee,  relating  to  an  additional  supply  of  water 
for  your  town  from  Great  Pond  in  North  Andover,  stated  that 
further  advice  would  be  given  with  regard  to  the  other  sources 
mentioned  in  your  application,  viz.,  Mosquito  and  Boston  brooks. 

The  application  apparently  relates  to  so  much  of  these  brooks 
as  lies  within  the  limits  of  the  town  of  North  Andover.  The  areas 
of  the  watersheds  of  these  brooks  above  the  points  where  they 
cross  the  town  boundary,  as  measured  from  the  topographical  map 
of  the  State,  are  respectively  7.51  and  6.36  square  miles,  and  their 
distances  at  these  points  in  an  air  line  from  Melrose  are  14 1  and 
12^  miles.  These  watersheds  have  been  examined  upon  the  map 
above  mentioned,  and  upon  the  ground  by  one  of  the  engineers  of 
the  Board,  and  they  were  not  found  to  have  any  special  character- 
istics which  would  make  them  as  a  whole  particularly  appropriate 
as  sources  of  supply  for  Melrose  or  as  desirable  as  other  water- 
sheds nearer  the  town. 
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It  has  been  learned  from  statements  made  by  a  member  of  yoor 
committee  and  by  your  engineer,  that  it  is  proposed  to  utilize  only 
so  much  of  the  upper  end  of  these  brooks  as  can  be  diverted  by 
gravity  through  a  ditch  or  canal  along  the  side  hill  into  Great  Pond. 
In  this  case  the  area  of  watershed  to  be  utilized  is,  according  to 
the  map  above  mentioned,  in  the  neighborhood  of  three  square  miles 
instead  of  the  total  of  about  fourteen  square  miles  above  the  town 
boundary.  The  three  square  miles  are  sparsely  populated  so  that 
there  is  little  danger  that  the  water  will  be  polluted,  but  there  are 
swampy  areas  which  give  the  water  of  the  larger  (Boston)  brook  a 
high  color  which  would  be  objectionable  if  the  water  was  to  be 
taken  directly  into  the  pipes.  If,  however,  this  water  is  diverted 
as  proposed  into  Great  Pond  its  color  will  nearly  disappear  by  long 
storage  and  by  mingling  with  the  nearly  colorless  water  naturally 
in  the  pond. 

The  Board  is  of  opinion  that  the  town  should  not  seek  to  acquire 
rights  to  the  whole  of  Mosquito  and  Boston  brooks  within  the 
town  of  North  Andover,  as  the  portions  not  available  for  diversion 
into  Great  Pond  may  be  needed  in  connection  with  water  supplies 
from  the  Ipswich  Valley  for  other  places  in  the  eastern  part  of  the 
State.  If,  however,  the  town  of  Melrose  should  be  gi'anted  the 
right  to  take  the  waters  of  Great  Pond  it  is  appropriate  that  it 
should  also  be  granted  those  portions  of  Mosquito  and  Boston 
brooks  which  can  be  diverted  by  gravity  into  it. 

The  water  board  of  Melrose  applied  to  the  State  Board 
of  Health  May  16,  for  its  advice  as  to  taking  an  additional 
water  supply  from  wells  to  be  driven  in  the  meadow  upon 
the  north  side  of  Ell  Pond,  and  on  July  5,  the  conunittee 
on  additional  water  supply  applied  for  advice  with  reference 
to  taking  water  from  other  sources.  The  Board  replied 
to  these  appKcations  as  follows :  — 

Boston,  Aug.  10, 1893. 
The  State  Board  of  Health  received  from  the  Melrose  water 
board  on  May  16,  1893,  an  application  for  its  advice  relative  to  a 
proposed  additional  system  of  water  supply  to  be  taken  from  the 
ground  on  the  north  side  of  £11  Pond.  On  July  5  a  second  appli- 
cation was  received  from  the  committee  on  additional  water  supply 
for  advice  relative  to  taking  a  supply  from  Martin's  Meadows,  so- 
called,  from  Bennett's  Pond  or  Meadows  and  from  the  Wakefield 
Water  Company.  On  July  5  the  last  mentioned  application  was 
amended  by  adding  Long  Pond  and  its  immediate  vicinity  to  the 
sources  before  mentioned. 
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Before  considering  these  sources  in  detail  it  will  be  well  to  refer 
in  a  general  way  to  the  capacity  of  your  present  source  of  supply, 
Spot  Pond,  and  to  the  needs  of  your  town. 

Spot  Pond  during  a  year  of  average  rainfall  will  supply  to  each  of 
the  communities  taking  water  from  it  about  630,000  gallons  of  water 
per  day ;  and,  during  a  series  of  dry  years,  such  as  have  occurred 
in  the  past,  will  furnish  about  500,000  gallons  per  day  to  each 
community  without  falling  to  a  lower  level  than  it  reached  in  Feb- 
ruary, 1898.  With  the  pond  at  its  present  low  level  it  cannot  be 
depended  upon  to  furnish  even  500,000  gallons  per  day  to  each 
community  if  the  next  two  or  three  years  should  be  unusually  dry. 
The  consumption  of  water  in  Melrose  by  the  meter  records  from 
September,  1892,  to  June,  1893,  inclusive,  averaged  565,000  gal- 
lons per  day,  which  is  65,000  gallons  in  excess  of  the  safe  capacity 
of  the  pond  for  a  series  of  dry  years,  even  assuming  it  to  have 
been  filled  in  the  spring,  and  still  more  in  excess  of  its  capacity  in 
its  present  low  condition.  It  is  obvious,  therefore,  that  to  meet 
even  the  requirements  of  the  present  and  the  very  near  future  it 
will  be  necessary  to  provide  an  additional  source  of  supply  or  to 
decrease  the  consumption  of  water. 

The  consumption  of  water  in  Melrose  at  the  present  time  is  about 
57  gallons  per  inhabitant,  which  is  more  than  the  amount  used  by 
most  towns  similarly  situated.  As  instances  of  low  consumption 
per  inhabitant  may  be  mentioned  :  Brockton,  25  gallons ;  Middle- 
borough,  26  gallons ;  North  Attleborough,  26  gallons,  and  Fall 
Hiver,  26  gallons.  On  the  other  hand,  Beverly  uses  70  gallons, 
Braintree  62  gallons,  and  Brookline  80  gallons.  During  the  pe- 
riod from  September,  1892,  to  June,  1893,  inclusive,  Maiden  used 
50  gallons  and  Medford  48  gallons  per  inhabitant. 

It  seems  highly  desirable  that  Melrose  should  take  energetic 
measures  to  restrict  waste,  but  in  view  of  the  fact  that  the  present 
demands  upon  Spot  Pond  so  largely  exceed  its  capacity,  and  hav- 
ing regard  to  the  present  low  state  of  the  pond  and  the  greater 
demand  for  water  from  year  to  year,  due  to  the  increasing  popu- 
lation, the  Board  is  of  opinion  that  a  further  supply  should  be 
obtained  without  delay. 

The  great  expense  to  which  Melrose  would  be  subjected  if  it 
should  attempt  to  obtain  by  itself  a  permanent  supply  of  water, 
which  can  only  be  had  from  a  comparatively  great  distance,  the 
fact  that  the  Legislature  has  already  directed  that  investigations 
be  made  with  a  view  to  obtaining  a  water  supply  for  Boston  and 
its  suburbs,  and  the  need  of  an  immediate  addition  to  the  present 
supply,  all  lead  to  the  conclusion  that  it  is  wise  to  obtain  at  a 
comparatively  small  cost  a  temporary  supply  which  will  meet  the 
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requirements  for  the  next  five  or  six  years.  Should  any  of  the 
sources  mentioned  by  your  committee  be  adopted,  they  should  be 
considered  merely  as  temporary  sources  which  will  have  to  be 
abandoned  whenever  the  quality  of  the  water  becomes  impaired  by 
the  growth  of  population  upon  the  territory  from  which  the  supply 
is  derived  or  by  other  causes,  or  whenever  a  more  satisfactory  and 
permanent  water  supply  is  introduced. 

Of  the  sources  mentioned  by  the  committee  it  may  be  said  that 
the  water  of  Bennett's  Pond,  if  taken  directly  from  the  pond,  would 
not  be  of  suitable  quality  on  account  of  the  large  population  near 
the  upper  portion  of  the  brook  which  feeds  it.  With  regard  to  a 
ground  water  from  the  vicinity  of  Bennett's  Pond,  no  definite 
answer  can  be  given  because  no  investigations  of  the  ground  at 
this  place  have  been  made.  It  is  not  improbable  that  the  quality 
of  the  water  would  be  good,  but,  judging  from  the  surface  indica- 
tions, this  source  could  hardly  be  expected  to  furnish  a  sufficient 
quantity  of  water  to  make  it  a  desirable  one  to  adopt  at  the  present 
time. 

Long  Pond  by  itself  would  not  furnish  a  sufficient  quantity  of 
water  to  warrant  taking  an  additional  supply  from  it,  and  if  a 
stream  which  flows  near  its  westerly  end  should  be  diverted  into  it 
the  quality  of  the  water  would  not  be  satisfactory  if  taken  directly 
from  the  pond.  With  regard  to  obtaining  a  ground  water  supply 
in  this  vicinity  no  investigations  of  the  ground  have  been  made,  but, 
judging  from  surface  appearances,  the  conditions  are  even  less 
favorable  than  in  the  vicinity  of  Bennett's  Pond. 

The  Wakefield  Water  Company  now  takes  its  supply  from 
Crystal  Lake,  and  the  water  is  of  suitable  quality  for  the  purposes 
of  a  public  water  supply.  The  quantity  of  water  which  this  source 
will  furnish  in  a  series  of  dry  years  is  but  little,  if  any,  in  excess 
of  the  present  requirements  of  the  two  towns  now  supplied  by  the 
Wakefield  Water  Company,  and  the  only  water  which  this  company 
has  to  spare  is  the  excess,  during  years  of  average  or  high  rainfall, 
above  the  requirements  of  the  two  towns  now  supplied.  The 
Board,  therefore,  does  not  advise  the  town  of  Melrose  to  depend 
upon  the  Wakefield  Water  Company  for  its  additional  supply.  On 
the  other  hand,  it  is  extremely  important  as  a  precaution  against  a 
water  famine  in  the  next  few  years  that  Spot  Pond  should  be  again 
filled,  a  result  which  can  be  accomplished  if  each  of  the  communi- 
ties now  drawing  water  from  the  pond  should  obtain  the  greater 
part  of  its  supply  from  pome  other  source  or  sources ;  and  it  may 
therefore  be  desirable,  if  suitable  aiTangements  can  be  made,  to 
have  the  Wakefield  Water  Company  supply  as  much  water  to  Mel- 
rose as  the  capacity  of  its  source  will  permit. 
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A  sample  of  water  collected  from  Whittier's  wells  in  Martin's 
Meadows,  so-called,  on  July  20  showed  that  the  water  obtained 
from  the  ground  at  this  place  was  of  satisfactory  quality  for  the 
purposes  of  a  public  water  supply,  and  from  an  examination  of 
the  premises  it  seems  probable  that  this  water  will  remain  of  suit- 
able quality  for  use,  at  least  until  there  is  a  further  increase  of 
population  in  this  vicinity.  The  quantity  of  water  which  this 
source  will  furnish  is  apparently  limited,  and  it  is  extremely 
doubtful  if  it  alone  will  furnish  a  sufficient  additional  water  sup- 
ply for  the  town.  Samples  were  also  received  from  wells  in  the 
meadow  above  the  one  already  mentioned,  but  the  water  from 
these  wells  was  not  of  satisfactory  quality  to  pump  directly  into 
the  pipes. 

The  territory  just  north  of  Ell  Pond  has  been  tested  in  several 
places.  The  first  test  was  made  in  January,  1893,  by  pumping 
from  a  line  of  driven  wells  very  near  the  pond.  This  test  lasted 
for  fifteen  days  and  the  average  quantity  of  water  pumped  is  said 
to  have  been  about  461,000  gallons  per  day.  Three  samples  of 
water  from  these  wells  were  sent  to  this  Board  for  analysis.  One 
was  taken  at  the  beginning  of  the  test,  another  a  week  later,  and 
the  third  at  the  end  of  the  test.  All  of  these  samples  were  clear 
and  colorless  and  free  from  odor,  and,  although  they  all  showed, 
by  the  greater  amount  of  mineral  matter  and  hardness  than  the 
natural  waters  of  this  region,  the  elTect  of  the  population  upon  the 
territory  from  which  the  supply  is  derived,  the  analyses  also  show 
that  the  water  had  been  very  thoroughly  purified  by  its  passage 
through  the  ground. 

Three  additional  samples  taken  from  this  vicinity  in  June  and 
July,  1893,  gave  results  which  confirmed  those  above  mentioned, 
the  analyses  showing  that  in  every  case  the  water  had  been  com- 
pletely purified,  chemically,  by  its  passage  through  the  ground. 
The  wells  from  which  two  of  these  last  mentioned  samples  were 
taken  were  175  feet  from  the  pond,  while  the  third  sample  was 
taken  from  one  of  the  line  of  wells  near  the  pond.  A  bacterial 
examination  of  a  sample  of  water  from  one  of  these  wells  showed 
that  the  water  was  of  good  quality,  bacterially. 

There  seems  to  be  no  doubt  that  the  quantity  of  water  which 
can  be  obtained  from  the  ground  in  this  vicinity  is  greater  than 
from  any  of  the  other  sources  mentioned,  and  the  principal  ques- 
tion which  arises  with  regard  to  this  source  is  as  to  whether  the 
water  will  remain  of  suitable  quality  for  use  after  long-continued 
pumping.  The  principal  source  of  danger  is  that  the  water  of  the 
pond,  which  is  highly  polluted,  will  find  its  way  through  the  ground 
to  the  wells  without  being  thoroughly  purified  by  filtration.     Ex- 
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perience  has  shown  in  some  oases  that  water  may  filter  from  a  pond 
to  wells  or  to  a  filter-gallery  and  under  some  conditions  be  thor- 
oughly purified  by  its  passage  through  the  ground,  and  yet  under 
other  conditions  fail  to  be  purified.  It  is  impracticable  to  predict 
in  the  present  case  whether  the  water  drawn  from  the  ground  will 
deteriorate  in  quality  from  this  cause.  Taking  into  account,  how- 
ever, the  urgent  needs  of  your  town  and  the  diflSculty  of  obtaining 
a  suflScient  quantity  of  water  from  a  better  source,  the  Board  would 
advise  that  this  location  be  adopted  as  a  source  of  supply,  but  with 
the  understanding  that  the  works  are  to  be  of  a  temporary  char- 
acter and  that  the  water  is  to  be  analyzed  frequently  and  its  use 
discontinued  if  it  should  become  impure.  The  wells  should  be 
located  not  less  than  175  feet  from  the  pond  and  further  from  it 
if  practicahle. 

On  Feh.  9,  1898,  the  Board  sent  a  communication  to  the  water 
boards  of  the  three  places  drawing  water  from  Spot  Pond ;  and, 
after  giving  the  results  of  estimates  as  to  changes  in  the  level  of 
the  pond  which  would  be  likely  to  occur  under  varying  conditions 
of  rainfall,  the  Board  ended  its  communication  with  the  following 
statement,  to  which  it  would  again  call  attention :  — 

It  is  of  the  utmost  importance  ...  to  get  as  much  water  into  Spot 
Pond  as  possible,  or,  what  is  the  same  thing,  to  take  less  water  from  the 
pond  so  as  to  have  a  larger  supply  in  the  pond  to  provide  for  future  con- 
tingencies, such  as  a  growing  population  and  supplementary  supi)lies 
which  may  become  unsuitable  for  domestic  use.  Every  million  of  gal- 
lons of  water  which  can  be  added  to  the  pond  has  a  distinct  value  to  the 
three  communities  now  depending  upon  this  source,  which  is  much  in 
excess  of  the  mere  cost  of  pumping  the  water,  and  it  would  be  a  benefit 
to  all  of  the  communities  if  a  fixed  price  were  made  per  million  gallons 
of  water,  which  should  be  charged  to  each  community  drawing  more 
than  a  certain  defined  quantity  and  credited  to  any  community  taking 
from  the  pond  less  than  this  amount  This  would  offer  an  incentive  for 
individual  action  on  the  part  of  those  places  which  now  have  or  can  pro- 
vide supplementary  sources  of  supply,  and  would  not  be  uigust  to  any 
town  that  may  be  unable  to  obtain  a  supplementary  source,  as  this  town 
would  only  pay  to  the  others  what  it  would  save  in  the  cost  of  construct- 
ing and  maintaining  a  pumping  plant 

Mendon.  The  selectmen  of  Mendon  applied  to  the  Board, 
Dec.  27,  1893,  for  its  advice  relative  to  taking  the  water  of 
Mendon  Pond  as  a  public  water  supply.  The  Board  replied 
to  this  application  as  follows  :  — 

Boston,  Jan.  5, 1894. 

The  Board  has  already  considered  the  question  of  the  use  of  this 
pond  as  a  source  of  water  supply,  in  response  to  an  application 
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loade  by  th^  town  of  Uzbridge  in  1892,  and  has  caused  analyses 
of  the  water  to  be  made  in  October,  1892,  and  every  month  from 
May  to  November,  1893.  During  all  of  this  time  the  water  has 
been  of  satisfactory  quality  for  all  the  purposes  of  a  public  water 
Bupply,  and  there  seems  to  be  no  reason  to  doubt  that  if  it  is  pro- 
tected from  pollution  it  will  continue  to  be  of  satisfactory  quality 
in  the  future. 

Owing  to  its  situation  near  the  village  of  Mendon  it  is  an  appro- 
priate source  from  which  to  take  a  supply  of  water  for  the  village 
and  any  part  of  the  town  to  which  it  may  be  desirable  to  extend 
€he  pipes. 

The  amount  of  water  required  for  the  supply  of  Mendon  will  not 
be  large,  and  in  the  opiniou  of  the  Board  the  use  of  the  pond  as  a 
source  of  water  supply  for  Mendon  should  not  prevent  its  use  as 
A  source  of  water  supply  by  Uxbridge. 

Methuen.  The  water  commissioners  of  Methuen  applied 
lbo  the  Board,  April  13,  1893,  for  advice  as  to  obtaining  a 
water  supply  for  the  town  from  driven  wells  near  Sargent's 
Brook  in  the  east  part  of  the  town.  The  Board  replied  as 
JfoUows :  — 

Boston,  Maj  19, 1893. 

The  State  Board  of  Health  has  considered  your  application  of 
April  13,  1893,  relative  to  a  proposed  water  supply  for  the  town, 
to  be  taken  from  driven  wells  near  Sargent's  Brook,  and  has 
•caused  examinations  of  the  premises  and  analyses  of  the  water  to 
be  made. 

The  analysis  of  a  sample  of  water  sent  in  from  one  of  the  flow- 
ing wells  showed  the  water  to  be  very  pure  and  soft,  and  in  all 
respects  an  excellent  water  for  the  purposes  of  a  public  water 
supply.  After  pumping  for  nearly  six  days,  however,  from  these 
wells  another  sample  was  collected,  and  the  character  of  the  water 
was  found  to  have  undei^one  a  decided  change  and  to  be  much 
less  satisfactory.  Should  this  deterioration  continue  with  steady 
pumping,  as  has  been  the  case  in  some  other  places  in  the  State, 
the  water  would  become  objectionable. 

The  watershed  above  the  point  where  the  wells  are  located  was 
examined  and  its  area  determined  approximately  by  sketching  its 
outlines  upon  the  topographical  map  of  the  State,  and  subsequently 
measuring  it.  This  area  was  found  to  be  so  small  that  the  total 
amount  of  water  flowing  from  it,  through  the  brook  and  through 
the  ground,  in  a  dry  year  would  not  be  in  excess  of  the  require- 
ments of  a  water  supply  for  Methuen,  having  due  regard  to  future 
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needs.  It  was  obvious  from  an  examination  of  the  watershed  that 
much  of  the  water  would  flow  off  through  the  brook,  particularly 
in  the  spring  of  the  year,  so  that  the  supply  to  be  obtained  f romi 
the  ground  would  be  much  less  than  the  total  flow  from  the  water- 
shed, and  probably  not  enough  during  the  dryer  portions  of  a  dry 
year  to  supply  the  town  as  soon  as  water  is  generally  introduced. 

On  July  5  the  water  commissioners  of  Methuen  agaia 
applied  to  the  Board  for  its  advice  upon  the  question  of 
taking  a  water  supply  for  the  town  from  wells  driven  near 
the  Spicket  River  at  the  junction  of  the  brook  leading  from 
Harris  Pond.  The  Board  replied  to  this  application  as- 
follows :  — 

Boston,  July  25, 1893. 

In  response  to  your  application  of  July  5,  1893,  with  regard  to 
a  proposed  water  supply  for  the  town  of  Methuen,  to  be  taken  from 
driven  wells  located  near  the  Spicket  River  near  the  point  where 
it  is  joined  by  the  brook  leading  from  Harris  Pond,  the  Board  has 
caused  an  examination  of  the  locality  and  an  analysis  of  a  sample 
of  water  sent  in  by  you  from  one  of  these  wells  to  be  made.  The 
analysis  showed  that  the  water  sent  in  was  of  excellent  quality  for 
the  purposes  of  a  public  water  supply.  Judging  from  the  tests 
made  under  your  direction,  and  from  an  examination  of  the  terri- 
tory in  the  vicinity  of  the  test  wells,  it  is  probable  that  a  sufficient 
supply  for  the  town  for  at  least  a  few  years  may  be  obtained  from 
the  ground  near  where  the  tests  have  been  made,  and  this  location 
has  the  great  advantage  that  it  is  well  situated  for  taking  a  supple- 
mentary supply  of  water  from  Harris  Pond  whenever  the  quantity 
of  water  which  can  be  obtained  from  the  ground  proves  insufficient* 

Newburyport.  In  the  report  of  the  State  Board  of 
Health  to  the  Legislature,  dated  Jan.  10, 1893  (Senate  Docu- 
ment 4,  1893),  it  was  stated  that  the  water  of  the  Merrimack 
River  had  been  furnished  directly  to  the  citizens  of  Newbury- 
port by  the  Newburyport  Water  Company,  and  that  a  letter 
had  been  sent  to  the  Newburyport  Water  Company,  Novem- 
ber 3,  informing  them  that  the  water  of  the  Merrimack  River 
was  unfit  for  domestic  use,  and  advising  them  to  obtain  a 
further  supply  of  pure  water  without  delay.  This  advice 
having  been  disregarded  by  the  company,  an  epidemic  of 
typhoid  fever  took  place  in  January  and  February,  1893^ 
among  the  citizens  of  Newburyport.     The  Board  then  ad- 
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dressed  the  following  communication  to  the  mayor  of  New- 
buryport :  — 

BosTOif,  March  3, 1893. 
To  the  Mayor  of  Newburyport, 

Dear  Sir  :  —  On  the  3d  of  November,  1892,  having  learned  that 
the  Newburyport  Water  Company  had  at  times  pumped  the  water 
of  the  Merrimack  River  and  distributed  it  to  the  citizens  of  New- 
buryport, the  State  Board  of  Health  addressed  the  following  letter 
to  the  company :  — 

The  Board,  as  a  result  of  extended  examinations  of  the  effect  of  using 
the  Merrimack  River  water  at  Lowell  and  Lawrence,  reached  the  con- 
clusion that  it  is  to  this  cause  that  the  excessive  mortality  from  typhoid 
fever  in  these  cities,  as  well  as  the  very  severe  epidemic  of  this  disease 
in  the  winter  of  1890-91,  may  be  ascribed.  The  condition  of  this  river 
at  Newburyport  is  worse  than  at  either  Lowell  or  Lawrence,  owing  to- 
the  added  sewage  of  the  cities  of  Lawrence  and  Haverhill,  and  the  town 
of  Amesbury. 

In  view  of  this  condition  of  affairs,  the  Board  is  of  opinion  that  the 
Newburyport  Water  Company  should  obtain  a  further  supply  of  pure 
water  without  delay,  so  that  there  will  be  no  further  occasion  for  pump- 
ing water  directly  from  the  river. 

In  the  Twenty-second  Annual  Report  of  this  Board,  page  527, 
it  was  shown  that  the  introduction  of  a  pure  water  supply  into 
Newburyport  in  1881  was  followed  by  a  reduction  in  the  death-rate 
from  typhoid  fever  of  more  than  one-half. 

It  now  appears  from  an  investigation  recently  made  by  this 
Board  that  the  frequent  pumping  of  a  considerable  quantity  of  the 
water  of  the  river  has  been  followed  very  closely  by  an  epidemic 
of  typhoid  fever  among  your  citizens.  This  epidemic,  in  the  opinion 
of  the  Board,  is  due  to  the  use  of  the  river  water,  following  an  in- 
creased prevalence  at  places  higher  up  the  stream. 

These  results  emphasize  still  more  strongly  the  opinion  of  the 
Board  expressed  in  its  letter  of  November  last  to  the  Newburyport 
Water  Company,  relative  to  the  necessity  of  **  obtaining  a  further 
supply  of  pure  water  without  delay,"  and  in  the  opinion  of  the 
Board  such  a  supply  cannot  be  obtained  by  developing  the  present 
spring-water  sources. 

The  mayor  of  Newburyport  applied  to  the  State  Board 
of  Health,  April  13,  1893,  for  advice  as  to  taking  the  water 
of  Artichoke  River,  in  that  city  and  the  town  of  West  New- 
bury, as  a  source  of  water  supply  for  the  city,  such  water  ta 
be  purified  either  by  artificial  or  natural  filtration  through 
sand.     The  Board  replied  as  follows :  — 
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Boston,  April  24, 1898. 

An  examination  of  this  source  shows  that  by  the  construction  of 
a  storage  reservoir  as  proposed  it  can  be  made  to  furnish  a  suf- 
ficient quantity  of  water  for  the  city  of  Newburyport  for  a  long 
time  in  the  future.  With  regard  to  the  quality  of  the  water  the 
examinations  thus  far  made  show  it  to  be  a  water  of  fair  quality, 
but  it  would  not  probably  be  satisfactory  for  drinking  purposes 
without  filtration.  The  Board  is  of  opinion  that  it  will  be  feasible 
to  so  filter  this  water  that  in  connection  with  the  existing  works, 
or  independent  of  them,  an  ample  and  satisfactory  supply  for  the 
city  can  be  obtained. 

The  Board  makes  a  reply  at  this  time  instead  of  waiting  for  your 
further  surveys  and  investigations  because  it  understands  that  its 
advice  is  desired  now  in  connection  with  pending  legislation,  and 
will  advise  you  further  with  regard  to  the  filtration  of  the  water 
when  the  results  of  the  further  surveys  and  investigations  are  pre- 
sented. 

North  Andover.  The  conmiittee  on  water  supply  of  the 
town  of  North  Andover  applied  to  the  Board,  Dec.  13,  1892, 
for  advice  relative  to  taking  the  water  of  Great  Pond  in  that 
town  for  a  public  water  supply.  The  Board  replied  to  this 
application  as  follows :  — 

Boston,  Jan.  16, 1892. 

The  State  Board  of  Health  has  considered  your  application 
dated  Dec.  14,  1892,  with  regard  to  a  proposed  water  supply  for 
the  town  of  North  Andover,  to  be  ^ken  from  Great  Popd  within 
said  town. 

The  Board  has  caused  examinations  of  the  pond  and  analyses  of 
its  water  to  be  made,  and  finds  that  the  water  is  of  satisfactory 
quality  for  all  the  purposes  of  a  public  water  supply  and  that  the 
quantity  of  water  which  the  pond  will  furnish  is  many  times  in 
excess  of  the  quantity  which  will  be  required  for  the  supply  of  the 
town. 

The  Board  is  therefore  of  opinion  that  Great  Pond  in  North 
Andover  is  an  appropriate  source  from  which  to  take  a  water  sup- 
ply for  the  town. 

Peabody.  The  Water  Board  of  the  town  of  Peabody  sent 
the  following  communication  to  the  State  Board  of  Health, 
April  18,  1893,  relative  to  the  threatened  pollution  of  their 
water  supply  by  drainage  from  new  settlements  upon  the 
immediate  watersheds  of  the  two  ponds  used  as  water 
supplies :  — 
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Pbabodt,  1Ca88.,  April  18,  1893. 
SicUe  Board  of  HeaUh^  Boston^  Mass. 

Gentlemen:  —  By  a  vote  of  the  water  board,  I  am  instructed 
to  respectfully  represent  to  you  a  matter  of  vital  importance  to 
the  town  of  Feabody.  Parties  have  purchased  the  land  north  of 
Spring  and  Brown's  ponds,  the  water  supply  of  the  town,  and 
have  cut  it  up  into  house  lots,  and  as  the  land  on  both  places  slopes 
toward  the  ponds,  the  matter  of  polluting  the  water  in  the  ponds 
is  deemed  of  such  great  importance  to  the  town  that  the  Water 
Board  would  respectfully  request  that  a  member  of  the  State  Board 
of  Health  come  here  some  time  to  look  over  the  premises,  and  sug- 
gest some  remedy,  if  possible. 

Yours  respectfully, 

Henry  Baetje, 

Clerks  Water  Board, 

In  compliance  with  this  request  of  the  water  board  of 
Peabody,  the  secretary  of  the  State  Board  visited  the  sources 
of  water  supply  of  the  town,  in  company  vdth  the  water 
board,  and  afterward  addressed  a  letter  to. them,  by  instruc- 
tions of  the  State  Board  of  Health,  giving  such  information 
as  to  existing  statutes  as  would  be  serviceable  for  the  pro- 
tection of  their  water  supplies  from  pollution. 

RocKPORT.  An  application  was  received  from  H.  N. 
Woods  and  others,  and  tt©  selectmen  of  Rockport,  Jan.  4, 
1893,  asking  the  advice  of  the  Board  relative  to  the  taking 
of  a  public  water  supply  from  Cape  Pond,  or  Mill  Pond 
Brook  in  that  town,  and  in  the  event  of  these  sources  prov- 
ing unsuitable,  from  the  Gloucester  Water  Company.  The 
Board  replied  as  follows :  — 

Boston,  Feb.  18, 1893. 

An  application  with  regard  to  Cape  Pond  as  a  source  of  water 
supply  for  Rockport  was  made  to  the  Board  on  March  18,  1890, 
and  the  reply  of  the  Board  dated  March  26, 1890,  was  as  follows  :  — 

The  Board  has  caused  samples  of  water  to  be  taken  from  the  pond  and 
has  had  tbem  submitted  to  chemical  and  microscopical  examination. 
The  water  at  the  present  time  is  not  found  by  either  examination  to  be 
of  satisfactory  quality.  It  contained  an  unusually  large  number  of  or- 
ganisms, and  is  therefore  specially  liable  to  bad  tastes  and  odors,  such 
as  have  affected  many  water  supplies  in  the  State.  It  is  also  shown  by 
analysis  to  contain  a  large  amount  of  ammonia,  which  indicates  the 
presence  of  decaying  matter.    It  is  not  feasible  to  tell  whether  the  water 
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at  the  present  time  is  better  or  worse  than  at  other  seasons  of  the  year ; 
but,  as  a  rule,  the  quality  of  the  water  of  ponds  is  worse  in  the  summer. 
In  view  of  this  unsatisfactory  condition  of  the  water,  the  Board  cannot 
at  the  present  time  advise  that  this  pond  will  be  a  desirable  source  of 
supply  for  the  town  of  Rockport,  unless  the  water  supplied  is  first 
efliciently  filtered.  If  it  should  be  found  by  subsequent  examinations 
that  the  water  of  this  pond  is  better  at  other  seasons  of  the  year  than  at 
the  present  time,  the  Board  might  have  occasion  to  modify  the  advice 
Above  given. 

Since  the  above  date  four  samples  of  water  were  collected  from 
the  pond,  in  August  and  October,  1892,  which  showed  by  the 
chemical  examination  the  presence  of  more  organic  matter  than  is 
desirable  in  water,  and  by  the  microscopical  examination  the 
presence  of  a  large  variety  and  number  of  organisms.  On  the 
whole,  however,  these  samples  indicated  that  the  water  was  of 
better  quality  than  in  1890.  A  sample  collected  in  February,  1893, 
shows  still  less  organic  matter  and  fewer  organisms,  so  that  the 
water  as  represented  by  the  last  sample  may  be  considered  as  of 
satisfactory  quality  for  water  supply  purposes.  Notwithstanding 
these  changes  for  the  better  in  the  organic  matters  in  the  water, 
the  mineral  contents  show  that  there  is  an  increasing  pollution  of 
the  pond  by  the  waste  matters  which  come  from  the  glue  factory 
upon  the  watershed,  and  there  is  little  doubt  that  if  these  waste 
matters  continue  to  affect  the  pond  the  water  will  be  specially 
liable  to  bad  tastes  and  odors  caused  by  too  great  an  amount  of 
organic  matter  and  too  many  organisms  in  the  water,  whereas  if 
the  waste  matters  were  removed  f  ro]|^  the  watershed  so  that  they 
could  not  affect  the  pond  by  direct  flow  into  it,  or  by  filtration 
through  the  ground,  the  quality  of  the  water  would  probably  im- 
prove to  a  considerable  extent  in  two  or  three  years,  and  after  a 
longer  term  of  years  the  water  in  the  pond  would  resume  its  natural 
character. 

The  Board  is  therefore  of  opinion  that  this  pond  should  not  be 
used  for  water  supply  purposes  unless  the  pollution  of  its  water 
ceases,  but  that  if  the  pollution  is  stopped  the  water  will  become 
of  satisfactory  quality  for  the  supply  of  the  town. 

With  regard  to  the  quantity  of  water  which  this  pond  will  fur- 
nish, it  will  probably  supply  sufficient  water  for  the  present  popu- 
lation of  the  town  but  not  enough  to  provide  for  a  growth  of 
population,  and  in  designing  works  for  taking  a  supply  it  would  be 
well  to  take  into  account  the  need  of  an  additional  supply,  which 
can  probably  be  obtained  from  the  streams  which  come  from  a 
northerly  direction  into  the  brook  which  flows  from  Cape  Pond,  or 
possibly  from  wells  in  the  low  land  through  which  this  brook  flows. 
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Millpond  Brook,  so-called,  is  naturally  inferior  to  Cape  Pond  as 
a  source  of  water  supply  for  Rockport,  and  it  is  very  doubtful  if  it 
could  be  made  to  furnish  a  sufficient  quantity  of  water  for  even  the 
present  population. 

Salem.  The  water  commissioners  of  Salem  applied  to 
the  State  Board  of  Health,  Feb.  17,  1893,  for  advice  relative 
to  increasing  the  present  water  supply  of  the  city  by  taking 
water  from  Beaver  and  Norwood's  ponds  and  Longham 
Meadow,  certain  regions  which  are  tributary  to  Miles  Eiver, 
and  conveying  the  same  by  a  canal  to  Wenham  Lake,  the 
present  source  of  supply.     The  Board  replied  as  follows :  — 

Boston,  April  4, 1893. 

Investigations  of  the  present  source  of  water  supply  for  Salem 
and  Beverly  (Wenham  Lake)  show  that  the  safe  capacity  of  this 
source  has  been  exceeded  to  a  considerable  extent,  and  that  a  new 
supply  should  be  provided  by  the  end  of  1893  if  not  before.  The 
most  economical  source  from  which  to  obtain  such  a  supply  is  that 
referred  to  in  the  application,  as  these  brooks,  at  the  point  where 
their  waters  can  be  diverted,  are  only  about  half  a  mile  from  Wen- 
ham Lake,  and  so  few  feet  below  its  level  that  the  water  can  be 
diverted  into  the  lake  without  pumping  by  raising  the  water  of  the 
brooks  by  means  of  a  low  dam. 

Since  your  application  was  made  two  sets  of  analyses  of  water 
from  these  brooks  have  been  made.  The  first  one  was  made  on 
March  1st,  when  there  was  a  large  amount  of  snow  on  the  ground 
and  very  little  water  running  in  the  streams.  At  this  time  the 
water  was  very  dark-colored  and  had  a  disagreeable  odor  and  taste, 
so  that  it  would  be  wholly  unsatisfactory  as  a  source  of  water  sup- 
ply if  taken  directly  into  the  pipes.  The  next  sample  was  taken 
on  March  15th  when  a  large  part  of  the  snow  bad  melted  and  a 
great  amount  of  water  was  flowing  in  the  streams.  The  water  of 
the  Longham  Meadow  Brook  at  this  time,  although  somewhat  tur- 
bid, owing  to  the  presence  of  earthy  matter,  had  only  one-third  as 
much  color  as  on  March  1st  and  was  in  other  respects  a  much 
better  water.  The  water  of  the  brook  flowing  from  Norwood's 
Pond  also  showed  a  very  decided  improvement,  but  not  as  much  as 
in  the  other  case,  as  the  water  from  the  melting  snow  had  not  had 
time  to  crowd  out  all  the  water  previously  in  the  ponds  on  this 
stream. 

If  the  water  of  these  streams  was  turned  into  Wenham  Lake 
near  its  outlet,  as  is  now  proposed,  it  would  mingle  with  the  water 
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of  the  lake,  making  a  mixture  very  much  better  than  the  water 
coming  from  the  brooks,  and,  in  addition,  the  water  standing  for 
so  long  a  time  before  being  used  as  it  would  in  so  large  a  body  of 
water  as  Wenham  Lake  would  improve  to  a  very  considerable  ex- 
tent by  bleaching  and  sedimentation.  In  order,  however,  to  main- 
tain as  nearly  as  possible  the  present  standard  of  Wenham  Lake 
water,  it  is  highly  desirable  that  only  so  much  water  as  may  be 
necessary  should  be  turned  into  the  lake  from  these  brooks,  and 
that  it  should  be  turned  in  at  the  season  of  the  year  when  the  water 
in  the  brooks  is  in  its  best  condition. 

The  stream  at  the  proposed  point  of  diversion  ia  as  before  indi- 
cated lower  than  the  lake ;  and,  in  order  to  divert  the  water  into 
the  lake  by  gravity,  it  is  necessary  to  raise  the  water  in  the  stream 
by  means  of  a  dam.  The  question  has  therefore  been  raised  as  to 
whether  it  is  not  best  to  make  a  dam  high  enough  to  form  a  large 
reservoir  which  will  furnish  a  valuable  addition  to  the  present  stor- 
age capacity.  The  surveys  of  this  reservoir  have  not  yet  been 
completed  and  it  is  not  feasible  to  tell  from  observation  alone 
what  its  character  will  be.  It  seems  probable,  however,  that 
unless  a  very  large  amount  of  money  is  spent  in  its  preparation 
the  water  would  deteriorate  to  a  very  considerable  extent  by  stand- 
ing in  it  and  that,  at  the  present  time,  it  would  be  better  to  con- 
struct a  dam  having  only  sufficient  height  to  turn  the  water  into 
the  lake.  Even  a  low  dam  at  this  place  will  flow  the  water  back 
for  a  long  distance  up  the  valley  of  the  Longham  Meadow  Brook^ 
and  if  the  reservoir  is  to  be  kept  filled  at  all  seasons  of  the  year  it 
should  be  prepared  to  receive  this  water  by  the  removal  of  all  soil 
and  vegetable  matter  and  the  deepening  or  filling  of  the  shallower 
portions.  If,  however,  the  reservoir  should  be  filled  to  divert 
water  into  the  lake  only  in  the  winter  and  spring  it  is  not  improb- 
able that  satisfactory  results  may  be  obtained  by  a  less  expensive 
preparation. 

It  may  be  feasible  by  ditching  or  otherwise  draining  the  swampy 
lands  or  ponds  upon  the  watersheds  of  these  brooks  to  greatly 
improve  the  quality  of  the  water  flowing  in  them,  and  the  Board 
would  advise  that  this  question  of  the  improvement  of  these  sources 
should  be  investigated  and  that  any  act  authorizing  the  taking  of 
these  sources  should  contain  such  provisions  as  will  permit  this 
work  to  be  done. 

The  total  area  drained  by  these  streams  is  much  larger  than  that 
now  supplying  Wenham  Lake,  and,  in  connection  with  Wenham 
Lake  and  its  watershed,  should  furnish  a  supply  of  water  for  Salem 
and  Beverly  for  a  long  time  in  the  future  without  building  a  large 
storage  reservoir,  provided  the  water  is  economically  used. 
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The  amount  of  water  now  consumed  by  Salem  and  Beverly,  as 
given  in  the  annual  repoits  of  the  water  boards,  is  unusually  large 
for  such  communities,  and  the  Board  would  therefore  advise  that 
measures  should  be  taken  to  restrict  the  waste  of  water ;  not,  how- 
ever, with  the  expectation  that  the  need  of  an  additional  supply  can 
be  avoided,  but  rather  with  a  view  to  maintaining  as  nearly  as  pos- 
sible the  present  standard  of  quality  of  the  water  supply  by  adding 
to  it  as  little  water  from  the  new  sources  as  possible,  and  also  with 
a  view  to  making  the  proposed  addition  provide  for  as  far  in  the 
future  as  possible. 

Taking  everything  into  consideration  the  Board  is  of  opinion 
that  the  two  streams  mentioned  in  your  application,  including  with 
them  a  small  portion  of  the  main  stream  below  their  confluence, 
are  the  most  appropriate  sources  for  obtaining  an  additional  water 
supply  for  Salem  and  Beverly. 

The  Board  has  given  its  present  views  in  a  general  way  as  to  the 
best  method  of  obtaining  such  a  supply  from  these  sources,  but 
will  advise  you  more  in  detail  when  you  have  made  a  further  study 
of  the  subject  and  can  present  more  definite  plans. 

Saundebsville.  The  treasurer  of  the  Saunders  Cotton 
Mills  in  Grafton,  applied  to  the  Board,  October  18,  for  ad- 
vice as  to  supplying  the  mill  and  houses  in  its  neighborhood 
with  water  from  springs  upon  a  hill  near  the  village.  The 
Board  replied  as  follows :  — 

Boston,  Nov.  2,  1893. 

The  Board  has  caused  an  analysis  of  the  water  from  one  of 
these  springs,  and  an  examination  of  the  territory  from  which 
they  derive  their  supply,  to  be  made.  The  water  is  very  soft  and 
of  suitable  quality  for  all  the  purposes  of  a  water  supply,  and  the 
covering  which  you  propose  to  put  on  the  reservoir  will  tend  to 
preserve  the  good  quality  of  the  water  when  it  is  stored.  In  order 
to  maintain  the  purity  of  the  spring  water,  care  should  be  taken  to 
exclude  all  surface  water. 

Judging  from  the  quantity  of  water  discharging  from  the  springs 
at  the  time  the  examination  was  made  by  the  engineer  of  the  Board, 
and  from  statements  made  to  him  as  to  the  permanence  of  these 
springs,  it  seems  probable  that  they  will  furnish  enough  water  to 
make  them  a  valuable  source  of  supply  for  the  mill  and  the  houses 
in  its  vicinity. 

In  addition  to  the  sample  of  water  from  the  spring,  another 
sample,  taken  from  a  well  which  now  supplies  water  to  the  mill, 
was  analyzed.    This  analysis  shows  that  a  portion  of  the  water 
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coming  to  this  well  has  at  some  time  been  polluted  and  afterwards 
thoroughly  purified  by  its  passage  through  the  ground  to  the  well. 
While  there  is  no  reason  to  think  that  this  water,  in  its  present 
condition,  would  be  injurious  to  the  health  of  those  drinking  it, 
it.  is  a  much  less  desirable  source  of  domestic  supply  than  the 
springs  on  the  hill. 

SciTUATE.  M.  R.  Simmons  and  others,  and  the  selectmen 
of  Scituate  applied  to  the  Board,  Dec.  10,  1892,  for  its 
advice  relative  to  taking  water  for  supplying  the  village  of 
Scituate  Harbor,  from  the  valley  of  Satuit  Brook  in  that  vil- 
lage.    The  Board  replied  as  follows :  — 

Boston,  Feb.  21, 1893. 

The  general  outlook  for  obtaining  a  sufficient  quantity  of  water 
for  present  and  future  requirements  from  the  ground  where  the  test 
wells  are  located  is  favorable  both  as  regards  the  area  and  topog- 
raphy of  the  watershed  from  which  the  supply  would  come,  and 
because  the  test  wells  show  the  presence  of  a  layer  of  porous  sand 
from  which  water  can  be  drawn.  The  amount  of  water  to  be  ob- 
tained, however,  will  depend  upon  the  extent  of  this  porous  layer, 
and  the  freedom  with  which  water  can  be  pumped  from  it,  and  it 
will  be  advisable  to  make  some  further  tests  to  determine  these  feat- 
ures before  constructing  works. 

The  sample  of  water  collected  from  a  flowing  test  well  is  of  good 
quality,  and  it  seems  probable  that  the  quality  of  the  water  will 
remain  good  when  a  supply  is  pumped  from  the  ground.  In  some 
cases,  however,  the  quality  of  water  from  wells  in  a  meadow  dete- 
riorates when  pumped,  and  it  would  be  well  to  have  additional 
samples  analyzed  when  a  pumping  test  is  made. 

Sharon.  The  board  of  health  of  Sharon,  under  instruc- 
tions from  the  town,  requested  the  advice  of  the  State  Board 
of  Health,  Aug.  28,  1893,  with  reference  to  the  possible  pol- 
lution of  the  public  water  supply  of  the  town,  under  existing 
conditions,  and  as  to  the  best  practicable  method  of  assuring 
its  purity  in  the  future.     The  Board  replied  as  follows :  — 

Boston,  Oct.  6, 1893. 
When  any  part  of  the  territory  from  which  a  well  derives  its 
supply  is  populated  and  the  waste  waters  of  thia  population  are 
discharged  into  the  ground,  these  waters  percolate  downwards  until 
they  reach  the  level  of  the  water  in  the  ground,  and  then,  mingliDg 
with  the  natural  ground  water,  filter  slowly  toward  the  well.    In 
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such  a  case  the  dissolved  mineral  matters  (for  instance,  common 
salt,  and  the  salts  of  lime  and  magnesia  which  make  water  hard) 
are  not  removed  by  the  filtration ;  but  the  organic  matters  may  be 
decomposed  and  wholly  transformed  into  harmless  mineral  matters 
by  filtering  through  the  ground  for  a  sufficient  distance. 

The  State  Board  of  Health  has  caused  chemical  analyses  of  water 
from  the  well  of  the  Sharon  Water  Company  to  be  made  from  time 
to  time  since  June,  1887,  the  last  analysis  being  made  in  Septem- 
ber, 1893.  These  analyses  show  the  presence  in  the  water  of  some 
of  the  mineral  matters  due  to  the  population  upon  the  territory  from 
which  water  filters  toward  the  well,  and  the  water,  although  not 
hard,  is  harder  than  it  would  be  if  it  were  not  for  the  population 
upon  this  territory.  They  also  show  that  such  polluted  waters  as 
have  mingled  with  the  ground  water  have  been  very  thoroughly 
purified  at  all  times,  and  the  recent  analysis  fails  to  reveal  even  a 
trace  of  organic  matter.  It  may  therefore  be  said  that  the  water 
is  very  pure  at  the  present  time. 

There  is  scarcely  a  doubt  that  the  waste  waters  discharged  into 
the  ground  from  the  more  distant  points  will  continue  to  be 
thoroughly  purified  before  reaching  the  well,  and  the  effect  of  an 
increase  in  population  at  these  points  would  be  to  increase  the 
hardness  of  the  water  rather  than  to  render  it  injurious  to  health. 
There  is  a  greater  probability  that  the  water  may  at  some  time  be 
polluted  by  the  wastes  which  enter  the  ground  at  nearer  points,  say 
within  a  distance  of  from  600  to  800  feet  from  the  well ;  and  it  is 
higlily  desirable  that  within  this  distance  this  method  of  disposing 
of  the  waste  matters  shall  cease. 

If  there  should  be  a  very  large  increase  of  population  upon  the 
more  distant  territory  which  contributes  water  to  the  well,  it  may 
be  necessary  at  some  time  in  the  future  to  provide  a  water-tight 
system  of  sewers  to  carry  off  the  liquid  wastes,  or  to  obtain  the 
water  supply  from  some  new  location. 

SouTHBRiDGE.  The  Southbridgc  Water  Supply  Company 
applied  to  the  Board  for  its  advice,  Sept.  5,  1893,  relative 
to  the  question  of  increasing  the  public  water  supply  by 
building  a  new  dam  about  one  mile  south  of  the  present 
upper  reservoir,  and  as  to  the  improvement  of  the  present 
supply  and  storage  capacity.  The  Board  replied  as  fol- 
lows :  — 

Boston,  Oct.  13,  1893. 
We  are  informed  by  your  engineer  that  this  new  reservoir  will 
have  sufficient  capacity  to  store  50,000,000  gallons ;    but,  as  you 
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have  not  made  sarveys  of  the  watershed,  to  determine  its  area,  it 
is  not  feasible  to  advise  you  other  than  in  a  general  way  as  to  the 
quantity  of  water  which  this  source  will  furnish. 

It  is  also  the  case  that  when  this  source  was  inspected  by  an 
engineer  of  the  Board,  there  was  no  water  running  in  the  stream 
at  the  site  of  the  proposed  dam,  so  that  it  was  not  possible  to  get 
a  sample  of  water  for  analysis.  The  inspection  of  the  watershed 
by  this  engineer,  however,  indicated  that  the  water  flowing  from  it 
was  naturally  of  good  quality,  and  that  more  water  could  probably 
be  obtained  from  this  source  than  from  the  present  works. 

The  water  would  probably  deteriorate  somewhat  by  storage  in 
this  large  reservoir,  in  any  case  ;  but  much  more  if  the  reservoir 
is  DOt  cleaned,  than  if  it  is  thoroughly  cleaned  by  the  removal  of 
all  soil  and  vegetable  matter. 

In  answer  to  your  second  question  asking  the  advice  of  the 
Board  with  regard  to  the  improvement  of  the  present  supply,  it 
may  be  said  that  it  does  not  appear  feasible  to  increase  the  storage 
in  a  satisfactory  manner  nor  to  materially  increase  the  quantity  in 
any  other  way.  It  should  also  be  borne  in  mind  that  if  you  adopt 
the  new  source  and  construct  the  large  proposed  reservoir  upon  it, 
it  will  be  feasible  to  operate  the  two  systems  together  so  as  to 
utilize  some  of  the  water  which  now  flows  to  waste  over  the  lower 
dam  of  your  present  works  in  the  spring  of  the  year.  For  example, 
when  enough  additional  water  takers  have  been  connected  with  the 
works  to  use  all  of  the  water  which  the  present  and  proposed 
works  will  furnish  in  a  dry  time,  it  may  frequently  happen  that  the 
lower  reservoir  will  be  overflowing,  while  the  proposed  reservoir,, 
owing  to  its  large  size,  will  not  be  full.  At  such  times  it  will  be 
feasible  to  supply  the  greater  part  of  the  town  from  the  old  source, 
thereby  permitting  less  of  the  water  to  flow  to  waste,  and  reserving^ 
the  water  of  the  proposed  reservoir  for  use  during  the  drier  portiona 
of  the  year. 

With  regard  to  the  improvement  of  the  quality  of  the  present 
supply,  the  measures  suggested  are  the  removal  of  any  organic 
matter  which  may  be  in  the  reservoir,  and  the  ditching  of  any 
lands  of  a  swampy  nature  over  or  through  which  the  streams  flow 
to  the  reservoirs,  so  as  to  prevent,  as  far  as  possible,  the  water 
from  coming  into  contact  with  organic  matter  or  standing  upon  the 
surface  of  these  lands. 

It  is  improbable  that  your  present  and  proposed  works  together 
will  furnish  as  much  water  as  ought  to  be  provided  for  a  large  and 
growing  town  like  Southbridge,  and  the  Board  would  therefore 
advise  that  you  have  thorough  investigations  made  with  a  view  to 
determining  the  best  source  for  the  permanent  supply  of  the  town.. 
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Should  you  find  a  source  which  will  furnish  an  adequate  supply  of 
good  water  it  would  probably  be  a  measure  of  true  economy  to 
adopt  it  at  once,  rather  than  to  spend  money  upon  a  source  which 
in  a  very  few  years  is  likely  to  prove  inadequate,  if  the  pipe  sys- 
tem of  the  town  should  be  extended  to  any  considerable  extent. 
Should  your  investigations  of  the  larger  sources  lead  you  to  con- 
clude that  it  is  desirable  to  adopt  one  of  them,  the  Board  will  advise 
you  further  in  this  matter  when  you  shall  have  submitted  the  results 
of  your  investigations. 

The  Southbridge  Water  Supply  Company  submitted  a 
second  application,  Oct.  14, 1893,  stating  that  they  had  made 
the  investigations  oi  the  larger  sources  of  supply  suggested 
by  the  Board,  to  which  the  Board  replied  as  follows :  — 

« 

Boston,  Dec.  8, 1893. 

The  State  Board  of  Health  received  from  you  on  Oct.  16,  1893, 
a  second  application  with  regard  to  increasing  the  water  supply  of 
the  town  of  Southbridge,  and  at  a  subsequent  date  received  a  plan 
of  a  storage  reservoir  which  it  is  proposed  to  build  on  Hatchet 
Brook. 

The  Board  has  caused  an  examination  of  the  premises  by  one  of 
its  engineers,  and  analyses  of  the  water  from  Hatchet  Brook  at 
the  site  of  the  proposed  dam,  from  one  of  its  principal  tributaries 
and  from  Hatchet  Pond  to  be  made.  The  examination  and  anal- 
yses showed  the  water  to  be  free  from  pollution,  and  that  it  is  soft 
and  of  suitable  quality  for  all  the  purposes  of  a  public  water  sup- 
ply. In  order  to  maintain  the  purity  of  the  water  when  it  is 
stored,  the  reservoir  should  be  prepared  for  use  by  the  removal  of 
all  soil  and  vegetable  matter  from  its  bottom  and  sides. 

With  regard  to  the  quantity  of  water,  this  source  with  a  storage 
reservoir  constructed  in  accordance  with  the  plan  submitted  should 
furnish  in  the  driest  year  a  sufficient  quantity  of  water  for  a  popu- 
lation considerably  in  excess  of  the  present  population  of  South- 
bridge,  and  it  is  capable  of  still  further  development. 

The  Board  therefore  concludes  that  Hatchet  Brook  at  the  pro- 
posed point  of  taking  is  a  suitable  source  of  water  supply  for  the 
town  of  Southbridge. 

South  Deerfield.  The  South  Deerfield  Water  Company 
applied  to  the  Board,  Nov.  17,  1893,  for  its  advice  as  to  the 
propriety  of  taking  Clapp's  Trout  Brook  as  a  water  supply 
for  South  Deerfield.     The  Board  replied  as  follows :  — 
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Boston,  Dec.  14,  1893. 

Clapp's  Trout  Brook  is  a  small  stream  which  flows  down  the 
easterly  slope  of  the  range  of  hills  situated  about  two  miles  west 
of  the  village  of  South  Deerfield.  North  and  south  from  this 
brook  there  are  two  much  larger  streams  which  flow  from  the  same 
range  of  hills,  namely,  Roaring  Brook,  in  the  town  of  Whately, 
and  Mill  River,  of  which  Clapp's  Trout  Brook  is  a  branch,  in  the 
town  of  Conway.  Examinations  of  all  of  these  sources,  by  an 
engineer  of  the  Board,  and  analyses  of  the  water  have  been  made. 
The  analyses  show  in  all  cases  a  water  of  excellent  quality,  slightly 
harder  than  most  of  the  drinking  waters  of  the  State,  but  yet  not 
hard  enough  to  be  objectionable  on  this  account.  There  was  little 
difference  in  the  hardness  of  the  samples  from  Clapp's,  Trout 
Brook  and  Roaring  Brook,  though  the  latter  had  a  slight  advan- 
tage in  this  respect.  The  sample  of  water  from  Mill  River  was 
considerably  harder  than  either  of  the  others. 

The  quantity  of  water  which  Clapp*s  Trout  Brook  will  furnish 
in  a  very  dry  year  cannot  be  accurately  estimated  from  the  infor- 
mation now  in  the  possession  of  the  Board.  It  is  obvious,  how- 
ever, from  an  examination  of  the  territory  and  of  the  State  map, 
that  the  area  drained  by  the  brook  is  quite  small,  and  it  is  doubt- 
ful if  this  source  will  furnish  enough  water  in  a  dry  year  to  supply 
the  village  of  South  Deerfield,  after  the  water  has  been  generally 
introduced. 

Roaring  Brook  will  certainly  furnish  all  the  water  required,  and 
Mill  River,  above  the  point  where  its  water  can  be  diverted  to  the 
village  by  gravity,  will  probably  furnish  a  sufficient  quantity  of 
water.  The  latter  source  has  the  objection,  however,  that  it  is 
much  further  from  the  village. 

With  its  present  information  the  Board  does  not  advise  the  adop- 
tion of  Clapp's  Trout  Brook  as  a  source  of  supply  for  the  village ; 
but  it  might  modify  its  views  if  surveys  should  show  that  the  water- 
shed has  a  larger  area  than  is  now  supposed,  or  should  show  that 
it  is  feasible  to  build  a  reservoir  or  reservoirs  upon  it,  in  which  to 
store  a  sufficient  amount  of  water  to  tide  over  dry  periods.  There 
seems  to  be  no  doubt  that  a  satisfactory  supply  of  water  can  be 
obtained  from  Roaring  Brook. 

The  Board  advises  you  to  have  further  investigations  made  to 
determine  whether  Clapp's  Trout  Brook  will  furnish  a  sufficient 
supply  of  water,  and,  if  it  will  not,  to  determine  whether  it  is  not 
feasible  to  obtain  a  supply  from  Roaring  Brook.  When  you  have 
further  information  to  present  the  Board  will  advise  you  further 
in  this  matter. 


V 
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Stoughton.  The  water  commissioners  of  Stoughton 
sent  a  communication  to  the  Board,  Sept.  7,  1893,  stating 
that  works  recently  completed  for  supplying  water  to  the 
town  had  proved  wholly  inadequate,  and  that  the  commis- 
sioners desired  the  advice  of  the  Board  relative  to  taking 
some  new  source  or  devising  some  method  of  obtaining  a 
larger  supply  from  the  present  plant.  The  Board  replied  as 
follows :  — 

Boston,  Oct.  13, 1893. 

lo  April  of  last  year  the  Board  received  from  you  an  application 
for  its  advice  with  regard  to  a  new  water  supply  for  the  town  of 
Stoughton,  in  which  you  designated  the  region  near  Knowles 
Brook  and  Muddy  Pond  for  the  consideration  of  the  Board.  In 
the  reply  to  this  application,  dated  May  5, 1892,  the  Board,  in  giv- 
ing the  relative  capacities  of  the  two  sources  mentioned,  estimated 
that  the  Muddy  Pond  source  would  furnish  a  supply  for  nearly  if 
not  quite  double  the  present  population  of  Stoughton,  but  qualified 
the  statement  by  saying  that  ^^  these  estimates  are  based  upon  the 
assumption  that  loose  gravelly  ground  can  be  found  in  both  of  these 
locations  to  a  depth  of  from  thirty  to  forty  feet,  and  may  require 
modification  if  examinations  of  the  ground,  which  should  be  made 
before  any  final  decision  is  reached,  show  that  this  is  not  the  case." 
The  reply  concluded  with  the  following  statement :  —  *'  The  Board 
is  therefore  of  the  opinion  that  the  most  appropriate  source  from 
which  to  obtain  a  water  supply  for  Stoughton  is  the  ground  in  the 
vicinity  of  Muddy  Pood,  provided  further  examinations  show  that 
porous  material  at  this  place  is  of  sufficient  depth  and  extent." 

The  new  well  has  been  located  one-quarter  of  a  mile  or  more 
below  Muddy  Pond,  and,  owing  to  its  location,  the  slight  depth  to 
which  the  water  in  it  can  be  drawn  down  with  the  present  arrange- 
ments for  taking  water,  and  probably,  also,  to  the  somewhat 
impervious  nature  of  the  material  in  which  the  well  was  sunk,  the 
quantity  of  water  which  it  will  supply  is  small.  Under  the  present 
conditions  it  is  obviously  desirable  to  bring  additional  water  to  the 
works  already  constructed,  if  it  can  be  done  at  a  reasonable  cost, 
rather  than  to  make  any  radical  changes  in  the  works. 

Near  the  upper  end  of  Muddy  Pond,  as  you  well  know,  there 
are  many  large  springs  outcropping  at  the  base  of  the  high  land 
which  partially  surrounds  the  pond.  There  is  no  reason  to  doubt 
that  this  spring  water,  as  it  comes  from  the  ground,  is  of  excellent 
quality ;  and  if  a  sufficient  quantity  of  such  water  can  be  turned 
into  the  present  pump  well  it  would  furnish  a  most  excellent  water 
supply  for  the  town. 
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The  outflow  from  Muddy  Pond  represents  quite  correctly  the 
total  volume  of  water  furnished  by  the  springs  above  referred  to, 
and  by  such  other  springs  as  may  be  located  in  the  bottom  of  the 
pond  or  in  the  swamp  surrounding  it.  A  measurement  of  the  out- 
flow from  the  pond  made  on  April  26,  1892,  showed  the  volume  to 
be  1,410,000  gallons  per  twenty-four  hours,  and  another  measure- 
ment made  on  Sept.  11,  1893,  showed  that  the  flow  was  then  fully 
1,000,000  gallons  per  twenty-four  hours.  The  comparatively 
small  difference  between  the  measurement  made  in  the  spring  of 
the  year,  when  the  flow  would  naturally  be  greatest,  and  in  the 
autumn,  when  the  flow  would  naturally  be  low,  shows  that  the 
yield  of  these  springs  is  remarkably  constant. 

The  smaller  quantity  of  water  is  about  four  times  as  large  as  the 
average  daily  quantity  required  to  supply  the  present  population 
of  Stoughton.  It  would  not  be  fair,  however,  to  reckon  that  this 
source  would  supply  four  times  the  present  population  of  Stough- 
ton, because,  during  dryer  seasons,  the  springs  are  likely  to  be 
lower  than  at  the  present  time  ;  and  provision  is  also  to  be  made 
for  the  maximum  rate  of  consumption  in  summer,  rather  than  the 
average  rate  throughout  tiie  year.  There  now  appears  to  be  an 
abundant  supply  of  spring  water  for  a  much  larger  population 
than  that  of  Stoughton  entering  the  pond  from  the  springs,  which 
can  be  conveyed  by  an  intercepting  pipe  to  the  present  works. 
The  Board  would  therefore  advise  that  provision  should  be  made 
for  intercepting  the  spring  water  which  now  finds  its  way  into  the 
pond  before  the  water  has  been  exposed  to  the  light  or  come  in 
contact  with  the  vegetable  matter  in  the  swamp  surrounding  the 
pond,  and  for  conveying  the  intercepted  water  to  the  present 
works. 

While  the  main  feature  of  works  for  carrying  out  the  advice  above 
given  is  a  pipe  tapping  the  springs  and  extending  from  them  to  the 
present  works,  there  are  many  precautions  which  should  be  taken 
to  insure  success.  The  attempt  should  be  made  to  collect  all  of 
the  spring  water  which  enters  the  pond,  and  for  this  reason  the 
intercepting  pipe  should  be  everywhere  at  a  lower  level  than  the 
water  in  the  pond.  In  order  to  intercept  the  water  of  the  springs, 
the  pipe  through  that  portion  of  its  length  where  the  springs  are 
located  should  be  laid  with  open  joints  and  surrounded  and  covered 
with  a  liberal  amount  of  screened  gravel.  Smaller  branch  pipes 
may  also  be  required  at  those  points  where  the  spring  water  out- 
crops in  the  greatest  quantity. 

The  pipe  laid  from  the  territory  where  the  water  would  be  col- 
lected to  the  present  works  should  be  of  large  size,  say  eighteen 
inches  in  diameter,  so  that  it  will  convey  the  water  to  the  vicinity  of 
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the  present  collecting  well  with  very  little  loss  of  pressure  due  to 
friction ;  and  this  pipe  should  communicate  with  the  12-inch  pipe 
leading  from  the  collecting  well  to  the  pump  well.  The  12-inch 
pipe  should  have  a  check  valve  on  it  above  the  point  where  the  new 
pipe  connects  with  it  to  prevent  the  water  from  backing  up  into 
the  collecting  well  and  being  lost  by  leakage  into  the  ground  about 
this  well.  It  will  also  be  necessary  to  make  the  joints  of  the  new 
pipe  water-tight  wherever  the  pressure  of  the  water  in  this  pipe 
will  cause  it  to  leak  out  through  the  joints. 

In  order  to  concentrate  the  flow  of  the  whole  twenty-four  hours 
so  that  it  can  be  pumped  in  the  daytime  it  will  be  necessary  to  stop 
the  flow  of  water  from  the  pipe  at  night  and  permit  it  to  back  up 
in  the  gravel  surrounding  and  in  the  vicinity  of  the  open-jointed 
pipe. 

The  Board  would  urge  upon  you  the  advisability  of  having  this 
new  work  done  in  a  liberal  and  thorough  manner  so  as  to  insure 
the  collection  of  all  of  the  spring  water  without  deterioration  of 
quality;  The  total  cost  of  doing  this  work  thoroughly  would  be 
but  a  very  small  percentage  of  the  whole  cost  of  the  system  of 
water  supply  for  the  town,  and  yet  it  represents  the  most  impor- 
tant part  of  the  whole  work,  namely  the  collection  of  an  ample 
supply  of  excellent  water. 

UxBRiDGE.  The  committee  on  additional  water  supply 
for  the  town  of  Uxbridge  applied  to  the  Board,  March  18, 
1893,  for  its  advice  as  to  the  comparative  merits  of  Seagrave 
Brook  and  Cold  Spring  Brook  in  Uxbridge,  and  of  Mendon 
Pond  in  Mendon,  as  sources  of  water  supply  for  Uxbridge. 
The  Board  replied  as  follows :  — 

Boston,  April  4, 1893. 

The  Seagrave  Brook  drains  so  small  a  territory  that,  even  if 
■extensive  storage  resei'voirs  should  be  constructed  upon  it,  it  would 
not  probably  furnish  a  sufficient  supply  for  even  the  present  popu- 
lation of  Uxbridge  after  water  was  generally  introduced  in  all  of 
the  villages  ;  and  this  source  has  no  advantage  in  regard  either  to 
the  quality  of  the  water  or  to  economy  of  construction  which  should 
lead  to  its  introduction  as  a  temporary  source  of  supply. 

Cold  Spring  Brook,  at  the  proposed  point  of  taking  at  the  old 
«awmill  site,  below  the  Douglas  Road,  drains  so  large  a  territory 
that  its  natural  flow,  supplemented  by  a  comparatively  small 
amount  of  storage  to  tide  over  the  dryer  portions  of  the  year, 
would  be  sufficient  to  supply  Uxbridge  with  water  for  many  years ; 
and  should  the  supply  at  any  time  prove  insufficient,  the  capacity 
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of  the  source  may  be  iucreased  by  providing  additional  storage 
capacity.  A  sample  of  water  was  collected  from  the  brook  near 
the  proposed  point  of  taking  on  March  25, 1893,  which  showed  the 
water  to  be  a  fairly  satisfactory  one  for  water  supply  purposes. 
The  sample  was  collected,  however,  at  a  time  when  the  streams 
were  swollen  by  the  water  from  melting  snow,  and  the  analysis 
may,  therefore,  differ  considerably  from  the  analysis  of  the  water  at 
other  seasons  of  the  year. 

The  principal  objection  to  this  source  is  its  low  level,  which 
makes  it  necessary  to  pump  the  water  and  consequently  increases 
both  the  first  cost  of  the  works  and  the  annual  cost  of  maintenance. 
When  compared  with  Mendon  Pond  it  seems  probable  that  the  first 
cost  of  works  from  Cold  Spring  Brook  will  be  as  large  on  account 
of  the  cost  of  a  pumping  station,  offsetting  the  additional  length  of 
pipe  required  to  take  water  from  Mendon  Pond ;  and  Ck>ld  Spring^ 
Brook  has  the  disadvantage  of  the  continued  expense  of  maintain* 
ing  a  pumping  station,  while  the  water  will  flow  from  Mendon  Pond 
by  gravity. 

It  was  not  feasible  at  the  time  this  examination  was  made  to> 
obtain  a  representative  sample  of  water  from  Mendon  Pond,  as  the 
ice  was  not  strong  enough  to  bear  the  weight  of  a  person,  and  the 
water  near  the  edges  was  affected  by  the  water  entering  the  pond 
from  the  melting  snow. 

To  sum  up  the  comparative  merits  of  the  different  sources,  the 
Board  is  of  opinion  that  the  Seagrave  Brook  source  has  no  advan- 
tage either  in  regard  to  quantity,  quality  or  cost.  A  final  opinion 
in  regard  to  the  relative  merits  of  Cold  Spring  Brook  and  Mendoa 
Pond  in  regard  to  the  quality  of  the  water  cannot  be  given  at  the 
present  time  on  account  of  the  fact  that  the  few  examinations  made 
may  not  be  representative  of  the  quality  of  the  water  at  all  seasons- 
of  the  year,  but  it  seems  probable  that  Mendon  Pond  can  be  made 
to  furnish  the  better  water.  The  cost  of  a  water  supply  from 
Mendon  Pond  will  be  very  much  less  than  from  Cold  Spring  Brook 
when  the  cost  of  maintaining  a  pumping  station  is  taken  into 
account. 

Wakefield.  The  Wakefield  Water  Company  requested 
the  advice  of  the  Board,  Feb.  23, 1893,  relative  to  introducing" 
*«  an  additional  water  supply"  for  Wakefield  and  Stoneham, 
from  **  filtering  galleries,  wells,  or  basins  upon  the  banks  of 
that  portion  of  the  Saugus  River  lying  within  the  limits  of  the 
town  of  Wakefield,  and  above  the  niilldam  near  the  Mont- 
rose station  of  the  Salem  branch  of  the  Boston  &  Maine 
Railroad."     The  Board  replied  as  follows :  — 
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Boston,  April  U,  1893. 

From  such  data  as  are  now  available  the  Board  believes  that  the 
capacity  of  the  present  source  (Crystal  Lake)  in  a  series  of  dry 
years  has  been  practically  reached,  so  that  there  is  need  of  an  addi- 
tional water  supply  for  these  towns.  It  has  already  expressed  and 
still  holds  the  opinion  that  the  water  of  Quannapowitt  Lake,  one 
of  the  sources  named  in  your  original  act  of  incorporation,  is  now 
unfit  for  the  purposes  of  a  domestic  water  supply.  This  opinion 
as  to  the  quality  of  Quannapowitt  Lake  water  applies  to  taking- 
water  directly  from  the  lake,  but  if  the  water  was  taken  after  it 
had  been  thoroughly  purified  by  filtering  for  a  long  distance 
through  the  ground  or  by  any  other  thorough  method  of  filtration 
it  might  be  used.  It  seems  probable,  however,  that  the  most  sat- 
isfactory additional  supply  for  the  towns  of  Wakefield  and  Stone- 
ham  can  be  obtained  by  taking  water  from  the  ground  at  some 
point  above  the  dam  at  Montrose,  as  indicated  in  your  application. 

In  the  absence  of  any  investigations  to  determine  either  the 
quality  or  quantity  of  water  which  may  be  obtained  from  different 
portions  of  this  territory,  it  is  not  feasible  to  give  any  specific  ad- 
vice in  these  respects  at  the  present  time. 

The  city  of  Lynn,  which  now  takes  its  supply  from  sources  within 
the  Saugus  valley,  is  in  urgent  need  of  an  additional  supply  of 
water  and  desires  to  take  it  from  this  valley,  and  the  valley  is  also 
nearer  other  communities  in  need  of  additional  water  supplies  than 
any  other  large  sources  not  now  in  use  or  so  much  polluted  as  to 
be  unfit  for  water  supply  purposes.  While,  therefore,  the  Board 
believes  that  the  towns  of  Wakefield  and  Stoneham  should  have 
the  first  right  to  a  water  supply  from  the  portion  of  the  valley 
within  the  limits  of  the  town  of  Wakefield  it  does  not  believe  that 
they  should  control  more  territory  than  is  necessary  for  this  purpose. 

In  view  of  the  impracticability  of  making  any  fair  apportion- 
ment of  territory  at  the  present  time,  the  Board  in  its  reply  to  the 
application  of  the  city  of  Lynn  relative  to  an  additional  water 
supply,  concluded  that  Lynn  should  be  granted  the  right  to  take 
water  from  any  portion  of  the  valley  of  the  Saugus  River  not 
already  granted  by  the  Legislature  to  some  other  town  or  water 
company,  but  that  this  grant  should  be  subject  to  the  restriction 
that  the  towns  of  Wakefield  or  Stoneham,  or  the  company  supply- 
ing them  with  water,  may  be  authorized  to  take  water  from  thia 
valley  at  any  point  within  the  limits  of  the  town  of  Wakefield,  and 
to  the  extent  required  to  furnish  in  connection  with  Crystal  Lake,, 
the  present  source  of  supply,  a  supply  of  water  for  these  towns ; 
provisions  to  be  made  in  connection  with  any  grant  of  this  charac- 
ter, however,  that  whenever  these  towns,  or  the  company  supplying 
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of  the  source  may  be  iDcreased  by  providing  additional  storage 
capacity.  A  sample  of  water  was  collected  from  the  brook  near 
the  proposed  point  of  taking  on  March  25, 1893,  which  showed  the 
water  to  be  a  fairly  satisfactory  one  for  water  supply  purposes. 
The  sample  was  collected,  however,  at  a  time  when  the  streams 
were  swollen  by  the  water  from  melting  snow,  and  the  analysis 
may,  therefore,  differ  considerably  from  the  analysis  of  the  water  at 
other  seasons  of  the  year. 

The  principal  objection  to  this  source  is  its  low  level,  which 
makes  it  necessary  to  pump  the  water  and  consequently  increases 
both  the  first  cost  of  the  works  and  the  annual  cost  of  maintenance. 
When  compared  with  Mendon  Pond  it  seems  probable  that  the  first 
cost  of  works  from  Cold  Spring  Brook  will  be  as  large  on  account 
of  the  cost  of  a  pumping  station,  offsetting  the  additional  length  of 
pipe  required  to  take  water  from  Mendon  Pond ;  and  Cold  Spring^ 
Brook  has  the  disadvantage  of  the  continued  expense  of  maintain-- 
ing  a  pumping  station,  while  the  water  will  flow  from  Mendon  Pond 
by  gravity. 

It  was  not  feasible  at  the  time  this  examination  was  made  ta 
obtain  a  representative  sample  of  water  from  Mendon  Pond,  as  the 
ice  was  not  strong  enough  to  bear  the  weight  of  a  person,  and  the 
water  near  the  edges  was  affected  by  the  water  entering  the  pond 
from  the  melting  snow. 

To  sum  op  the  comparative  merits  of  the  different  sources,  the 
Board  is  of  opinion  that  the  Seagrave  Brook  source  has  no  advan- 
tage either  in  regard  to  quantity,  quality  or  cost.  A  final  opinioa 
in  regard  to  the  relative  merits  of  Cold  Spring  Brook  and  Mendoa 
Pond  in  regai*d  to  the  quality  of  the  water  cannot  be  given  at  the 
present  time  on  account  of  the  fact  that  the  few  examinations  made 
may  not  be  representative  of  the  quality  of  the  water  at  all  seasons- 
of  the  year,  but  it  seems  probable  that  Mendon  Pond  can  be  made 
to  famish  the  better  water.  The  cost  of  a  water  supply  from 
Mendon  Pond  will  be  very  much  less  than  from  Cold  Spring  Brook 
when  the  cost  of  maintaining  a  pumping  station  is  taken  into 
account. 

Wakefield.  The  Wakefield  Water  Company  requested 
the  advice  of  the  Board,  Feb.  23, 1893,  relative  to  introducing 
••  an  additional  water  supply"  for  Wakefield  and  Stoneham, 
from  **  filtering  galleries,  wells,  or  basins  upon  the  banks  of 
that  portion  of  the  Saugus  River  lying  within  the  limits  of  the 
town  of  Wakefield,  and  above  the  milldam  near  the  Mont- 
rose station  of  the  Salem  branch  of  the  Boston  &  Maine 
Railroad,"     The  Board  replied  as  follows  :  — 
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Boston,  April  U,  1893. 

From  such  data  as  are  now  available  the  Board  believes  that  the 
capacity  of  the  present  source  (Crystal  Lake)  in  a  series  of  dry 
years  has  been  practically  reached,  so  that  there  is  need  of  an  addi- 
tional water  supply  for  these  towns.  It  has  already  expressed  and 
still  holds  the  opinion  that  the  water  of  Quannapowitt  Lake,  one 
of  the  sources  named  in  your  original  act  of  incorporation,  is  now 
nnfit  for  the  purposes  of  a  domestic  water  supply.  This  opinion 
as  to  the  quality  of  Quannapowitt  Lake  water  applies  to  taking^ 
water  directly  from  the  lake,  but  if  the  water  was  taken  after  it 
had  been  thoroughly  purified  by  filtering  for  a  long  distance 
through  the  ground  or  by  any  other  thorough  method  of  filtration 
it  might  be  used.  It  seems  probable,  however,  that  the  most  sat- 
isfactory additional  supply  for  the  towns  of  Wakefield  and  Stone- 
ham  can  be  obtained  by  taking  water  from  the  ground  at  some 
point  above  the  dam  at  Montrose,  as  indicated  in  your  application. 

In  the  absence  of  any  investigations  to  determine  either  the 
quality  or  quantity  of  water  which  may  be  obtained  from  different 
portions  of  this  territory,  it  is  not  feasible  to  give  any  specific  ad- 
vice in  these  respects  at  the  present  time. 

The  city  of  Lynn,  which  now  takes  its  supply  from  sources  within 
the  Saugus  valley,  is  in  urgent  need  of  an  additional  supply  of 
water  and  desires  to  take  it  from  this  valley,  and  the  valley  is  also 
nearer  other  communities  in  need  of  additional  water  supplies  than 
any  other  large  sources  not  now  in  use  or  so  much  polluted  as  to 
be  unfit  for  water  supply  purposes.  While,  therefore,  the  Board 
believes  that  the  towns  of  Wakefield  and  Stoneham  should  have 
the  first  right  to  a  water  supply  from  the  portion  of  the  valley 
within  the  limits  of  the  town  of  Wakefield  it  does  not  believe  that 
they  should  control  more  territory  than  is  necessary  for  this  purpose. 

In  view  of  the  impracticability  of  making  any  fair  apportion- 
ment of  territory  at  the  present  time,  the  Board  in  its  reply  to  the 
application  of  the  city  of  Lynn  relative  to  an  additional  water 
supply,  concluded  that  Lynn  should  be  granted  the  right  to  take 
water  from  any  portion  of  the  valley  of  the  Saugus  River  not 
already  granted  by  the  Legislature  to  some  other  town  or  water 
company,  but  that  this  grant  should  be  subject  to  the  restriction 
that  the  towns  of  Wakefield  or  Stoneham,  or  the  company  supply- 
ing them  with  water,  may  be  authorized  to  take  water  from  tbia 
valley  at  any  point  within  the  limits  of  the  town  of  Wakefield,  and 
to  the  extent  required  to  furnish  in  connection  with  Crystal  Lake,, 
the  present  source  of  supply,  a  supply  of  water  for  these  towns ; 
provisions  to  be  made  in  connection  with  any  grant  of  this  charac- 
ter, however,  that  whenever  these  towns,  or  the  company  supplying 
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them  with  water,  should  take  a  supply  from  any  source  in  the 
Saugus  valley  other  than  those  already  controlled  by  the  Wakefield 
Water  Company  they  should  be  required  to  pay  to  the  city  of  Lynn 
a  fair  proportion  of  the  amount  already  paid  by  said  city  for  water 
or  land  damages,  and  if  they  should  utilize  to  any  extent  works 
previously  constructed  by  the  city  they  should  pay  a  fair  proportion 
of  the  cost  of  these  works. 

The  Board  advises  your  company  to  make  investigations  with 
reference  to  obtaining  a  further  supply  of  water  from  the  ground 
in  the  Saugus  valley,  in  the  territory  referred  to  in  your  applica- 
tion, and  will  advise  you  further  when  the  results  of  such  investi- 
gations are  presented.  The  greatest  care  should  be  exercised  to 
prevent  the  pollution  of  your  present  source  of  supply  by  the 
increasing  population  on  its  watershed. 

Walpole.  The  committee  on  water  supply  of  Walpole 
applied  to  the  State  Board  of  Health  March  9,  1893,  for  its 
advice  relative  to  a  public  water  supply  for  the  town,  to  be 
taken  from  the  ground  in  the  valleys  of  Mill  Brook  and 
Traphole  Brook  in  East  Walpole,  tributaries  of  the  Nepon- 
set  River.     The  Board  replied  as  follows :  — 

Boston,  April  10, 1893. 

In  accordance  with  your  request  for  an  early  reply  to  your  appli- 
cation relative  to  a  water  supply  for  the  town  of  Walpole,  the 
State  Board  of  Health  has  caused  a  preliminary  examination  to  be 
made,  and  finds  that  the  local  conditions  favor  the  plan  of  taking 
a  supply  from  the  ground  within  the  limits  of  the  town,  as  sug- 
gested in  your  application  to  the  Board.  As  it  is  stated  in  your 
application  that  the  different  sources  within  the  town  are  to  be 
fully  investigated,  the  Board  will  make  a  further  reply  regarding 
the  merits  of  these  sources  after  the  results  of  the  investigations 
bave  been  received. 

After  considering  the  needs  and  interests  of  other  towns  in  the 
Ticinity  of  Walpole  the  Board  finds  no  reason  to  doubt  that  Wal- 
pole should  at  the  present  time  have  the  right  to  any  source  within 
its  limits.  There  is  one  source,  however,  viz.,  Traphole  Brook,  in 
the  easterly  part  of  Walpole,  which  subsequently  flows  through  the 
southerly  corner  of  Norwood  and  then  forms  the  northerly  boun- 
dary of  the  town  of  Sharon,  which  may  in  the  future  be  of  value 
to  some  other  community  as  a  source  of  additional  water  supply ; 
and  if  it  should  be  found  that  this  source  is  not  the  best  one  for 
Walpole  and  works  should  be  built  to  take  a  supply  from  another 
source,  the  Board  is  of  opinion  that  any  rights  which  are  now 
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granted  Walpole  to  take  a  supply  from  this  source  should  cease. 
This  could  be  accomplished  by  including  in  an  act  giving  Walpole 
the  right  to  take  water  from  any  source  within  its  limits  a  provi- 
sion  that  the  right  of  the  town  of  Walpole  to  take  water  from  Trap- 
hole  Brook  shall  become  void  when  the  town  shall  have  selected 
some  other  source  of  water  supply  and  introduced  water  therefrom. 

The  results  of  the  investigations  referred  to  in  the  fore- 
going letter  of  advice  having  been  submitted,  the  Board  made 
a  further  reply  as  follows  :  — 

Boston,  Jane  5, 1893. 
The  investigations  made  near  the  Neponset  River,  not  very  far 
above  the  Blackburn  water  privilege  and  just  below  Low  Brook,, 
showed  very  satisfactory  results  as  regards  the  porosity  of  the 
material,  the  freedom  with  which  water  could  be  pumped  from  the 
test  wells  and  the  quality  of  the  water.  Taking  these  results  in 
connection  with  an  examination  of  the  surrounding  territory  and 
the  size  of  the  streams,  the  Board  finds  no  reason  to  doubt  that  an 
ample  supply  of  excellent  water  can  be  obtained  from  a  well  or 
wells  located  in  the  porous  material  in  this  vicinity. 

Waltham.  The  water  commissioners  of  Waltham  applied 
to  the  State  Board  of  Health  July  31,  1893,  asking  for  a  re- 
examination of  their  sources  of  water  supply,  and  for  the 
advice  of  the  Board  as  to  the  measures  requisite  to  improve 
the  quality  of  the  water  supplied  to  the  city,  and  to  prevent 
the  recurrence  of  the  offensive  tastes  and  odors  which  were 
liable  to  affect  it.     The  Board  replied  as  follows  :  — 

fiosTON,  Dec.  22,  1893. 

An  examination  of  your  collecting  well  and  distributing  reservoir 
was  made  promptly  by  one  of  the  engineers  of  the  Board,  and 
samples  of  water  were  taken  for  analysis,  which  showed  that  the 
conditions  were  on  the  whole  substantially  the  same  as  they  were 
on  Oct.  3,  1892,  when  the  Board  replied  to  a  similar  application 
made  by  you,  and  advised  protecting  the  water  from  the  light  both 
at  the  well  and  at  the  distributing  reservoir.  The  results  of  these 
analyses  were  sent  you ;  and,  as  you  then  decided  to  proceed  at 
once  with  the  covering  of  the  well,  it  was  thought  best  to  defer 
making  the  formal  reply  until  it  was  feasible  to  include  in  it  the 
results  of  further  investigations,  to  ascertain  the  character  of  the 
water  entering  the  well  at  different  points  and  the  effect  of  covering 
the  well. 
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An  examination  was  made  to  ascertain  the  temperature  of  the 
water  entering  the  well  at  the  bottom,  at  different  points  around  its 
circumference,  and  it  was  found  from  thirteen  observations,  made  on 
Sept.  9,  1893,  that  the  average  temperature  of  the  water  entering 
the  well  was  55.7  degrees,  while  at  the  same  time* the  temperature 
of  the  river  water  was  68  degrees.  These  results  indicated  that  no 
large  proportion  of  the  water  filtered  from  the  river  by  any  very 
•direct  course,  but  there  was  a  slight  difference  (3.4  degrees)  in  the 
temperature  of  the  water  at  different  points,  which  indicated  that 
there  might  be  a  difference  in  the  source  and  quality  of  the  water 
entering  different  parts  of  the  well.  An  attempt  was  therefore 
made  to  obtain  samples  of  water  entering  the  well  at  different 
points  at  the  bottom,  before  it  had  mingled  with  the  water  already 
in  the  well,  but  it  was  not  found  feasible  to  do  this. 

Since  the  well  has  been  covered  two  samples  of  water  have  been 
received  from  it,  one  collected  November  14,  and  the  other  Dec. 
12,  1893.  These  samples  are  entirely  free  from  the  microscopical 
organisms  which  were  always  found  in  the  well  before  it  was 
covered,  and  ai'e  clear,  colorless  and  free  from  odor. 

It  is  now  feasible  for  the  first  time  to  ascertain  the  true  chemical 
character  of  the  water  which  enters  the  well,  because,  before  it  was 
oovered,  its  character  changed  so  rapidly,  owing  to  the  vegetable 
growths  in  the  water,  as  to  materially  affect  the  results.  There  is 
nothing  in  the  present  analysis  of  the  water  to  indicate  that  it  is  at 
the  present  time  other  than  an  excellent  water  for  the  purposes  of 
a  public  water  supply.  The  free  ammonia,  however,  is  somewhat 
higher  than  it  would  be  in  a  water  which  had  received  the  highest 
degree  of  purification  by  filtering  through  the  ground,  and  it  will 
be  of  interest  to  observe  subsequent  analyses  of  the  water  to  see 
whether  this  constituent  increases  or  diminishes. 

With  regard  to  the  samples  from  the  distributing  reservoir  it  may 
be  said  that  they  show  that  the  water  in  the  reservoir  is  in  substan- 
tially the  same  condition  as  in  the  past,  and  that  it  contains  an 
abundant  growth  of  the  minute  vegetable  forms  which  give  the 
water  an  unpleasant  taste  and  odor. 

The  Board  would  therefore  repeat  its  advice  of  last  year,  that  by 
covering  your  present  reservoir  or  building  a  new  covered  reservoir, 
as  may  be  found  best,  you  provide  for  conveying  the  water  from 
the  source  to  the  water  consumers  without  permitting  it  to  be  ex- 
posed to  the  light  at  any  place. 

Webster.  The  water  commissioners  of  Webster  Applied 
to  the  Board,  June  23,  1893,  for  its  advice  relative  to  taking 
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a  supply  of  water  from  the  ground  near  Lake  Chaubuna- 
gungamaug.     The  Board  replied  as  follows :  — 

Boston,  Oct.  6,  1893. 

The  State  Board  of  Health  has  considered  your  application  with 
regard  to  a  proposed  water  supply  for  the  town,  to  be  taken  from 
a  well  located  near  Lake  Chaubunagungamaug,  and  has  caused 
an  analysis  of  a  sample  of  water  from  a  test  well  at  the  site  of 
the  proposed  well  to  be  made,  also  an  examiuation  of  the  sur- 
rounding territory.  The  analysis  shows  that  the  water  is  very 
pure  and  soft. 

The  sample  probably  represented  water  which  was  percolating 
through  the  ground  toward  the  pond  ;  while  if  a  large  quantity  of 
water  should  be  pumped  from  the  ground  at  this  place,  it  is  prob- 
able that  a  part  of  it  would  be  derived  by  filtration  from  the  lake. 
Judging  from  the  experience  at  other  places  in  the  State,  the  water 
obtained  in  this  way  from  the  lake  would  be  so  thoroughly  changed 
in  its  character  by  filtration  that  it  would  not  differ  to  any  notice- 
able extent  from  the  water  coming  to  the  well  from  the  land  side. 

Both  the  examination  of  the  ground  at  the  site' of  the  well,  made 
under  your  direction,  and  a  general  examination  of  the  surround- 
ing territory,  indicate  that  a  large  quantity  of  water  can  be  col- 
lected from  the  ground  at  this  place ;  and  if  the  supply  should 
prove  insuflScient,  a  supplementary  supply  of  very  good  surface 
water  can  be  obtained  from  the  lake.  It  is  desirable,  however, 
that  a  full  supply  should  be  obtained  from  the  ground,  on  account 
of  the  better  quality  of  the  water  from  this  source. 

WESTBOftOUGH.  The  water  commissioners  of  West- 
borough  applied  to  the  Board  for  advice,  Sept.  26,  1892, 
relative  to  the  improvement  and  increase  of  the  public  water 
supply,  submitting  at  the  same  time  a  description  of  a  pro- 
posed plan.  The  chief  engineer  of  the  Board  visited  the 
town,  and  made  such  suggestions  as  seemed  necessary  for 
the  modification  and  improvement  of  the  plan,  and  a  new 
plan  was  submitted  to  the  Board,  Jan.  19,  1893.  The 
Board  replied  as  follows :  — 

Boston,  Feb.  13, 1893. 
Your  water  supply  is  now  derived  from  two  reservoirs,  the  upper 
one  a  storage  reservoir  of  considerable  size  and  the  lower  one  a 
smaller  basin  which  derives  its  supply  from  the  upper  one  by  the 
filtration  of  the  water  through  the  intervening  porous  ground. 
Ton  find  that  the  quality  of  this  filtered  water  is  very  much  better 
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than  that  of  the  water  in  the  upper  reservoir,  but  that  at  times  the 
quantity  is  not  sufficient  to  supply  all  of  the  water  needed,  and 
you  therefore  have  to  draw  some  of  the  water  directly  from  the 
upper  reservoir;  moreover,  the  upper  reservoir  sometimes  over- 
flows into  the  lower  one,  injuriously  affecting  the  quality  of  the 
water  in  it. 

What  is  now  desired,  therefore,  is  a  means  of  increasing  the 
supply  of  filtered  water  during  portions  of  the  year  and  a  means  of 
diverting  the  overflow  of  the  upper  reservoir  from  the  lower  one. 

The  plan  now  submitted  shows  a  contemplated  channel  for 
diverting  the  waste  water  from  the  upper  resei*voir  past  the  lower 
one,  and  with  the  accompanying  communication  explains  the  result 
of  certain  tests  which  have  been  made  with  reference  to  the 
present  conditions  under  which  water  is  now  filtering  from  one 
reservoir  to  the  other,  and  of  other  tests  made  to  determine  the 
means  by  which  the  filtration  may  be  facilitated. 

Judging  from  the  experiments  which  you  have  made,  it  seeme 
quite  certain  that  a  material  increase  in  the  amount  of  filtered 
water  can  be  obtained  at  a  moderate  expense  by  digging  a  ditch 
with  sloping  sides  down  into  the  sand  and  gravel  at  the  shore  of 
the  upper  reservoir  between  the  dam  and  the  waste  way,  this  ditch 
to  be  separated  from  the  water  in  the  reservoir  by  an  embankment 
extending  above  high  water  mark.  This  ditch  should  also  be  di- 
vided into  sections,  each  of  which  should  communicate  with  the 
reservoir  by  means  of  a  pipe  provided  with  a  gate  by  which  the 
water  can  be  shut  off  during  those  portions  of  the  year  when 
enough  water  naturally  filters  through  the  ground,  or  when  it  be- 
comes necessary  to  clean  any  section  of  the  ditch  so  as  to  expose 
a  fresh  sand  surface.  The  pipe  and  bottom  of  the  ditch  should 
either  be  placed  at  the  lowest  practicable  level  in  the  beginnings 
so  that  the  system  will  operate  when  the  upper  reservoir  is  drawn 
down  several  feet,  or  they  may  be  placed  at  a  higher  level  in  the 
beginning  and  subsequently  lowered  when  the  water  recedes. 

The  experiments  show  that  a  ditch  of  this  kind  would  let  the 
water  into  the  ground  much  more  freely  than  it  now  gets  in  through 
the  nearly  impervious  material  at  the  bottom  of  the  reservoir. 

On  the  opposite  or  north  side  of  the  waste  way  a  similar  con- 
struction could  be  used  to  facilitate  the  filtration  of  water^  but  the 
ditch  should  be  placed  far  enough  back  from  the  edge  of  the  reser- 
voir so  that  it  will  be  wholly  in  clean  sand  or  gravel  below  the 
surface  of  the  water  in  the  reservoir. 

The  contemplated  filtering  drain,  intended  to  collect  water  from 
the  ground  and  discharge  it  into  the  lower  basin,  if  placed  with  its 
bottom  nearly  at  the  level  of  low  water  in  the  lower  basin,  would 
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undoubtedly  increase  to  a  considerable  extent  the  quantity  of  fil- 
tered water.  To  avoid  the  danger  of  imperfect  filtration,  however, 
it  would  be  desirable  to  limit  its  length  to  150  feet  from  the  shore 
of  the  lower  basin  rather  than  to  make  it  235  feet  long,  as  shown 
upon  the  plan.  This  drain  should  connect  with  the  lower  basin  by 
a  pipe  provided  with  a  gate  so  that  it  can  be  shut  off  during  those 
portions  of  the  year  when  enough  water  naturally  filters  through 
the  ground,  and  thus  avoid  an  unnecessary  draft  upon  the  upper 
reservoir. 

The  new  channel  to  divert  the  overflow  from  the  upper  reservoir 
past  the  lower  basin  is  a  very  desirable  feature,  and  if  by  removing 
the  soil  and  fine  material  this  channel  can  be  prepared  so  that  all 
the  material  beneath  it  will  be  sand  or  gravel  it  may  also  be  feasible 
to  use  it  as  a  supplementary  filtration  area  in  cases  of  emergency. 
In  order  to  do  this  it  would  be  necessary  to  lay  a  pipe  to  bring 
water  from  the  upper  reservoir  to  the  channel,  and  to  erect  tem- 
porarily a  low  dam  near  its  lower  end. 

West  Springfield.  The  water  commissioners  of  West 
Springfield  applied  to  the  State  Board  of  Health  May  1, 
1893,  for  its  advice  relative  to  taking  an  additional  water 
supply  from  certain  specified  sources  in  that  town  and  in 
Agawam.     The  Board  replied  as  follows :  — 

Boston,  Jane  1,  1893. 

The  State  Board  of  Health  has  considered  your  application  with 
regard  to  a  proposed  additional  water  supply  for  your  town,  includ- 
ing the  village  of  Mittineague,  which  is  at  too  high  a  level  to  be 
supplied  from  the  present  source.  You  have  called  the  attention 
of  the  Board  to  the  Craig  Spring  and  Silver  Stream,  which  can  be 
utilized  to  supply  the  village  of  Mittineague  by  pumping,  to  the 
Leonard  Brook  in  Agawam,  which  can  be  used  to  supply  a  portion 
of  the  lower  village  by  gravity,  to  the  Lathrop  Spring  and  Hyde 
Brook,  which  can  be  diverted  into  the  present  reservoir,  and  to  a 
more  distant  source,  viz.,  a  spring  and  brook  at  the  Bear  Hole, 
so-called,  in  the  north-westerly  part  of  the  town,  from  which  water 
would  have  to  be  supplied  by  pumping. 

All  of  these  sources  have  been  visited  by  the  engineer  of  the 
Board,  and  from  all  except  Silver  Stream  samples  of  water  have 
been  collected  and  analyzed,  and  copies  of  the  analyses  are  trans- 
mitted herewith,  together  with  the  average  analysis  of  water  from 
the  present  storage  reservoir  for  the  year  ending  in  May,  1888. 

The  Craig  Spring  will  furnish  a  soft  water,  and  one  of  very  good 
quality,  provided  it  is  collected  by  means  of  pipes  leading  to  a 
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well,  or  by  other  suitable  works,  without  exposure  to  the  light,  and 
when  pumped  is  stored  in  a  reservoir  which  is  also  covered  to 
exclude  the  light.  Care  would  also  have  to  be  taken  to  prevent 
any  contamination  by  surface  water  running  down  the  ravine  in 
which  the  spring  is  situated. 

The  water  of  the  Leonard  Brook  is  soft  and  of  very  good  quality. 

The  sample  of  water  from  the  Lathrop  Spring  was  necessarily 
collected  after  the  water  had  passed  through  a  rank  growth  of 
vegetable  matter,  which  may  have  affected  the  analysis  to  some 
extent.  This  water  is  harder  than  the  other  waters  examined. 
There  seems  no  reason  to  doubt,  however,  that  if  taken  directly 
from  the  ground  and  diverted  into  the  present  reservoir  it  would 
not  change  the  character  of  the  water  in  the  reservoir  enough  to  be 
objectionable. 

The  sample  from  Hyde  Brook  had  a  moderate  color,  indicating 
that  this  water  is  affected  to  some  extent  by  contact  with  vegetable 
matter  in  swampy  places.  At  the  time  the  sample  was  collected, 
the  water,  though  not  as  desirable  as  the  spring  waters,  would  be 
classed  as  a  fairly  good  water  for  all  purposes,  but  it  is  not  feas- 
ible to  tell  from  a  single  examination  in  the  spring  of  the  year 
what  the  character  of  this  water  would  be  in  summer. 

The  water  of  the  spring  at  the  Bear  Hole  is  of  excellent  quality, 
though  its  hardness  is  about  twice  that  of  the  present  water  supply. 
The  degree  of  hardness,  however,  is  not  great  enough  to  make  the 
water  objectionable  for  water  supply  purposes.  Bear  Hole  Brook, 
at  the  time  the  sample  was  collected,  was  receiving  the  overflow 
from  Ashley  Pond,  and  the  quantity  of  water  was  unusually  large. 
Under  these  circumstances  the  analysis  would  have  but  little  value 
as  an  indication  of  the  average  quality  of  the  water.  The  water 
had  less  cofor  than  Hyde  Brook,  but  contained  rather  more  organic 
matter.  The  degree  of  hardness  was  nearly  the  same  as  that  of 
the  water  from  the  spring  near  it. 

The  plan  proposed  by  you,  of  establishing  a  pumping  station  at 
the  Craig  Spring  and  supplementing  the  present  supply  to  the 
lower  village  by  introducing  water  from  Leonard  Brook,  and  con- 
necting the  Lathrop  Spring  with  the  present  reservoir,  has  the 
merit  that  it  will  add  to  the  present  supply  a  considerable  quantity 
of  very  good  water  by  a  comparatively  small  expenditure,  and  it 
may  be  wise  to  carry  out  this  plan.  The  Board  does  not,  however, 
have  sufficient  information  as  to  the  capacity  of  the  present  source 
in  very  dry  years,  or  as  to  the  amount  which  the  supplementary 
sources  will  furnish  in  such  years,  or  can  be  made  to  furnish  by 
the  construction  of  additional  storage  reservoirs,  to  enable  it  to 
advise  definitely  as  to  whether  it  is  better  to  carry  out  this  plan  to 
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make  the  Craig  Spring  and  the  present  reservoir  the  main  source 
of  supply,  to  be  supplemented  by  such  other  sources  in  the  vicin- 
ity as  will  supply  the  lower  village  by  gravity,  or  whether  it  is 
better  to  go  at  once  to  a  greater  distance  to  obtain  a  supplement- 
ary supply  from  a  source  which  will  furnish  a  larger  quantity  of 
water.  In  order  to  obtain  such  information  it  would  be  necessary 
for  you  to  employ  an  engineer  skilled  in  the  design  and  construc- 
tion of  water  works  to  make  a  more  complete  study  of  this  ques- 
tion, and  the  Board  advises  that  this  be  done. 

Whitman.  The  committee  on  water  supply  of  the  town 
of  Whitman  applied  to  the  Board,  April  12,  1893,  for  its 
advice  relative  to  a  public  water  supply  from  ceiiain  specified 
sources  in  that  town  and  the  towns  of  Hanson  and  Pembroke. 
The  Board  replied  as  follows :  — 

Boston,  May  4, 1893. 

In  this  application  you  make  special  mention  of  Maquam,  Old- 
ham and  Big  Sandy  Bottom  Ponds  and  Silver  Lake.  The  Board 
has  caused  examinations  to  be  made  of  these  and  other  ponds  in 
the  vicinity.  Complete  chemical  and  microscopical  examinations 
have  been  made  of  samples  of  water  from  Maquam,  Oldham,  Fur- 
nace and  Big  Sandy  Bottom  Ponds  and  Silver  Lake,  and  less  com- 
plete examinations  of  samples  from  Indian  Head  Pond  and  Factory 
Pond  in  the  town  of  Hanson  and  Stetson's  Pond  in  the  town  of 
Pembroke.     Copies  of  these  analyses  are  transmitted  herewith. 

The  water  of  Indian  Head  and  Factory  ponds  has  a  very  daik 
color,  and  in  other  respects  these  ponds  are  less  desirable  than 
some  of  the  others,  so  that  they  may  be  discarded  from  the  list  of 
desirable  sources.  Stetson's  Pond  presents  no  advantages  either 
as  to  the  quality  or  quantity  of  water  as  compared  with  Oldham 
Pond,  and  on  account  of  its  greater  distance  is  a  less  available 
source  for  Whitman. 

The  water  of  Maquam  Pond  is  practically  colorless  and  in  most 
other  respects  is  a  very  satisfactory  pond  water.  It  had,  however, 
at  the  time  of  the  examination  slightly  more  odor  after  standing  in 
a  bottle,  and  contained  a  greater  number  of  microscopical  organisms 
than  any  other  sample  of  which  a  complete  examination  was  made. 
All  surface  waters  contain  a  greater  or  less  number  of  these  minute 
organisms,  which  are  the  cause  of  the  odors  noticed,  and  both  the 
numbers  and  the  amount  of  odor  are  liable  to  vary  from  time  to 
time,  so  that  too  much  significance  should  not  be  attached  to  the 
comparisons  of  only  a  single  series  of  analyses.  It  is  not  feasible 
to  tell  from  the  information  at  present  available  whether  or  not 
Maquam  Pond  will  furnish  sufficient  water  to  meet  the  require- 
ments of  the  town  of  Whitman  even  in  the  near  future,  and  this 
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source  should  not,  therefore,  be  adopted  in  any  case  without  mak- 
ing provision  for  supplementing  the  supply  from  some  other  source 
when  necessary.  In  order  to  form  an  opinion  as  to  whether  this 
pond  will  furnish  enough  water  to  warrant  taking  a  supply  from  it 
in  the  beginning,  it  would  be  necessary  for  you  to  ascertain  by 
surveys  the  size  of  the  watershed  from  which  its  supply  is  derived, 
and  to  make  investigations  to  determine  how  much,  if  any,  water  is 
liable  to  be  lost  by  filtration  through  the  ground  into  other  ponds. 

Oldham  Pond  will  furnish  an  abundant  supply  for  the  town  for 
a  very  long  time  in  the  future,  and  the  analysis  indicates  that  the 
water  is  of  fairly  good  quality  at  the  present  time.  It  has  only  a 
moderate  amount  of  color  and  contains  about  the  usual  amount  of 
organic  matter,  and  in  its  present  condition  would  be  a  satisfactory 
water  for  all  purposes  of  a  public  water  supply-,  though  not  as 
good  as  either  the  water  of  Maquam  Pond  or  Silver  Lake. 

The  analysis  of  a  sample  of  water  from  Furnace  Pond  differs 
but  little  from  that  of  a  sample  collected  from  Oldham  Pood,  but 
Furnace  Pond  has  no  advantages  which  should  lead  to  its  selection 
as  a  source  of  water  supply  for  Whitman. 

The  water  of  Silver  Lake  is  practically  colorless  and  in  other 
respects  it  is  a  better  water  than  any  other  of  the  waters  analyzed. 
This  would  undoubtedly  be  a  satisfactory  source  both  with  regard 
to  quantity  and  quality. 

Big  Sandy  Bottom  Pond  has  been  used  for  years  by  the  towns  of 
Abington  and  Rockland  and  has  proved  to  be  an  excellent  water. 
The  quantity  which  this  source  will  furnish  is  more  than  the  amount 
of  water  consumed  by  the  three  towns  of  Abington,  Rockland  and 
Whitman  at  the  present  time,  so  that  for  a  time  this  source  might 
be  sufficient  for  all  of  the  towns,  but  at  a  later  period  it  would  be 
necessary  either  to  supplement  the  supply  from  some  other  source 
or  for  one  of  the  towns  to  introduce  an  independent  supply. 

The  information  now  in  possession  of  the  Board  with  regard  to 
the  proposed  sources  of  water  supply  is  too  limited  to  enable  it  to 
advise  as  to  the  most  appropriate  source  for  the  town,  and  it  makes 
this  preliminary  reply  at  the  present  time  because  it  understands 
that  it  is  desired  for  use  at  a  town  meeting  to  be  held  soon.  The 
Board  would  advise  that  a  survey  be  made,  as  before  suggested,  to 
determine  the  size  of  the  watershed  of  Maquam  Pond,  and  that 
analyses  should  be  made  monthly  of  the  waters  of  Maquam  and 
Oldham  ponds  and  of  Silver  Lake  to  determine  the  relative  quality  of 
these  waters  throughout  the  summer.  The  State  Board  of  Health 
will  co-operate  with  you  by  causing  these  analyses  to  be  made  if 
you  will  collect  the  samples  of  water,  and  will  advise  you  further 
with  regard  to  the  proposed  sources  if  you  so  request. 
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Sewerage  and  Sewage  Disposal. 

The  following  is  the  substance  of  the  action  of  the  Board 
in  reply  to  applications  for  advice  relative  to  sewerage  and 
sewage  disposal :  — 

Andover.  The  sewer  commissioners  of  Andover,  having 
been  authorized  by  the  town  to  report  a  plan  of  sewerage  to 
the  town,  applied  to  the  State  Board  of  Health,  June  8, 
1893,  stating  that  before  reporting  a  general  plan  to  the 
town  they  desired  to  know  whether  such  a  plan,  involving 
the  discharge  of  crude  sewage  into  the  Shawsheen  River, 
would  be  approved  by  the  State  Board  of  Health.  The 
Board  replied  as  follows :  — 

Boston,  July  7,  1893. 
The  Board  is  of  opinion  that,  while  it  is  not  permissible  to 
discharge  the  sewage  of  any  large  portion  of  the  town  into  this 
river,  it  may  be  permissible  for  the  present  to  discharge  the  sew- 
age from  the  low  land  bordering  the  river  into  the  river  below  the 
dam  at  Frye  Village.  In  making  a  sewerage  plan,  therefore,  pro- 
vision should  be  made  for  carrying  as  much  of  the  sewage  of  the 
town  as  can  be  conveyed  by  gravity,  either  to  suitable  porous 
land,  where  it  can  be  purified  by  filtration  before  being  discharged 
into  the  Shawsheen  River,  or  to  the  Merrimack  River. 

ATTLEBOROtJGH.  The  Committee  on  drainage  of  the  town 
of  Attleborough  applied  to  the  State  Board  of  Health,  Jan. 
16,  1893,  for  its  advice  relative  to  *'  the  drainage  of  that 
portion  of  the  village  and  town  located  on  the  watershed 
of  Thacher  Brook."     The  Board  replied  as  follows :  — 

Boston,  Feb.  6, 1893. 

The  plan  submitted  shows  the  general  character  of  the  proposed 
improvement,  which  provides  for  lowering  the  channel  of  Thacher 
Brook,  either  in  its  present  or  a  new  location,  and  the  substitution, 
for  a  portion  of  the  way,  of  a  covered  drain  for  the  open  channel. 

It  is  understood  from  the  statements  made  by  your  committee 
that  it  is  not  proposed  to  turn  any  sewage  into  this  channel,  but 
that  the  sewerage  system  when  constructed  will  convey  the  sewage 
in  separate  pipes  in  some  other  direction.  Your  committee  has 
also  indicated  that  it  is  very  desirable  to  lower  the  level  of  the 
ground  water  in  the  upper  part  of  the  Thacher  Brook  watershed 
and  near  the  central  portion  of  the  village,  in  order  to  avoid  damp 
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or  wet  cellars,  and  thereby  to  improve  the  sanitary  condition  of 
this  portion  of  the  town.  The  high  level  of  the  ground  water  in  this 
part  of  the  village  is  also  shown  upon  a  plan  previously  submitted 
to  the  Board  giving  the  level  of  the  ground  water. 

The  Board  finds  that  the  plan  now  proposed  is  one  to  be  com- 
mended. It  is  certainly  very  desirable,  for  sanitary  reasons,  that 
the  level  of  the  ground  water  in  the  built-up  portions  of  this  water- 
shed should  be  lowered,  and  it  is  wise  to  provide  for  the  improve- 
ment of  the  lower  portions  of  this  brook  before  the  design  and 
location  of  a  new  channel  are  hampered  and  the  cost  increased  by 
the  construction  of  streets  and  buildings  in  the  vicinity  of  the 
brook. 

In  addition  to  the  improvement  of  the  main  channel  the  plan 
also  indicates  where  branch  drains  emptying  into  the  brook  may  be 
built  in  the  streets  in  its  vicinity.  It  would  be  desirable  before 
constructing  these  drains  that  a  complete  system  of  sewerage 
should  be  designed  for  at  least  this  portion  of  the  town,  both 
because  the  level  of  the  ground  water  might  be  lowered  by  under- 
drains  placed  beneath  the  sewers,  thereby  rendering  separate 
drainage  channels  unnecessary,  and  because  the  drains  might 
otherwise  be  placed  at  such  a  height  as  to  interfere  with  the  proper 
grading  of  the  system  of  sewers.  These  suggestions  with  regard 
to  the  bmnch  drains  may  also  be  applicable  to  the  extreme  upper 
end  of  the  main  drain. 

Braintree.  The  committee  on  sewerage  of  Braintree 
applied  to  the  State  Board  of  Health  June  5,  1^3,  for  advice 
relative  to  a  proposed  system  of  sewerage  for  that  town, 
and  as  to  the  comparative  merits  of  certain  areas  proposed 
for  sewage  disposal.     The  Board  replied  as  follows :  — 

Boston,  July  6,  1893. 

In  this  application  you  outline  the  general  features  of  a  proposed 
system  for  collecting  the  sewage,  and  suggest,  as  a  method  of  dis- 
posal, pumping  it  to  land  where  it  can  be  purified.  You  then  ask 
that  the  Board  will  cause  the  different  tracts  of  land  which  are 
available  for  sewage  disposal  to  be  examined  at  as  early  a  day  as 
possible,  and  that  the  Board  advise  you  regarding  them. 

Three  tracts  were  called  to  the  attention  of  th^  Board,  one  sit- 
uated on  the  north-westerly  side  of  Plain  Street,  just  north  of  the 
Plymouth  branch  of  the  Old  Colony  Railroad,  known  as  the  Plain 
Street  lot,  another  in  the  south-westerly  part  of  the  town,  known 
as  the  Mayflower  Park  lot,  and  a  third  in  the  north-westerly  por- 
tion of  the  town,  known  as  the  Collins  Farm  lot. 
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The  CoIUds  Farm  lot  is  UDsaitable  for  this  purpose  on  accouDt 
of  its  being  located  where  the  effluent  from  the  sewage  would  find 
its  way  both  into  the  present  water  supply  of  the  city  of  Quincy 
and  into  the  territory  from  which  this  city  was  authorized  by  the 
Legislature  in  1891  to  take  an  additional  water  supply. 

At  the  Plain  Street  lot  the  test  pits  indicated  that  the  material 
is  of  excellent  quality  for  filtering  sewage,  and  the  principal  objec- 
tions to  it  are  its  proximity  to  the  village  of  South  Braintree  and 
the  limited  area  of  suitable  land  which  is  available  at  this  place. 
It  is  also  an  objection  to  this  lot,  though  to  a  less  extent  than  to 
the  others,  that  it  requires  the  sewage  to  be  pumped  a  long  dis- 
tance from  the  lowest  point  in  the  town  (where  a  pumping  station 
would  naturally  be  located) ,  and  to  quite  a  high  elevation. 

At  the  Mayflower  Park  lot  the  test  pits  indicated  that  in  addi- 
tion to  the  coarser  sand  and  gravel  there  were  layers  of  very  fine 
sand,  which,  while  not  preventing  the  use  of  the  lot  for  the  filtra- 
tion of  sewage,  would  require  it  to  be  applied  in  smaller  quantities 
per  acre,  and  would  therefore  require  a  greater  amount  of  land  to 
dispose  of  the  sewage.  The  principal  objections  to  the  lot  are  its 
proximity  to  several  houses,  its  limited  area  and  the  very  great 
distance  which  the  sewage  would  have  to  be  pumped  to  reach  it. 

The  amount  of  laud  required  to  purify  the  sewage  of  Braintree 
by  intermittent  filtration  would  depend  both  upon  the  quality  of 
the  land  and  upon  the  amount  of  sewage.  In  a  general  way  it 
may  be  said  that  from  6  to  10  acres  of  filter-beds  would  meet  all 
requirements  for  a  few  years,  and  that  it  is  desirable  to  have  not 
less  than  20  or  30  acres  in  all  to  provide  for  future  growth.  It 
does  not  seem  probable  that  this  amount  of  land  can  be  made  avail- 
able at  either  the  Mayflower  Park  or  the  Plain  Street  location. 

As  a  general  result  of  this  preliminary  examination  the  Board  is 
of  opinion  that,  before  adopting  either  of  the  tracts  brought  to  its 
attention,  it  would  be  advisable  for  the  town  to  cause  examinations 
to  be  made  to  ascertain  if  a  more  satisfactory  disposal  of  the  sew- 
age cannot  be  effected  by  discharging  it  into  the  sea  at  some  suit- 
able outlet.  The  nearness  of  the  village  of  Weymouth  to  the 
lowest  point  in  Braintree  suggests  that  the  interests  of  both  com- 
munities might  be  served  by  united  action  by  the  towns  of  Wey- 
mouth and  Braintree  in  the  construction  of  an  outlet  to  the  sea ; 
but  even  if  it  should  be  built  by  Braintree  alone  it  may  be  cheaper 
and  more  satisfactory  than  the  disposal  of  the  sewage  upon  any  of 
the  areas  examined  up  to  the  present  time. 

Brockton.  The  sewerage  commissioners  of  Brockton 
applied  to  the  Board,  Sept.  14,  1892,  for  its  advice  relative 
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to  the  proposed  plan  of  sewerage  and  sewage  disposal  for 
that  city.  The  completed  plan  was  submitted  Jan.  10,  1893. 
The  Board  replied  as  follows :  — 

Boston,  Feb.  2, 1893. 

The  general  features  of  the  plan  submitted  are,  first,  a  system 
of  sewers  within  the  city  designed  to  take  sewage  only,  and  from 
which  the  ground  water  is  to  be  excluded,  both  by  placing  an 
underdrain  beneath  each  sewer  to  remove  the  ground  water,  and  by 
thorough  construction  to  make  the  joints  of  the  sewers  water-tight ; 
second,  a  pumping  station  in  the  southerly  part  of  the  city  to  lift 
the  sewage  from  a  receiving  reservoir  into  which  the  main  sewer 
empties  and  which  will  store  the  sewage  flowing  through  the  night, 
and  force  it  through  an  iron  pipe  to  the  Muster  Field,  so  called ; 
third,  a  scries  of  filter-beds  covering  an  area  of  about  23  acres 
upon  that  portion  of  the  field  lying  within  the  limits  of  the  city  of 
Brockton. 

The  exclusion  of  all  storm  water  from  the  sewers,  as  proposed 
by  you,  is  undoubtedly  the  best  course  to  adopt  on  account  of  the 
smaller  sizes  of  the  sewers  required  and  the  less  quantity  of  sewage 
to  be  stored,  pumped  and  purified.  The  proposition  to  place 
underdrains  beneath  each  sewer  so  as  to  remove  the  ground  water 
and  prevent  it  from  entering  the  sewers  is  also  to  be  commended 
for  the  same  reason,  and  because  of  the  great  improvement  in  the 
sanitary  conditions  within  the  city,  which  will  result  from  lowering 
the  ground-water  level.  Judging  from  the  experience  in  other 
places  it  is  probable  that  if  these  underdrains  were  omitted  so  much 
ground  water  would  find  its  way  into  the  sewers  that  the  amount 
of  sewage  to  be  taken  care  of  would  be  doubled  or  trebled,  which 
would  require  a  corresponding  increase  in  the  capacity  of  the  main 
sewers,  receiving  reservoir,  pumping  plant  and  force  main,  and  a 
considerably  larger  area  of  filter-beds.  It  would  also  increase  the 
annual  cost  of  pumping,  all  of  which  would  ofifset  in  part,  if  not 
wholly,  the  additional  cost  of  the  system  of  underdrains. 

It  is  obvious  that  the  pumping  station,  if  located  within  the  city 
limits,  cannot  with  advantage  be  moved  much,  if  any,  from  its 
present  location.  The  proximity  of  dwellings  will,  however,  make 
it  necessary,  in  order  that  there  may  be  no  offence  in  the  neigh- 
borhood, to  provide  for  ventilation  into  the  chimney  from  the 
tank,  receiving  reservoir,  sewer,  pump-well,  and  all  other  places 
from  which  offensive  odors  might  be  given  off,  and  to  make  all 
other  necessary  provision  to  prevent  offence  from  any  of  the  opera- 
tions carried  on  at  the  pumping  station.  It  is  understood  that 
these  matters  have  already  been  carefully  considered  in  the  prepa- 
ration of  your  plans.     With  due  care  in  designing  and  maintain- 
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ing  the  works,  the  Board  is  of  opiaion  that  a  pumping  station 
should  not  be  a  source  of  offence  to  the  neighborhood. 

The  provision  of  an  overflow  from  the  receiving  reservoir  and 
of  blow-offs  from  depressions  in  the  force  main,  where  it  crosses 
under  the  Salisbury  Plain  and  Coweeset  rivers,  is  a  wise  precau- 
tion ;  but  these  should  be  considered  only  as  a  provision  for  unfore- 
seen emergencies  and  should  never  be  used  in  the  ordinary 
•operation  of  the  works. 

The  ground  where  the  filter-beds  are  to  be  located  has  been  very 
thoroughly  examined  by  means  of  test  pits.  The  material  is  of 
excellent  quality  for  the  filtration  of  sewage  and  the  water  level 
in  the  ground  is  at  a  considerable  distance  below  its  surface. 
These  natural  features,  together  with  the  careful  manner  in  which 
it  is  proposed  to  construct  the  beds  and  their  appurtenances,  will 
permit  them  to  be  used  for  the  disposal  of  an  unusually  large 
iimount  of  sewage. 

It  has  also  been  found,  since  the  water  supplied  to  the  city  has 
been  pumped,  and  therefore  measured,  that  the  amount  of  water 
consumed  per  inhabitant  is  unusually  small ;  and  the  amount  of 
«ewage  will  also  be  unusually  small,  in  proportion  to  the  popula- 
tion, if  the  ground  water  is  kept  out  of  the  sewers,  as  is  now 
proposed. 

All  of  these  facts  lead  the  Board  to  conclude  that  the  area  to  be 
used  for  filtration,  although  smaller  than  it  is  customary  to  recom- 
mend, will  be  sufiflcient  for  at  least  the  first  few  years  of  the  oper- 
ation of  the  works,  after  which  it  will  be  necessary  to  extend  the 
area. 

The  land  in  Brockton,  lying  easterly  of  the  proposed  filter-beds, 
which  slopes  from  Pearl  Street  to  the  cranberry  meadow,  might  be 
used  to  a  limited  extent  for  filtering  sewage,  but  the  test  pits  show 
that  layers  of  an  impervious  clayey  material  are  found  in  many 
places  at  from  3^  to  6^  feet  below  the  surface  and  that  the  water 
stands  in  the  ground  much  nearer  the  surface  than  on  the  other 
side  of  the  street.  This  land  could  only  be  used  to  dispose  of  a 
comparatively  small  amount  of  sewage.  The  land  in  Brockton 
north  of  and  across  Daley  Brook  from  the  proposed  filter-beds  is 
better  than  that  on  the  easterly  side  of  Pearl  Street  but  not  as 
^ood  as  that  where  the  filter-beds  are  located.  This  land  would 
l)e  fairly  well  adapted  for  the  filtration  of  sewage. 

The  best  land  in  this  vicinity  for  the  extension  of  the  filter-beds 
lies  just  west  of  them,  within  the  limits  of  the  town  of  Easton. 
This  land  is  similar  in  character  to  that  where  the  filter-beds  now 
proposed  are  located  and  is  superior  in  quality,  topography,  char- 
acter of  material  and  distance  from  habitations  to  the  land  either 
«ast  or  north  of  them. 
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Since  the  proposed  plan  involved  the  taking  of  certain 
land  within  the  limits  of  the  city,  further  action  of  the 
Board  was  required  under  the  provisions  of  chapter  124  of 
the  Acts  of  1890.  A  public  hearing  was  therefore  held  by 
the  Board,  after  which  the  following  reply  was  sent  to  the 
mayor  of  Brockton :  — 

Boston,  April  17, 1893. 

The  State  Board  of  Health  has  received  your  petition  dated 
March  25,  1893,  made  in  behalf  of  the  city  of  Brockton  under  the 
authority  of  chapter  124  of  the  Acts  of  1890,  entitled  ''An  Act 
providing  for  the  purchase  or  taking  of  land  by  cities  and  towns- 
for  the  purification  and  disposal  of  sewage,"  asking  the  Board  to- 
approve  the  purchase  or  taking  by  said  city  of  certain  lands  in. 
Brockton  for  the  purification  and  disposal  of  its  sewage.  Said 
lands  are  described  in  said  petition  and  shown  on  an  accompany- 
ing plan,  as  follows:  ''24  acres  and  128.9  rods,  being  lands  of 
Charles  C.  Manley ;  20  acres  and  58.7  rods,  being  lands  of  heirs^ 
of  Salmon  Copeland ;  1  acre,  being  lands  of  David  Frost ;  2  acres 
and  73.28  rods,  being  lands  of  Milo  Manley;  121.77  rods,  being 
lands  of  Augustus  Remick ;  2  acres  and  70.25  rods,  being  lands  of 
George  Howard." 

In  response  to  this  petition  the  Board  gave  a  public  hearing  at 
its  office  in  Boston,  on  April  10,  1893,  after  due  notice  of  said 
hearing  by  publication  in  the  Brockton  "  Enterprise"  and  Brock- 
ton "  Dispatch."  Having  thus  complied  with  the  requirements  of 
the  law  the  Board  after  due  consideration  herewith  approves  the 
purchase  or  taking  of  the  premises  described  in  said  petition  and 
shown  upon  the  plan  which  accompanied  it. 

Framingham.  The  selectmen  of  Framingham  applied  to- 
the  Board  for  advice  relative  to  a  proposed  plan  for  the  dis- 
posal of  the  water  of  the  underdrain  of  the  sewerage  system 
of  South  Framingham,  by  pumping  and  final  discharge  into 
Bannister  Brook.     The  Board  replied  as  follows :  — 

Boston,  Feb.  6, 1803. 
Your  application  to  the  State  Board  of  Health  dated  Jan.  23, 
1893,  for  advice  with  regard  to  the  disposal  of  the  water,  which  is 
now  discharged  from  the  underdrain  beneath  the  Framingham 
sewers  into  the  water  supply  of  Boston,  by  pumping  this  water  into 
Bannister  Brook  at  a  point  north  of  Hartford  Street,  beyond  the 
watershed  from  which  said  supply  is  derived,  has  been  carefully 
considered 
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The  opinion  of  the  Board  with  regard  to  the  desirability  of 
diverting  this  water  from  the  water  supply  of  Boston  has  already 
been  given  in  its  reply  to  the  Board  of  Selectmen  of  Framingham 
dated  Sept.  2,  1890. 

With  regard  to  the  method  of  disposal  now  proposed,  the  princi- 
pal features  from  a  sanitary  stand-point  are  the  open  reservoir  near 
the  pumping  station,  in  which  is  to  be  stored  the  water  from  the 
underdrain  during  the  night  or  at  such  other  times  as  the  pumps 
are  not  in  operation,  and  the  location  of  the  final  point  of  dis- 
charge. While  it  is  not  probable  that  the  open  reservoir  will  prove 
objectionable  in  any  way  yet  the  Board  considers  it  advisable  that 
it  should  be  made  as  small  as  is  consistent  with  a  fair  degree  of 
economy  in  pumping.  The  capacity  stated  in  the  report  whichi 
accompanied  the  application  seems  unnecessarily  large. 

With  regard  to  the  final  disposal^ of  the  water  from  the  under- 
drain by  discharging  it  into  the  upper  end  of  Bannister  Brook 
north  of  Hartford  Street,  and  beyond  the  watershed  from  which 
the  city  of  Boston  derives  its  supply,  the  Board  is  of  opinion 
that  this  method  of  disposal  is  permissible  for  the  present ;  but  if 
the  character  of  the  water  should  deteriorate  it  may  become  neces- 
sary to  discharge  it  upon  a  small  filtering  area,  and  it  would  be 
well  to  have  the  outlet  where  two  or  three  a^res  of  suitable  filtering 
material  may  be  secured. 

HoLYOKE.  The  mayor  of  Holyoke  applied  to  the  State 
Board  of  Health,  Feb.  13,  1893,  for  advice  relative  to  & 
system  of  sewerage  and  sewage  disposal  for  the  villages  of 
Elmwood,  Oakdale  and  Springdale,  having  an  outlet  into  the 
Connecticut  River,  opposite  the  trotting  park  in  the  lower 
part  of  the  city.     The  Board  replied  as  follows :  — 

Boston,  March  2, 1893. 
The  Board  is  of  the  opinion  that  the  sewage  of  these  sections  of 
your  city  may  for  the  present  be  discharged  into  the  river  at  the 
place  indicated,  but  advises  that  the  lower  portion  of  the  sewer 
should  be  so  designed  and  constructed  that  the  dry  weather  flow 
will  be  carried  well  out  into  the  river  by  means  of  a  pipe  of  moder- 
ate size  leading  from  the  bottom  of  the  sewer,  thereby  preventing^ 
the  fouling  of  the  shore. 

Leicester.  The  water  commissioners  of  the  water  sup* 
ply  district  of  Leicester  applied  to  the  Board,  Jan.  23,  1893, 
for  advice  as  to  a  plan  of  sewerage  and  sewage  disposal  for 


76  STATE  BOARD  OF  HEALTH.     [Pub.  Doc. 

the  village  of  Leicester.  At  a  later  date,  March  1,  they 
submitted  a  legislative  document  (House  Document  385), 
stating  that  the  committee  on  drainage  requested  that  the 
bill  accompanying  the  petition  of  the  commissioners  should 
be  accompanied  with  the  advice  of  the  State  Board  of 
Health.    The  Board  replied  to  this  application  as  follows  : — 

Boston,  March  3,  1893. 

In  reply  to  your  request  of  March  1 ,  relative  to  the  application 
dated  Jan.  23,  1893,  of  the  Leicester  Water  Supply  District,  for 
advice  in  the  matter  of  the  disposal  of  the  sewage  of  said  district, 
the  Board  would  state  that  it  will  be  impracticable  to  advise  until 
the  snow  disappears,  so  that  a  proper  examination  of  the  ground 
can  be  made. 

With  regard  to  the  other  matter  mentioned,  namely,  the  bill 
(House  Document  No.  385)  extending  the  authority  of  the  water 
commissioners  of  the  district  so  that  they  shall  also  be  a  board  of 
commissioners  of  main  drains,  common  sewers,  sidewalks  and 
cross-walks,  and  providing  that  the  district  may  raise  money  for 
carrying  out  the  provisions  of  the  act,  the  principal  object  appears 
to  be  to  confer  powers  upon  the  district  and  its  water  commission- 
ers with  regard  to  the  construction  of  main  drains,  common  sew- 
ers, sidewalks  and  cross-walks,  similar  to  those  already  possessed 
by  towns  and  their  selectmen.  So  far  as  the  bill  provides  for  the 
transfer  of  power  from  the  town  and  its  selectmen  to  the  district 
and  its  water  commissioners,  the  Board  does  not  consider  it  within 
its  province  to  advise. 

In  looking  at  the  provisions  of  the  bill  in  other  respects,  it  is 
noticed  that  while  it  provides  for  the  construction  of  main  drains 
and  common  sewers,  and  for  taking  the  land  which  may  be  neces- 
sary therefor,  it  does  not  authorize  the  construction  of  sewage 
disposal  works  or  the  taking  of  land  for  this  purpose  should  the 
purification  of  the  sewage  be  found  necessary.  The  Board  would 
therefore  suggest  that  the  bill  might  with  advantage  be  modified  so 
as  to  give  the  required  authority  in  these  respects,  and  herewith 
transmits  a  copy  of  the  bill  with  suggested  modifications  to  accom- 
plish this  result. 

Should  the  Committee  on  Drainage  think  it  advisable  to  limit  the 
power  granted  to  the  water  supply  district  with  a  view  to  prevent- 
ing any  improper  disposal  of  the  sewage,  it  might  require  the 
system  of  sewerage  adopted  and  the  land  taken  for  sewage  disposal, 
should  any  be  required,  to  be  subject  to  the  approval  of  the  State 
Board  of  Health.  This  might  be  accomplished  by  adding  after  the 
word  **  therefore  "  in  section  5,  line  8  :  — 
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Provided,  however,  that  any  system  or  systems  of  sewerage,  drainage 
or  sewage  disposal  constructed  imder  the  provisions  of  this  act  shall  be 
in  general  accordance  with  some  plan  or  plans  approved  by  the  State 
Board  of  Health,  and  no  land  shall  be  taken  for  sewage  disposal  pur- 
poses without  the  approval  of  said  Board. 

The  Committee  on  Drainage  may  also  desire  to  restrict  the  terri- 
tory within  which  land  can  be  taken,  by  adding  after  the  word 
*'  land,"  in  section  5,  line  7,  the  words  "  within  the  limits  of  the 
town  of  Leicester." 


The  final  reply  of  the  Board  relative  to  this  plan  of  sewage 
disposal  was  as  follows :  — 

Boston,  June  1, 1893. 

The  situation  of  the  village  upon  the  hill  is  such  that  nearly  all 
of  the  sewage  can  be  carried  by  a  single  system  to  the  westerly 
side  of  the  town  in  the  vicinity  of  Rawson  Brook,  so  called,  or  it 
is  feasible  to  provide  two  systems,  one  of  which  would  convey  the 
sewage  of  rather  more  than  half  of  the  village  to  the  above  indi- 
cated location  on  the  westerly  side  of  the  town,  while  the  other 
would  take  the  sewage  from  the  remainder  of  the  village  in  an 
easterly  direction.  An  examination  of  the  whole  territory  indi- 
cated that  it  would  be  well  to  take  as  much  sewage  as  possible  in 
a  westerly  direction  to  a  point  near  the  Rawson  Brook. 

After  considering  all  of  the  conditions  affecting  the  discharge  of 
the  sewage  into  Rawson  Brook,  the  Board  has  reached  the  conclu- 
sion that  such  discharge  should  not  be  permitted  even  in  the 
beginning  until  the  sewage  had  been  at  least  partially  purified  by 
the  removal  of  the  greater  portion  of  the  suspended  matter.  In 
the  future  a  more  complete  purification  of  the  sewage  may  be 
found  necessary. 

The  best  method  of  purification  cannot  be  determined  without 
a  more  extended  examination  of  the  ground  than  it  is  feasible  for 
this  Board  to  have  made,  and  your  town  is  therefore  advised  to 
employ  a  competent  engineer  to  make  the  necessary  surveys  and 
devise  a  system  for  the  purification  of  the  sewage  to  at  least  the 
extent  above  indicated.  The  Board  will  advise  further  with  regard 
to  such  system  when  the  plans  are  submitted  by  you. 

Where  sewage  is  to  be  purified  the  smaller  the  amount  of  water 
to  be  taken  care  of,  the  less  the  diflSculty  of  purification.  The 
Board  therefore  commends  your  plan  for  adopting  a  system  of 
sewers  from  which  all  storm  water  is  to  be  excluded,  and  would 
further  advise  the  exclusion  of  as  much  ground  water  as  it  is  feas- 
ible to  exclude. 
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The  town  of  Leicester,  having  obtained  an  act  from  the 
Legislature  requiring  the  approval  of  its  plans  by  the  State 
Board  of  Health  (chap.  181,  Acts  of  1893),  submitted  plans 
to  the  Board,  June  30,  1893,  a  statement  of  which,  together 
with  the  approval  of  the  Board,  are  as  follows :  — 

Boston,  Dec  30, 1893. 

Under  the  provisious  of  chapter  181  of  the  Acts  of  1893,  en- 
titled ^^  An  Act  to  authorize  the  Leicester  Water  Supply  District 
to  construct  and  maintain  a  system  of  sewerage  and  drainage," 
the  State  Board  of  Health  received  from  you  on  June  30,  1893, 
a  written  statement  of  your  plan  for  the  sewerage  of  the  village 
of  Leicester.  This  statement  of  your  plan,  as  subsequently 
amended  and  submitted  in  a  new  draft  dated  Dec.  22,  1893,  is  as 

follows :  — 

13  Beacon  Street,  Boston,  IiIass. 
To  the  State  Board  of  Health. 

The  water  commissioners  of  the  Leicester  Water  Supply  District 
having  received  your  reply  of  June  1,  1893,  to  their  application 
for  advice  in  relation  to  the  disposal  of  the  sewage  of  the  village 
of  Leicester,  submit,  for  your  approval,  the  following  plans  for  its 
disposal. 

In  accordance  with  your  suggestion,  we  propose  to  carry  the 
sewage  as  far  as  possible  to  the  westerly  side  of  the  village,  and 
remove  all  the  organic  matter  in  suspension,  so  far  as  practicable, 
before  discharging  the  effluent  into  Rawson  Brook. 

To  accomplish  this  end,  the  separate  water  carriage  system  is  to 
be  adopted,  to  the  extent  of  excluding  all  street  or  storm  water, 
roof  water  and  ground  water,  so  far  as  feasible,  the  sewers  to  be 
flushed  only  when  necessary  with  clean  water  from  the  mains. 

The  suspended  matter  is  to  be  removed,  as  far  as  practicable, 
by  allowing  the  heavier  portion  to  settle  in  the  tank  (to  be  hereafter 
described),  and  by  mechanical  straining,  if  necessary,  of  the 
lighter  part. 

In  order  that  the  effluent  may  contain  the  smallest  possible 
quantity  of  organic  matter  in  solution,  the  separation  is  to  be 
effected  while  the  sewage  is  fresh. 

The  natural  conditions  of  the  location  of  the  village  on  the  slope 
of  a  hill  are  to  be  utilized  as  far  as  practicable  by  laying  the  sewers 
in  accordance  with  approved  forms  of  sewerage  construction,  to 
line  and  grade,  with  manholes  at  material  changes  of  line  and 
grade,  at  points  of  intersecting  sewers,  and  wherever  necessary, 
so  as  to  insure  easy  cleaning  out,  and  the  most  rapid  flow  and  con- 
centration of  the  sewage  to  the  point  of  disposal. 
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For  this  purpose,  d-inch,  9-inch  and  10-inch  Akron  salt-glazed 
pipe  is  to  be  used.  Ground  water  is  to  be  excluded  by  using  oast- 
iron  pipe  when  crossing  wet,  swampy  land  not  easily  drained  out- 
side of  the  highway,  and  by  carefully  making  the  joints  and 
plugging  the  branches  for  particular  sewers. 

All  the  sewage  for  the  present  is  to  be  collected  at  a  point  on 
Pine  Street,  1,100  feet  south  of  Main  Street,  and  thence  carried  in 
a  10-inch  pipe,  laid  at  a  grade  of  about  0.4  per  cent.,  in  a  south- 
westerly direction,  as  shown  by  an  accompanying  plan,  a  distance 
of  about  1,250  feet,  to  the  top  of  a  small  knoll,  and  there  discharged 
into  a  settling  tank. 

This  tank  is  to  be  built  either  of  brick  or  field  stone,  laid  in 
•cement  mortar  and  plastered  on  the  inside.  It  is  to  be  covered 
with  a  roof  or  building.  It  is  to  contain  not  less  than  600  cubic 
feet  of  sewage. 

The  overflow  pipe  from  the  tank  is  to  be  on  the  opposite  side 
from  where  the  sewage  enters,  and  provision  is  to  be  made  for 
breaking  the  force  of  the  stream  which  enters  the  tank,  so  as  to 
make  the  sewage  flow  quietly  through  it,  and  for  preventing  the 
floating  scum  from  passing  out  through  the  overflow  pipe. 

The  sewage  passing  from  the  tank  is  to  be  further  purifled  as  far 
as  practicable  by  flowing  it  over  land,  or  through  a  series  of  ditches, 
to  Rawson  Brook ;  but  provision  will  be  made  so  that  the  sewage 
will  not  have  to  run  continuously  in  any  ooe  channel. 

At  the  bottom  of  the  tank  an  d-inch  gate  connection  with  an  8- 
inch  pipe  is  to  be  laid  at  a  down  grade  of  about  one  foot  to  the 
hundred  to  the  point  of  discharge.  Through  this  pipe  the  sewage 
or  sludge  which  settles  at  the  bottom  of  the  tank  is  to  be  discharged 
once  or  twice  a  week,  as  may  be  necessary,  upon  ground  thoroughly 
underdrained  and  levelled,  so  as  to  have  a  slight  downward  pitch 
from  the  point  of  discharge.  This  ground  is  to  be  ridged  around 
the  outer  edge,  so  that  the  sludge  may  be  distributed  somewhat 
•evenly  over  the  surface.  After  the  water  which  it  contains  has 
percolated  through  the  drained  surface,  the  solid  refuse  is  to  be 
carted  away.  Two  or  three  beds  of  this  kind  will  be  prepared  to 
be  used  alternately,  and  provision  will  be  made  for  discharging  the 
sludge  brought  by  the  8-inch  pipe  upon  them. 

By  extending  the  8-inch  pipe  further  in  a  southerly  direction, 
other  sludge  beds  can  be  prepared  when  necessary  to  meet  future 
requirements. 

It  is  proposed  to  acquire  the  knoll  or  ridge  upon  which  the  tank 
is  to  be  located,  and  other  knolls  or  ridges  southwesterly  therefrom, 
and  all  of  the  land  between  these  knolls  or  Didges  and  Bawson 
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Brook,  for  the  disposal  of  the  sewage,  and  to  purify  the  sewage 
upon  this  land  as  far  as  it  may  be  found  practicable  to*  do  so« 

(Signed)  H.  O.  Smith, 

C.  W.  Warren, 

D.  Bemis, 

Water  Commissioners^ 
Leicester,  Dec.  22, 1893. 

The  Board  has  caused  a  careful  examination  of  the  foregoing 
plan  submitted  by  you  to  be  made,  and  hereby  approves  said  plan. 

North  Brookfield.  The  selectmen  of  North  Brook- 
field  applied  to  the  State  Board  of  Health,  July  23,  1893,. 
for  advice  relative  to  an  extension  of  their  existing  system 
of  sewerage  and  to  an  improved  method  of  sewage  disposal. 
The  Board  replied  as  follows :  — 

Boston,  Sept.  8,  1893. 

The  plan,  as  set  forth  by  the  application  and  plans  submitted,, 
provides  for  the  extension  of  the  present  main  sewer  to  the  north- 
erly end  of  the  town  farm,  the  lower  portion  of  said  sewer  to  be 
an  inverted  siphon  of  iron  pipe.  At  the  outlet  of  the  siphon  a 
settling  tank  is  shown,  and  provision  is  made  for  cleaning  it  by 
discharging  its  contents  through  an  8-inch  pipe  extending  from 
the  bottom  of  the  tank  down  the  hill  to  a  sludge  bed.  The  plaa 
also  shows  another  pipe  extending  down  the  hill,  to  serve  as  a 
main  carrier  of  a  system  for  distributing  the  settled  sewage.  The 
other  carriers  are  not  shown,  but  it  is  understood  that  they  are  to 
consist  of  ditches  dug  along  the  hillside,  and  having  only  a  slight 
slope  from  the  main  carrier  to  their  lower  ends.  It  is  further 
stated  that  the  sewage  can  be  turned  upon  about  1 7  acres  of  mow* 
ing  and  tillage  land  of  a  sandy  nature,  and  thus  dispose  of  the 
same  by  broad  irrigation,  and  that  there  is  other  land  upon  the 
town  farm  which  could  be  easily  used  in  the  future  if  necessary. 
The  quantity  of  sewage  at  present  is  said  to  be  about  50,000  gal- 
lons per  day. 

Under  the  conditions  which  exist  in  the  present  ease  it  is  advis- 
able to  screen  the  sewage,  rather  than  to  settle  it,  and  thus  avoid 
the  possibility  of  producing  offensive  odors  when  the  contents  of 
the  settling  tank  are  discharged  upon  the  sludge  bed.  The  in- 
verted siphon  can  undoubtedly  be  made  to  operate  aa  now  pro- 
posed, but  it  would  be  a  desirable  safeguard  to  adopt,  to  place 
screens  above  the  entrance  of  the  siphon,  and  thus  prevent  any 
large  substances  from  getting  into  it.  The  satisfactory  operation 
of  the  siphon  would  also  be  further  insured  by  constructing  an 
automatic  flush  tank  above  it,  so  that  the  sewage,  instead  of  flow- 
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ing  throagh  it  continaously  in  a  sluggish  stream,  woald  pass 
through  intermittently  with  a  high  velocity,  and  thns  prevent  the 
formation  of  putrefying  deposits  in  the  pipe.  This  intermittent 
discharge  of  the  sewage  would  also  facilitate  its  distribution  over 
the  land.  The  use  of  screens  may  be  objected  to  on  the  ground 
that  they  will  require  excessive  attention,  but  this  objection  can 
be  overcome  to  a  large  extent  by  providing  a  very  large  screen 
area. 

The  changes  as  suggested  would  tend  to  decrease  the  cost  of 
the  work,  as  the  screen  chamber  and  flush  tank  should  not  cost 
any  more  than,  if  as  much  as,  the  proposed  settling  tank,  sludge 
pipe  and  sludge  bed ;  and  by  screening  the  sewage  so  that  no 
large  substances  would  enter  the  siphon  pipe  it  would  be  feasible 
to  reduce  the  diameter  of  this  pipe  to  8  inches. 

With  the  present  knowledge  with  regard  to  sewage  disposal 
there  would  be  a  greater  certainty  of  success  if  the  sewage  was 
discharged  upon  beds  prepared  upon  the  most  porous  part  of  the 
town  land  and  disposed  of  by  intermittent  filtration.  The  proper 
preparation  of  these  beds  would  include  the  removal  of  the  black 
and  yellow  loam  at  the  surface  and  the  grading  of  the  beds,  so 
that  the  sewage  could  be  evenly  distributed  upon  them.  It  is 
probable,  however,  that,  with  the  small  quantity  of  sewage  to  be 
taken  care  of,  satisfactory  results  may  be  obtained  by  the  system 
of  broad  irrigation  proposed  by  the  town,  and  with  less  expense 
than  by  intermittent  filtration,  and  the  Board  therefore  thinks  it 
proper  that  the  town  should  begin  to  dispose  of  the  sewage  by 
broad  irrigation.  It  would  advise,  however,  that  even  in  the  be- 
ginning, several  small  beds,  having  an  aggregate  area  of  not  less  than 
one-half  an  acre,  should  be  carefully  prepared  for  intermittent  filtra- 
tion by  the  removal  of  the  soil,  for  use  at  times  when  it  is  impracti- 
cable or  inconvenient  to  dispose  of  the  sewage  by  broad  irrigation. 

Where  the  sewage  is  disposed  of  upon  a  hillside  by  broad  irriga- 
tion, there  will  be  a  tendency,  if  the  sewage  is  allowed  to  flow  long 
in  one  place,  for  it  to  gather  in  a  stream  and  flow  down  the  hill. 
To  meet  this  contingency  a  large,  level,  intercepting  ditch  should  be 
constructed  around  the  lower  part  of  the  land,  not  less  than  5  feet 
above  the  brook,  to  intercept  streams  of  this  character  and  prevent 
them  from  flowing  unfiltered  into  the  brook.  Around  other  mar- 
gins of  the  field  small  ditches  should  be  dug  to  prevent  the  sewage 
from  flowing  off  in  these  directions  and  convey  it  to  the  large  inter- 
cepting ditch  just  mentioned. 

In  all  cases  of  sewage  disposal,  and  particularly  where  broad 
irrigation  is  adopted,  the  attainment  of  successful  results  depends 
to  a  very  large  extent  upon  the  intelligent  care  taken  to  effect  a 
proper  distribution  of  the  sewage. 
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PiTTSFiELD.  The  city  of  Pittsfield  presented  to  the  Board, 
May  11,  1891,  a  plan  of  sewerage  and  sewage  disposal, 
under  the  provisions  of  chapter  357,  Acts  of  1890,  providing 
for  the  permanent  disposal  of  sewage  of  the  city  by  filtration 
upon  land  in  the  valley  of  the  Housatonic  River,  with  a  tem- 
porary outlet  into  the  river  during  the  construction  of  the 
works.  This  plan  was  approved  by  the  Board,  May  12> 
1891,  with  the  provision  that  the  direct .  discharge  into  the 
river  should  not  continue  after  June  1,  1900. 

On  the  27th  of  December,  1892,  the  Sewer  Commissioners 
applied  to  the  Board  requesting  the  following  modification  of 
the  plan  approved  by  the  Board:  **To  strike  out  so  much 
of  said  plan  as  designates  specific  areas  of  land  for  the  per- 
manent disposition  of  said  sewage,  and  by  striking  out  so 
much  of  said  plan  as  provides  that  aft;er  the  date  therein 
specified  all  sewage  is  to  be  pumped  to  filtering  fields  across 
the  river  and  there  disposed  of  by  intermittent  filtration,  and 
by  inserting  instead  thereof  a  provision  that  after  said  date 
all  sewage  is  to  be  permanently  disposed  of  by  such  methods 
as  the  State  Board  of  Health  shall  then  approve."  The 
Board  replied  to  this  application  as  follows :  — 

Boston,  Jan.  10, 1893. 
By  the  plan  approved  by  the  State  Board  of  Health,  above 
referred  to,  the  Board  permitted  the  use  of  the  Housatonic  River 
for  the  discharge  of  the  sewage  of  Pittsfield  until  the  year  1900^ 
and  after  that  date  the  sewage  was  to  be  cared  for  upon  filtering 
areas  of  land  and  the  discharge  into  the  river  stopped.  The  use  of 
the  river  was  therefore  but  for  a  brief  period,  and  the  main  features 
of  the  general  plan  presented  by  the  city  of  Pittsfield,  and  approved 
by  this  Board,  provided  for  the  ultimate  care  of  the  sewage  upon 
the  filtering  areas.  The  changes  now  asked  for,  if  approved  by 
this  Board,  would  leave  the  city  of  Pittsfield  without  provision  for 
its  future  disposal  of  sewage  other  than  the  river.  The  Board  is  of 
opinion  that  such  a  course  is  not  advisable  for  the  city,  nor  does 
the  Board  feel  it  will  do  its  duty  should  it  approve  any  plan  not 
fully  providing  for  the  future  proper  sanitary  care  of  the  city's 
sewage.  The  Board  therefore  cannot  approve  the  amendments  as 
proposed,  but  will  consider  any  further  plans  in  regard  to  the  ulti- 
mate disposal  of  the  sewage  which  the  city  may  desire  to  present. 

rLYMOUTH.  The  committee  on  sewerage  of  the  town  of 
Plymouth  applied  to  the  Board,  March  30, 1893,  for  its  advice 
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relative  to  a  plan  of  sewerage  and  sewage  disposal  for  that 
town.     The  Board  replied  as  follows  :  — 

Boston,  June  14, 1893. 

The  plan  referred  to  shows  the  outlines  of  a  system  of  sewerage 
for  the  portion  of  the  town  from  which  sewage  can  be  brought  by 
marginal  intercepting  sewers  to  a  point  in  Water  Street  just  north 
of  all  wharves,  and  a  12-inch  cast-iron  pipe  extending  from  this 
connecting  point  ouf  into  the  harbor  to  the  North  Guzzle,  so  called. 
It  is  understood  that  the  plan  proposes  the  admission  of  storm 
water  into  the  sewers  from  the  main  street  of  the  town,  but  that 
elsewhere  it  is  to  be  excluded.  In  order  to  provide  for  the  dis- 
posal of  the  storm  water,  storm  overflows  from  the  marginal  sewer 
are  provided  at  four  points  along  the  shore. 

The  only  important  feature  in  which  the  Board  advises  a  change 
is  in  the  outlet  pipe,  which,  in  the  opinion  of  the  Board,  should  be 
changed  so  as  to  reach  the  Guzzle  at  a  point  as  far  from  the  shore 
as  it  is  practicable  to  extend  the  pipe,  but  not  more  than  1 ,500  feet. 
The  limit  of  1,500  feet  is  mentioned  because  it  is  doubtful  if  a 
pipe  longer  than  this  could  be  kept  free  from  deposits.  In  making 
the  pipe  longer,  as  advised,  its  size  should  be  increased  to  14 
inches,  which  will  not  only  offset  the  loss  of  capacity  due  to  the 
greater  friction  of  a  longer  pipe,  but  will  also  give  a  slight  addition 
to  the  capacity,  which  is  desirable. 

The  sizes  and  inclinations  of  the  intercepting  sewers  appear  to 
have  been  judiciously  chosen,  so  far  as  can  be  judged  from  the 
preliminary  plan  submitted.  These  sewers  of  necessity  are  placed 
at  a  low  level  as  compared  with  high  tide,  and  have  rather  low 
grades,  so  that  they  may  not  prove  wholly  self-cleansing,  but,  even 
if  they  should  not,  the  amount  of  care  required  to  keep  them  clean 
would  not  be  excessive.  The  cleaning  of  the  southern  branch  of 
the  intercepting  sewer  may  be  facilitated  by  the  construction  of 
an  inlet  as  large  as  the  sewer  itself  from  the  lower  millpond  on 
Town  Brook,  provided  the  millpond  is  at  a  sufficient  elevation, 
this  inlet  to  be  used  from  time  to  time  at  low  tide  for  flushing  the 
flewer. 

As  a  precaution  against  the  clogging  of  the  outlet  pipe  the  Board 
would  suggest  the  construction  of  a  small  chamber  at  its  upper 
end,  where  it  receives  the  sewage  from  the  intercepting  sewers. 
The  bottom  of  this  chamber  should  be  depressed  so  as  to  act  as  a 
settling  basin  and  catch  any  heavy  material  brought  down  by  the 
sewers.  It  could  be  built  in  the  street,  but  it  would  be  better  to 
construct  it  just  outside  the  street  lines  and  make  it  easily  acces- 
sible.   A  gate  at  the  upper  end  of  the  pipe,  by  which  the  water  or 
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sewage  coul^i  be  held  back  in  the  sewers  and  then  let  out  suddenly 
at  low  tide  to  flush  the  pipe,  would  be  an  advantage. 

Spencer.  The  superintendent  of  sewers  of  Spencer  ap- 
plied to  the  Board,  June  1,  1893,  for  its  advice  relative  to- 
a  system  of  sewage  disposal  upon  land  in  the  valley  of  Seven: 
Mile  River.     The  Board  replied  as  follows :  — 

Boston,  Dec  8, 1893. 

The  Board  finds  from  the  statements  contained  in  your  applica- 
tion, and  from  the  examinations  made  by  one  of  its  engineers,  that 
the  topography  of  the  town  is  such  that  nearly  all  of  the  sewage 
can  be  collected  by  a  system  of  sewers  with  a  main  sewer  leading 
toward  the  Seven  Mile  River  at  a  point  south-westerly  from  the 
centre  of  the  town,  that  the  main  sewer  and  a  large  part  of  the- 
tributary  sewers  of  this  system  have  already  been  built,  and  that 
the  sewage  is  now  discharging  into  the  river.  It  is  the  sewage^ 
from  this  main  system  which  you  propose  to  deal  with  at  present. 

The  sewers  already  built  are  for  the  most  part  intended  to  take 
sewage  only,  but  at  a  few  points  catch-basins  have  been  built 
through  which  considerable  storm  water  is  admitted  to  the  sewers ; 
and  there  is  also  a  considerable  amount  of  ground  water  finding 
its  way  into  them,  which  materially  increases  the  volume  of  sewage 
to  be  taken  care  of.  The  sewers  also  receive,  in  addition  to  the* 
sewage  proper,  certain  waste  matters  from  the  gas  works  in  the 
town,  which  make  the  sewage  particularly  offensive  and  destroy 
the  vegetation  in  the  vicinity  of  the  sewer  outlet. 

The  town  is  situated  on  high  land,  and  the  main  sewer  falls* 
rapidly  until  it  reaches  the  lower  land  bordering  the  river.  By 
intercepting  the  sewage  before  it  reaches  too  low  a  level  the  sew- 
age can  be  discharged  by  gravity  upon  land  at  a  sufiScient  height 
above  the  river  for  sewage  filtration.  The  suggestion  has  beea 
made  by  you  that  the  town  now  owns  ten  acres  of  gravelly  land 
near  the  river,  through  which  the  present  main  sewer  passes,  which 
might  be  used  for  the  disposal  of  sewage  by  intermittent  filtration  ; 
and  that  there  are  also  about  three  acres  of  similar  land  adjoining 
the  town  lot  on  the  south  which  might  be  used  if  additional  area 
was  required. 

The  material  of  the  town  lot,  as  determined  by  several  test  pits 
and  by  an  examination  of  the  surface  of  the  ground,  is  of  suitable 
quality  for  the  disposal  of  sewage  by  the  method  suggested.  The- 
proper  preparation  of  the  lot  for  sewage  disposal  would  involve 
the  removal  of  the  surface  loam  and  the  grading  of  the  land  into* 
beds  of  suitable  size,  having  a  surface  of  porous  sand  or  gravel. 
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Id  order  to  make  the  lower  portions  of  the  land  available  it  would 
be  necessary,  after  removing  the  surface  loam,  to  raise  them  by 
filling  with  porous  sand  or  gravel  to  a  level  six  feet  above  ordinary 
high  water  in  the  river.  The  filter  beds  which  have  surfaces  not 
more  than  8  feet  above  the  river  should  be  underdrained.  By  tak- 
ing the  sand  or  gravel  for  this  filling  from  the  higher  portions  of 
the  land  and  by  building  a  few  hundred  feet  of  sewer  in  Main 
Street,  so  that  the  sewage  will  reach  the  lot  at  a  higher  level,  it 
will  be  feasible  to  utilize  all  of  the  gravelly  land,  including  the 
three  acres  lying  south  of  the  town  lot. 

It  is  desirable  to  restrict  as  far  as  practicable  the  amount  of 
sewage  to  be  taken  care  of,  and  in  order  to  do  this  the  surface 
water  .which  now  enters  the  sewers  through  the  catch  basins  in  the 
streets  should  be  disposed  of  in  some  other  way.  It  is  also  desir- 
able to  diminish  the  amount  of  ground  water,  if,  upon  examination, 
it  should  be  found  feasible  to  do  so.  Should  any  large  amount  of 
ground  water  be  found  to  enter  the  main  sewer,  or  should  it  be 
found  desirable  to  continue  to  dispose  of  the  storm  water  through 
underground  channels,  it  may  be  best  to  lay  a  new  main  sewer  of 
much  smaller  size  than  the  present  one  to  take  the  sewage,  reserv- 
ing the  present  main  sewer  for  the  discharge  of  surface  and  ground 
water.  The  surface  water  which  would  naturally  flow  from  adjacent 
high  land  upon  the  filter  beds  should  also  be  collected  and  disposed 
of  in  such  a  way  that  it  will  not  tend  to  saturate  the  beds.  It  may 
be  feasible  to  turn  this  water  into  the  lower  portion  of  the  present 
main  sewer  below  the  point  where  the  sewage  will  be  diverted  from 
it  to  the  filter  beds. 

It  may  be  said,  with  regard  to  the  disposal  of  the  sewage  of  the 
town  by  intermittent  filtration,  that  it  is  not  probable  that  the 
results  will  be  satisfactory  unless  the  wastes  from  the  gas  works 
are  excluded  from  the  sewers,  or,  before  being  admitted,  are 
treated  in  such  a  way  as  to  make  them  inoffensive,  and  to  remove 
all  tarry  or  oily  substances  which  would  tend  to  clog  the  filter  bed. 

The  area  of  suitable  land  at  the  town  lot  and  the  lot  adjacent  to 
it  is  smaller  than  is  desirable,  considering  the  large  amount  of 
ground  water  which  finds  its  way  into  the  sewers,  and  the  increas- 
ing quantity  of  sewage  which  will  enter  the  sewers  as  they  are  ex- 
tended and  the  town  increases  in  population.  If  the  ground  water 
could  be  excluded  from  the  sewers,  the  area  would  be  suflBcient 
until  the  population  of  the  town  is  considerably  larger  than  at 
present. 

In  view  of  the  somewhat  limited  area  of  land  available  at  and 
near  the  town  lot,  examinations  were  made  to  determine  whether 
additional  land  was  available,  and  a  tract  was  found,  lying  in  a 
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south-westerly  direction  from  the  town  lot,  between  the  Brookfield 
road  and  the  river,  just  beyond  the  cemetery,  which  appeared 
from  a  surface  examination  to  be  suitable  for  sewage  filtration. 
This  land  is  considerably  higher  than  the  river,  but  it  is  lower  than 
the  main  sewer  in  Main  Street,  a  short  distance  from  the  town 
lot,  and  the  sewage  could  be  conveyed  to  it  through  an  iron  pipe 
which  would  run  full  and  under  pressure.  The  lowest  point  in 
this  pipe  would  be  at  the  corner  of  Meadow  and  Main  streets, 
nearly  opposite  the  town  lot,  so  that  the  pipe  could  be  emptied 
frequently  upon  filter  beds  on  the  town  lot,  and  thus  kept  clean. 
This  tract  of  land  is  of  suitable  quality,  and  probably  other  land 
in  this  vicinity  could  be  made  available  for  the  disposal  of  sewage. 

While  the  town  lot  has  a  decided  advantage,  owing  to  its  pres- 
ent ownership  by  the  town  and  the  ease  with  which  sewage  can 
be  turned  upon  it,  it  will  obviously  be  quite  expensive  to  grade  it 
and  the  small  lot  south  of  it  so  that  the  whole  area  of  these  lots 
will  be  available  for  sewage  disposal,  and  unless  the  amount  of 
sewage  is  materially  diminished  by  the  exclusion  of  ground  water, 
it  will  be  necessary  to  provide  additional  filtering  area  before  long. 
It  is  therefore  recommended  that  the  town  lot  should  not  be  finally 
adopted  as  the  only  site  for  filter  beds  until  the  other  tract  of  land 
beyond  the  cemetery  has  been  more  carefully  investigated,  by 
digging  test  pits  to  ascertain  if  the  material  is  porous  and  suitable 
for  filtration ;  and,  if  so,  whether  it  will  not  be  cheaper  to  prepare 
the  required  area  of  filter  beds  partly  at  the  town  lot  and  partly  at 
the  lot  beyond  the  cemetery ;  or,  if  not  cheaper,  whether  it  may 
not  be  desirable  to  control  this  second  lot  from  the  beginning,  so 
as  to  have  an  opportunity  to  extend  the  filter-beds  whenever  it 
becomes  necessary. 

When  you  have  the  results  of  further  surveys  and  estimates,  or 
more  definite  plans  of  sewage  disposal  to  submit,  the  Board  will 
advise  you  further  in  this  matter. 

The  Board  is  of  the  opinion  that  the  discharge  of  the  sewage 
directly  into  the  Seven  Mile  River  should  be  discontinued. 

Westborough.  The  committee  on  sewerage  of  the  town 
of  Westborough  presented  a  general  plan  for  the  sewage 
disposal  of  the  town,  Feb.  3,  1890,  which  the  Board  approved 
(Senate  Document  4,  1891,  page  18).  By  a  general  Act  of 
the  Legislature  of  1890,  chap.  124,  it  was  provided  that 
land  might  be  taken  for  sewage  disposal  with  the  approval  of 
the  State  Board  of  Health  after  a  public  hearing.  Under  the 
provisions  of  this  Act  the  selectmen  applied  to  the  Board 
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June  22,  1891.  A  hearing  was  held  July  7,  1891,  and  the 
location  submitted  by  the  town  was  approved  by  the  Board, 
July  8,  1891  (Senate  Document  4,  1892,  page  49). 

In  the  following  year,  April  16,  1892,  the  selectmen  of 
Westborough  presented  a  plan,  which,  after  due  consider- 
ation, the  Board  deemed  unsatisfactory  and  expressed  such 
opinion  in  a  conununication  to  the  selectmen,  Nov.  3,  1892 
(Senate  Document  4,  1893,  page  6),  stating  the  conditions 
essential  to  success. 

The  selectmen  again  applied  to  the  Board,  Sept.  18,  1893, 
stating  that  the  advice  of  the  Board  had  not  been  carried  out, 
and  requesting  the  Board  to  **make  an  examination  of  the 
present  sewage-disposal  works  of  Westborough  and  advise 
the  town  further  in  the  matter  of  sewage  disposal."  The 
Board  replied  as  follows :  — 

Boston,  Oct.  26, 1893. 

In  compliance  with  this  request  the  Board  has  caused  an  exami- 
nation of  your  present  works  to  be  made  by  one  of  its  engineers. 
He  finds  that  you  have  prepared  filter-beds,  having  an  area  of  a 
little  more  than  two  acres,  by  filling  porous  sand  and  gravel  to  a 
depth  of  from  one  to  two  and  a  half  feet  upon  land  from  which 
the  greater  part  if  not  all  of  the  loam  had  been  removed.  From 
an  examination  by  means  of  test  pits  dug  at  various  points  in  the 
filter  beds,  he  finds  that  the  material  beneath  the  upper  porous 
layer  is  an  extremely  fine  sand  which  not  only  remains  saturated 
with  water,  but  also  keeps  the  porous  material  above  it  saturated 
for  weeks  after  the  discharge  of  sewage  upon  it  has  ceased.  These 
conditions  are  unsuitable  for  the  purification  of  sewage ;  and  a 
very  small  quantity  of  sewage  only  could  be  disposed  of  upon 
these  shallow  beds  if  they  were  underdrained. 

It  was  also  found  that  a  portion  of  the  sewage  was  disposed  of 
by  being  turned  into  a  gravel  pit,  near  the  carrier,  until  the  sewage 
stood  in  the  pit  to  a  depth  of  several  feet,  when  it  filtered  into  the 
ground  quite  rapidly,  and  the  water  reappeared  in  the  form  of  a 
spring,  a  short  distance  away,  clear  but  not  thoroughly  purified. 
It  is  highly  improbable  that  this  method  of  disposal  would  continue 
to  give  even  as  good  results  as  at  present  for  any  long  time  in  the 
future  if  any  large  proportion  of  the  sewage  should  be  turned  into 
this  pit.  The  rapidity  with  which  the  sewage  disappears  shows 
that  the  ground  is  porous  in  this  vicinity,  and  that  a  good  filter- 
bed  might  be  prepared  here  which  would  successfully  dispose  of  a 
portion  of  the  sewage. 

In  reply  to  a  previous  application  made  by  your  board,  the  State 
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Board  of  Health  sent  to  you  on  Nov.  3,  1892,  a  commumcation 
containing  its  advice  in  a  general  way  as  to  what  the  town  should 
do  to  properly  dispose  of  its  sewage.  This  advice,  which  the 
Board  has  no  reason  to  modify,  is  as  follows :  — 

The  Board  ....  advises  that  the  town  should  prepare  filter- 
heds  having  a  total  area  of  not  less  than  five  acres  for  the  disposal  of  its 
sewage.  These  beds  should  consist  of  sufficiently  porous  material  to 
properly  filter  the  sewage,  and  if  of  such  a  character  or  so  situated  that 
the  ground- water  level  will  not  remain  at  least  five  feet  below  the  sur- 
face of  the  beds,  they  should  be  efficiently  nnderdrained. 

The  most  economical  method  of  preparing  beds  such  as  are  here  de- 
scribed is  a  matter  which  requires  investigation.  If  a  portion  of  your 
land  can  be  found  where  there  are  two  or  three  feet  of  porous  material 
above  the  level  of  the  water  in  the  Assabet  River,  the  required  height  of 
filter-bed  can  be  obtained  by  filling  gravel  upon  this  portion  after  the 
loam  or  any  other  layer  of  very  fine  material  which  may  be  found  has 
been  stripped  from  it  If  such  land  as  is  here  described  cannot  be  found, 
it  may  then  be  necessary  to  prepare  beds  by  cutting  down  some  of  the 
higher  gravelly  land  to  the  proper  level,  and  filling  the  excavated 
n:iaterial  upon  the  low  land,  both  the  excavated  and  filled  areas  being 
used  for  filtration.  The  character  of  the  material  lying  on  the  easterly 
side  of  a  narrow  swamp,  and  also  easterly  from  the  tract  belonging  to  the 
town,  appears  to  be  of  suitable  quality  for  the  construction  of  filter-beds 
by  the  last  described  method. 

The  Board  cannot  give  you  any  more  specific  advice  than  that 
above  given  as  to  what  should  be  done,  because  it  is  not  feasible 
from  such  examinations  as  are  made  by  its  engineers  to  obtain  the 
accurate  data  upon  which  such  advice  should  be  based  in  order  to 
avoid  wasteful  expenditures  and  unsatisfactory  results. 

What  you  should  therefore  do  is  to  employ  some  engineer  skilled 
in  this  class  of  work  to  make  plans  of  all  the  territory  which  may 
be  used  for  sewage  disposal,  showing  the  height  of  the  ground,  the 
level  of  the  water  in  the  ground  and  the  location  of  the  test  pits, 
which  should  be  sunk  at  frequent  intervals  and  to  a  sufficient 
depth  to  determine  accurately  the  character  of  the  material  at  dif- 
ferent places  with  reference  to  its  porosity.  He  should  also  deter- 
mine where  and  how  filter-beds  can  be  constructed  at  a  minimum 
cost,  which  will  at  least  meet  the  requirements  contained  in  the 
former  reply  of  the  Board. 

If  you  should  decide  to  make  such  investigations  the  Board  will 
direct  its  engineers  to  co-operate  with  your  engineer  in  the  matter 
of  determining  the  suitability  of  materials  obtained  from  test  pits 
for  filtering  sewage;  and  when  the  investigation  is  far  enough 
advanced  and  new  plans  are  presented  the  Board  will  advise  you 
further  regarding  them. 


r.  r. 
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EXPLANATORY  NOTE. 

The  systematic  examination  of  the  water  supplies  of  the  State  was  begun 
June  1, 1887,  and  has  been  continued  up  to  the  present  time.  The  results  for 
the  years  previous  to  1893  have  been  published  in  four  reports,  as  follows: 
June  1,  1887,  to  May  31,  1889,  in  the  Special  Report  of  the  Board  upon  the 
Examination  of  Water  Supplies  (1890) ;  June  1, 1889,  to  Dec.  31, 1890.  in  the 
Twenty-second  Annual  Report  of  the  Board  for  the  year  1890 ;  for  the  years  1891 
and  1892,  in  the  Twenty-third  and  Twenty-fourth  Annual  Reports  of  the  Board 
for  those  years.  The  present  (Twenty-fifth  Annual)  report  contains  the  results 
for  the  year  1893. 

The  first  of  these  reports  contained  a  description  of  each  of  the  water  sup* 
plies  in  the  State  existing  at  the  date  of  that  report.  The  later  reports  have 
described  only  new  works  and  changes  in  existing  works. 

An  alphabetical  arrangement  by  towns  has  been  adopted  in  this,  as  in  previ- 
ous reports.  Sources  of  water  supply  arc  tabulated  under  the  name  of  the  town 
supplied,  other  waters  under  the  name  of  the  town  in  which  they  are  situated* 
The  analyses  of  water  from  the  larger  rivers  not  used  as  sources  of  water  supply 
are  given  in  a  subsequent  tabulation,  headed  "Examination  of  Rivers." 

The  chemical  examinations  in  this  report  were  made  in  the  same  manner  as 
heretofore,  and  are  presented  in  the  tables  in  the  same  form  as  in  the  last  report, 
except  that  a  new  determination, "  Oxygen  Consumed,"  has  been  added.  This 
determination  has  been  made  for  all  waters  this  year,  and  appears  in  the  tables 
of  analyses  for  the  first  time.  Owing  to  the  space  occupied  by  the  column  of 
**  Oxygen  Consumed,"  the  "  date  of  examination  "  of  the  samples  has  been  omit- 
ted from  the  tables.  The  samples  are  usually  received  at  the  laboratory  from 
twenty-four  to  forty-eight  hours  after  collection. 

All  surface  water  and  such  samples  of  ground  water  as  contain  suspended 
matter  are  filtered  through  filter-paper  before  determining  the  color,  the  residue 
on  evaporation  and  the  albuminoid  ammonia  in  solution.  Some  ground  waters 
which  are  perfectly  clear  and  colorless  when  drawn  from  the  ground  become 
turbid  and  colored  on  standing,  in  consequence  of  the  oxidation  of  the  iron  which 
they  contain.  In  these  waters  the  residue  on  evaporation  is  determined  without 
filtration,  since  this  iron  is  an  essential  and  not  an  accidental  ingredient  in  the 
water.  In  the  changes  which  accompany  the  oxidation  of  the  iron  in  waters  of 
this  character,  they  become  first  cloudy  (well  i3 escribed  by  the  word  milky)  and 
finally  deposit  a  precipitate  of  oxide  of  iron.  In  the  cloudy  condition  they  have 
a  distinct  color,  which,  while  it  does  not  have  the  same  significance  as  in  the 
ease  of  surface  waters  and  is  only  a  passing  phenomenon,  is,  nevertheless,  of 
interest  as  showing  a  color  which  the  water  may  assume  while  the  oxidation  of 
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interest  as  showing  a  color  which  the  water  may  assume  while  the  oxidation  of 
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the  iron  is  in  progress.  When  the  iron  is  all  oxidized  and  precipitated  the  water 
may  become  colorless  again.  Explanatory  notes  will  be  given  for  waters  of 
this  kind  in  connection  with  the  tables  of  analyses. 

The  color  of  water  is  expressed  by  numbers  which  increase  with  the  amount 
of  color.  The  standard  used  is  nesslerized  ammonia,  as  described  on  page  581  of 
the  Special  Report  upon  the  Examination  of  Water  Supplies,  1890,  and  on  page 
329  of  the  Annual  Report  for  1893.  Boston  water,  as  drawn  from  a  tap  at  the 
Institute  of  Technology,  has  had  an  average  color  for  six  years  of  0.43.  Other 
water  supplies  in  the  State  have  had  an  average  color  of  from  0  to  1.45. 

In  cases  where  examinations  of  a  source  have  been  made  with  considerable 
regularity  for  several  years,  the  averages  of  the  results  of  the  chemical  analyses 
of  previous  years  are  appended  to  the  tables  of  analyses  for  1893. 

In  the  microscopical  examination  of  water  there  has  been  no  change  in  the 
method  employed  since  Nov.  6,  1890.  This  method  was  fully  described  in  the 
Twenty-third  Annual  Report  of  the  Board  for  the  year  1891  (pages  395-421). 
Before  Nov.  6, 1890,  the  methods  employed  were  less  perfect,  so  that  a  smaller 
proportion  of  the  total  number  of  organisms  present  in  the  water  was  separated 
from  it  and  observed  under  the  microscope;  and,  before  drawing  conclusions 
from  a  comparison  of  the  microscopical  examinations  of  waters  made  before  and 
after  this  date,  the  explanatory  note  on  page  70  of  the  Twenty-second  Annual 
Report  for  1890  should  be  read. 

To  indicate  the  amount  of  the  so-called  Zodglcea  observed,  the  number  of 
individual  masses  is  not  counted,  but  an  area  equal  to  2,500  square  microns,  or 
.0025  square  millimeters,  has  been  adopted  as  an  arbitrary  unit. 

In  publishing  the  results  of  the  microscopical  examinations  the  same  system 
is  followed  as  last  year.  The  plants  observed  are  classified  in  four  groups, 
viz. :  DiatomaceaB,  Cyanophyceae,  Algae  and  Fungi.  The  Animals  observed  are 
grouped  as  Rhizopoda,  Infusoria,  Vennes  and  Crustacea. 

The  names  of  the  different  genera  in  each  group  are  given  with  the  numbers 
of  each  per  cubic  centimeter,  except  that,  to  avoid  making  the  tables  excessively 
long,  they  are  omitted  when  present  only  in  very  small  numbers.  It  is  not 
feasible  to  make  with  regard  to  omissions  a  single  rule  which  will  apply  to  all 
cases,  because  it  is  desirable  to  include  smaller  numbers  of  animals  than  of 
plants,  and  of  the  larger  animals  than  of  animals  generally.  Moreover,  there 
are  exceptional  cases  in  which  it  is  desirable  to  indicate  the  presence  of  even 
very  small  numbers  of  the  more  important  plants  or  animals.  Two  general 
rules,  however,  have  been  adopted  in  printing  the  results,  namely :  — 

1.  All  genera  of  Plants  are  included  in  which  the  total  number  observed  in 
twelve  months  amounts  to  6  or  more  per  cubic  centimeter,  or  in  other  words 
averages  as  much  as  0.5  per  month. 

2.  All  genera  of  Animals  are  included  in  which  the  total  number  observed 
in  12  months  amounts  to  1.5  or  more  per  cubic  centimeter. 

The  larger  microscopic  animals,  such  as  some  of  the  Crustacea,  are  included, 
even  when  present  only  in  very  small  numbers. 

Fractions  are  generally  omitted  from  the  table,  the  nearest  whole  number  of 
organisms  per  cubic  centimeter  being  given.  Where  the  total  number  of  organ- 
isms observed  is  0.5  or  less,  the  fact  that  the  organism  was  present  is  usually 
indicated  by  the  abbreviation  "  pr.,"  but  in  the  case  of  the  lai'ger  organisms  very 
small  fractions  are  given. 
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EXAMINATION  OF  WATER  SUPPLIES. 


Water  Supply  op  Abington  and  Rockland. 


Chemical  Examination  of  Water  from  Big  Sandy  Pond,  Pembroke. 

[Parts  per  100,000.] 


a 


e 
o 


o 
o 


10032 
10068 
10106 
10282 
10416 
10583 
10660 
10816 
11024 
11106 
11343 
11482 


Av. 


189S. 

Feb.  17 

Feb.  27 
Mar.  31 
Apr.  10 
May  17 
June  14 
July  11 
Aag.l6 
8ept.l3 
Oct.  13 
Nov.16 
Dec.  12 


Appbarahcb. 


1 

a 
H 


a 

§ 


o 
o 


V.  slight. 

V.  slight. 

V.  slight. 

Slight. 

V.sUght. 

Slight. 

V.slight. 

Slight. 

Distinct. 

V.slight. 

Slight. 

Slight. 


Slight. 

V.slight. 

Slight, 

white. 
Slight. 

None. 

Slight. 

V.slight. 

V.slight. 

Slight. 

V.slight. 

Slight. 

Slight. 


0.02 
0.02 
0.06 
0.08 
0.08 
O.IO 
0.06 
O.IO 
0.10 
0.08 
0.08 
0.10 

0.07 


Rbsiddb  on 

EVAPOBA- 
TtON. 


I 


2.10 
3.06 
2.76 
3.00 
3.60 
3.66 
2.06 
3.36 
4.30 
3.80 
2.66 
3.16 


3.10 


a 


0.80 
0.85 
0.86 
1.20 
1.66 
1.46 
1.10 
1.20 
1.00 
1.75 
0.86 
0.80 


1.10 


Ammonia. 


Albamlnoid. 


I 


I 

o 

a 


.0000 
.0008 
.0060 
.0000 
.0010 
.0020 
.0012 
.0000 
.0000 


.0086 
.0130 
.0194 
.0132 
.0128 
.0170 
.0162 
.0128 
.0182 


.0002  .0164 


.0000 
.0006 


.0120 
.0176 


.0060 
.0106 
.0130 
.0112 
.0110 
.0162 
.0132 
.0112 
.0162 
.0142 
.0104 
.0166 


.0010  .014r,  .0122 


•a 

00 


.0026 
.0024 
.0064 
.0020 
.0018 
.0018 
.0020 
.0016 
.0030 
.0012 
.0016 
.0020 


.0024 


NiTBOOBN 
AS 


s 


5 


.68 

.0000 

.68 

.0000 

.68 

.0030 

.02 

.0000 

.60 

.0030 

.62 

.0000 

.63 

.0060 

.62 

.0000 

.66 

.0000 

.00 

.0000 

.66 

.0080 

.61 

.0000 

.68 

.0012 

.0000 
.0000 
.0001 
.0000 
.0001 
.0000 
.0000 
.0000 
.0000 
.0000 
.0000 
.0000 


.0000 


1 

I 

a 

I 

o 


i 


.1822 
.1684 
.1826 
.1861 
.2372 
.2110 
.1971 
.2870 
.2340 
.1944 
.8020 
.2336 


.2130 


0.0 
0.8 
0.6 
0.3 
0.5 
0.3 
0.5 
0.4 
0.8 
0.3 
0.8 
0.8 

0.5 


IroD,  .0048.  Odor,  generally  vegetable  or  none ;  once  only  disagreeable,  disappearing  on  beating.— 
The  samples  were  collected  from  a  faucet  at  the  pomping  station,  with  the  exception  of  No.  10,032,  which 
was  collected  from  the  pond  under  the  Ice  about  160  feet  from  the  Intake,  and  No.  10,660,  which  was  col- 
lected from  a  drinking  fountain  near  the  center  of  the  village  of  Abington. 
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ABINGTON  AND  BOCKIaANB. 

Microscopical  Examination  of  Water  from  Big  Sandy  Pond,  Pembroke. 

[Number  of  organisma  per  cubic  centimeter.] 


1S9S. 

Feb. 

Mar. 

Apr. 

Apr. 

May. 

Jane. 

July. 

Aug. 

Sept 

Oet 

Nov. 

Dec 

Day  of  ezamiDatlon, 

21 

1 

4 

21 

10 

16 

15 

16 

15 

14 

17 

14 

Number  of  sample, 

10032 

10058 

10106 

10282 

10416 

10528 

10650 

10616 

11024 

11106 

11843 

11488 

PLANTS. 

DiatomaceeB,  . 

87 

163 

888 

114 

88 

405 

81 

86 

864 

80 

86 

185 

Asterionella,   . 
Oyclotella, 
Fragllaria, 
Meloaira*  ... 
NaTicnla, . 
Btephanodlacas, 
Brnedra,  . 
Tabellaria, 

60 
1 
4 
0 
6 
0 

16 
pr. 

0 
2 
0 
0 

"'« 

150 
2 

24 
98 

4 
2 
1 
0 
224 
40 

42 

18 

2 

2 

86 
14 

5 
0 
0 
0 
0 
10 
8 
5 

1 
400 
0 
1 
1 
0 
0 
2 

0 
18 
0 
0 
0 
0 
0 
8 

6 
S4 

0 
1 
0 
0 

1 

4 

180 

32 

14 

106 

0 

0 

0 

80 

0 

T8 
0 
0 
0 
8 

3 
2 
0 
3 
0 
0 
16 
2 

120 
2 
0 

0 
1 
0 
2 
0 

OyanopliyceeB, 

7 

0 

0 

0 

0 

0 

0 

0 

0 

4t 

pr. 

50 

Chrobcoccns,   . 
Cffiloapbnrium, 
Mlcrocystia,     . 

7 
0 
0 

0 
0 
0 

0 
0 
0 

0 

0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 

0 

42 

0 

0 

pr. 

0 

50 

0 

AlflTOBt   .       •       •       . 

pr. 

8 

pr. 

18 

8 

0 

0 

0 

8 

0 

18 

4 

ProtococouB,    . 
Btaurogenia,    . 
Zodsporee, 

0 

0 

pr. 

B 
0 
0 

0 

^'6 

0 

0 

18 

5 

•  0 

0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

10 
2 
0 

0 

4 
0 

ANIMALS. 

Bhlzopoda,  Difflagla» 

0 

0 

0 

0 

0 

0 

0 

0 

pr. 

0 

0 

1 

Infusoria, . 

14 

58 

t08 

18 

8 

5 

0 

81 

4 

8 

0 

881 

Chlamydomonaa,    . 
Dioobryon, 
DinobryoD  caaea,    . 
Peridlnliim,     . 

0 

0 

14 

pr. 

0 

7 

44 

2 

0 

0 

206 

pr. 

0 

0 

16 

3 

0 
0 
3 
0 

0 

1 

4 
0 

0 
0 
0 
0 

0 

0 

30 

1 

0 
0 
2 
2 

0 
0 
0 
3 

0 
0 
0 
0 

200 

0 

80 

1 

VermeB.     . 

0 

1 

1 

0 

0 

pr. 

0 

pr. 

8 

0 

0 

0 

Anarea,    . 
Polyarthra, 

0 
0 

1 

0 

1 
0 

0 
0 

0 
0 

pr. 
0 

0 
0 

0 
pr. 

1 
1 

0 
0 

0 
0 

0 

0 

MUe€llaneou$,  2to'dglcea, 

7 

8 

7 

14 

0 

16 

44 

8 

88 

18 

40 

10 

Total,     . 

115 

228 

600 

165 

31 

426 

65 

60 

407 

158 

78 

471 
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AMBSBUBT. 

Water  Supply  of  Amesbury. — Powow  Hill  Water  Company. 

Chemical  Examination  of  Water  frtyin  the  Works  of  the  Powow  Hill  Water  Company, 

[Parts  per  100,000.] 


I 


^5 


10568 
10509 


189S. 

June  27 

Jane  27 


Appbasarok. 


1 


B 

a 


8 


V.  slight, 
clayey. 
None. 


V.  slight. 
None. 


0.0 
0.0 


J 


I 


6.80 
11.70 


Ammonia. 


I 


1^ 

o 


a 


.0000 
.0000 


.0084 
.0004 


a 
I 

e 


.68 
.68 


NITROOBH 
AS 


I 


s 

s 


.1200 


.0006 
.0000 


s 

o 


a 

n 


.0553 
.0287 


2.2 

e.4 


.0000 
.0000 


Odor.  none. The  first  sample  was  coUeeted  from  basin  No.  1,  which  is  supplied  chiefly  through 

tabular  wells,  and  is  the  source  from  which  samples  have  been  collected  in  previous  years.    The  last 
•ample  was  collected  from  basin  No.  2,  a  supplementary  basin  near  No.  1. 


Microscopical  Examination. 

No.  10568.    Infusoria,  Peridiniunit  pr.;  Trachelomoruu,  pr. 
No.  10560.    Vermes,  Anurea,  pr. ;  RoUUorian  ova,  pr. 


Water  Supply  of  Andover. 

C?iemical  Examination  of  Water  from  HaggetVs  Pond,  Andover. 

[Parts  per  100,000.] 


• 

1 

0 

1 

Aptbabanob. 

Besidub  ov 

EVAPOBA- 
TION. 

Ammonia. 

1 

• 

1 

0 
.48 

NITBOOBN 
AS 

1 

1 

1 

• 

0 
H 

i 

c 

i 

• 

1 

Loss  on 
Ignition. 

• 

Albuminoid. 

• 

f 

• 

s 

• 

a 

s 
9i 

1 

• 

1 
1 

Sus- 
pended. 

i 

a 

•s 

n 

9802 

189S. 

Jan.  18 

V.  Slight. 

Slight. 

0.07 

3.80 

1.85 

.0066 

.0226 

.0136 

.0090 

.0080 

.0002 

.2409 

1.4 

10048 

Feb.  27 

V.  slight. 

V.  slight. 

0.10 

3.30 

0.90 

.0026 

.0144 

.0120 

.0024 

.88 

.0000 

.0000 

.2520 

1.6 

10122!  Mar.  15 

None. 

None. 

0.08 

3.40 

1.45 

.0056 

.0150 

.0124 

.0026 

.84 

.0030 

.0001 

.1857 

1.7 

10262  Apr.  18 

Slight. 

Blight. 

0.10 

3.15 

1.25 

.0000 

.0132 

.0112 

.0020 

.29 

.0000 

.0000 

.2920 

1.1 

10408 

May  17 

Slight. 

Blight. 

0.16 

3.05 

1.00 

.0000 

.0154 

.0186 

.0018 

.34 

.0090 

.0001 

.3212 

1.0 

10522 

June  15 

Slight. 

Slight. 

0.20 

3.35 

1.40 

.0000 

.0174 

.0140 

.0034 

.31 

.0030 

.0000 

.3383 

1.1 

10656 

July  12 

V.  slight. 

V.  slight. 

0.08 

3.30 

1.25 

.0002 

.0162 

.0140 

.0022 

.34 

.0000 

.0000 

.3066 

1.1 

10863 

Aug.  17 

V.  slight. 

y.  Blight. 

0.08 

3.55 

1.90 

.0000 

.0156 

.0124 

.0032 

.33 

.0000 

.0000 

.2091 

1.0 

11018 

Beptl3 

V.  slight. 

y.  slight. 

0.08 

3.10 

1.30 

.0000 

.0142 

.0126 

.0016 

.35 

.Oor:o 

.0000 

.2418 

0.9 

11190,  Oct.  12 

None. 

y.  slight. 

0.05 

3.00 

1.55 

.0000 

.0154 

.0140 

.0014 

.38 

.0000 

.0000 

.2875 

1.1 

11345!  Nov.  16 

Slight. 

Slight. 

0.02 

3.40 

1.25 

.0000 

.0120 

.0096 

.0024 

.37 

.0030 

.0000 

.3195 

1.6 

11480 

Doc.  12 

y.  Blight. 

Slight. 

0.10 
0.09 

3.15 

0.95 

.0000 
.0018 

.0102 
.0151 

.0094 

.012^ 

.0008 

.0027 

.31 
.84 

.0000 
.0020 

.0000 
.0000 

.2600 
.2762 

1.1 

Av. 

8.80 

1 

1.80 

1.2 

i •" 

Iron,  .0089.    Odor,  vegetable  or  none. Nos.  10043, 10122, 10262,  10522  and  11480  were  collected 

from  a  faucet  in  the  pumping  station ;  the  remaining  samples,  directly  from  the  pond. 
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ANIX)VBB. 

Microscopical  Examination  of  Water  from  HaggeWs  Pond^  Andover, 

[Number  of  organlama  par  cnMo  centimeter.] 


IMS. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

Jane. 

July. 

Ang. 

Sept 

Oet. 

Not. 

Dee. 

Day  of  examination, 

20 

28 

10 

10 

18 

16 

16 

10 

14 

18 

17 

14 

Number  of  aample, . 

0893 

10048 

10182 

10262 

10408 

10622 

10666 

10868 

11018 

11100 

11846 

11480 

PLANTS. 

DiatomacecB,    . 

8 

178 

n 

126 

210 

872 

90 

85 

16 

8 

91 

88 

Aeterionella,     . 
Ovolotella, . 
Meloeira,   . 
Navicula,  . 
Svnedra,    . 
Tabellaria, 

0 

0 

0 

pr. 

2 

4 
166 
0 
0 
16 
2 

8 

24 

0 

0 

1 
0 

6 
44 

4 

8 

64 

6 

106 
76 
19 

2 

8 

860 

0 

1 
1 
2 

0 

86 

0 

0 

27 
6 
0 
0 
2 
0 

18 

1 
1 
1 

pr. 

2 
0 
0 
0 

10 

10 

26 

1 

4 
22 

22 

6S 

0 

1 

0 

OyanophyoeeB, 

0 

0 

0 

0 

0 

3 

10 

17 

0 

0 

0 

a 

Anabsena,  . 
Clathrooyitii,    . 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

2 

1 

10 
0 

6 
11 

0 
0 

0 
0 

0 
0 

0 
» 

AlfiTO,     .... 

0 

0 

0 

0 

0 

0 

0 

28 

6 

0 

2 

0 

Protoeocoui,      . 
Raphldium, 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

24 

4 

6 
0 

0 
0 

0 
2 

0 

ANIMALS. 

Bhizopoda,  Euglypha, 

0 

0 

0 

0 

0 

0 

0 

3 

0 

0 

0 

0 

Infusoria,  . 

0 

0 

0 

5 

pr. 

1 

pr. 

4 

8 

pr. 

1 

e 

Dinobryon, 
Dinobryon  eaeei, 
Peridininm, 
Trachelomonae, 

0 
0 
0 
0 

0 
0 
0 
0 

0 
0 
0 
0 

0 
4 

1 
0 

0 
0 

0 
0 

1 

0 

0 
0 

^'6 

8 

0 

1 
0 

2 

1 

0 
0 

pr. 

pr. 

0 

0 

pr. 

% 

0 
0 

MUc€llaneou9t  Zo5gl€Ba, . 

0 

7 

0 

0 

0 

36 

M 

0 

2 

82 

to 

0 

Total, 

s 

1 

.»! 

28 

181 

210 

412 

124 

87 

27 

86 

144 

00 

Water  Supply  of  Arlington. 

The  advice  of  the  State  Board  of  Health  to  the  town  of  Arling- 
ton relative  to  obtaining  an  additional  water  supply  for  the  town 
and  improving  the  quality  of  the  present  supply  may  be  found  on 
pages  9-12  of  this  volume.  For  analyses  of  samples  of  water  from 
the  wells  mentioned  in  the  reply  to  the  town  see  the  twenty-fourth 
annual  report  for  1892,  pages  81--82.  Additional  analyses  of  water 
from  these  wells  were  made  in  1893,  and  are  given  in  this  report  on 
page  97. 
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Chemical  Examination  of  Water  from  the  Brook  just  above  the  Storage  Reservoir 

of  the  Arlington  Water  Works, 

[ParU  per  100,000.] 


a 
% 

1 

e 

Q 


9885 
10385 
10680 
11030 
11295 


Av. 


IMS. 

Jan.  16 

May  12 
July  10 
Sept.  18 
Nov.  7 


Appkabanob. 


•3 

s 

a 


a 


I 


V.ilight. 
V.  ■light. 
Slight. 
Slight. 
Slight. 


Slight.      10.20 


Slight. 
Slight. 
V.ilight. 
V.  slight. 


1.10 

0.20 

0.18 

I 
0.951 


0.56 


RB8ID 

UB  ON  ; 

EVAPOKA-      1 

TION.           1 

a 

o 

a 

^ 

is 

4 

m*-^ 

g 

I 

7.75 

1.95 

6.20 

2.45 

6.50 

1.90 

8.45 

3.05 

8.90 

2.55 

7.02 

2.29 

AmcoiOA. 


Albuminoid. 

• 

• 

1 

t 

I 

1 

i 

a 

k 

H 

a 

X 

.0090 
.0012 
.0016 
.0002 
.0024 

.0044 


.0136 
.0208 
.0116 
.0086 
.0202 


.0166 


.0112.0024 
.0176.0082 
.0102.0014 
.0062.0024 
.0186.0016 


.0141 


.0025 


UlTBOOBN 

• 

AS 

• 

• 

1 

1 

1 

ja 

.71 

K 

2i 

.1000 

.0001 

.52 

.0650 

.0002 

.64 

.0800 

.0001 

.73 

.0750 

.0001 

.76 
.58 

.0680 

.0004 
.0002 

.0722 

t 


a 

5 

a 

I 


.2387 
.7628 
.2628 
.2652 
.8480 


.5107 


3.4^ 
2.2 
3.4 
3.8 
3.2^ 

2.9^ 


Iron,  .0149.    Odor,  vegetable  or  none;  often  becoailng  stronger  on  heating. Water  from  this 

brook  is  drawn  into  the  filter-gallery  beside  the  reservoir  and  Is  thence  supplied  directly  to  the  town,, 
making  it  unnecessary  to  draw  water  from  the  reservoir  except  at  times  when  the  supply  from  the 
brook  and  flltergallery  eombined  is  insufficient  for  the  use  of  the  town. 

Microscopical  Examination, 

Average  number  of  organisms,  177.    The  greatest  number  in  any  sample  was  734  in  March,  consist- 
iog  almost  entirely  of  Orenothriz  and  Zooglota. 


Chemical  Examination  of  Water  from  Tubular  Test  Wells  at  East  Lexington. 

[ParU  per  100,000.] 
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11498 

Dec.  14 

None. 

None. 

0.08 

7.80 

.0076 

.0064 

.44 

.0080 

.0000 

.1560 

4.0 

.0270- 

11523 

Dec.  19 

Slight. 

Slight. 

0.12 

7.85 

.0092 

.0062 

.47 

.0090 

.0000 

.1589 

4.0 

.0550' 

11552 

Dec.  27 

Slight. 

Cons. 

0.15 

7.70 

.0106 

.0070 

.43 

.0180 

.0007 

.2100 

4.6 

.0330- 

Odor  of  the  first  sample,  none;  of  the  second,  none,  becoming  faintly  vegetable  on  heating;  of  th» 

last,  very  faintly  vegetable,  disappearing  on  heating. The  samples  were  collected  during  a  pumping 

test  from  the  same  tubular  wells  that  were  tested  last  year.  The  test  was  begun  on  December  1,  and 
pumping  was  continued  at  an  average  rate  of  384  gallons  per  minute  from  17  wells  until  after  the  second 
■ample  was  collected.  The  third  sample  was  collected  while  pumping  from  18  wells  at  a  rate  of  287  gal- 
lons per  minute. 

Microscopical  Examination, 

No.  11498,  no  organisms.    No.  11523,  Fungi,  CrenothriXf  60.   Miscellaneous,  Zofglaa,  80.    Total,  140w 
No.  11552,  Fungi,  Orenothriz,  64.    Miscellaneous,  Zoiglaea,  8.    Total,  72* 
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ASHBUBI^HAM. 


ASHBURNHAM. 


Chemical  Examination  of  Water  from  Upper  Naukeag  Pond,  Ashhumham, 

[Parts  per  100,000.] 
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Aug.  10 

Slight. 
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SUght. 

Slight. 
Slight. 
V.  slight. 
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0.10 
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0.76 
0.00 

.0018 
.0012 
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.0004 
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.0082 
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.0060 
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.0000 
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.0010 
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.0000 
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.1980 
.1606 
.2172 

.1438 

0.8 
0.0 
0.2 
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1.67 

0.75 

1 
.0010  .nnoa 

.0077 

.0017 

0.2 

1 

Iron,  .0020.    Odor,  none.  —  The  samples  were  collected  from  the  pood  ahoat  four  feet  beneath 
the  surface. 


Microscopical  Examination  of  Water  from  Upper  Naukeag  Pond,  Ashburnham. 

[Number  of  organisms  per  cubic  centimeter.] 


March. 


18M. 


April. 


Aoguit 


Day  of  examination, 

Number  of  sample, 

PLANTS. 
DlatomacesB, .     »      . 

Asterionella 

Cyclotella, 

Synedra, 

Tabellarla, 

OyanophyoeeB 

Merlsmopedla, 

Nostoo, 

AlffO, 

Cosmarlum, 

Protococous, 

Raphidium, 

Staurastrum, 

Funnrit  Glauoothrix, 


21 
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20 
10267 


17 
10819 


0 
0 
0 
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0 
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0 
0 
0 
0 


13 

0 
0 
7 
6 


0 
0 


pr. 

0 
0 


90 

85 

52 

0 

3 


20 
2 


105 

2 
25 
76 

2 


No.  34.]     EXAMINATION  OF  WATER  SUPPE 


ASHBUBNHAM. 

JUicroscapical  Examination  of  Water  from  Upper  Naukeag  Pond^  Ashbumham, 

—  Concluded. 

[Number  of  organisms  per  cubic  centimeter.] 


1898. 


August. 


ANIMALS. 

:ixifa8oria,     .      .      .      .      . 

Dinobryon, 

Dinobryon  oases, 

Peridinlum 

Vermes,  Annrea,  .       .       .       . 
MUcellaneoutt  Zodgloen,  . 

Total, 
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0 
^^0 

6 
0 

1 

4 

0 

11 

0 
10 

1 


56 


271 


Water  Supply  of  Attleborough. 

In  April,  1892,  the  town  of  Attleborough  introduced  water  from  a 
Taew  source  and  abandoned  its  former  source  of  supply  near  the  Ten 
Mile  River,  in  the  thickly  settled  portion  of  the  village. 

The  new  source  of  supply  is  a  large  well  about  one  hundred  and 
fifty  feet  from  Seven  Mile  River,  just  above  Orr*s  Pond,  —  a  mill 
pond  at  the  confluence  of  Seven  Mile  River  and  Four  Mile  Brook. 
The  well  is  thirty  feet  in  diameter  at  the  top  and  twenty-five  feet 
deep.  For  the  first  five  feet  the  material  removed  was  a  coarse 
compact  gravel  of  a  reddish  tint.  Beneath  this  was  a  stratum  from 
two  to  six  inches  in  thickness  consisting  of  particles  of  coarse  sand 
closely  cemented  together,  and  having  a  color  somewhat  resembling 
iron  rust.  Below  this  stratum  to  the  bottom  of  the  well,  twenty- 
five  feet  beneath  the  surface,  the  material  was  a  coarse  sandy  gravel 
in  which  no  quicksand  or  very  fine  sand  was  found,  and  no  stones 
of  a  greater  diameter  than  eight  inches.  At  the  bottom  of  the  well 
the  material  was  very  coarse. 

A  tubular  well  one  and  one-fourth  inches  in  diameter  was  driven 
to  a  farther  depth  of  twenty-five  feet  below  the  bottom  of  the  well, 
without  striking  rock. 

The  walls  of  the  well  are  of  stone  for  a  height  of  ten  feet  above 
the  bottom,  the  first  eight  feet  being  laid  without  mortar.  Above 
the  stone  work  the  walls  are  of  brick  masonry  sixteen  inches  in 
thickness  for  a  height  of  eight  feet  and  twelve  inches  in  thickness 
for  the  remaining  ten  feet,  bringing  the  top  of  the  wall  about  three 
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Water  Supply  of  Boston. 

The  principal  change  in  the  conditions  affecting  the  character  of 
the  Boston  water  supply  during  1893,  is  the  filtration  of  the  water 
of  Pegan  Brook  through  carefully  prepared  filter-beds  of  large  area 
before  it  is  discharged  into  Lake  Cochituate.  This  brook  drains  the 
central  portion  of  the  town  of  Natick,  which  has  no  sewerage  system* 

The  extension  and  increased  use  of  the  sewerage  systems  m 
Framingham,  Marlborough  and  Westborough,  has  caused  a  stilt 
greater  proportion  of  the  sewage  of  these  towns  to  be  removed  fron^ 
the  watershed  of  the  Sudbury  River  than  was  the  case  last  year. 

The  works  of  the  Jamaica  Pond  Aqueduct  Company  were  pur- 
chased by  the  city  of  Boston  at  the  end  of  1892,  and  the  supply^ 
from  this  source  has  been  permanently  discontinued. 


SiTDBURY  RrvER  SUPPLY. —  Chemtcal  Examination  of  Water  from  Cold  Spring- 
Brook,  at  Head  of  Reservoir  No.  4,  Ashland, 

[Paru  per  100,000.] 
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Averages  of  Analyses  of  Previous  Years, 
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*  Jnne  to  December. 

NoTB  to  analyses  of  1893;  Iron,  .0139.    Odor,  distinctly  Tegetable.- 
from  the  brook  at  Its  entrance  into  reservoir  No.  4. 


•  The  samples  were  collected 


Microscopical  Examination, 

Average  number  of  organisms  in  1898, 68  per  cubic  centimeter. 


No.  84.]     EXAMINATION  OF  WATER  SUPPLIES. 
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Sudbury  River  Supply.— C^emica/  Examination  of  Water 

No,  4,  Ashland, 

[ParU  per  100,000.] 
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Averages  of  Analyses  of  Previous  Tears, 
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*  June  to  December. 

NoTK  to  analytee  of  1898 ;  Iron,  .0118.  Odor  geoenilly  faintly  vegetable,  sometlmee  none ;  on  heating 
the  odor  ia  generaUy  somewhat  stronger,  but  rarely  unpleasant.  The  samples  were  collected  from  the 
reservoir  near  the  gate* house  one  foot  beneath  the  nnrface.  — -  The  surface  of  the  water  in  this  reservoir 
was  from  18  to  21  feet  below  high  water  mark  in  January  and  during  the  next  two  months  rose  practi. 
cally  to  high  water  mark,  at  which  point  it  remained  until  August.  On  September  first  the  water  had 
been  drawn  down  14  feet  below  high  water  mark  and  during  the  remainder  of  the  year  on  dates  when 
samples  of  water  were  collected  for  analysis  the  reservoir  never  eontttined  more  than  9  feet  of  water 
and  at  the  first  of  December  was  empty.  For  monthly  record  of  height  of  water  in  this  reservoir  see 
table  at  end  of  Boston  analyses. 
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feet  above  the  surface  of  the  ground.  Light  is  excluded  frooii  the 
well  by  a  wooden  roof.  A  direct  connection  has  been  made  with 
Orr's  Pond  for  use  in  cases  of  emergency.  Water  is  pumped  from 
the  well  to  the  distributing  system  and  to  a  covered  iron  tank. 

During  construction  this  well  is  said  to  have  yielded  water  very 
freely. 


Chemical  Examination  of  Water  from  the  Well  of  the  Attleborough  Water  Works. 

[Parts  per  100,000.] 
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Odor,  none. — The  samples  were  collected  from  a  faucet  at  the  pumping  station,  while  pumping. 


No  organisms. 


Microscopical  Examination, 


Water  Supply  of  Ayer. 

Chemical  Examination  of  Water  from  the  Ayer  Water  Works. 

[Parts  per  100,000.] 
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1 

• 

10483 
10784 

189S. 

June    6 

Aug.  12 

None. 
V.  slight. 

v.  slight. 

Slight, 
earthy. 

0.00 
0.03 

1             1 

1    6.30 
6.60 

'              1 

.0000 
.0004 

.0008 
.0046 

.36 
.83 

.0600 
.0660 

.0000 
.0002 

.0647 
.0624 

2.1 
2.3 

.0000 

.0280 

Odor,  none. The  first  sample  was  collected  from  the  well  used  as  a  source  of  supply  for  the 

town ;  the  last  sample,  from  a  faucet  in  the  village,  and  may  have  consisted  wholly  or  In  part  of  water 
which  had  passed  through  the  open  distributing  reservoir. 


Microscopical  Examination, 

No.  10488.    Mlscellanous,  Zodglnat  6. 

No.  10784.    Diatomaoen,  Oifclotella,  4.    Alg»,  8cen«demnu$t  1.    Fungi,  Or^nothriXt  S.    Total,  7. 


No.  84.]     EXAMINATION  OF  WATER  SUPPLIES. 
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BOSTOl^* 

Sudbury  River  Supply.— C^emtca^  Examination  of  Water  from   Reservoir 

No,  4,  Ashland, 

[Parts  per  100,000.] 


0888 
0960 
10005 
10200 
10840 
10404 
10588 

ion8 

10958 
11128 
11274 
11485 

Av. 


IMS. 

Jan.   2 

Feb.  1| 
Mar.  1 
Apr.  8 
May  1 
Jane  1 
Jaly  5 
Aug.  8 
Sept.  1 
Oct.  2 
Nov.  1 
Dec.  4 


Afpsaxaxob. 


B 


00 


a 


SUght. 

V.iligbt. 

V.  slight. 

V.  slight. 

V.  slight. 

y.sUght. 

Blight. 

Slight. 

Slight. 

Distinct. 

SUght. 

Sliffht. 
clayey. 


Slight. 

V.sUght. 

V.sUght. 

V.  slight. 

Slight. 

V.slight. 

Slight. 

SUght. 

SUght. 

Cons. 

SUght. 

Cons. 


0.45 
0.08 
0.90 
0.88 
1.00 
1.10 
0.90 
0.70 
0.55 
0.70 
0.45 
0.95 


0.77 


RlSIDCK  ON 
£VAPOBA- 

TIOM. 

• 

I 

Lesson 
Ignition. 

2.66 

1.10 

4.15 

1.70 

8.90 

2.00 

8.65 

1.75 

8.40 

1.85 

8.15 

1.85 

8.85 

1.66 

3.15 

1.65 

8.00 

1.85 

8.85 

1.75 

8.05 

1.25 

4.55 

2.15 

8.54 

1.68 

AXMOHIA. 


Albamlnoid. 


I 


I 


.0020 
.0086 
.0044 
.0012 
.0014 
.0000 
.0014 
.0002 
.0000 
.0000 
.0000 
.0090 


.0024 


.0154 
.0276 
.0198 
.0178 
.0212 
.0158 
.0256 
.0188 
.0198 
.0212 
.0218 
.0224 


.0206 


.0120 
.0250 
.0180 
.0154 
.0188 
.0182 
.0228 
.0164 
.0180 
.0170 
.0158 
.0200 


.0178 


it 

CO 


.0084 
.0026 
.0018 
.0024 
.0024 
.0026 
.0028 
.0024 
.0068 
.0042 
.0060 
.0024 


.0088 


.16 
.28 
.20 
.19 
.25 
.20 
.16 
.26 
.24 
.24 
.30 
.30 


.28 


NiTBOOBN 

AS 


8 

s 


8 

B 


.0000 
.0050 
.0150 
•0100 
.0090 
.0070 
.0000 
.0030 
.0030 
.0000 
.0000 
.0060 


.0048 


.0000 
.0001 
.0000 
.0000 
.OOO'J 
.0001 
.0000 
.0001 
.0000 
.0000 
.0001 
.0001 


1 

a 
« 

I 

a 

I 


8 


.0001 


.4526 
.7482 
.7992 
.7008 
.7117 
.8147 
.8058 
.6081 
.6162 
.4697 
.5400 
.8658 


.6778 


1.8 
1.8 
1.1 
0.9 
0.6 
0.8 
0.9 
0.8 
0.8 
0.9 
0.0 
1.4 

1.0 


Averages  of  Analyses  of  Previous  Years, 


1887* 

- 

- 

0.74 

8.71 

1.51 

1888 

- 

- 

0.72 

3.88 

1.70 

1889 

- 

- 

0.85 

3.48 

1.98 

1890 

- 

- 

0.61 

3.67 

1.40 

1891 

- 

- 

0.53 

3.24 

1.55 

1892 

- 

- 

0.64 

8.60 

1.52 

1893 

- 

0.77 

8.54 

1.68 

.0005' .0246 

I 
.0007  .0277 

.0016  .0251 


.0008 


.0222 


.0006  .0187 
.0002'.0200 
.0024.0206 


.0218 
.0191 
.0156 
.0168 
.0173 


.0088 
.0081 
.0081 
.0032 
.0083 


.25 
.22 
.23 
.24 
.20 
.23 
.23 


.0088 
.0054 
.0068 
.0096 
.0062 
.0061 
.0048 


.0001 
.0002 
.0001 
.0001 
.0001 
.0001 


.6778 


1.7 
0.9 
1.1 
1.0 


*  Jane  to  December. 

Note  to  analyses  of  1898 ;  Iron,  .0118.    Odor  genemlly  faintly  vegetable,  sometimes  none ;  on  heating 
the  odor  is  generaUy  somewhat  stronger,  bat  rarely  nnpleasant.    The  samples  were  coUected  from  the 

reservoir  near  the  gate^hoase  one  foot  beneath  the  narface. The  surface  of  the  water  in  this  reservoir 

was  from  18  to  21  feet  below  high  water  marlc  in  Janaary  and  daring  the  next  two  months  rose  practi- 
cally to  high  water  marlc,  at  which  point  it  remained  antil  Aagast.  On  September  first  the  water  had 
been  drawn  down  14  feet  below  high  water  mark  and  daring  the  remainder  of  the  year  on  dates  when 
samples  of  water  were  collected  for  analysis  the  reservoir  never  contained  more  than  9  feet  of  water 
and  at  the  first  of  December  was  empty.  For  monthly  record  of  height  of  water  in  this  reservoir  see 
table  at  end  of  Boston  analyses. 
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STATE  BOARD  OF  HEALTH.         [Pub.  Doc. 


BOSTON. 

Sudbury  River  Supply. 


Chemical  Examination  of  Water  from  Reservoir 
No,  2,  Framingham, 

[ParU  per  100,000.] 


• 

§ 

1 

•3 
& 

Appxasakck. 

Rbsidub  on 

EVAPOBA- 
TIOM. 

Ammonia. 

c 
I 

6 

.40 

l^ITBOOBM 
AS 

• 

] 

1 

o 

• 

d 
§ 

60 

i 
a 

1 

• 

1 

r 

1 

Albamlnoid. 

• 

t 

1 

1 

1 

•o 
1  a 

00 

• 

1 
1 

aa 

9840 

1A9S. 

Jao.   2 

V.eUght. 

Slight. 

1.30 

0.10 

S.60 

1 

1 
.0014 

1 

.0234 

.0210 

.0024 

.0050 

.0001 

1.8067 

1.8 

D962 

Feb.  1 

V.  slight. 

V.sUght. 

1.16 

5.75 

2.60 

.0046 

.0212  .0188 

.0024 

.31 

.0120 

.0000 

1.018S1.7 

10067 

Mar.  1 

V.tlight. 

Cone. 

1.00 

4.40 

1.90 

.0010 

.0212 

.0192 

.0020 

.82 

.0100 

.0000 

.8490  1.« 

10204 
10842 

Apr.  3 
May   1 

Slight. 

dayey. 
Blight. 

Cods. 
SUght. 

0.70 
1.25 

3.20 
3.20 

1.15 
1.45 

.0004 
.0010 

.0146  .0128 
.0198  .0178 

.0018 
.0020 

.20 
.26 

.0120 
.0070 

.0000 
.0002 

.58760.8 
.7665  0.8 

10466 
10590 

Jane  1 
July  5 

Dlatinot. 
Slight. 

Cons., 

earthy. 
Blight. 

1.30 
1.15 

8.55 
3.95 

1.65 
1.90 

.0004 
.0000 

.0238 
.0260 

.0198 
.0232 

.0040 
.0028 

.25 
.24 

.0100 
.0080 

.0001 
.0001 

1.0387 
.7788 

0.8 
1.1 

10720 

Aag.  3 

Decided. 

Cods. 

0.80 

4.25 

2.25 

.0000 

.0270 

.0228 

.0042 

.30 

.0000 

.0001 

.5994 

1.8 

10956 

Sept.  1 

Diitioct. 

SUght. 

0.70 

3.85 

1.80 

.0004 

.0202 

.0160 

.0042 

.25 

.0000 

.0000 

.68091.1 

11125 

Oct.    2 

Distioet. 

Cons. 

0.53 

3.75 

1.50 

.0000 

.0186 

.0150 

.0036 

.26 

.0080 

.0000 

.5318 

1.1 

11276 

Nov.  1 

Slight. 

SUght. 

0.90 

4.05 

1.35 

.0010 

.0238 

.0210 

.0028 

.43. 

.0080 

.0003 

.7000 

1.1 

11437 

Deo.  4 

Slight, 
clayey. 

V.  slight. 

0.95 

5.80 

2.20 

.0012 

.0234 

.0206 

.0028 

.44 

.0000 

.0008 

.9821 

1.6 

0.98 

1.86 

.0010 

.0219 

.0190 

.0029 

.31 

.0054 

.0001 

Av 

4.28 

1 

.8120 

1.2 

Averages  of  Analyses  of  Previous  Years, 


1887* 

- 

- 

1.09 

4.94 

1.87 

.0016 

1888 

- 

- 

1.08 

4.63 

2.01 

.0005 

1889 

- 

- 

1.04 

3.42 

1.26 

.0015 

1800 

- 

- 

0.77 

4.58 

1.83 

.0010 

1801 

- 

- 

0.72 

4.02 

1.68 

.0004 

1892 

- 

- 

0.89 

4.35 

1.92 

.0004 

1893 

- 

- 

0.98 

4.28 

1.86 

.0010 

0335 

- 

- 

.34 

0300 

- 

- 

.30 

0296 

.0252 

.0044 

.29 

0235 

.0191 

.0044 

.28 

0230 

.0194 

.0036 

.24 

0231 

.0102 

.0039 

.29 

0210 

.0190 

.0029 

.31 

.0048     - 

- 

.0102.0001 

- 

.0075  .0002 

- 

.0128  .0001 

- 

.0105  .0001 

- 

.0082.0001 

- 

.0054  .0001 

.8120 

i 

1.7 
1.0 
1.8 
1.2 


*  Jane  to  December. 

Note  to  analyses  of  1898 ;  Iron,  .0139.  Odor,  generally  distinctly  vegetable,  occasionally  nnpleaaant, 
becoming  somewhat  stronger  on  heating.  —  The  samples  were  collected  from  the  reservoir  near  the 
gate-house,  at  a  depth  of  eight  feet  beneath  the  surface.  For  monthly  record  of  height  of  water  in  this 
reservoir  see  table  at  end  of  Boston  analyses. 


No.  34.]     EXAMINATION  OF  WATER  SUPPLIES. 
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BOSTON. 

SuDBURT  River  Suvply,  ^  Microscopical  Examination  of  Water  from  Beser- 

voir  No,  2,  Framingham, 

[Number  of  organlams  par  cubic  centimeter.] 


IMS. 

Jan 

Feb. 

Mar. 

Apr. 

May. 

Jane. 

Jnly. 

Aug. 

Sept. 

Oct 

Not. 

Dec 

Day  of  ezamlDation, 

S 

2 

8 

4 

2 

2 

6 

4 

2 

8 

2 

6 

Number  of  sample,  . 

9840 

0002 

10067 

10204 

10842 

10466 

10500 

10720 

10056 

11125 

11276 

11487 

PLANTS. 

DiatomaoecB, 

1 

4 

3 

9 

275 

28 

81 

448 

32 

5 

121 

29 

Oyclotella,  . 
Dlatoma, 
Melosira,     . 
Navicala,     . 
Syoodra, 
Tabellarla,  . 

0 
0 
0 
0 

1 
0 

0 
0 
0 
0 

1 

8 

0 
0 
8 
0 

1 
0 
0 
8 
8 
2 

0 

8 

252 

11 

16 

1 
4 

4 

80 
0 
0 
0 

1 
0 

860 

2 

17 

0 

60 

4 

80 
2 
0 
0 

^'o 

0 
0 
S 

2 

1 
0 

86 
44 

1 

0 

84 

6 

1 
0 
0 

4 
20 

4 

CyanophyceeB,  . 

0 

0 

0 

0 

pr. 

0 

0 

48 

45 

0 

a 

0 

Anabsna,    . 
Anabflena  spores, 
lilcrocystis, 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

^'6 
pr. 

0 
0 
0 

0 
0 
0 

28 

0 

20 

25 

20 

0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

AlgrCB,       .... 

0 

0 

0 

0 

• 

3 

2 

31 

295 

86 

111 

4 

a 

Cosmarium, 

OloBOcystls, 

Protococcns, 

Raphldiam, 

Scenedesmus,      . 

Stanrasimm, 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

0 
0 
2 

0 
0 

1 

0 
0 
2 
0 

pr. 

pr. 

0 
22 
6 
0 
2 
1 

1 
0 
284 
5 
2 
8 

0 
0 
25 
60 
0 
1 

85 
0 
0 
0 

76 
0 

0 
0 

s 

2 

^'o 

0 
0 
0 
0 
0 
0 

FuniTif  Crenothrlz, 

pr. 

pr. 

5 

2 

18 

pr. 

0 

64 

pr. 

a 

12 

0 

ANIMALS. 

Bhizopoda,  Actinc 
phrys. 

0 

0 

0 

0 

pr. 

pr. 

0 

1 

0 

0 

0 

1 

Infusoria,    . 

pr. 

0 

0 

0 

1 

18 

1 

14 

a 

a 

a 

1 

Monas, 
Peridinlnm, 
Vortlcella,   . 

0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

1 
0 
0 

18 
0 
0 

0 
0 

1 

0 

0 

14 

0 
0 
0 

1 

7 
0 

0 
0 
0 

0 

1 

0 

Vermes, 

0 

0 

0 

0 

0 

0 

a 

0 

pr. 

0 

3 

a 

Polyarthra, 
RoutoriaD  ora,  . 

0 
0 

0 

0 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

^'o 

0 
0 

1 

2 

0 
0 

MUeellaneous,  Zodgloea,  . 

0 

2 

n 

88 

'    144 

1 

22 

22 

180 

28 

224 

26 

4a 

Total, 

1 

6 

86 

49 

441 

70 

185 

1,025 

101 

848 

168 

71 
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BOSTON. 

Sudbury  River  Supply. 


Chemical  Examination  of   Water  from  Reservoir 
No.  2,  Framingham, 

[Parts  per  100,000.] 


f 

m 

APPXAtAKCK. 

Rrsiddb  ox 

EVAPOBA- 
TIOM. 

Ammohia. 

.40 

KiTBOOKH 
AS 

• 

B 
B 

1 

o 

• 

a 

a 
1 

60 

1 

1 

* 

B 

n 
1 

1 

Albamlnold. 

• 

f 

s 

5 

1 

• 

t 
1 

s 

00 

• 

z 

a 

s 

9840 

1A9S. 

Jan.   2 

V.illght. 

Slight. 

1.80 

6.10 

2.60 

t 
1 
.0014 

.0234  .0210 

.0024 

.0050 

.0001 

1.8067 

1.8 

D062 

Feb.  1 

V.  slight. 

V.sUght. 

1.15 

5.75 

2.60 

.0046 

.0212  .0188 

.0024 

.81 

.0120 

.0000 

1.0188 

1.7 

10067 

Mar.  1 

V.  slight. 

Cons. 

1.00 

4.40 

1.90 

.0010 

1 

.0212  .0192 

.0020 

.82 

.0100 

.0000 

.8496 

1.8 

10204 

Apr.  3 

Slisht, 

clayey. 
Blight. 

Cons. 

0.70 

3.20 

1.15 

.0004 

.0146  .0128 

.0018 

.20 

.0120 

.0000 

.5876 

0.8 

10842 

May   1 

SUght. 

1.25 

3.20 

1.45 

.0010 

.0198  .0178 

.0020 

.26 

.0070 

.0002 

.7665 

0.8 

10466 
10500 

June  1 
July  5 

DistiDct. 
Slight. 

Cons., 

earthy. 
Slight. 

1.80 
1.15 

8.55 
8.95 

1.65 
1.90 

.0004 
.0000 

.0238 
.0260 

.0198 
.0232 

.0040 
.0028 

.25 
.24 

.0100 
.0080 

.0001 
.0001 

1.0387 
.7738 

0.8 
1.1 

10720 

Aug.  3 

Decided. 

Cons. 

0.80 

4.25 

2.25 

.0000 

.0270 

.0228 

.0042 

.80 

.0000 

.0001 

.5994 

1.8 

10050 

Sept.  1 

Distinct. 

SUght. 

0.70 

8.85 

1.80 

.0004 

.0202 

.0160 

.0042 

.25 

.0000 

.0000 

.6899 

1.1 

11125 

Oct.    2 

Distinct. 

Cons. 

0.53 

3.75 

1.50 

.0000 

.0186 

.0150 

.0036 

.26 

.0080 

.0000 

.5318 

1.1 

11276 

Nov.  1 

Slight. 

Slight. 

0.90 

4.06 

1.35 

.0010 

.0238 

.0210 

.0028 

.43. 

.0080 

.0008 

.70001.1 

11437 

Dec.  4 

Slight, 
clayey. 

V.  slight. 

0.95 
0.98 

5.80 

2.20 

.0012 
.0010 

.0234 
.0219 

.0206 
.0190 

.0028 
.0029 

.44 

.31 

.0000 
.0054 

.0008 
.0001 

.93211.6 

Av 

4.28 

1.86 

.81201-9 

Averages  of  Analyses  of  Previous  Years, 


1887* 

1 

- 

1.09| 

4.94 

1.87 

.0016 

1888 

- 

- 

1.08 

4.63 

2.01 

.0005 

1889 

- 

- 

1.04 

3.42 

1.26 

.0015 

1800 

- 

- 

0.77 

4.58 

1.83 

.0010 

1891 

- 

- 

0.72 

4.02 

1.68 

.0004 

1892 

- 

- 

0.89 

4.35 

1.92 

.0004 

1893 

- 

- 

0.98 

4.28 

1.86 

.0010 

0835 

- 

- 

.34 

0300 

- 

- 

.30 

0296 

.0252 

.0044 

.29 

0235 

.0191 

.0044 

.28 

0230 

.0194 

.0036 

.24 

0231  .0192 

.0030 

.29 

1 

0219 

.0190 

.0029 

.31 

.0048     - 

I 

.0102  .0001 

I 
.0075  .0002 

I 
.0128  .0001 

.0105!. 0001 

.0082.0001 

I 

.0054.0001 


*  Jane  to  December. 

Note  to  analyses  of  1898 ;  Iron,  .0139.    Odor,  generally  distinctly  vegetable,  occasionally  unpleasant, 

becoming  somewhat  stronger  on  heating. The  samples  were  collected  from  the  reservoir  near  the 

gate-house,  at  a  depth  of  eight  feet  beneath  the  surface.    For  monthly  record  of  height  of  water  in  this 
reservoir  see  table  at  end  of  Boston  analyses. 
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BOSTON. 

Sudbury  River  Supply.  —  Microscopical  ExamincUion  of  Water  from  Beser^ 

voir  No.  2,  Framingham, 

[Number  of  orgmnbBms  per  cable  centimeter.] 


1898. 

Jan 

Feb. 

Mar. 

Apr. 

Mi^. 

Jane. 

July. 

Aug. 

Sept. 

Oct. 

Not. 

Dec. 

Day  of  examination, 

3 

2 

8 

4 

2 

2 

0 

4 

2 

8 

2 

0 

Number  of  sample,   . 

9840 

9902 

10007 

10204 

10842 

10400 

10590 

10720 

10950 

11125 

11270 

11487 

PLANTS. 

DiatomaoeeB, 

1 

4 

3 

9 

275 

28 

81 

448 

82 

5 

121 

29 

Oyclotella,  . 
Diatoma, 
Meloaira,     . 
Navicula,     . 
Synod  ra, 
Tabellaria,  . 

0 
0 
0 
0 

1 
0 

0 
0 
0 
0 

1 

8 

0 
0 
8 
0 

1 
0 
0 
8 
8 
2 

9 

8 

252 

11 

10 

"'» 

1 
4 
4 

80 
0 
0 

0 

1 
0 

800 

2 

17 

0 

00 

4 

80 
2 
0 
0 

^'6 

0 
0 
2 
2 

1 
0 

80 
44 

1 

0 

34 

0 

1 
0 
0 

4 
20 

4 

CyanophyceeB,  . 

0 

0 

0 

0 

pr. 

0 

0 

48 

45 

0 

8 

0 

Anabnna,    . 
AnabsBDa  spores. 
Microcystis, 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

pr. 

0 
0 
0 

0 
0 
0 

28 

0 

20 

25 

20 

0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

AlgrCB,       .... 

0 

0 

0 

0 

• 

3 

2 

81 

295 

86 

111 

4 

0 

Cosmarinm, 

GlcBOcystis, 

Protococcns, 

Raphidium, 

Scenedesmus,      . 

Staurastrum, 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

0 
0 
2 
0 
0 
1 

0 
0 
2 
0 

pr. 

pr. 

0 
22 
0 
0 
2 
1 

1 
0 
284 
5 
2 
8 

0 
0 
25 
00 
0 
1 

85 
0 
0 
0 

70 
0 

0 
0 
2 
2 

0 
0 
0 
0 
0 
0 

FuniTi.  Crenothrix, 

pr. 

pr. 

5 

2 

18 

pr. 

0 

84 

pr. 

0 

12 

0 

ANIMALS. 

Bhizopoda,  Actino- 
phrys. 

0 

0 

0 

0 

pr. 

pr. 

0 

1 

0 

0 

0 

1 

Inftisorla,    . 

pr. 

0 

0 

0 

1 

18 

1 

14 

0 

8 

8 

1 

Monas, 
Perldlnlnm, 
Vortlcella,  . 

0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

1 
0 
0 

18 
0 
0 

0 
0 

1 

0 

0 

14 

0 
0 
0 

1 

7 
0 

0 
0 
0 

0 

1 

0 

Vermes, 

0 

0 

0 

0 

0 

0 

0 

0 

pr. 

0 

3 

0 

Polyarthra, 
Routorian  OTa,  . 

0 
0 

0 
0 

0 
0 

0 

0 

0 
0 

0 
0 

0 
0 

0 
0 

^'i 

0 
0 

1 

2 

0 
0 

Miteellaneotts,  ZoSglosa,  . 

0 

2 

28 

88 

144 

22 

22 

180 

28 

224 

28 

40 

Total, 

1 

0 

so 

49 

441 

70 

185 

1,025 

191 

848 

108 

71 

108 
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BOSTON. 

Sudbury  River  Supply. 


Chemical  Examination  of  Water  from  WdUcer^a  Brook 
Marlborough, 

[ParU  par  100,000.] 


g 


1 

'8 


9884 
WOO 

10002 
10107 
10860 
10475 
10007 
10788 
10004 
11181 
11273 
11482 

At. 

Av. 


IMS. 

Jan.  2 

Feb.  0 
Mar.  1 
Apr.  8 
May  2 

Jnne  5 
Jnly  6 
Aug.  7 
Sept.  5 
Oct.  2 
Not.  1 
Deo.  4 


1808. 


1802. 


Appiaiancb. 


1 


■a 

o 

a 


6 


Decided. 

Slight. 

Decided. 

Slight. 

Thick. 

SUght. 

Distinct. 

Slight. 

Slight. 

V.  alight. 


Slight, 
milk 


Decid 


ed. 


HeaTy, 
Cone. 

HeaTy, 

earthy. 
Slight. 

Decided. 

Cons., 

brown. 
SUght. 

Slight, 

fibroaa. 
Blight, 

brown. 
y.aUght. 

y.  slight. 

Cons. 


0.70 
0.60 
0.00 
0.70 
0.70 
0.60 
0.06 
0.18 
0.06 
0.10 
0.42 
0.07 


KXSIDUB  OM 

EVAPOBA- 

TIOM. 


e 


I 
§1 


5 


0.80 
14.05 
14.66 
11.66 
17.20 
13.66 
16.80 
16.00 
14.00 
11.00 
18.10 
12.60 


0.88 


0.49 


14.06 


10.84 


2.70 
8.40 
4.86 
2.90 
4.90 
4.86 
6.60 
4.26 
8.70 
8.20 
4.20 
8.70 


8.94 


4.86 


Ammonia. 


Albuminoid 


5 

e 
H 


1 

I 


.! 


00 


.1280 
.0620 
.0716 
.0318 
.0416 
.0044 
.0030 
.0014 
.0000 
.0000 
.0042 
.0064 


.0887 


.0807 


.0748 
.0210 
.0186 
.0200 
.0444 
.0180 
.0124 
.0160 
.0128 
.0144 
.0184 
.0878 


.0274 
.0188 
.0168 
.0182 
.0314 
.0166 
.0086 
.0126 
.0100 
.0120 
.0100 
.0284 


.0267 


.0274 


.0474 
.0028 
.0018 
.0018 
.0130 
.0024 
.0088 
.0024 
.0028 
.0024 
.0024 
.0094 


9 

I 


.0180 


.0225 


.0077 


.0048 


1.60 
1.96 
2.1S 
1.69 
1.78 
2.08 
2.83 
1.97 
1.78 
1.66 
2.67 
1.68 


KiTBOOEM 
AS 


I 


i 


.1060 
.8000 

.1760 
.8000 
.9000 
.2000 

.2000 
.2000 
.1600 
.1000 
.1440 
.1700 


.0000 

.0018 

.0020 

I 

.0015 

I 
.0028 

.0015' 

I 

.0018| 
.0018 
.0002 
.0004 
.0020 
.0024 


i 

a 


.6087 
.6688 

.0096 
.0870 
.4676 

.ion 

.1702 
.1660 
.2079 
.4600 
.7996 


1.96 


2.68 


.1878 


.2976 


.0020' 


.0087 


8.0 
6.1 
0.0 

3.8 
4.1 

5.0 

6.8 
6.8 
6.1 
4.8 

7.7 
4.0 


.8927  6.2 


6.7 


Iron,  .0278.  Odor,  generally  distinctly  mouldy  or  mnsty,  occasionally  offenslTe.  On  heating,  the 
odor  becomes  somewhat  stronger.— The  samples  were  collected  ttom  the  brook  at  the  first  road 
bridge  below  Maple  Street,  abont  a  mile  south  of  the  centre  of  the  city  of  Marlborough. 

This  series  of  analyses  is  being  made  in  order  to  determine  to  what  extent  the  pollution  of  the  brook 
will  be  diminished  by  the  introduction  of  a  sewerage  system  into  the  city  of  Marlborough.  The  system 
was  put  in  operation  in  the  latter  part  of  1891. 
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BOSTON. 

Sudbury  River  Supply.  —  ChemiccU  Examination  of  Water  from  Stony  Brook, 

at  Upper  End  of  Reservoir  No,  5,  Southborough, 

[Parte  per  100,000.] 


I 

B 

s 
2; 


a 
o 


o 
Q 


0841 
9063 
10068 
10203 
10843 
10467 
10591 
10721 
10957 
11126 
11277 
11488 

Av. 


IMS. 

Jan.   2 

Feb.  1 
Mar.  1 
Apr.  3 
May  1 
Jane  1 
July  5 
Aug.  3 
Sept.  1 
Oct.  2 
Nov.  1 
Deo.  4 


Appkasanob. 


1 

s 
H 


Decided. 
V.sUght. 
V.  slight. 
Slight. 
V.  alight. 
Distinct. 
V.  slight. 
V.  slight. 
V.  slight. 
V.  slight. 
Slight. 
V.  slight. 


Cons. 

V.  slight. 

V.  slight. 

Slight. 

Slight. 

Oons.. 

earthy. 
V.sUght. 

SUght. 

V.sUght. 

Slight. 

V.sUght. 

V.sUght. 


0.90 
0.90 
1.20 
1.00 
1.30 
1.70 
1.30 
0.55 
0.50 
0.88 
0.95 
0.70 


0.95 


Rbsidub  out 
£taposa- 

TIOH. 

_; 

A 

1 

mS 

3 

6.20 

2.40 

7.15 

2.40 

6.05 

2.50 

4.10 

1.35 

4.90 

2.20 

5.20 

2.70 

5.65 

2.60 

5.70 

2.15 

5.90 

2.20 

5.95 

1.70 

8.10 

2.70 

7.40 

2.30 

6.08 

2.27 

AXMOMIA. 


Albaminold. 

• 

■ 

1 

• 

1 

i 

1 

m 

a 

hi 

H 

Q 

CO 

.0010 
.0116 
.0084 
.0005 
.0012 
.0018 
.0034 
.0016 
.0014 
.0000 
.0012 
.0008 


.0027 


.0344 
.0186 
.0228 
.0220 
.0296 
.0320 
.0356 
.0252 
.0256 
.0208 
.0368 
.0246 


.0273 


.0274 
.0162 
.0198 
.0196 
.0236 
.0294 
.0334 
.0210 
.0208 
.0184 
.0330 
.0224 


.0237 


.0070 
.0024 

.0024 
.0060 
.0026 
.0022 
.0042 
.0048 
.0024 
.0038 
.0022 


.0086 


NiTBOOKll 
▲8 

• 

1 

6 

i 

** 

• 

s 

** 

i 

.40 
.52 
.46 
.24 
.39 
.84 
.33 
.58 
.51 
.71 
.89 
.66 

.50 

.0100 

.0860 
.0800 
.0100 
.0200 
.0120 
.0070 
.0080 
.0030 
.0000 
.0070 
.0150 

.0127 

.0003 
.0002 
.0001 
.0002 
.0002 
.0001 
.0000 
.0001 
.0001 
.0000 
.0004 
.0003 

.0002 

I 

9 

a 

o 
ca 

§ 

o 


it 

t 

a 

I 


1.1023 
.8030 
.8928 
.7967 
.9818 
1.1362 
1.0191 
.4440 
.5490 
.8850 
.9880 
.8073 


.8254 


2.8 
2.6 
2.2 
0.9 
1.4 
1.4 
1.8 
1.9 
2.1 
2.2 
2.8 
2.6 

2.0 


Averages  of  Analyses  of  Previous  Tears, 


. 

1887* 

- 

- 

1 
0.97 

7.74 

2.86 

.0020 

.0855 

-. 

- 

.74 

.0152 

- 

-. 

- 

- 

1888 

- 

- 

1.16 

6.25 

2.17 

.0039 

.0812 

- 

- 

.51 

.0308 

.0004 

- 

- 

- 

1889 

- 

- 

1.11 

5.04 

1.76 

.0061 

.0808 

.0280 

.0028 

.50 

.0275 

.0005 

- 

- 

- 

1890 

- 

- 

0.72 

7.81 

2.12 

.0083 

.0257 

.0225 

.0082 

.56 

.0262 

.0003 

- 

2.4 

- 

1891 

- 

- 

0.86 

6.15 

2.24 

.0047 

.0291 

.0256 

.0085 

.59 

.0226 

.0008 

- 

2.0 

- 

1892 

- 

- 

0.96' 

1 

6.19 

2.85 

.0015 

.0201 

.0252 

.0089 

.40 

.0202 

.0002 

- 

1.9 

- 

1898 

- 

- 

0.95' 

6.08 

2.27 

.0027 

.0278 

.0287 

.0036 

.50 

.0127 

.0002 

.8254 

S.O 

*  June  to  December. 

NoTB  to  analyses  of  1898;  Iron,  .0172.  Odor,  generaUy  distinctly  vegetable,  freqaenUy  mouldy  or 
unpleasant;  on  heating,  the  odor  is  stronger  and  frequently  grassy.— The  samples  were  eoUected 
from  the  brook  about  60  feet  below  the  flrst  road  above  Reservoir  No.  8,  at  a  depth  of  one  foot  beneath 
the  surface. 

Microscopical  Examination, 

Average  number  of  organisms  in  1898, 123  per  cubic  centimeter.  In  September,  when  the  organisms 
were  most  abundant,  802  were  found,  nearly  all  of  which  were  Or«nothri», 
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BOSTON. 

SUDBURT  RlVBR  SUPPLT. 


—  Chemical  Examination  of  Water  from  Reservoir 
No,  3,  Framingham, 

[ParU  par  100,000.] 


I 


8 

9 


9842 
MM 

looeo 

10202 
10844 


189S. 

Jan.   2 

Feb.  1 
Mar.  1 
Apr.  3 
May   1 


104081  Jaoe  1 


10602 
10722 
10068 
11127 
11278 
11480 


At. 


Jaly  6 
Aug.  8 
S«pt.  1 
Oct.  2 
Not.  1 
Deo.  4 


Afpbabaxob. 


I 


Slight. 

Slight. 

V.  aUght. 

Diatinot, 
clayey. 
Slight. 

Diatioct. 

DUtiDot. 

Decided, 

greeo. 

Decided. 

Decided. 

DUtlnot. 

SUght. 


f. 


clayey. 


Slight. 

Slight. 

Cona. 

Cooa. 

SUght. 

Cona. 

Slight. 

Com., 

brown. 
Slight. 

Cone. 

Cone. 

SUght. 


1.00 
0.90 
0.90 
0.06 
1.00 
1.20 
1.20 
0.85 
0.86 
0.70 
0.90 
0.06 


0.90 


RaaiDua  oa 

EVAPOSA- 
TIOM. 


6.40 
6.16 
4.20 
8.96 
4.00 
4.40 
6.00 
4.96 
4.26 
6.26 
6.30 
6.80 


4.07 


^ 


2.80 
2.16 
1.86 
1.80 
1.96 
1.90 
2.06 
2.40 
1.80 
2.76 
2.26 
2.06 


2.10 


Ammonia. 


i 


.0024 
.0084 
.0132 
.0066 
.0008 
.0004 
.0000 
.0000 
.0000 
.0004 
.0012 
.0014 


.0028 


Albnmlnoid. 


g 


.0242 


1 
I 


.0220 


.0240  .0192 


.0228 
.0184 
.0206 
.0266 
.0274 
.0284 
.0296 
.0346 
.0308 
.0282 

.0269 


.0204 
.0140 
.0168 
.0244 
.0246 
.0204 
.0214 
.0232 
.0212 
.0202 


.0207 


00 


.0022 
.0048 
.0024 
.0044 
.0068 
.0022 
.0028 
.0080 
.0062 
.0114 
.0096 
.0030 


.0062 


4 
I 


.49 
.60 
.29 
.20 
.32 
.30 
.26 
.36 
.33 
.37 
.40 
.67 


.37 


KlTBOOKK 

Ae 


s 
s 


s 


1 

a 

B 
« 

I 
I 

M 

o 


.0050  .0001,  .9271  2.2 

.0200.0001  .8796  2.2 

.0200.0001*  .7920  1.7 

.0280.0001  .0096  1.4 

.0200.0002  .7409  1.3 

.0090.0002  .9626  1.4 

.0050  .0001  .9243^  1.8 

.0060.0000'  .6660  1.0 

.0000.0000  .7180  1.8 

.0000  .OOOOi  .6314  1.6 

I     I 

.0030  .0004,  .7320  1.8 

I     \ 

.0060.0001  .6436  2.2 


.0100.0001  .7681,  1.7 


Average  of  Analyses  of  Previous  Years. 


1887* 

- 

- 

0.9l| 

6.48 

2.02 

1888 

- 

- 

0.98 

4.98 

1.79 

1889 

- 

- 

0.84| 

4.39 

1.60 

1890  ; 

- 

- 

0.62' 

1 

6.40 

1.84  * 

j 

1891 

- 

- 

0.60* 

4.76 

1.66 

1892 

- 

- 

0.72 

1 

6.17 

1.97 

1893 

( 

- 

0.90, 

4.07 

2.10 

1 

.0073.08181  - 
.0038.0288|  - 
.0042.0306.0264.0052 
.0020*. 0238  .0197  .0041 


.0032.0242.0200.0042 
.0024  .0264  .0210  .0036 


.48 
.40 
.42 
.40 
.38 
.40 


.0028  .0269  .0207  .0062  .37 


.0170  .  I  - 

I 

.0218 .0003   - 

I 
.0182.0003   - 

I 

.0229.0002,  - 

I    I 

.0190.0002   - 

I 

.021l'.0001   - 


2.0 
1.7 
1.8 


.0100  .0001  .7681  1.7 


*  June  to  December. 

NoTB  to  analytea  of  1893;  Iron,  .0178.    Odor,  generally  diatinetly  vegetable.    On  heating  the  odor  la 

atronger  and  frequently  nnpleaaant  or  disagreeable. The  aamplea  were  collected  from  the  reeervoir 

near  the  gate-honee  at  a  depth  of  eight  feet  beneath  the  surface.    For  monthly  record  of  height  of  water 
in  this  reaerToIr  see  table  at  end  of  Boston  analyses. 
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BOSTON. 

Sudbury  River  Supply. — Microscopical  Examination  of  Water  from  Reservoir 

No,  3,  Framingham, 

[Namber  of  organitma  per  cubic  centimeter.] 


1S98. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

Jane. 

July. 

Aag. 

Sept 

Oct 

Nov. 

Dec 

Day  of  examination, 
Namber  of  Bample,  . 

8 
9842 

2 
0004 

8 
10069 

4 
10202 

2 
10344 

2 
10468 

6 
10502 

4 

10722 

2 
10958 

8 

11127 

2 
11278 

6 
11439 

PLANTS. 
DiatomaceeB, 

Aflterionella, 
Cydotella,  . 
Diatoma,     . 
Fragilaria,  . 
Meloeira, 
Bvnedra, 
Tabellaria,  . 

OyanophyceeB,  . 

AnabsBna,    ... 
Clathrooyttlfl,     . 

Algr8B»       .... 

Chlorococcns, 

Protocooous, 

Rapbtdlam, 

Bcenedesmat, 

Btaurastram, 

Staurogenia, 

Fungrif  Crenothrlx, 

630 

85 
0 
0 
0 
1 
2 
502 

D 

0 
0 

3 

0 
0 

1 

2 
0 
0 

0 

pr. 

0 
pr. 

0 
0 
0 

D 

0 
0 

D 

6 
0 
0 
0 
0 
0 

0 

24 

0 
0 
0 
2 
22 

D 

0 
0 

D 

0 
0 
0 
0 
0 
0 

0 

13 

1 
0 
0 
0 
2 
4 
6 

D 

0 
0 

0 

0 
0 
0 
0 
0 
0 

2 

628 

450 
1 

10 

10 

4 

116 

32 

D 

0 
0 

103 

1 
0 
0 
80 
22 
0 

0 

278 

60 
2 

4 

6 

28 

74 

104 

D 

0 
0 

6 

0 
5 
0 
1 
0 
0 

0 

51 

0 
48 
0 
0 
0 
2 
1 

17 

17 
0 

71 

0 
64 
0 
3 
0 
4 

1 

818 

0 
800 
3 
0 
3 
3 
9 

74 

52 
22 

24 

5 
15 
2 
0 
2 
0 

0 

37 

15 
1 
0 
0 
0 
1 

20 

50 

0 
50 

1 

0 
0 
0 
0 

1 

0 
D 

1,516 

672 
0 
0 
0 
0 
0 

844 

D 

0 
0 

18 

17 
0 

0 
0 

1 
0 

0 

957 

480 

44 

56 

0 

25 

280 
72 

4 

0 

4 

37 

1 
20 
8 
5 
0 
8 

3 

21^ 

lOO 
2 

(y 

0 
IS 
80> 
12 

0- 
0 

1 

0 
0 
0 

1 

0 
0> 

D 

ANIMALS. 
InfViBorla,     . 

Dinobryon, 

IHnobryon  eaaea, 

Monas, 

Peridininm, 

Synnra.        ... 

Tracbelomonaa,  . 

Vorticella,   . 

Vermes,  Polyarthra,    . 

1 

0 
0 
0 

1 

0 
0 

0 

0 
0 
0 
0 
0 
0 
0 

0 

6 

5 
0 
0 
0 
0 
1 
0 

0 

2 

0 
2 
0 
0 
0 
0 
0 

0 

3 

3 
0 
0 
0 
0 
0 
0 

0 

2 

0 
0 

1 

0 
0 

1 

0 
0 

2 

0 
0 
2 
0 
0 
0 
0 

0 

25 

0 
0 
2 
0 
2 
4 
17 

0 

1 

0 
0 

0 

1 

0 
0 

125 

0 
0 
0 
124 
0 
1 
0 

0 

109 

0 
104 
0 
0 
0 
5 
0 

7 

1 

0 

1 

0 
0 
0 
0 
0 

0 

Jii9cellaneou9,  Zoogloea,  . 

82 

0 

82 

64 

396 

44 

2 

320  ;     24 

1 

432 

56 

6 

Total,        .       .       .716 

1 

pr. 

112 

91     1,125 

1 

830 

144 

1,261 

113 

2,001 

1,173 

220 

112 
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BOSTON. 

CocHiTUATE  Supply. 


ChemiccU  Examination  of  Water  from  Lake  CochUucUe^ 
in  Wayland. 

[Parts  per  100,000.] 


• 

a 
p 

§ 

o 
S 
& 

Appb^ravob. 

RaaiDna  ov 

EVAPORA- 
TIOW. 

Ammonia. 

S 
1 

o 
.44 

KiTBOaSN 
AS 

! 

1 

5 

1 

a 
E- 

s 
« 

S 

o 
O 

• 

1 

• 

1 

§1 

3 

i 

Albamlnoid. 

i 

& 

• 

S 

s 

• 

• 

> 
1 

• 

-1 
a  a 

00 

S 

0848 

1898. 

Jan.  2 

,  DUUnct. 

Cona. 

0.20 

4.95 

1.25 

.0060 

.0144 

.0128 

.0016 

.0070 

.0002 

.2020 

2.8 

9065 

Feb.  1 

Slight. 

V.  alight. 

0.20 

4.95 

1.45 

.0044 

.0178 

.0128 

.0050 

.38 

.0100 

.0001 

1 

.3728 

2.8 

10070 

Mar.  1 

V.  Blight. 

1 

Slight. 

0.43 

5.20 

1.60 

.0012 

.0168 

.0132 

.0086 

I 

.49 

.0200 

.0001  .5976 

2.8 

10205 

Apr  3. 

Blight, 

clayey. 
Slight. 

Slight. 

0.20 

4.80 

1.40 

.0016 

.0160 

.0146 

.0014 

.46 

.0050 

.0004 

.3102 

1.7 

10845 

May  1 

Com. 

0.20 

4.05 

1.85 

.0014 

.0176 

.0152 

.0024 

.46 

.0180 

.0002 

.3869 

l.T 

10409 

June  1 

DUtiDct.    Slight. 

0.80 

4.05 

1.85 

.0008 

.0156 

.0132 

.0024 

.46 

.0150 

.0002 

.4762 

1.7 

10598 

July  5 

DUUnct. 

Blight. 

0.15 

4.35 

1.80 

.0006 

.0200 

.0164 

.0036 

.46 

.0150 

.0004) 

.4818 

1.8 

10723 

Aug.  3 

Slight. 

V.  alight. 

0.15 

4.40 

1.75 

.0004 

.0172 

.0142 

.0080 

.48 

.0070 

.0003 

.3208 

1.7 

10059 
11128 

Sept.l 
Oct.  2 

Slight. 
Diitinet. 

Slight, 

white. 
Blight. 

0.15 
0.18 

4.20 
4.45 

1.50 
1.45 

.0000 
.0000 

.0160 
.0194 

.0122 
.0152 

.0088 
.0042) 

.46 
.48 

.0050 
.0050 

.0001 
.0000 

.3871 
.8234 

2.1 
1.0 

11279 

Nov.  1 

Blight. 

Blight. 

0.15 

4.90 

1.60 

.0000 

.0154 

.0122 

.0032 

.40 

.0050 

.0004 

.8640 

1.9 

11440 

Deo.  4 

Blight. 

Cona. 

0.15 
0.21 

4.50 

1.40 

.0020 
.0015 

.0160 
.0168 

.0138 
.0138 

.0022 
.0080 

.46 
.46 

.0060 
.0098 

.0005 
.0002 

.4017 

2.2 

Av- 

4.64 

1.58 

.8035 

2.0 

Averages  of  Analyses  of  Previous  Years, 


1887* 

- 

- 

0.21 

5.08 

1.88 

.0017 

1888 

- 

- 

0.19 

4.90 

1.24 

.0083 

1889 

- 

- 

0.33 

5.08 

1.62 

.0025 

1890 

- 

- 

0.21 

4.74 

1.03 

.0016 

1891 

- 

- 

0.24 

4.66 

1.44 

.0017 

1892 

- 

- 

0.15 

4.61 

1.35 

.0018 

1893 

- 

- 

0.21 

4.64 

1.58 

.0015 

.0186 
.0217 
.0210 
.0184 
.0182 
.0168 
.0168 


.om 

.0149 
.0146 
.0188 
.0138 


.0033 
.0035 
.0037 
.0036 
.0080 


.44 

.43 
.46 
.49 
.42 
.48 
.46 


.0096     - 
.0127  .0003 

.O2O8L0OO3 

I 

.0206' .0008 

I 
.0212.0002 

.0152|.0001 

.0098.0002 


.8925 


2.4 
1.8 
2.0 
2.0 


*  Jnne  to  Deoember. 

Non  to  analyiea  of  1898;  Iron,  .0075.  Odor,  generally  vegetable,  frequently  anpleaaant,  aometimei 
none.— —The  aamplea  were  collected  in  the  gate>hoaae.  For  monthly  record  of  height  of  water  In  tbia 
lake,  aee  table  at  end  of  Boaton  analyaea. 
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BOSTON. 

CocHiTDATB  SvTFLY,-^  Micro8e(>pical  Examination  of  Water  from  Lake  Cochit" 

uate,  in  Wayland, 

[Number  of  organiama  per  cubic  centimeter.] 


1898. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

1 
Jane,  i  July. 

Aug. 

Sept 

Oct. 

Nov. 

Dec. 

Day  of  ezaminatioD, 
Number  of  aample, 

8 
9843 

2 
9066 

8 
10070 

4 
10205 

2 
10845 

2 
10409 

6 
10598 

4 

10723 

2 

10960 

8 
11128 

2 
11279 

6 
11440 

PLANTS. 
DiatomaceeB,   . 

Aaterionella,    . 

Cyclotella, 

Fragllaria, 

Meloalra,  .... 

Stephanodiacua, 

Svuedra,   .... 

Tab«llarla, 

Cy  anophycesB, 

AnabiDDa, .... 
Clatbrocyatia,  . 
Microcyatia, 

AlfireB, 

Chlorococcna,  . 
Hyalotheca, 
Protococcua,    . 
Staurogenia,     •       • 

Tunfiri,  Crenothrix,     . 

807 

618 

92 

0 

180 
8 
0 
0 

106 
108 

18 

2 
12 

4 
0 

0 

50 

17 
22 
0 
11 
0 
0 
0 

0 

0 
0 
0 

0 

0 
0 
0 
0 

0 

84 

4 
11 
0 
18 
0 
1 
0 

0 

0 
0 
0 

4 

0 

4 
0 
0 

pp. 

131 

82 

26 

0 

72 

0 

1 

pr. 

0 

0 
0 
0 

0 

0 
0 
0 
0 

1 

1,274 

604 

74 

18 

494 

0 

08 

1 

41 

0 
0 
0 

0 

0 
0 
0 
0 

0 

1,427 

570 

660 

0 

10 

0 

11 

276 

23 

20 
8 
0 

26 

7 

0 

19 

0 

0 

202 

0 
0 
0 
0 
6 
0 
196 

23 

21 
2 
0 

64 

0 

0 

64 

0 

0 

0 

0 
0 
0 
0 
0 
0 
0 

2 

0 
0 
2 

24 

0 

0 

20 

4 

0 

37 

22 
1 
0 
0 
0 
9 
6 

21 

8 

6 

12 

10 

2 
0 
6 
2 

0 

44 

24 

0 
16 

4 
0 
0 
0 

0 

0 
0 
0 

52 

52 
0 
0 
0 

3 

192 

41 
17 
20 
18 
0 
0 
96 

60 

22 
pr. 

88 

76 

0 

0 

76 

0 

pr. 

948 

172 

48 

0 

280 
7 
1 

440 

0 

0 
0 
0 

30 

0 

0 

80 

0 

1 

ANIMALS. 
Khizopoda,  Actinophrya, 

Infusoria,  .... 

Dlnobryon, 

Dinobryon  caaea,     . 

Peridinium, 

Synura,     .... 

Trachelomonaa, 

Vortlcella, 

Crustacea,  Cydopa, 

2 

3 

0 
0 

1 

0 
2 
0 

.04 

pr. 
6 

0 
0 
2 
0 
4 
0 

.04 

1 

3 

0 
2 
0 
0 
1 
0 

0 

pr. 
pr. 

0 
0 
0 
0 

0 

1 

24 

6 

7 
4 
0 
2 
6 

.02 

1 

85 

42 
42 

0 
0 

1 
0 

.02 

1 

2 

0 
0 
0 
2 

0 

1 

0 

0 
0 
0 
0 
0 
0 

0 

pp. 

0 

0 
0 
0 
0 
0 
0 

0 

0 

2 

0 
0 
2 
0 
0 
0 

0 

1 

70 

0 
70 

0 
0 

0 

0 

6 

0 
6 
0 
0 
0 
0 

0 

MUeellaneout, 

Acarina,   •       •       .       • 
ZoiJglcea,  .... 

0 
88 

2 

0 
2 

7 

0 

7 

168 

0 
168 

508 

0 
508 

.05 

.05 
0 

7 

0 

7 

4 

0 

4 

24 

0 
24 

88 

.02 
88 

0 

0 
0 

60 

0 
00 

Total,     .... 

1,024 

68 

40 

800 

1,807 

1,662 

299 

81 

92 

189 

399 

1,046 

114 
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BOSTON. 

CoCHiTUATB  WovKS.-^  Chemical  Examination  of  Water  from  a  Faucet  at  the 

Massachusetts  Institute  of  Technology^  Boston, 

[Parts  per  100,000.] 


• 

o 

%» 
o 

Si 
& 

Appkabaso. 

Rbsidus  on 
£yapora- 

TIOK. 

Ammohia. 

• 
0 

.46 

1 

NiTBOOSSr 

"    1 

• 

1 

1 

1 

1 

.  i 

1 

1 

Lots  on 
Ignition. 

i 

Albamtnold. 

1 

1 
t 

• 

I 

1 

■i 

i 
1 

.1 

BO 

9844 

1898. 

Jan.   3 

SUght. 

Slight. 

1.10 

1 

5.00 

;2.85 

.0020 

.0202 

.0160 

.0042 

1 

.0120.0000 

.9709 

2.1 

0966 

Feb.  2 

V.  •light. 

V.tlight. 

0.90 

5.65 

2.20 

.0086 

.0204 

.0182 

.00221 

1 

.45 

.0120 

.0001 

.8687 

2.5 

10071 

Mar.  2 

V.allght. 

Slight. 

0.66 

4.85 

1.00 

.0022 

.0156 

.0140  .0016 

1 

.42 

.0250 

.0001 

.6480 

2.1 

10207 

Apr.  4 

Slight. 

Slight. 

0.50 

4.85 

1.40 

.0014 

.0122 

.0106  .0016 

j 

.29 

.0300 

.0001 

.4708 

1.8 

10S46 

May   1 

Slight. 

Slight. 

0.50 

4.20 

1.90 

.0004 

.0164 

.0122  .0042 

1 

.34 

.0250 

.0002 

.5402 

1.8 

10470 

Jnna  2 

Slight. 

Slight. 

0.60 

4.50 

1.60 

.0000 

.0140 

.0106.0034 

.36 

.0180.0000 

.5175 

1.8 

10594 

Jnly  5 

Slight. 

Slight. 

0.00 

4.05 

1.85 

.0014 

.0210 

.0186  .0024 

1 

.32 

.0180 

.0000 

.5475 

1.3 

10724 

Aag.  3 

Slight 

Slight. 

0.52 

4.45 

2.25 

.0002 

.0902 

.0168  .0034 

.88 

.0100 

.0001 

.4699 

1.6 

10900 

Sept.  2 

Slight. 

Slight. 

0.55 

4.00 

1.75 

.0000 

.0150 

.0180  .0020 

.34 

.0070 

.0000 

.5609 

1.4 

11129 

Oct.   2 

Slight. 

Cons. 

0.42 

8.95 

1.50 

.0000 

.0192'. 0156. 0086 

1          1 

.35 

.0050 

.0000 

.4466 

1.9 

11280 

Nov.  1 

Slight. 

Slight. 

0.40 

8.95 

1.50 

.0000 

.0164 

.0142  .0022 

.41 

.0030 

.0004 

.5880 

1.6 

11441 

Dec.  4 

V.tUght. 

V.  slight. 

0.55 
0.61 

4.65 

1.90 

.0004 
.0010 

.0174 
.0174 

.0162  .0012 
,0147  -0057 

.44 

.38 

.006o!.0000 

1— 1— 

1.0143.0001, 

.5421 
.5976 

l.T 

Av. 

4.54 

1.84 

1.8 

1 

1 

1 

1 

Averages  of  Analyses  of  Previous  Years. 


1887* 

1888 

1889 

1890 

1891 

1892 

1893 


- 

1 

0.35 

4.89 

1.37 

- 

0.38| 

4.94 

1.53 

- 

0.51. 

4.71 

1.43 

- 

0.35! 

4.70 

1.25 

- 

0.37 

4.39 

1.63 

- 

0.37 

4.70 

1.67 

- 

0.6l| 

( 

4.54 

1.84 

.0002 


.0225 


.0012  .0215 
.0005  .0199 
.0003  .0169 


.0176 
.0148 
.0005  .0161  .0136 
.0168 


.0007 


.0138 


.00101.0174.0147 


.0023 
.0021 
.0025 
.0030 
.0027 


.42  I 

1.42  ' 
I  I 
1.37  ' 

!.4l! 

'.38  I 


.0094,     -     ji     - 

.0183.0002!    - 

I  I' 

.0272.0002  1    - 

!        I' 

.0241.00011    - 

I  '1 

.0227j.000l'i    - 

.0210.0001       - 

.0143.0001. 5976 


2.2 
1.7 
1.9 
1.8 


*  Jone  to  December. 

NoTB  to  analyaee  of  1893 ;  Iron,  .0121.  Odor,  faintly  vegetable,  ■om^mea  none.  The  odor  becomes 
somewhat  stronger  on  heating  and  oceasionally  unpleasant. 

The  table  of  averages  shows  that  the  water  supplied  to  the  city  in  1893  had  a  higher  color  than  In 
previous  years,  a  result  which  is  due  to  a  combination  of  several  circumstances. 

The  color  of  the  water  of  streams  varies  from  year  to  year  and  during  1898  was  above  the  average. 
It  is  slso  the  case  that  at  the  end  of  1892  the  reservoirs  were  filled  with  an  unusually  dark  colored  water, 
owing  to  heavy  rains  In  November. 

The  water  of  Sudbury  River  has  a  higher  color  than  that  of  Lake  CoohituaU,  and  the  increasing 
consumption  of  water,  which  requires  a  larger  proportion  to  be  furnished  from  the  river  each  year,  tends 
to  Increase  the  color  of  the  water  supplied  to  the  city. 

There  is  still  another  cause  for  the  darker  color  of  the  water  In  1808,  namely,  that  all  the  water 
supplied  to  Chestnut  Hill  Reservoir  from  Deo.  10,  1892,  to  Jan.  10,  1898,  came  from  Sudbury  Rivsr, 
owing  to  the  temporary  disuse  of  the  Cochituate  aqueduct  while  a  sewer  was  being  oonstructed  beneath 
it  in  Newton. 
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BOSTON* 

COCBITDATE  W0RK8, -^MicTOSCopicol  Examination  of  Water  from  a  Faucet  at 

the  Massachusetts  Institute  of  Technology,  Boston. 

[Number  of  organiama  per  cable  ctotimeter.] 


1S08. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

Jane. 

Jnly. 

Ang. 

Sept. 

Oct. 

Nov. 

Dec. 

Dny  of  examlnatioo, 
Number  of  aample,  • 

8 
9844 

2 
0966 

8 
10071 

4 
10207 

2 
10846 

2 
10470 

6 
10504 

4 

10724 

5 
10960 

8 
11129 

2 
11280 

6 
11441 

PLANTS. 
DiatomaceeB, 

AalerlonelU,       • 
Cyclotella,  . 
Frmgllarlft,   . 
Meloaira, 
Synedra, 
Tkbellaria,  . 

OyanophyceBB,  . 

CUthrocyatia,     . 
Microcyatia,        .        . 

jLlf[90t       •        •        •         • 

Cbloroooccna, 
Protocoocna, 
Rapbidlum, 
Bceoedeamaa, 

226 

44 

4 

0 

178 

0 

0 
0 

0 

0 
0 
0 
0 

11 

4 
7 
0 
0 
pr. 
0 

0 

0 
0 

D 

0 
0 
0 
0 

ID 

2 

1 
0 

4 
1 
2 

0 

0 
0 

pp. 

0 

0 

0 

pr. 

18 

4 
2 
0 
6 
2 
4 

0 
0 

0 

0 

0 
0 
0 
0 

485 

246 

9 

0 

90 

58 

82 

0 

0 
0 

1 

1 
0 
0 
0 

80 

22 
16 
23 
2 
2 
15 

0 

0 
0 

10 

pr. 

10 

0 

pr. 

158 

0 
26 
0 
0 
0 
182 

1 

1 
0 

0 

0 
0 
0 
0 

287 

0 

4 
0 
0 
1 
232 

7 

6 
1 

5 

0 
5 
0 
0 

140 

8 
4 
0 
0 
0 
128 

1 

0 

1 

26 

5 
5 

16 
0 

208 

85 

0 

15 

10 

0 

148 

0 

0 
0 

7 

0 
0 
0 
7 

847 

60 

16 

5 

6 

0 

260 

15 

3 
12 

8 

0 
6 
4 
0 

117 

86 
7 
0 
0 
2 

72 

0 

0 
0 

0 

0 
0 
0 
0 

ANIMALS. 
Bhizopoda,  DifflagU, . 

Infusoria,     •      .      * 

IMoobryoD  ceaea, 
Peridioium, 
Trachelomonaa, . 

0 

pr. 

0 

^'6 

0 

8 

0 

8 

pr. 

0 

2 

1 

0 

1 

0 

0 

0 
0 
0 

0 

1 

0 

pr. 

0 

0 

0 
0 
0 

0 

0 

0 
0 
0 

0 

0 

0 
0 
0 

0 

5 

4 

0 
1 

2 

6 

0 
5 
1 

0 

0 

0 
0 
0 

0 

0 

0 
0 
0 

Mitcellaneoui,  Zodgloea, . 

4 

0 

30 

3 

20 

16 

12        36 

26 

64         5 

11 

Total, 

230  1     10 

1 
42 

1 
21 

457       106 

171       285       200 

807 

876 

128 

1 

116 
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BOSTOX. 

Mystic  Supply.—  Chemical  Examination  of  Water  from  Mystic  Lake. 

{Parts  per  100,000.] 


I 

a 

a 


a 
o 


o 

S 

m 
Q 


0847 

oon 

10061 
10108 
10347 
10476 
10586 
10781 
10944 
11121 
11282 
11431 

Av. 


1898. 

Jan.   4 

Feb.  6 
Mar.  1 
Apr.  8 
May  2 
June  5 
July  5 
Aug.  4 
Sept.  1 

Oct    li 

I 
Nov.  li 

Deo.  4 


Appbabancs. 


I 


Slight. 

brown. 
V.  slight. 

Slight. 

Distinct, 
clayey. 

Distinct, 
brown. 

Distinct, 
green. 

Distinct. 

DisUnct. 

Distinct. 

V.sUght. 

Distlnot. 

V.sUght. 


a 

i 
1 


I 


Slight, 

brown. 
Slight. 

Slight. 

Slight. 

Oons., 

brown. 
Slight. 

green. 
Cons., 

green. 
Cons. 

Slight. 

SUght, 

green. 
Slight. 

V.sUght. 


0.04 
0.08 
0.10 
0.20 
0.08 
0.20 
0.05 
0.10 
0.12 
0.10 
0.05 
0.03 


0.10 


Rbsiddb  ok 

EVAPORA- 
TIOK. 


a 

o 


13.80 
14.50 
12.60 
8.30 
11.05 
10.10 
11.75 
12.50 
12.60 
15.50 
14.75 
14.05 


a 


12.62 


1.65 
2.00 
2.80 
1.30 
2.15 
2.35 
2.60 
2.25 
1.60 
2.50 
2.40 
2.55 


AmiOMlA. 


Albnmlnoid. 

• 

• 

• 

• 

1 

1 

il 

Pm 

^ 

a 

oo 

2.17 


.0456 
.0520 
.0352 
.0420 
.0480 
.0146 
.0020 
.0008 
.0004 
.0006 
.0106 
.0274 


.0240 


.0180 
.0284 
.0222 
.0252 
.0176 
.0222 
.0190 
.0294 
.0216 
.0196 
.0210 
.0182 


.0152 
.0206 
.0188 
.0206 
.0102 
.0176 
.0140 
.0168 
.0142 


.0028 
.0028 
.0084 
.0046 
.0074 
.0046 
.0060 
.0126 
.0074 


.0146  .0050 
.OIU  .0066 


.0136 


.02 If)  .0169  .0056 


.0046 


« 

I 

o 


2.80 
2.90 
2.20 
1.30 
1.98 
1.92 
2.36 
2.66 
2.68 
3.19 
3.12 
2.77 


2.49 


NiTBOOBV 


I 

s 


I 

s 


.0700 
.0800 
.0900 
.0600 
.0350 
.0900 
.0750 
.0200 
.0600 
.0300 
.0400 
.0800 


.0583 


.0012 
.0002 
.0005 
.0006 
.0005 
.0010 
.0020 
.0001 
.0001 
.0006 
.0016 
.0005 


.0007 


i 

a 

8 
m 

I 

& 
M 

o 


s 


& 


.2044 
.2066 
.2866 
.4015 
.2847 
.8525 
.2449 
.2627 
.2449 
.2156 
.2760 
.2067 


.2656 


6.3 
5.4 
4.6 
2.0 
8.8 
8.4 
3.6 
4.2 
4.2 
4.0 
5.0 
5.8 

4.4 


Averctges  of  AncUyses  of  Previous  Tears, 


- 

1887* 

• 

•* 

0.28 

10.82 

1.62 

.0114 

.0266 

- 

- 

2.06 

.0263 

- 

- 

- 

- 

1888 

- 

- 

0.21 

10.12 

1.76 

.0244 

.0267 

- 

- 

1.04 

.0488 

.0016 

- 

- 

- 

1889 

- 

- 

0.26 

9.02 

1.97 

.0211 

.0278 

.0109 

.0069 

1.67 

.0686 

.0012 

- 

- 

- 

1890 

- 

- 

0.13 

10.65 

1.78 

.0197 

.0228 

.0183 

.0040 

1.67 

.0796 

.0008 

- 

8.7 

- 

1891 

- 

- 

0.18 

9.50 

1.81 

.0186 

.0242 

.0187 

.0055 

1.68 

.0781 

.0012 

- 

8.6 

- 

1892 

- 

- 

0.07 

11.52 

2.09 

.0185 

.0906 

.0168 

.0068 

2.22 

.0698 

.0007 

- 

4.1 

- 

1893 

* 

- 

0.10 

12.62 

2.17 

.0240 

.0215 

.0159 

.0056 

2.49 

.0688 

.0007 

«• 

4.4 

*  Jnne  to  December. 

NoT8  to  analyses  of  1893;  Iron,  .0040.  Odor,  generally  Tegetable  and  mouldy  or  disagreeable.—- 
The'samplea  were  coUected  from  the  lake  near  the  gate-house.  For  monthly  record  of  height  of  water 
In  this  lake,  see  table  at  end  of  Boston  analyses. 
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Mystic  Supply.  —  Microscopical  Examination  of  Water  from  Mystic  Lake, 

[Namber  of  org^iama  per  oabic  oontimetar.] 


« 

1S9S, 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

Jane. 

Jaly. 

Aug. 

Sept 

Oct 

Not. 

Dec. 

Day  of  examination, . 

5 

7 

2 

4 

2 

6 

5 

5 

2 

2 

8 

4 

Namber  of  Bample,  • 

0847 

0071 

10061 

10106 

10847 

10476 

10586 

10731 

10044 

11121 

11282 

11431 

PLANTS. 

DiatomacesD,     . 

846 

16 

19 

8 

5M 

8,972 

8,647 

1,064 

871 

409 

7,841 

2,40ft 

Aaterlonellat 
DIatoma,     . 
Fragllarla,  . 
Meloalra,     . 
Navlcala,     . 
Bynedra, 
Tabellaria,  . 

06 
102 

ea 

0 

8 

76 

0 

6 
0 
0 
0 
0 
12 
0 

11 
0 
8 
0 
1 
4 
0 

^'6 

0 

1 

0 
2 
0 

25 

0 
47 
22 

0 

402 

28 

0 
0 
02 
0 
0 
8,880 
0 

0 
7 
160 
0 
0 
6,480 
0 

0 
0 

164 
0 
0 

900 
0 

0 
0 
0 
0 
0 
060 
2 

0 

0 

464 

8 

1 

81 

0 

1 
0 
640 
0 
0 
7,200 
0 

0 
0 
6 
0 

a 

2.400 
0 

AlgBdf       .... 

1M 

t 

2 

D 

26 

197 

188 

1,487 

187 

266 

930 

164 

Cosmariam,        •       . 
Pedlaatmm, 
Protococoua,       .       • 
Raphidlnm, 
Boenedeamoa,      . 
Btanraatram, 

6 
0 
0 
6 
114 
pr. 

1 
0 
0 
0 

1 

0 

0 
0 

2 
0 

0 
0 
0 
0 
0 
0 

0 
0 
26 
0 
0 
0 

0 
6 

0 

1 

0 

0 

180 

2 

82 

8 

44 

0 

1,860 

48 

2 
7 
0 
0 
128 
0 

^'o 

0 

0 

264 

0 

28 
2 

220 
0 

680 
0 

4 
0 

» 

2 

148 

1 

Funfiri*  Crenothrlx, 

1 

0 

pr. 

0 

pr. 

0 

D 

0 

0 

* 

0 

20 

4& 

ANIMALS. 

• 

Bhizopods,  Dlfflagla, . 

0 

D 

D 

D 

8 

D 

0 

0 

0 

0 

0 

0 

InfVisoria,  Peridlolnm, 

pr. 

0 

pr. 

0 

0 

D 

272 

2,100 

0 

226 

15 

0 

Vermes,. 

D 

D 

0 

D 

1 

0 

1 

8 

1 

0 

0 

0 

Annrea,       • 
Monoeerca, . 
Polyarthra, . 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 

1 

0 

0 
0 
0 

0 
1 
0 

1 
0 
2 

1 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

MUcelianeou9,  Zo&gloea, . 

tao 

0 

244 

160 

8 

86 

3 

8 

760 

36 

i  " 

8 

Total,  .... 

750 

20 

265 

163 

660 

4,205 

6,106 

4,657 

1,860 

1,027 

8,882 

2,618 
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Mystic  Supply. 


Chemical  Examination  of  Waier  from  Mystic  Lake,  at  Various 

Depths. 

[ParU  per  100,000.] 


s 
o 

i 

I 


10005 
10006 
10007 
10008 


1898. 
Mar.  8 

Mar.  8 

Mar.  8 

Mar.  8 


Appbasanob. 


•o 


«2 

a 

i 


I 


Distinct, 
milky. 
Slight. 

Blight. 

Distinct, 
milky. 


V.  flight. 
V.  slight. 
Slight. 
V.  slight. 


0.30 
0.04 
0.07 
0.70 


BB8IDDS  OV 

EVAPORA- 

TIOH. 


1 


e 
o 

So 


11.05 
15.80 
18.05 
17.80 


2.25 
2.80 
2.80 


Amuoku. 


Albnmlnold. 

• 

1 

• 

1 

I 

1 

1 

si 

b 

H 

a 

00 

.0800 
.0160 
.1120 
.3840 


.0218 
.0136 
.0130 
.0864 


.0102 
.0118 
.0118 
.0214 


.0026 
.0018 
.0012 
.0150 


t 

KrriooBir 

^ 

AS 

• 

€ 

J 

1 

© 

S 

5 

2.26 

s 

S 

.0600 

.0005 

3.20 

.0550 

.0001 

3.44 

.0600 

.0003 

3.40 

.0070 

.0000 

a 


Iron,  in  the  first  sample,  .0080;  in  the  second,  none;  in  the  third,  .0020;  in  the  last,  .0770. 

Odor  of  the  first  sample,  faintly  disagreeable,  becoming  stronger  on  heating;  of  the  next  two 
samples,  very  faint  or  none>  of  the  last  sample,  offensive. The  first  sample  was  collected  at  the  sur- 
face, and  the  others  in  order  at  depths  of  20, 54  and  74  feet  respectively  beneath  the  surface. 


Mystic  Supply.  —  Microscopical  Examination  of  Water  from  Mystic  Lake,  at 

Various  Depths. 

[Number  of  organisms  per  cubic  centimeter.] 


1888. 


March. 


Bfarch. 


Bfarch. 


March. 


Day  of  examination,       •       . 
Number  of  sample, . 

PLANTS. 
DiatomaceBB,    . 

Asterionella,     . 
Diatoma,    .... 

Fragilaria 

Navicula,  .... 
Synedra 

Alfirn* 

Protocoocus, 
Scenedesmus,    . 
Ulothrix,    .... 

Mi9C€lianeou$t  ZoOglosa, 

Total 


0 
10005 


0 
10006 


0 
10007 


0 
10008 


0 
0 
0 
0 
0 


0 
0 
0 


n 

38 

0 

0 

pr. 

14 


0 
0 
0 


72 

60 
4 
1 
2 
5 


pr. 


pr. 


02 
2 
0 
1 
8 


4 

2 
1 


158 


176 


820 


2|028 


158 


228 


802 


2,188 
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Mystic  Supply.  —  Chemical  Examination  of  Water  from  a  Faucet  in  Everett 

supplied  from  the  Mystic  Works, 

[Parts  per  100,000.] 


■ 

1 

g 

i 

s 

Appbabahcb. 

Residue  ov 
Evapora- 
tion. 

AXMOVIA. 

• 
1 

6 

2.04 

NiTBOOBX 
Afl 

1 

1 

c 

1 

• 

1 

i 

§ 

§ 

• 

1 

Loss  on 
Ignition. 

• 

1 

Albnminold. 

• 

s 

1 

in 

• 

1 

1 

• 

1 

• 

1 

Sus- 
pended. 

1 

10101 

ISftS. 
Mar.  7 

BUght. 

Slight. 

0.18 

13.20 

2.50 

.0672 

.0232 

.0212 

.0020 

.0000 

.0002 

.8024 

6.0 

Iron,  .0100.    Odor,  offenslTe. The  sample  was  collected  from  a  faucet  in  Everett. 

Microscopical  Examination, 

Diatomaceas,  AaUrionellat  10;  Syrudra,  1.    Fungi,  Fungus,  8.    Infusoria,  Vorticella,  1.    Miscel. 
laneous,  Zooglaa,  208.    Total,  234. 


Table  showing  the  Average  Monthly  Heights  in  Feet  above  Tide-marsh  level  of  the 
Water  in  the  Lakes  and  Storage  Reservoirs  of  the  Boston  Water  Works,  from 
which  Samples  of  Water  were  collected  during  the  Year  1893, 


Beservolr 

No.  2. 

Flasb  Boards, 

167.12 

Beservolr 
No.  8. 

Stone  Crest, 
176.24 

Beservolr 
No.  4. 

Flasb  Boards, 
216.21 

Farm  Pond. 

High  Water, 
149.25 

Lake 
Coehltnate 

High  Water, 
184.86 

Mystic  Lake. 

High  Water. 
7.00 

January,  . 

182.05 

109.42 

106.79 

148.78 

128.88 

4.64 

February, 

164.17 

172.49 

201.06 

149.08 

128.71 

4.33 

March,      . 

166.02 

174.17 

210.22 

149.06 

181.55 

4.43 

April, 

166.20 

175.60 

214.59 

149.42 

134.03 

6.22 

May. .       . 

166.43 

175.59 

214.66 

149.76 

134.41 

6.37 

•June, 

166.06 

174.79 

215.15 

148.87 

133.68 

6.41 

-July, . 

162.92 

171.84 

215.08 

148.69 

182.49 

4.52 

August,     . 

161.29 

167.67 

208.63 

148.66 

131.81 

2.64 

September, 

161.86 

167.75 

190.30 

148.42 

129.80 

1.80 

October,   . 

158.99 

161.10 

180.88 

148.27 

128.24 

—0.96 

November, 

157.48 

168.69 

172.70 

148.37 

128.03 

—0.20 

December, 

»             • 

156.55 

162.90 

171.87 

148.68 

127.67 

1.19 

The  reservoirs  on  Sudbury  River  were  drawn  to  an  unusually  low  level  in  1893.  Reservoir  No.  2 
in  December  contained  116,600,000  gallons  equal  to  22  i>er  cent,  of  iu  total  capacity;  Reservoir  No.  3  in 
November  contained  62,000,000  gallons  equal  to  5.6  per  cent,  of  its  total  capacity;  Reservoir  No.  4  in 
J>ecember  was  practically  empty,  containing  only  11,000,000  gallons,  equal  to  less  than  one  per  cent, 
•of  its  total  capacity. 
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BBABFOBD. 

Water  Supply  of  Bradford.  —  Bradford  Water  Company. 

Chemical  Examination  of  Water  from  the  Wells  of  the  Bradford  Water  Company. 

[Parts  per  100,000.] 


• 

Appbaxaxob. 

g 

Ammokia. 

NlTKOOSN 

• 

1 

C  s 

▲s 

B 

§1 

• 

1 

a 

a 

1 

• 

t 
1 

1 

i 

o  2 

B> 
SH 

1 

1 

• 

e 

1 

i 
1 

• 

S 

1' 

• 

1 

pa 

• 

1 

1808. 

9880 

Jan.   17 

SUght, 
milky. 

BUght, 
rusty. 

0.00 

6.80 

.0844 

.0062 

.30 

.0800 

.0000 

.0049 

2.1 

.1240 

10022 

Feb.  15 

DlatlDCt, 
ruaty. 

Cons., 
rusty. 

0.28 

6.00 

.0302 

.0052 

.81 

.0600 

.0001 

.1085 

2.6 

.1000 

10103 

Mar.    8 

DiatiDct, 

milky. 

Decided, 

None. 

0.30 

8.10 

.0254 

.0054 

.84 

.0600 

.0005 

.0720 

2.7 

.0020 

10288 

Apr.  11 

Oons., 

0.55 

4.70 

.0842 

.0036 

.82 

.0660 

.0001 

.0876 

2.2 

.0400 

milky. 

rusty. 

10871 

May     0 

Distinct, 
milky. 

Cons., 
brown. 

0.40 

6.40 

.0060 

.0068 

.20 

.0100 

.0001 

" 

0.8 

.0000 

10406 

June    7 

Blight, 
milky. 

V.sllgbt. 

0.12 

5.70 

.0122 

.0036 

.83 

.1000 

.0005 

.0460 

2.7 

.0220 

loeis 

Jaly     8 

Distinct, 
milky. 

Cons., 
rusty. 

0.02 

6.10 

.0298 

.0016 

.26 

.0660 

.0001 

.0800 

2.8 

.0667 

10768 

Aug.    0 

Distinct, 

milky. 

Decided. 

Cons., 
rusty. 

0.03 

6.00 

.0828 

.0028 

.80 

.0700 

.0001 

.1601 

2.6 

.0700 

11012 

Sept.  11 

Slight, 

0.30 

6.70 

.0370 

.0062 

.80 

.0100 

.0056 

.1131 

8.5 

.0600 

rusty. 

11158 

Oct.     9 

Decided, 

Cons., 

0.25 

5.80 

.0488 

.0082 

.28 

.0380 

.0000 

.1078 

2.1 

.1300 

11808 

Nov.    8 

milky. 
Decided, 

rusty. 
Cons. 

0.05 

6.70 

.0834 

.0068 

.82 

.0220 

.0020 

.1480 

8.2 

.0780 

11458 

Dec.    6 

milky. 

Decided, 

milky. 

None. 

0.60 
0.88 

6.60 

.0870 

.0048 

.28 

.0100 

.0008 

.0807 

2.0 
2.6 

.0960 

At. 

5.80 

.0297 

.0047 

.30 

.0475 

.0008 

1 

.0994 

.on4 

Averages  of  A 

[nalyses  of  I 

FVevic 

ms  Ti 

\ars. 

- 

1889* 

- 

- 

0.00 

3.95 

.0000 

.0014 

.21 

.0400 

.0000 

- 

1.6 

- 

- 

1800t 

- 

- 

0.00 

5.80 

.0002 

.0086 

.34  1 

1 

.0160 

.0001 

- 

2.6 

- 

- 

189U 

• 

- 

0.04 

6.40 

.0000 

.0027 

.23  1 

.0350 

.0001 

- 

1.8 

- 

- 

1892 

- 

- 

0.08 

6.59 

.0262 

.0029 

.28  1 

.0780 

.0003 

- 

2.4 

- 

- 

1803 

- 

- 

0.88 

5.80 

.0297 

.0047 

.80  1 

1 

.0475 

.0008 

.0994 

2.5 

.0774 

July. 


t  October. 


X  April,  two  samples. 


NoTB  to  analyses  of  1893;  Odor,  In  February,  unpleasant;  In  May  distinctly  vegetable  and  mouldy; 
at  other  times  none.  On  heating  the  odor  became  distinctly  unpleasant  in  the  March  sample,  faintly 
earthy  In  April,  and  faintly  vegetable  In  June  and  August. 

Nos.  10,103,  10,406,  11,012,  11,308  and  11,468  were  collected  from  a  fkucet  on  Orove  Street;  the 
remaining  samples,  from  a  faucet  at  the  pumping  station. 


It  is  probable  that  the  water  of  these  wells,  as  it  comes  from  the 
ground,  is  nearly  or  quite  clear  and  colorless,  but,  owing  to  the 
oxidation  of  the  iron  which  it  contains,  it  quickly  becomes  turbid 
and  colored.     The  particles  of  oxide  of  iron  which  give  the  turbidity 


No.  34.]     EXAMINATION  OF  WATER  SUPPLIES.  121 

BRADFORD. 

to  the  water  are  at  first  so  very  fine  that  they  communicate  to  the 
water  a  milky  appearance  which  cannot  be  removed  by  filtration, 
and  the  efiect  of  it  is  to  make  the  water  appear  colored  as  if  from 
dissolved  coloring  matter.  When  the  oxidation  of  the  iron  is  com- 
plete, a  rusty  precipitate  usually  forms  and  the  supernatant  or 
filtered  water  is  again  clear  and  colorless.  Any  record  of  turbidity, 
sediment  or  color,  while  the  oxidation  of  the  iron  is  in  progress, 
relates,  therefore,  to  a  passing  phenomenon,  but  is  nevertheless  of 
interest  as  showing  a  condition  which  the  water  may  assume ;  these 
records  cannot,  however,  be  considered  as  indicating  the  compara-* 
tive  character  of  the  water  from  month  to  month,  because  they^ 
depend  so  largely  upon  the  extent  of  the  oxidation  of  the  iron  at 
the  time  they  were  made.  The  presence  of  iron  affects  the  deter- 
mination of  the  **  oxygen  consumed,"  and  the  results  of  this 
determination  as  given  in  the  tables  are  in  consequence  all  a  little 
higher  than  they  would  otherwise  be.  A  progressive  deterioratioa 
of  this  water,  as  compared  with  previous  years,  will  be  noted.  The 
organic  matter,  as  shown  by  the  albuminoid  ammonia,  and  the 
product  of  its  decomposition,  as  shown  by  the  free  ammonia,  are 
decidedly  on  the  increase. 


Microscopical  Examination  of  Water  from  the  Wells  of  the   Bradford   Water 

Company, 

[Number  of  organUros  per  cable  centimeter.] 


1S98. 

Jan. 

1 

Feb. 

Mar. 

Apr. 

1 
May. 

June.  1  July. 

1            1 

Aug. 

I 

Sept. 

Oct. 

Xov. 

Dec. 

Day  of  ezamiDBtioD, 
Number  of  aample, . 

20 

0889 

1 

17 
10022 

10 
10103 

12 
10233 

10 
10371 

9 
10496 

8 
10613 

10 
10763 

14 
11012 

10 
11168 

10 
11308 

T 
1145S 

PLANTS. 
Fungrif  Orenotbtix, 

0 

0 

0 

0 

0 

pr.         0 

I 

0 

1 

7 

1 

0 

0 

ANIMALS. 
Infusoria,   . 

Dinobryon  caaea, 
Peridinlum, 

0 

0 
0 

0 

0 
0 

0 

0 
0 

0 

0 
0 

0 

0 
0 

4 

4 
pr. 

0 

0 
0 

1 

0 

1 

0 

0 
0 

0 

0 
0 

D 

0 
0 

0 

0 
0 

Mi9ceUameou9^  Zo&glcea, 

788 

1872 

328 

912 

78 

58 

1000 

800 

1 

310  1 

208 

88 

64 

Total, 

738 

1872 

828 

012 

76 

62 

1000 

601 

827 

200 

88 

64 
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BRAIN  TBEi:. 


Water  Supply  of  Braintree. 


Chemical  Examination  of  Water  from  the  Filter-gallery  of  the  Braintree  Water 

Works. 

[Parts  per  100,000.] 


Date  of 

Collection. 

Appkarakcb. 

Residue  on 
Evaporation. 

AXMOKIA. 

• 

i 

MITBOOSN 
AS 

m 

•i 

1 

i 

e 

1 

s 

o 

a 

1 

• 

• 

1 

is 

< 

1 

9^ 

• 

s 

• 

i 

0048 

1898 

Jan. 

• 
4 

V.  alight. 

V.  slight. 

0.00 

4.00 

.0006 

.0000 

.85 

.0650 

.0000 

^ 

2.2 

.0000 

0076 

Feb. 

6 

None. 

None. 

0.02 

4.00 

.0004 

.0052 

.02 

.0500 

.0000 

.0012 

2.3 

.0020 

10102 

Mar. 

8 

None. 

None. 

0.08 

4.50 

.0006 

.0056 

.88 

.0400 

.0000 

.1602 

2.1 

.0036 

10282 

Apr.  ' 

U 

None. 

None. 

0.05 

4.75 

.0000 

.0040 

.84 

.0600 

.0000 

.1814 

X9% 

.0030 

10874 

May 

0 

None. 

None. 

0.03 

4.45 

.0000 

.0082 

.70 

.0600 

.0000 

.1752 

X  vO 

.0015 

10405 

June 

7 

None. 

None. 

0.02 

4.25 

.0000 

.0052 

.86 

.0800 

.0000 

.1314 

X«w 

.0025 

10608 

July 

6 

None. 

V.  slight. 

0.01 

4.75 

.0006 

.0080 

.81 

.0280 

.0000 

.0488 

X«4 

.0000 

107ft2 
11000 

Ang. 
Sept. 

0 
11 

Blight* 

milky. 
None. 

Slight. 
V.  slight. 

0.05 
0.05 

4.60 
4.65 

.0004 
.0000 

.0044 
.0042 

.76 
.82 

.0120 
.0060 

.0003 
.0002 

.0607 
.0858 

1.8 
1.5 

.0060 
.0076 

11167 

Oct. 

0 

None. 

V.  slight. 

0.08 

5.10 

.0000 

.0026 

1 

.83 

.0180 

.0001 

.0847 

1.8 

.0160 

11318 

Nov. 

0 

None. 

y.  slight. 

0.00 

4.80 

.0000 

.0086' 

.84 

.0450 

.0000 

.1040 

1.6 

.0016 

11454 

Dec. 

6 

None. 

None. 

0.00 
0.03 

5.10 

.0000 

.00821 

.84 

.0430 

.0000 

.0546 

2.5 

1 

1.8 

.0026 

Av. 

4.72 

.0002 

.0040 

.83 

.0863 

.0001 

.1020 

.003T 

Averages  of  Analyses  of  Previous  Years, 


1887-88* 
1802 


0.07 
0.02 


7.14 
4.60 


.0006 
.0002 


.0045 
.0030 


.85 
.75 


.0048 
.0102 


.0003 
.0001 


1.8 


•  June,  1887,  to  May,  1888. 

NoTB  to  analyses  of  1803;  Odor,  of  No.  10102,  faintly  vegetable;  of  the  others,  none.    On  heat- 

ing  a  very  faintly  vegetable  odor  was  developed  in  No.  10232. The  samples  were  collected  from 

a  faucet  at  the  pumping  station. 


Microscopical  Examination 

No.  0848.  Diatomaee»,  TabellariOt  62;  Nos.  10405  and  10608,  Cyanophyceas,  AncUxMna,  5  In  the 
first,  and  one  in  the  last;  Nos.  10405  to  11157  inclusive  each  contained  a  few  Orenothrix  or  Zodglma. 
In  the  remaining  samples  no  organisms  were  found. 


No.  34.]     EXAMINATION  OF  WATER  SUPPLIES. 
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BBAINTBEE. 

Chemical  Examination  of  Water  from  Little  Pond^  Braintree. 

[Parts  per  100,000.] 


a 

e 


a 
s 


10800 
10761 
10909 


Av. 


1898. 
liay   16 

Ang.    9 

8«pt.  11 


APrSARAVOB. 


*1 

a 

J 


g 


V.illght. 
SUght. 

DittlDCt. 


Blight. 
Blight. 
Blight. 


0.80 
0.15 
0.20 

0.22 


RSSIDDS  OV 

EVAPORA- 

TIOV. 


^ 


ft 


8.75 
4.10 
4.60 


4.15 


1.85 


Ammohia. 


Albamlnold. 


.0000 
.0000 
.0000 


.0000 


.0190     - 


.0178 
.0228 


.0199 


I 
1 


I 
it 


.0140 
.0212 


.0088 
.0016 


s 

i 


.64 
.74 
.76 


.71 


NiTioaxH 

Afl 


S 

1 


.0060 
.0000 
.0000 


.0010 


.0001 
.0000 
.0000 


.0000 


I 

p 


s 


i 


.4458 
.8256 
.8666 


.8702 


0.9 
1.8 
0.9 

1.0 


Iron,  .0045.    Odor,  faintly  yegetabloi  becoming  atronger  lo  the  laet  two  samplea  on  heating. — The' 
samples  were  collected  from  the  pond  near  the  fllter>gallery  of  the  Braintree  water  works,  which  is  sita- 
ated  on  the  shore  of  the  pond.    It  Is  said  that  ap  to  the  end  of  1898,  no  water  had  been  drawn  directly 
from  the  pond  for  the  supply  of  the  town. 

Microscopical  Examination, 

The  total  number  of  organisms  per  cable  centimeter  found  in  each  of  these  samples  was  as  follows : 
In  liay,  98,  chiefly  IHatomacea;  in  August,  165,  chiefly  Alga;  in  September,  62,  chiefly  Algce  and 
Oyanophfcea, 


Water   Supply  of  Bridgewater   and    East   Bridoewater.  — 

The  Bridge  waters  Water  Co. 

In  1892,  the  works  of  this  company  for  collecting  ground  water 
were  again  enlarged  by  sinking  five  additional  six-inch  tubular  wells 
in  the  low  ground  between  the  present  works  and  the  river.  The 
new  wells  are  located  in  a  line  parallel  to  the  river,  and  are  said  to 
range  from  100  to  160  feet  in  depth.  Water  is  pumped  from  these 
wells  by  means  of  an  auxiliary  pump  into  one  of  the  large  wells  near 
the  pumping  station. 
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BRrDOEWATEB  AND  EAST  BRTDGEWATER. 

Chemical  Examinaiion  of  Water  from  the   WelU  of  the  Bridgewaters   Water 

Compajiy, 

[Parte  per  100,000.] 


Date  of 

Collection. 

'           Apfkarancb. 

1 

Bealdue  on 
Evaporation. 

Ammonia. 

• 

9 

S 

NlTBOOKN 

Aa 

Oxygen 

Conaamed. 

• 

z 

e 

I 

1 

525 

t 

a 

• 
c 

1 

• 

1 

• 

U4 

• 

1 

< 

• 

! 

• 

1 

10474 
10696 
10766 

1898. 

Jane    6 

July    6 
1 
Aug.    7 1 

Sept.   6 

1 

V.aUght. 

Blight, 

clayey. 
None. 

V.  alight. 

Cona. 

Cona., 

aand. 
V.  alight. 

V.  alight. 

0.02 
0.02 
0.10 
0.02 

0.04 

7.00 
4.36 
6.60 
6.76 

.0002 
.0000 
.0004 
.0000 

1 
.0004 

.0074 

.0014 

.00041 

.44 

.46 
.41 
.40 

.0060 
.0400 
.0400 
.0380 

.0000 
.0001 
.0000 
.0000 

.0487 
.0803 
.0908 
.0000 

2.6 
0.6 
2.0 
2.5 

1.9 

.0200 

.ooao 

.0100 
.01S5 

Av. 

1   6.15 

.0002 

1 
.00241 

.43 

.0808 

.0000 

.0650 

.0136 

1 

Averages  of  Analyses  of  Previous  Years, 


0.02 


4.20 

1 

.0011 

.0016 

1 
.47 

.0307 

.0001 

1 

*  June,  1888  to  Jane,  1880. 

NoTB  to  1893  analyaea;  Odor,  none.    The  aamplea  were  collected  from  a  faucet  at  the  pumpiDg 
atation. 


Microscopical  Examination  of  Water  from  the  Wells  of  the  Bridgewaters  Water 

Company. 

[Namber  of  organisms  per  cubic  centimeter.] 


1898. 

June. 

Jnly. 

August. 

September. 

Day  of  examination, 

Number  of  sample, 

6 
10474 

6 
10606 

10 
10766 

7 
10960 

PLANTS. 
DiatomaceBB,  Synedra 

Funffi,  Crenothrix, 

pr. 
78 

18 
0 

0 
5 

0 
3 

ANIMALS. 
Infusoria,  Trachelomonaa, 

pr. 

0 

0 

1 

Mi»cellaneou9,  ZoSgloea, 

22 

s 

16 

7 

Total 

100 

21 

23 

11 

No.  34.]     EXAMINATION  OF  WATER  SUPPLIES. 
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BBrDGEWATEB  AND  EAST  BBIDGEWATEB, 

Chemical  Examination  of  Water  from  the  Town  River  at  Bridgewater^  opposite  the 

Wells  of  the  Bridgewaters  Water  Company. 

[ParU  per  100,000.] 


JS 

a 

o 


1 

S3 


5 


10478 
10595 
10754 
10968 


Av. 


1898. 

June  6 

July  5 
Aug.  7 
Sept.  6 


Appsasamob. 


•3 

o 
H 


a 


Slight. 

SUght. 

DiatiDOt, 
yellow. 
SUght. 


Slight. 

OODfl. 
OODfl., 

nuty. 
Slight. 


2.70 
1.70 
0.80 
2.00 


1.80 


RB8IDUB  OK 

EVAPORA- 

TIOV. 

• 

e 
o 

-2 

1 

Ign 

6.70 

2.85 

6.05 

2.30 

4.40 

2.10 

8.76 

3.46 

6.48 

2.68 

Ammonia. 


Albamlnokl. 

1 

• 

•8 

• 

•o 

I 

1 

1 

J.  0 

b 

H 

Q 

CO 

.0024 
.0020 
.0048 
.0012 


.0026 


.0202 
.0348 
.0286 
.0406 


.0321 


.0242 
.0312 
.0102 
.0354 


.0060 
.0036 
.0044 
.0062 


.0275.0046 


NrrsooBN 

Afl 

• 

s 

1 

• 

f 

• 

1 

XI 

.44 

» 

^ 

.0090 

.0002 

.40 

.0050 

.0000 

.64 

.0060 

.0001 

.64 

.0060 

.0001 

.48 

.0060 

.0001 

I 


s 


1.4487 
1.1242 
0.0764 
1.8060 


1.1508 


0.8 
1.1 
1.1 
1.6 


1.2 


Iron,  .0276.    Odor,  diitioetly  Tegetable,  beooming  stronger  on  heating,  and  ■ometimea  alao  mouldy. 

The  tamplea  were  collected  from  the  river  oppoaite  the  worka  of  the  Bridgewatera  Water  Com> 

pany. 

Microscopical  Examination, 

The  total  number  of  organlama  per  cubic  centimeter  found  in  each  of  theae  aamplea  waa  aa  foUowa : 
In  June,  133;  in  July,  144;  in  Auguat,  2,661;  in  September,  83.  The  oumbera  conaiated  almoat  wholly 
of  Orenothrix  and  Zodgkea, 


Water  Supply  of  Brockton. 

Chemical  Examination  of  Water  from  Salisbury  Brook  at  the  Point  where  it  enters 

the  Storage  Reservoir  of  the  Brockton  Water  Works. 

[Parte  per  100,000.] 


i 


a 
o 
3 


O 


0867 
11296 


1898. 

Jan.  0 

Nov.  7 


Appbaravob. 


«i 

i 

1 


o 


None. 
None. 


V.  alight. 
V.  alight. 


1.80 
1.70 


Rbsidub  ov 

EVAFOKA- 

TIOH. 

• 

• 

e 

o 

mi 

r 

1 

7.06 

2.00 

6.66 

8.26 

Ammoxia. 


Albnminold. 


1 


1 

oo 


.0004 
.0008 


.0266 
.0312 


.0236 
.0200 


.0020 
.0022 


NITBOQBV 

• 

Aa 

• 
•0 

• 

1 

1 

.66 

S 

.0060 

.0004 

.74 

.0000 

.0000 

I 

I 

a 

g 


8 

a 

I 


1.83602.1 
1.81601.6 


Iron,  .0110.    Odor,  diatinctly  vegetable. The  aamplea  were  collected  from  the  brook  juat  above 

the  reaervoir. 


Microscopical  Examination. 

No.  0867.    Diatomaceae,  EptthtmUit  1;  Meridion,  1.    ToUl,  2. 

No.  11296.    DlatomaccflB,  Cyclotella,  1;  Miacellaneona  Zodglaa,  1.    Total,  2. 
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BBII>GEWATEB  AND  EAST  BRTDGEWATER. 

Chemical  Examination  of  Water  from  the  Wells  of  the  BridgewcUers   Water 

Company. 

[ParU  per  100,000.] 


Date  of 

Collection. 

Appbabamob. 

1 

Beiidae  on 

Evaporation. 

Ammonia. 

■ 

s 

i 

e 

NITBOOBM 
AS 

Oxygen 

Coniomed. 

• 

§ 

c 

1 

S3 

1 

1 

a 

Tnrbidltj. 

• 
c 

1 

1 

0 

• 

i 

Albu- 
minoid. 

• 

s 

Nitrltei. 

1 

10474 
10590 
10755 
10960 

I8»8. 

June    5 

Jaly    5 
Ang.    7 1 
Sept.    5' 

V.aUght. 

Slight, 

clayey. 
None. 

V.  slight. 

Cons. 

Cons., 

sand. 
V.  slight. 

V.  slight. 

0.02 
0.02 
0.10 
0.02 

0.04 

1   7.00 
4.35 
6.50 
6.75 

.0002 
.0000 
.0004 
.0000 

1 
.0004 
.00741 
.00141 
.0004 

.44 

.46 
.41 
.40 

.0050 
.0400 
.0400 
.0380 

.0000 

1 

.0001 
.0000 
.0000 

.0487 

.0803 

.0908 

1 .0000 

2.6 
0.6 
2.0 
2.5 

1.9 

1 

.0200 
.0000 
.0100 
.0185 

Av. 

,   6.15 

.0002 

.0024 

.43 

.0308 

.0000 

.0550 

.0180 

( 

1 

Averages  of  Analyses  of  Previous  Years, 


1888-89* 


0.02 


4.20 


.0011 


.0016 


.47 


.0307 


.0001 


*  June,  1888  to  June,  1889. 

NoTB  to  1893  analyses;  Odor,  none.    The  samples  were  collected  from  a  faucet  at  the  pumping 
station. 


Microscopical  Examination  of  Water  from  the  Wells  of  the  Bridgewalers  Water 

Company, 

[Number  of  organisms  per  cubic  centimeter.] 


18»8. 

Jane. 

July. 

Aagatt. 

September. 

Day  of  examination, 

Number  of  sample, 

6 
10474 

6 
10596 

10 
10755 

7 
10969 

PLANTS. 
Diatomaceed,  Bynedra, 

Fuxiiri*  Crenothrix, 

pr. 
78 

18 
0 

0 
5 

ANIMALS. 
Infusoria,  Trachelomooas, 

pr. 

0 

0 

Mlicellaneou4t  ZolHllcea, 

n 

3 

18 
23 

Total, 

100 

21 

11 

No.  34.]     EXAMINATION  OF  WATER  SUPPLIES. 
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BBIBGEWATEB  AXD  EAST  BBID6EWATEB, 

Chemical  Examination  of  Water  from  the  Town  River  at  Bridgewater^  opposite  the 

Wells  of  the  Bridgewaters  Water  Company, 

[Parts  per  100,000.] 


• 

s 

o 
u 

o 
fli 

a 

Appeabakob. 

Rrsidub  on 

EVAPOBA- 
TIOH. 

AimoKlA. 

1 
Q 

.44 

.40 
.54 
.54 

.48 

NITBOOBM 
AS 

1 

1 

1 

1 

a 
H 

a 
1 

i 

a 

S 

• 

it 

3*^ 

• 

1 

Albuminoid. 

• 

• 

S 

1 

a 

• 

1 

t 

Q 

• 

1 

a 

CD 

3 

10473 
10695 
10754 
10968 

18»8. 

June  5 

July  5 
Ang.  7 
Sept.  5 

Blight. 

SUght. 

DisUnct, 
yellow. 
SUght. 

Slight. 

Cons. 

Cons., 

rusty. 
SUght. 

2.70 
1.70 
0.80 
2.00 

1.80 

6.70 
5.06 
4.40 
6.75 

2.85 
2.30 
2.10 
3.45 

.0024 
.0020 
.0048 
.0012 

.0026 

.0292 
.0348 
.0286 
.0406 

.0321 

.0242 
.0312 
.0192 
.0354 

.0275 

.0060 
.0036 
.0044 
.0052 

.0046 

.0090 
.0050 
.0060 
.0060 

.0060 

.0002 
.0000 
.0001 
.0001 

.0001 

1.4487 
1.1242 
0.6754 
1.3960 

0.8 
1.1 
1.1 
1.6 

Av. 

5.48 

2.68 

1.1598 

1.2 

Iron,  .0275.    Odor,  distinctly  vegetable,  becoming  stronger  on  heating,  and  sometimes  also  mouldy. 

The  samples  were  collected  from  the  river  opposite  the  works  of  the  Bridgewaters  Water  Com. 

pany. 

Microscopical  Examination. 

The  total  number  of  organisms  per  cubic  centimeter  found  in  each  of  these  samples  was  as  follows : 
In  June,  133;  in  July,  144;  in  August,  2,651;  in  September,  83.  The  numbers  consisted  almost  whoUy 
of  Orenothrix  and  Zoogkea, 


Water  Supply  of  Brockton. 

Chemical  Examination  of  Water  from  Salisbury  Brook  at  the  Point  where  it  enters 

the  Storage  Reservoir  of  the  Brockton  Water  Works, 

[Parts  per  100,000.] 


• 

1 

at 

a 

Appbarabob. 

Rbsidub  on 
Evapora- 
tion. 

Ammonia. 

• 

.66 
.74 

NITBOGBN 
AS 

1 

1 

a 

g 
s 

• 

i 

a 

1 

1 

• 

1 

Loss  on 
Ignition. 

• 

Albuminoid. 

• 

s 

1 

1 

a 

• 

a 

Sus- 
pended. 

1 

1 

9857 
11296 

1808. 

Jan.  9 

Nov.  7 

None. 
None. 

V.  slight. 
V.  slight. 

1.30 
1.70 

7.05 
6.66 

2.90 
3.25 

.0004 
.0008 

.0266 
.0312 

.0236 
.0290 

.0020 
.0022 

.0060 
.0000 

.0004 
.0000 

1.33602.1 
1.8160 1.« 

Iron,  .0110.    Odor,  distinctly  vegetable. The  samples  were  collected  from  the  brook  just  above 

the  reservoir. 

Microscopical  Examination, 

No.  0857.    DiatomacesB,  .S^I<A«m<a,  1;  J/«ri(fion,  1.    Total,  2. 

No.  11296.    Diatomacen,  Cyclotellat  1 ;  Miscellaneous  Zo9gUxa,  1.   Total,  2. 
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BRIDGEWATER  AND  EAST  BRIDGEWATER. 

Chemical  Examination  of  Water  from  the  WelU  of  the  Bridgewaters   Water 

Company, 

[ParU  per  100,000.] 


Date  of 

Collection. 

,            Appbabanob. 

Becldae  on 

Evaporation. 

Ammonia. 

• 

a 
1 

e 

NITBOOBM     1 
AB 

■ 

1 

s 

M 

o 

• 

c 

1 

93 

1 

1 

c 

1 

1 

• 

Alba- 
mlnold. 

• 

i  ! 

• 

1 

10474 
10596 
10766 
IdOOO 

I8»8. 

Jane    5 

Jaly    5 

1 

Aug.    7 1 
Sept.    5 

V.aUght. 

Slight, 

clayey. 
None. 

V.  alight. 

CODB. 
COOB., 

Band. 
V.aUght. 

V.aUght. 

0.02 
0.02 
0.10 
0.02 

0.04 

1   7.00 
\   4.35 
6.50    * 
6.75   1 

.0002 
.0000 
.0004 
.0000 

.0004 

.00741 

.0014 

.0004 i 

1 

.44 

.46 
.41 
.40 

.0060 
.0400 
.0400 
.0380 

.0000 
.0001 
.0000 
.0000 

.0487 
.0803 
.0008 
.0000 

2.6 
0.6 
2.0 
2.6 

1.0 

-    — «— 

.0200 
.0000 
.0100 
.0185 

Av. 

1   6.15 

.0002 

.0024 

.43 

.0808 

.0000 

i 
.0550 

1 

.0130 

1 

Averages  of  Analyses  of  Previous  Years, 


0.02      4.20 


.0011 

1 
.0016 

1 

■"\ 

.0307 

.0001 

1 

*  June,  1888  to  June,  1880. 

NoTB  to  1803  analyaea;  Odor,  none.    The  aamplea  were  collected  from  a  fancet  at  the  pumping 
atation. 


Microscopical  Examination  of  Water  from  the  Wells  of  the  Bridgewaters  Water 

Company, 

[Number  of  organisms  per  cubic  centimeter.] 


18»8. 

June. 

July. 

Augatt. 

September. 

Day  of  examination, 

Number  of  sample, 

6 
10474 

6 
10596 

10 
10755 

7 
10069 

PLANTS. 
Diatomaceed,  Bynedra, 

Funirit  Crenothrix, 

pr. 
78 

18 
0 

0 
5 

0 
3 

ANIMALS. 
Infusoria,  Trachelomonaa, 

pr. 

0 

0 

' 

Mlicellaneou9t  ZoSglcea, 

n 

s 

18 

T 

Total, 

100 

21 

23 

" 
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BBIBGEWATEB  AXI>  EAST  BBIDOEWATEB. 

Chetnical  Examination  of  Water  from  the  Town  Biver  at  Bridgewater^  opposite  the 

Wells  of  the  Bridgewaters  Water  Company, 

[Parte  per  100,000.] 


s 

3 

2 

8 

O 

i 

a 

5 

a 

« 

% 

a 

10478 
10605 
10754 
10068 


Av. 


1808. 

June  5 

July  5 
Aug.  7 
Sept.  5 


Appbaxavob. 


1 

a 


a 


Slight. 

SUght. 

Distinct, 
yellow. 
SUght. 


Slight. 

Conf. 

Conf., 

roBty. 
Slight. 


6 


2.70 
1.70 
0.80 
2.00 


1.80 


Rrsidcb  cm 

EVAPOBA- 

TIOH. 

• 

e 

<» 

-S 

^ 

Loss  or 
Ign 

6.70 

2.85 

5.05 

2.d0 

4.40 

2.10 

6.76 

3.46 

6.48 

2.68 

AimoMiA. 


AlbomJnold. 

• 

■i 

* 

1 

I 

1 

1 

^1 

h 

H 

Q 

OQ 

.0024 
.0020 
.0048 
.0012 


.0026 


.0202 
.0348 
.0236 
.0406 


.0321 


.0242  .0060 
.0312.0036 
.0102'. 0044 
.0354.0052 


.0270  .0046 


9 

a 

■c 


.44 
.40 
.54 
.64 


.48 


NrrBooBM 

Af 


I 

£ 
S 


I 


.0090 
.0050 
.0060 
.0060 


.0060 


.0002 
.0000 
.0001 
.0001 


.0001 


8 


1.4437  0.8 


1.1242 
0.6764 
1.3060 


1.1608 


1.1 
1.1 
1.6 

1.2 


Iron,  .0275.    Odor,  distinctly  vegetable,  becoming  stronger  on  heating,  and  sometimes  also  monldy. 

The  samples  were  collected  from  the  river  opposite  the  works  of  the  Bridgewaters  Water  Com> 

pany. 

Microscopical  Examination, 

The  total  number  of  organisms  per  cnblc  centimeter  found  in  each  of  these  samples  was  as  follows : 
In  June,  133;  in  July,  144;  In  August,  2,651;  In  September,  83.  The  numbers  consisted  almost  wholly 
of  Orenothrix  and  Zodgkea, 


Water  Supply  of  Brockton. 

Chemical  Examination  of  Water  from  Salisbury  Brook  at  the  Point  where  it  enters 

the  Storage  Beservoir  of  the  Brockton  WcUer  Works, 

[Parte  per  100,000.] 


e 


6 


at 

a 


1808. 

0857  Jan.   9 

11296  Nov.  7 


Appbarabob. 


a 


None. 
None. 


V.  slight. 
V.  slight. 


1.30 
1.70 


RB8U> 

UB  oir 

EVAPOBA- 

TION. 

• 

• 

a 

o 

^ 

§1 

1 

S*^ 

7.05 

2.90 

6.66 

3.26 

I 


Ammonu. 


Albamlnotd. 


I 


I 


I  8 


.0004 
.0008 


.0266 
.0312 


.0236 
.0290 


.0020 
.0022 


s 

i 

s 


.66 

,74 


NiTBOOBV 
AS 


s 
S 


s 


.0060 
.0000 


.0004 
.0000 


1 

a 
a 

8 

a 

g 

M 

o 


1 


1.83602.1 
1.81601.6 


Iron,  .0110.    Odor,  distinctly  vegeteble. The  samples  were  collected  from  the  brook  just  above 

the  reservoir. 


Microscopical  Examination, 

No.  9657.    DiatomacesB,  EpUhemUi,  1;  Meridiout  1.    Total,  2. 

No.  11296.    Dlatomacen,  Oj/clotella,  1 ;  Miscellaneous  Zoigtata,  1.    Total,  2. 
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BROCKTON, 

Chemical  Examination  of  Water  from  Salisbury  Brook  Storage  Reservoir^*  Brockton. 

[Parts  per  100,000.] 


i 

a 

8 

"A 


6 


9858 
0977 
10087 
10213 
10806 
10481 
10041 
10745 
10906 
11188 
11297 
11449 


At, 


1808. 

Jan.   9 

Feb.  7 
Mar.  7 
Apr.  5 
May  8 
June  6 
July  11 
Aug.  8 
Sept.  6 
Oct.  4 
Nov.  7 
Deo.  5 


Appbabamob. 


2 

8 


a 

a 


o 
o 


Slight. 

Slight. 

Slight. 

SUght. 

V.  flight. 

Slight. 

Diatlnot, 

green. 

Dletinot. 

Diatinot. 

Slight. 

Slight. 

SUght. 


Slight. 

Slight, 

green. 
V.  slight. 

Cons. 

Slight. 

Oons. 

Slight, 

yellow. 
Ck>ns. 

SUght. 

Cons., 

green. 
SUght. 

Cons. 


0.00 
0.65 
0.00 
0.70 
0.60 
0.80 
0.60 
0.65 
0.60 
0.60 
0.70 
0.65 


0.67 


Rksidcb  om 

EVAPOBA- 
TIOH. 


I 


a 

I 


4.20 

1.70 

4.45 

2.00 

4.00 

2.00 

3.25 

1.20 

2.95 

1.55 

8.70 

1.65 

3.40 

1.95 

3.50 

1.90 

8.40 

1.70 

3.00 

1.75 

8.25 

1.80 

4.00 

1.65 

8.50 

1.70 

Ammonia. 


Albaminold. 

• 

•8 

• 

^>« 

w 

I 

3 
p 

a 

h 

H 

O 

(O 

.0008 
.0008 
.0006 
.0028 
.0000 


.0234 
.0284 
.0184 
.0150 
.0154 


.0006.0222 
.0004.0262 


.0184 
.0224 
.0152 


.0050 
.0060 
.0082 


.0128  .0022 
.0186  .0018 


.0000 
.0016 


.0216 
.0260 


.0000  .0812 
.0002j.0286 
.0006.0276 


.0007  .0287 


.0176 
.0228 
.0162 
.0222 
.0268 
.0228 
.0240 


.0196 


.0046 
.0084 
.0054 
.0088 
.0044 
.0058 
.0036 


.0041 


4 
I 


.48 
.50 
.88 
.87 
.80 
.86 
.84 
.38 
.86 
.40 
.46 
.47 


MiTBOOBV 
AS 


i 
I 

as 


.0000 
.0000 
.0000 
.0080 
.0080 
.0050 
.0090 
.0000 
.0080 
.0000 
.0000 
.0000 


.40 


.0000 
.0000 
.0000 

.0001 
.0000 


1 
a 

a 
c 

6 

e 
& 

K 
M 

o 


I 

a 

bS 


.7600 
.7811 
.8064 
.5183 
.6940 


.0001,1.7788 
.0000'  .8240 


.0000 
.0001 
.0000 
.0001 
.0002 


.0019  .0001 


.6148 
.6480 
.6775 
.6240 
.6201 


.6708 


1.4 
1.4 
1.4 
0.3 
0.0 
0.& 
0.6 
0.8 
0.6 
0.6 
0.8 
0.6 

O.T 


Averages  of  Analyses  of  Previous  Tears, 


- 

18871 

. 

-    •••» 

4.94 

2.25  1 

.0033 

.0541 

- 

.33 

1 
.0069 

1, 
.0001  1  - 

• 

- 

1888 

- 

0.76, 

1 

8.77 

1.61 

.0031 

.0869 

- 

- 

.81 

.0066 

- 

- 

1889 

- 

- 

0.78 

1 

2.79 

l.Ol  ! 

.0028 

.0306 

.0218  .0078 

.80 

,.0048 

.0002!  - 

- 

- 

1890 

- 

- 

0.75, 

4.07 

1.98  > 

.0016 

.0274'. 0219  .0055,' 

1    ' 

.32 

.0068 

.0001   - 

1 

0.9 

- 

1891 

- 

- 

0.62 

8.15 

1.45  ! 

.0010 

.0213 

.0169.00441 

1 

.28 

.0061 

.0001,  - 

0.6 

- 

1892 

- 

0.55 

8.41 

1.87  1 

.0004 

.0213 

.0168{.0045 

.86 

|.0080 

.0000|i  - 

O.T 

- 

1898 

1 

- 

0.67 

8.59 

1.70  ! 

1 

.0007 

.0287 

.0196 

.00411 

.40 

1 

1.0019 

.0001*  .6546 

1 

0.7 

*  In  addition  to  the  analyses  of  water  from  this  reservoir  given  here,  the  resalts  of  examinations  of 
three  samples  of  water  collected  from  various  depths  under  the  ice  on  March  15, 1898,  may  be  found  in 
the  annual  report  of  this  Board  for  1892,  pafre  340.  The  additional  analyses  were  made  as  a  part  of  an 
investigation  to  learn  the  quantity  of  dissolved  oxygen  in  water  under  the  ice. 

t  June  to  December. 

NoTS  to  analyses  of  1898 ;  Iron,  .0157.  Odor  generally  distinctly  vegetable,  and  very  frequently  dis«. 
irreeable.  On  heating,  the  odor  usually  becomes  somewhat  stronger,  and  in  January  and  February  was 
very  disagreeable  ——The  samples  were  collected  from  the  reservoir  near  the  gate>house  at  a  depth  of 
one  foot  beneath  the  surface.  For  a  record  of  heights  of  water  in  this  reservoir  on  dates  when  samplaa 
of  water  were  collected  for  analysis  see  psge  120. 

The  table  of  averages  shows  that  there  has  been  a  marked  decrease  in  the  amount  of  albuminoid 
ammonia  In  this  water  since  the  examinations  were  begun  In  1887,  indicating  a  corresponding  improve- 
ment in  its  quality.  An  examination  of  the  monthly  analyses  during  this  time,  shows  that  aariog 
the  earlier  years  there  was  a  large  fluctuation  In  the  amount  of  albuminoid  ammonia  In  the  different 
seasons  of  the  year,  the  greatest  quantities  being  found  In  the  summer  and  early  autumn,  when  abun- 
dant  growths  of  microscopic  organisms  were  present  In  the  water.  The  decrease  in  the  amonnt  of 
albuminoid  ammonia,  as  snown  In  the  table  of  averages,  is  due  chiefly  to  the  decrease  in  the  growths 
of  these  organisms  in  summer. 
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BROCKTON. 

Microscopical  Examination  of  Water  from  Salisbury  Brook  Storage  Eeservoir, 

Brockton,  * 


[N^amber  of  orgKnUms  per  cable  centimeter.] 

• 

1898. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

Jane. 

July. 

Aug. 

Sept. 

Oct. 

Not. 

Dec. 

Day  of  examination, 

11 

9 

8 

7 

10 

7 

13 

9 

6 

6 

9 

7 

Number  of  sample,    . 

9858 

997T 

10087 

10213 

10366 

10481 

10641 

10746 

10966 

11138 

11207 

11449 

PLANTS. 

1  Dlatomaceed,     . 

1182 

2591 

148 

308 

448 

98 

116 

540 

2670 

3800 

311 

103 

Aateiionella, 
Cydotella,  . 
Inatoma, 
Fragibtria,  . 
Meloiira, 
Navicola,     . 
Synedra, 
Tabellaria,  . 

2 
0 
4 

0 

0 

0 

1172 

4 

6 

164 
0 
0 
0 
0 
2422 
0 

0 
0 
0 
0 
0 
0 
146 

% 

pr. 

0 
0 

42 

0 

260 

16 

23 

0 

90 

16 

280 

40 

34 
0 
1 
0 

33 
0 
3 

27 

66 
2 
5 
6 

16 
0 
5 

27 

21 

36 

176 

0 

64 

0 

7 

236 

640 

28 

76 

0 

244 

1 

1 

1680 

0 
0 
9 
0 
36 
0 
0 
8266 

4 
2 
1 
0 

78 
0 

26 
200 

16 
0 
0 
0 
0 
0 
0 

88 

Gyanophyoeed, 

ClathrocysUi, 

0 

0 

0 

0 

0 

5 

0 

0 

1 

0 

0 

0 

Alge&t      .      .      .      • 

1 

3 

pr. 

0 

a 

45 

5 

85 

17 

16 

84 

2 

Pedlastnim, 

Rapbidlum, 

Soenedesmns, 

Stauraatram, 

Zo'daporea, 

0 
0 
0 
0 

1 

0 
0 
0 
3 
0 

0 
0 

0 

0 
0 
0 
0 
0 

0 
0 
6 

1 
1 

24 

18 

3 

1 
2 
0 
0 
2 

2 
0 
3 
80 
0 

3 

6 
4 

4 
0 

1 
0 
16 
0 
0 

2 

6 

26 

1 
pr. 

0 

a 

ANIMALS. 

Rhizopoda,  Dlfflngia, . 

0 

0 

0 

0 

0 

pr. 

0 

0 

0 

0 

1 

0 

Infusoria,     . 

3 

4 

4 

2 

10 

5 

49 

8 

6 

3 

2 

5 

Cryptomonas,     . 
Dinobryon  cases, 
Monas, 
PeridlDlom, 
Tracbelomonas, 

0 
0 
0 
3 
0 

3 

0 

0 

pr. 

0 

1 

0 
2 

1 

0 

2 

pr. 

0 
6 

0 

6 

pr. 

0 
0 
0 
4 

1 

0 

0 
20 
28 

1 

0 
0 
0 
6 
2 

0 
0 

1 

2 
3 

0 
0 
0 
3 
0 

0 
0 
0 
2 
0 

0 
0 
0 
6 
0 

Vermes, 

3 

4 

pr. 

pr. 

pr. 

1 

1 

1 

0 

1 

1 

0 

Annrea, 
Polyartbra, 
RoUtorlan  ova,  . 

2 

1 
0 

1 

3 

pr. 

0 

0 

pr. 

0 

^'6 
pr. 

1 
0 
0 

1 
0 
0 

1 
0 
0 

0 
0 
0 

1 
0 
0 

1 
0 
0 

0 
0 
0 

Mitceltaneoua,  . 

10 

0 

0 

982 

42 

22 

86 

840 

86 

172 

70 

8 

Acarina, 
Zoogloea, 

0 
10 

0 
0 

0 
0 

0 
932 

0 
42 

0 
22 

0 
36 

.10 
340 

.04 
86 

.02 

172 

0 
70 

0 
8 

Total,        .       .       .    1109 

'2602 

160 

1242 

609 

176 

207 

974 

2730 

3492 

419 

118 

Aeration. 

Provision  was  made  in  the  year  1891  for  aerating  the  water 
supplied  to  the  city  of  Brockton  by  forcing  air  into  it  through  a 
system  of  perforated  pipes  laid  near  the  bottom  of  the  iron  tank,  as 
described  in  the  Annual  Report  of  this  Board  for  1892,  page  110. 
T^ie  tank  is  62  feet  in  diameter  and  59  feet  4  inches  in  height,  and  is 
open  at  the  top.  In  the  following  table  is  given  a  comparison  of 
analyses  of  samples  of  water  collected  as  it  comes  from  the  reservoir 
and  after  aeration  in  the  tank. 


126 


STATE  BOARD  OF  HEALTH.         [Pub.  Doc. 


BROCKTON, 

Chemical  Examinaiwii  of  Water  from  Salisbury  Brook  Storage  Reservoir^*  Brockton. 

[ParU  per  100,000.] 


6 

& 


9858 

wn 

10087 
10213 
10866 
10481 
10041 
10745 
10060 
11188 
11297 
11449 


Av. 


1808. 

Jan.   9 

Feb.  7 
Mar.  7 
Apr.  5 
May  8 
Jane  6 
July  11 
Aug.  8 
Sept.  6 
Oct.  4 
Nov.  7 
Deo.  5 


Appbabamob. 


I 


i 


o 
o 
O 


Slight. 

Slight. 

Slight. 

Slight. 

V.  Blight. 

Slight. 

Diatlnet, 

green. 

Distinct. 

Diatinct. 

Slight. 

Slight. 

SUght. 


Slight. 

Slight, 

green. 
V.  alight. 

Oona. 

Slight. 

Oona. 

Slight, 

yellow. 
Oona. 

SUght. 

Oona., 

green. 
Slight. 

Oona. 


0.60 
0.65 
0.90 
0.70 
0.60 
0.80 
0.60 
0.65 
0.60 
0.60 
0.70 
0.65 


0.67 


Residub  ox 

EVAPOBA- 
TIOM. 


I 


4.20 
4.45 
4.00 
3.25 
2.95 
3.70 
3.40 
3.50 
8.40 
8.00 
8.25 
4.00 


I 


8.59 


1.70 
2.00 
2.00 
1.20 
1.55 
1.65 
1.95 
1.90 
1.70 
1.75 
1.80 
1.65 


1.70 


Ammonia. 


Albamlnold. 

• 

•8 

• 

"O 

• 

s 

1 

s 

h 

H 

a 

(O 

.0008 
.0008 
.0006 
.0028 
.0000 


.0234 
.0284 
.0184 
.0150 
.0164 


.0006.0222 
.0004.0262 
.0000 


.0184 
.0224 
.0152 
.0128 
.0186 
.0176 
.0228 


.0016  .0260 
.0000  .0312 


.0002 
.0006 


.0216  .0162 
.0222 
.0268 


.0286 
.0276 


.0007 


.0287 


.0228 
.0240 


.0196 


.0050 
.0060 
.0082 
.0022 
.0018 
.0046 
.0084 
.0064 
.0038 
.0044 
.0058 
.0036 


.0041 


I 


.48 
.50 
.88 
.87 
.80 
.86 
.84 
.38 
.86 
.40 
.46 
.47 


NITBOOBV 
AB 


3 

I 

as 


3 


.40 


.0000 
.0000 
.0000 
.0030 
.0030 
.0050 
.0090 
.0000 
.0080 
.0000 
.0000 
.0000 


.0019 


.0000 
.0000 
.0000 

.0001 
.0000 


1 

a 

B 

i 

B 

& 

M 

o 


I 

a 

» 


.7000|  1.4 
.7811  1.4 
.8004  1.4 
.5183  0.3 


.5049 
.0001 '|.  7788 
.00001.8249 


.OOOOl 

.0001 1 

I 

.0000 

.0001 

.0002 


.00011 


.5148 
.6480 
.5776 
.6240 
.6201 


.6708 


0.8 
0.6 
0.6 
0.3 
0.8 
0.6 
0.8 
0.6 

0.7 


Averages  of  Analyses  of  Previous  Tears. 


1887t 

- 

1888 

- 

1889 

- 

1890 

- 

1891 

- 

1892 

- 

1898 

1 

0.99 
0.76 
0.78 
0.75 
0.62 
0.65 
0.67' 


4.94 

1 
2.25  , 

.0033 

8.77 

1.61  t 

.0031 

2.79 

l.Ol 

.0028 

4.07 

1.98  , 

.0016 

3.15 

1.45 

.0010 

3.41 

1.37  1 

.0004 

3.59 

1.70  1 

.0007 

.0541  .  -  .33 
.0869  -  -  .81 
.0306.0218.0078   .30 

.0274.0219.0055'  .32 

I  i  ' 

.0213  .OI60'. 0044  1.28 

I  I  I 

.0218;. 0168|. 0045   .36 

.0287.0196.0041,1.40 


*  In  addition  to  the  analyaea  of  water  from  this  reaervoir  given  here,  the  resnlta  of  ezaminattona  of 
three  aamplea  of  water  collected  from  variona  depths  under  the  Ice  on  March  15, 1898,  may  be  found  in 
the  annual  report  of  thia  Board  for  1892,  page  340.  The  additional  analyses  were  made  aa  a  part  of  an 
Inveatigatlon  to  learn  the  quantity  of  disaolved  oxygen  in  water  under  the  ice. 

t  June  to  December. 

NoTB  to  analyaea  of  1898 ;  Iron,  .0157.  Odor  generally  distinctly  vegetable,  and  very  frequently  diaa. 
greeable.  On  heating,  the  odor  usually  becomes  somewhat  stronger,  and  in  January  and  February  was 
very  disagreeable  —The  samples  were  collected  from  the  reservoir  near  the  gate-house  at  a  depth  of 
one  foot  beneath  the  surface.  For  a  record  of  heighta  of  water  in  this  reservoir  on  dates  when  samplaa 
of  water  were  collected  for  analysis  see  page  129. 

The  table  of  averages  shows  that  there  has  been  a  marked  decrease  in  the  amonnt  of  albuminoid 
ammonia  in  this  water  since  the  examinations  were  begun  in  1887,  lodlcntlng  a  correspondlns  improve- 
ment in  Its  quality.  An  examination  of  the  monthly  analyses  during  this  time,  shows  that  aariog 
the  earlier  years  there  was  a  large  fluctuation  in  the  amount  of  albuminoid  ammonia  In  the  different 
seasons  of  the  year,  the  greateat  quantitiea  being  found  in  Uie  summer  and  early  autumn,  when  abnn. 
dant  growths  of  microscopic  organisms  were  present  in  the  water.  The  decreaae  in  the  amonnt  of 
albuminoid  ammonia,  as  shown  in  the  table  of  averages,  is  due  chiefly  to  the  decreaae  in  the  growth* 
of  theae  organisms  In  summer. 
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BROCKTON, 

Microscopical  Examination  of  Waier  from  Salisbury  Brook  Storage  Beservoir, 

Brockton,  ' 


[N'amber  of  orgKnUms  per  cable  centimeter.] 


IMS. 


Jan. 


Feb. 


Mar. 


Apr. 


May. 


Jane. 


July. 


Aug. 


Sept. 


Oct. 


Not. 


Dec 


Day  of  ezaminatioD, 
Number  of  sample,   . 


11 
9858 


0 
9977 


8 
10087 


7 
10213 


10 
10S65 


7 
10481 


13 
10641 


0 
10745 


6 
10066 


5 
11138 


9 
11297 


7 
11449 


PLANTS. 

t  Diatomaceed, 


Aateriooella, 

Cyolotella, 

Inatoma, 

FragilarU, 

Meloslra, 

Navlcula, 

Synedra, 

Tabellaria, 


Cyanophyoeed, 

ClathrocysUi, 


Aigeo, 


Pediastram, 

Raphidlam, 

Soenedeamus, 

Staaraatram, 

ZoSaporea, 


1182 

2591 

148 

808 

448 

98 

116 

540 

2670 

8300 

811 

2 

5 

0 

pr. 

23 

34 

56 

21 

640 

0 

4 

0 

164 

0 

1 

0 

0 

2 

36 

28 

0 

2 

4 

0 

0 

0 

pr. 

1 

5 

176 

76 

9 

1 

0 

0 

0 

0 

0 

0 

6 

0 

0 

0 

0 

0 

0 

0 

42 

90 

33 

15 

64 

244 

35 

78 

0 

0 

0 

0 

16 

0 

0 

0 

1 

0 

0 

1172 

2422 

146 

250 

280 

3 

5 

7 

1 

0 

26 

4 

0 

% 

15 

40 

27 

27 

236 

1680 

8256 

200 

0 

0 

0 

0 

0 

5 

0 

0 

1 

0 

0 

1 

8 

pr. 

0 

8 

45 

5 

85 

17 

16 

84 

0 

0 

0 

0 

0 

pr. 

1 

2 

3 

1 

2 

0 

0 

0 

0 

0 

0 

2 

0 

6 

0 

5 

0 

0 

pr. 

0 

6 

24 

0 

3 

4 

15 

26 

0 

3 

0 

0 

1 

18 

0 

80 

4 

0 

1 

1 

0 

0 

0 

1 

3 

2 

0 

0 

0 

pr. 

108 

16 
0 
0 
0 
0 
0 
0 

88 


0 

(y 

2 
0 

a 


ANIMALS. 
Bhizopoda,  Dlfflngia, . 

Infusoria,    . 

Cryptomonat,     . 
Dinobryon  oasea, 
Monaa, 
Peridlnlom, 
Trachelomonaa, 

Vermes, 

Anarea, 
Polyartbra, 
Botatorlan  ova,  . 


0 

0 

0 

0 

0 

'3 

4 

4 

2 

10 

0 
0 
0 
3 
0 

3 

0 

0 

pr. 

0 

1 

0 
2 

1 

^'6 

0 

2 

pr. 

0 
5 
0 
5 
pr. 

3 

4 

pr. 

pr. 

pr. 

2 

1 

1 
3 

0 
0 

^'i 

^'6 

0 

pr. 

pr. 

0 

pr. 

pr. 


0 

0 
0 
4 

1 


1 

0 
0 


0 

0 

0 

0 

1 

49 

8 

6 

3 

2 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

20 

0 

1 

0 

0 

28 

6 

2 

3 

2 

1 

2 

3 

0 

0 

1 

1 

0 

1 

1 

1 

1 

0 

1 

1 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 
0 
0 
5 
0 


0 
0 
0 


MUcellaneoua,   . 

Acarina, 
ZoQgloea, 

10 

0 
10 

0 

0 
0 

0 

0 
0 

932 

0 
932 

42 

0 
42 

22 

0 
22 

36 

0 
36 

340 

.10 
340 

36 

.04 
86 

172 

.02 
172 

70 

0 
70 

8 

0 

8 

Total, 

1199  2602 

1 

150 

1242 

509 

176 

207 

974 

2730 

3492 

419 

118 

Aeration. 

Provision  was  made  in  the  year  1891  for  aerating  the  water 
supplied  to  the  city  of  Brockton  by  forcing  air  into  it  through  a 
system  of  perforated  pipes  laid  near  the  bottom  of  the  iron  tank,  as 
described  in  the  Annual  Report  of  this  Board  for  1892,  page  110. 
Tbe  tank  is  62  feet  in  diameter  and  59  feet  4  inches  in  height,  and  is 
open  at  the  top.  In  the  following  table  is  given  a  comparison  of 
analyses  of  samples  of  water  collected  as  it  comes  from  the  reservoir 
and  after  aeration  in  the  tank. 
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BROCKTON, 

ChemiccU  Examination  of  Water  from  Salisbury  Brook  Storage  Reservoir*  Brockton, 

[ParU  per  100,000.] 


• 

a 

a 

s 

Appbabakcb. 

Rbsidub  ox 

EVAPOSA- 
TIOH. 

Ammonia. 

1 

MiTBOOBM 
AS 

• 

1 

o 

m 

i 

a 

g 

M 

1 

a 

i 

• 

© 

• 

1 

otson 
Ignition. 

• 

i 

Albamlnold.     | 

• 

1 

• 

1 

1 

9 

• 

1 

• 

si 

• 

a 

1 

SQ 

o 

H 

« 

o 

H 

kJ 

h 

H 

a 

(O 

o 

as 

^ 

o 

n 

1888. 

9858 

Jan.   0 

Slight. 

Slight. 

o.eo 

4.20 

1.70 

.0008 

.0284 

.0184 

.0050 

.48 

.0000 

.0000 

|.7000 

1.4 

9977 

Feb.  7 

Slight. 

Slight, 
green. 

0.05 

4.45 

2.00 

.0008 

.0284 

.0224 

.0060 

.60 

.0000 

.0000 

.7811 

1.4 

10087 

Mar.  7 

Slight. 

V.  slight. 

0.90 

4.00 

2.00 

.0006 

.0184 

.0152  .0032 

.38 

.0000 

.0000 

.8064 

1.4 

10218 

Apr.  5 

Slight. 

Cons. 

0.70 

8.25 

1.20 

.0028 

.0150 

.0128.0022 

.37 

.0030 

.0001 

.6188 

0.3 

10806 

May   8 

V.  flight. 

Slight. 

0.60 

2.95 

1.55 

.0000 

.0154 

.0136  .0018 

.30 

.0030 

.0000 

1.6049 

0.8 

10481 

Jane  8 

Slight. 

Cons. 

0.80 

8.70 

1.65 

.0006.0222 

.0176 

.0046 

.36 

.0050 

.0001 

.7788 

0.6 

10841 

July  11 

Distinct, 

Slights 

0.60 

8.40 

1.95 

.0004.0262 

.0228 

.0034 

.84 

.0090 

.0000  i. 8249 

0.6 

green. 

yellow. 

10745 

Ang.  8 

Distinct. 

Cons. 

0.65 

3.60 

1.90 

.OOOo'.0216 

.0162 

.0054 

.38 

1 

.0000 

.OOOOi 

j 

.6143 

0.3 

10086 

Sept.  5 

Distinct. 

Slight. 

0.60 

8.40 

1.70 

.0016  .0260 

.0222 

.0038 

.36 

.0030 

.0001 ' 

.6480 

0.8 

11188 

Cot.    4 

Slight. 

Cons., 
green. 

0.60 

8.00 

1.75 

.0000  .0312 

1 

.0268 

.0044 

.40 

1 

Loooo 

.OOOOj 

.6776 

0.6 

11297 

Not.  7 

Blight. 

Blight. 

0.70 

8.25 

1.80 

.0002.0286 

.0228 

.0058 

1.46 

1 

.0000 

.0001 

.6240 

0.8 

11449 

Deo.  5 

Slight. 

Cons. 

0.65 
0.67 

4.00 

1.65 

.0006  .0276 
.0007  -A^7 

.0240 
.0196 

.0036 
.0041 

.40 

.0000 
.0019 

.0002 

1 

.0001 

.6201 
.6708 

0.6 

Ay*» 

8.69 

1.70 

0.7 

Averages  of  Analyses  of  Previous  Years, 


1887t 

- 

1888 

- 

1889 

- 

1890 

- 

1891 

- 

1892 

- 

1893 

1 

0.99 

0.76 

I 

0.78 
0.76 
0.62 
0.55 
0.67' 


4.94 

2.25 

.0033 

8.77 

1.61  1 

.0031 

2.79 

l.Ol  1 

.0028 

4.07 

1.98  1 

.0016 

3.15 

1.45 

.0010 

3.41 

1.37  1 

.0004 

3.59 

1.70 

1 

.0007 

.0541  .  .  .33 
.0369  -  -  .31 
.0306.0218.0078  .30 

.0274'. 0219  .0055  1.32 

I    I    I 
.0213  .0169  .0044|'. 28 

.0213.0168.0045  .36 

.0237  .0106  .0041 1 1. 40 

I  II 


*  In  addition  to  the  analyses  of  water  from  this  reservoir  given  here,  the  resalts  of  examinations  of 
three  samples  of  water  collected  from  various  depths  under  the  Ice  on  March  15, 1893,  may  be  found  Id 
the  annual  report  of  this  Board  for  1892,  page  340.  The  additional  analyses  were  made  as  a  part  of  an 
investigation  to  learn  the  quantity  of  dissolved  oxygen  in  water  under  the  ice. 

t  June  to  December. 

NoTB  to  analyses  of  1893 ;  Iron,  .0157.  Odor  generally  distinctly  vegetable,  and  very  frequently  dlaa. 
greeable.  On  heating,  the  odor  usually  becomes  somewhat  stronger,  and  In  January  and  February  was 
very  disagreeable  ——The  samples  were  collected  from  the  reservoir  near  the  gate>house  at  a  depth  of 
one  foot  beneath  the  surface.  For  a  record  of  heights  of  water  in  this  reservoir  on  dates  when  sample* 
of  water  were  collected  for  analysis  see  psge  120. 

The  table  of  averages  shows  that  there  has  been  a  marked  decrease  in  the  amount  of  albuminoid 
ammonia  in  this  water  since  the  examlnatlooe  were  begun  In  1887,  indicating  a  corresponding  Improve, 
ment  In  its  quality.  An  examination  of  the  monthly  analyses  during  this  time,  shows  that  aariog 
the  earlier  years  there  was  a  large  fluctuation  in  the  amount  of  albuminoid  ammonia  In  the  different 
seasons  of  the  year,  the  greatest  quantities  being  found  In  the  summer  and  early  autumn,  when  abun. 
dant  growths  of  microscopic  organisms  were  present  in  the  water.  The  decrease  in  the  amount  of 
albuminoid  ammonia,  as  shown  In  the  table  of  averages,  is  due  chiefly  to  the  decrease  in  the  growth* 
of  these  organisms  in  summer. 


No.  34.]    EXAMINATION  OF  WATER  SUPPLIES. 
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BROCKTON. 

Microscopical  Examinalion  of  Wetter  from  Salisbury  Brook  Storage  Reservoir^ 

Brockton,  * 

[N'amber  of  orgKnttms  per  cable  centimeter.] 


• 

1898. 

Jan. 

Feb.    Mar. 

Apr. 

May. 

Jane. 

July. 

Aug. 

Sept. 

Oct. 

Not. 

Dec. 

Day  of  examination, 
Namber  of  sample,   . 

11 
9858 

9 
9977 

8 
10087 

7 
10213 

10 
10S65 

7 
10481 

13 
10641 

9 
10745 

6 
10966 

5 
11138 

9 
11297 

7 
11449 

PLANTS. 
I  Diatoznaceed, 


Aiteriooella 

Cyclotella, 

Dlatoma, 

Fragibtria, 

Meloeira, 

Navlcula, 

Synedra, 

TabeUaria, 


Cyanophyoeed, 

Clathrocyetls, 


Alfired, 


Pediastmm, 

Raphldiuro, 

Boenedeemus, 

Stanraatram, 

ZoiSaporea, 


1182 

2591 

148 

SOS 

448 

98 

116 

540 

2670 

SSOO 

811 

2 

6 

0 

pr. 

23 

34 

56 

21 

640 

0 

4 

0 

164 

0 

1 

0 

0 

2 

86 

28 

0 

2 

4 

0 

0 

0 

pr. 

1 

5 

176 

76 

9 

1 

0 

0 

0 

0 

0 

0 

6 

0 

0 

0 

0 

0 

0 

0 

42 

90 

83 

15 

64 

244 

35 

78 

0 

0 

0 

0 

16 

0 

0 

0 

1 

0 

0 

1172 

2422 

146 

250 

280 

8 

5 

7 

1 

0 

26 

4 

0 

<l 

15 

40 

27 

27 

236 

1680 

8256 

200 

0 

0 

0 

0 

0 

5 

0 

0 

1 

0 

0 

1 

8 

pr. 

0 

S 

45 

5 

85 

17 

16 

84 

0 

0 

0 

0 

0 

pr. 

1 

2 

3 

1 

2 

0 

0 

0 

0 

0 

0 

2 

0 

6 

0 

5 

0 

0 

pr. 

0 

6 

24 

0 

8 

4 

15 

26 

0 

3 

0 

0 

1 

18 

0 

80 

4 

0 

1 

1 

0 

0 

0 

1 

3 

2 

0 

0 

0 

pr. 

108 

15 
0 
0 
0 
0 

a 

0 

88 


0 

% 
0 
0 


ANIMALS. 
Rhizopoda,  Difflngia, . 

Infusoria,     . 

Cryptomonaa,     . 
Dinobryon  cases, 
Monas,         .       .        . 
PeridlDlnm, 
Trachelomonas, 

Vermes, 

Annrea, 
Polyarthra, 
Botatorlan  ova,  . 


0 

0 

0 

0 

0 

pr. 

0 

0 

0 

0 

1 

8 

4 

4 

2 

10 

5 

49 

8 

6 

8 

2 

0 

8 

0 

pr. 

0 

0 

0 

0 

0 

0 

0 

0 

0 

1 

0 

5 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

20 

0 

1 

0 

0 

3 

pr. 

2 

2 

5 

4 

28 

6 

2 

3 

2 

0 

1 

1 

pr. 

pr. 

1 

1 

2 

3 

0 

0 

8 

4 

pr. 

pr. 

pr. 

1 

1 

1 

0 

1 

1 

2 

1 

0 

pr. 

pr. 

1 

1 

1 

0 

1 

1 

1 

3 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

pr. 

pr. 

0 

pr. 

0 

0 

0 

0 

0 

0 

0 
0 
0 
5 
0 


0 
0 
0 


Mlsceltaneoua,  . 

Acarina,       •       •       • 
Zodgloea, 

10 

0 
10 

0 

0 
0 

0 

0 
0 

982 

0 
932 

42 

0 
42 

22 

0 
22 

36 

0 
36 

840 

.10 
340 

86 

.04 
36 

172 

.02 
172 

70 

0 
70 

8 

0 
8 

Total, 

1199  2602 

1 

150 

1242 

509 

176 

207 

974 

2730 

3492 

419 

118 

Aeration. 

Provision  was  made  in  the  year  1891  for  aerating  the  water 
supplied  to  the  city  of  Brockton  by  forcing  air  into  it  through  a 
system  of  perforated  pipes  laid  near  the  bottom  of  the  iron  tank,  as 
described  in  the  Annual  Report  of  this  Board  for  1892,  page  110. 
Tbe  tank  is  62  feet  in  diameter  and  59  feet  4  inches  in  height,  and  is 
open  at  the  top.  In  the  following  table  is  given  a  comparison  of 
analyses  of  samples  of  water  collected  as  it  comes  from  the  reservoir 
and  after  aeration  in  the  tank. 
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CAMBRIDGE. 

Table  showing  Heights  of  Water  in  Fresh  Pond  and  in  Stony  Brook  Storage 
Reservoir  on  the  Dates  fbhen  Samples  of  Water  were  collected  for  Analysis, 

[Height!  are  in  feet  above  Cambridge  city  base.] 


FRESH  FOND.    HlOH  Watbb,  16.86. 


Datb. 


Height  of 
Water. 


Jan.  4, 
Feb.  6, 
Mar.  6, 
April  4, 
May  3,, 
Jane  5, 
July  5, 
Aug.  7., 
Sept.  5, 
Oct.  3, 
Nov.  6, 
Deo.  5, 


1898. 


14.95 
15.05 
16.31 
16.85 
16.89 
16.68 
16.90 
16.72 
16.54 
13.90 
11.84 
12.65 


STONT  BROOK  RESERVOIR.    Rollwat,  81.00. 


Datb. 


Height  of 
Water. 


Jan.  9, 
Feb.  7, 
Mar.  6, 
April  4. 
May  4, 
June  5, 
July  6, 
Aug.  7, 
Sept.  5, 
Oct.  3, 
Nov.  6, 
Deo.    5, 


1888. 


79.20 
75.02 
81.14 
81.50 
81.75 
81.14 
79.76 
72.00 
65.10 
66.82 
71.84 
71.75 


Water  Supply  of  Canton. 

The  advice  of  the  State  Board  of  Health  to  the  town  of  Canton- 
relative  to  a  proposed  additional  water  supply  from  the  valley  of 
Beaver  Brook  above  the  present  pumping  station  of  the  Canton 
Water  Works,  may  be  found  on  pages  14  and  15  of  this  volume. 
In  the  following  table  is  given  the  analyses  of  samples  of  water 
collected  in  connection  with  the  investigation  for  this  additional' 
water  supply. 


Chemical  Examination  0/  Water  from  Tubular  Test  Wells,  in  the  Valley  of  Beaver 

Brooke  Canton, 

[ParU  per  100,000.] 


Date  of 

Collection. 

Appbaraxcb. 

Residae  on 
Evaporation. 

Ammonia. 

1 

Chlorine. 

NiTROOBN     , 
f              AS 

1 

B 
« 
S 

1 

O 

• 

33 

■ 

u 

i 

S?5 

Turbidity. 

* 
s 

Color. 

Free. 

Albu- 
minoid. 

Nitrates. 

Nitrites. 

• 

1808. 

1 

9922 

Jan.  24 

V.  slight, 
clayey. 

V.sUght, 
earthy. 

0.00 

3.75 

.0000 

.0006  1 

1 

.42 

.0150 

.0001  , 

.0000 

1.3 

.0110 

9923 

Jan.  24 

Decided, 
milky. 

Com., 
rusty. 

0.08* 

6.60 

.0234 

.0012 

.21 

.0130 

.0000  1 

.0109 

2.3 

.4100 

9957 

Feb.     1 

None. 

V.  Blight. 

0.03 

5.65 

.0000 

.0006 

.83 

.0000 

1 

.0000  \ 

1 

.0197 

2.7 

.0000 

*  This  sample  when  received  at  the  laboratory  had  a  color  of  0.70  caused  by  minute  particles  of 
iron  rust  in  suspension,  but  subsequently,  after  the  iron  rust  had  precipitated,  became  nearly  colorless. 

Odor,  of  No.  9928,  faint;  of  the  others,  none. Sample  No.  9922  was  collected  from  tubular 

test  well  No.  2,  20  feet  deep,  driven  through  11  feet  of  muck  and  five  feet  uf  sand  into  gravel.  No.  9928, 
from  test  well  No.  8,  20.5  feet  deep,  driven  through  1.45  feet  of  muck  and  2  feet  of  fine  sand  into  gravel. 
No.  9957,  from  test  well  No.  5,  20  feet  deep,  driven  through  5  feet  of  muck  and  5  feet  of  fine  sand  into 
gravel.  Water  was  pumped  from  the  wells  with  a  hand  pump  before  collecting  the  samples,  for  periods 
varying  from  2  to  4>^  hours.  The  wells  were  located  in  the  vicinity  of  Beaver  Brook,  at  a  point  where  it 
isjoined  by  a  small  branch  from  the  south,  about  half  a  mile  above  the  pumping  station  of  the  Canton 
Water  Works. 

Microscopical  Examination, 

No  organisms. 
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CHELSEA. 

Water  Supply  of  Chelsea. 

(See  Boston^  Mystic  Works.) 

Water  Supply  of  Chester. 

Description  of  Works.  — The  population  of  the  town  in  1890  was 
1,295.  The  population  of  the  main  village,  which  is  the  only  portion 
of  the  town  supplied  with  water,  is  said  to  be  about  800.  The  works 
are  owned  by  C.  L.  Goodhue.  Water  was  introduced  in  November, 
1893,  and  was  supplied  to  about  60  families  at  the  end  of  the  year. 

The  source  of  supply  is  Austin  Brook,  a  tributary  of  Walker 
Brook.  Water  is  drawn  from  Austin  Brook  at  a  point  about  1,200 
feet  from  its  mouth,  and  less  than  a  mile  west  of  the  village  of 
Chester,  where  a  small  reservoir  has  been  constructed  at  a  sufficient 
elevation  to  supply  the  town  by  gravity.  It  is  said  that  the  reser- 
voir is  formed  by  a  dam  about  8  feet  in  height,  and  covers  an  area 
60x80  feet  to  an  average  depth  of  about  6  feet. 

The  brook,  above  the  point  where  the  dam  is  located,  drains  an 
area  about  1^  square  miles,  which  is  mainly  pasture  and  woodland ; 
it  is  said  that  there  is  but  one  dwelling  house  on  this  area. 

The  distributing  mains  are  of  cast-iron,  and  the  service  pipes  are 
of  galvanized  iron. 

The  advice  of  the  State  Board  of  Health  to  the  town  of  Chester, 
with  reference  to  taking  a  supply  of  water  from  Austin  and  other 
brooks,  may  be  found  on  pages  15  to  17  of  this  volume. 

Chemical  ExamincUion  of  Water  from  Austin^  Blandford  and  Walker  Brooks^  and 

Horn  Pond  in  Chester  and  Becket, 

[Parts  per  100,000.] 
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Iron,  in  No.  10430,  .0050;  in  No.  10431,  .0025;  in  the  remaining  samples,  none.    Odor  of  the  first 
two  samples,  none;  of  the  third,  distinctly  vegetable,  disappearing  on  heating:  of  the  last,  verr  faintly 

vegetable. The  first  sample  was  collected  from  Anstin  Brook;  the  second,  from  Blandford  Brook, 

abont  a  third  of  a  mile  from  its  month;  the  third,  from  Walker  Brook,  about  a  mile  from  the  Chester 
railroad  station,  and  the  last  from  Horn  Fond. 

Microscopical  Examination. 

The  number  of  organisms  per  cubic  centimeter  in  these  samples  was  as  follows :  No.  10430, 1;  No. 
10431, 0;  No.  10433,  not  examined;  No.  10432, 45. 


138  STATE  BOARD   OF  HEALTH.         [Pub.  Doc. 

CHICOPEE. 

Water  Supply  of  Chicopee. 

Until  1893  the  city  of  Chicopee  had  been  supplied  with  water 
from  various  sources  as  follows  :  — 

Chicopee  Centre,  having  a  population  in  1890  of  about  7,500,  was 
supplied  with  water  by  the  Chicopee  Water  Company  from  Dingle 
Brook,  and  from  wells,  partly  by  gravity  and  partly  by  pumping. 

Chicopee  Falls  (population  in  1890,  5,553)  was  supplied  chiefly 
from  works  owned  by  the  district,  with  water  pumped  by  the  Chico- 
pee Manufacturing  Company  from  the  Chicopee  River  within  the 
village. 

Willimansett  Village  (population  in  1890,  about  300)  was  sup- 
plied by  the  Willimansett  Aqueduct  Company  with  water  by  gravity 
from  a  small  brook. 

In  1892  the  city  of  Chicopee  acquired  possession  of  the  works  of 
the  Chicopee  Water  Company  and  of  the  Willimansett  Aqueduct 
Company. 

In  the  winter  and  early  spring  of  1892  there  was  a  mild  epidemic 
of  typhoid  fever  in  Chicopee  Falls,  and  the  State  Board  of  Health, 
after  investigation,*  found  reason  to  believe  that  the  epidemic  was 
due  to  the  use  of  water  from  the  Chicopee  River,  a  stream  which  re- 
ceives the  sewage  of  several  thousand  people,  and  taking  these  results 
in  connection  with  investigations  in  other  places  showing  that  a  pol- 
luted running  stream  is  a  very  dangerous  source  of  water  supply, 
advised  the  city  to  secure  a  pure  water  supply  for  Chicopee  Falls 
and  to  discontinue  the  use  of  river  water.  The  new  supply  was  com- 
pleted at  the  end  of  1893,  and  the  use  of  water  from  the  Chicopee 
River  was  discontinued. 

Descinption  of  Works.  —  The  new  sources  of  supply  are  Morton 
and  Cooley  Brooks,  the  waters  of  which  are  taken  near  their  con- 
fluence, about  \\  miles  northeast  of  Chicopee  Falls.  Cooley  Brook 
is  a  tributary  of  the  Chicopee  River  from  the  north,  and  a  large  part 
of  its  course  is  through  a  ravine  in  the  great  sandy  plain  between 
Chicopee  and  Granby.  Owing  to  the  character  of  its  watershed, 
which  allows  much  of  the  water  falling  upon  it  to  pass  into  the 
ground  and  move  gradually  toward  the  brook,  which  it  finally 
reaches  in  the  form  of  springs,  its  flow  is  well  maintained  in  a  dry 

•  See  **  An  Investigation  of  an  Outbreak  of  Typhoid  Fever  In  Chicopee  Falls  apparentiy 
dae  to  infected  Water  Supply,"  made  under  the  direction  of  Prof.  W.  T.  Sedgwicli  in  U)e 
twenty-fourth  annual  report  of  the  State  Board  of  Health  for  1892,  pages  705-714. 
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season.  A  dam  about  170  feet  long  and  10  feet  in  height  has  been 
constructed  across  the  brook  at  a  point  about  three-fourths  of  a  mile 
from  its  mouth,  forming  a  small  reservoir  said  to  have  a  capacity 
when  full  of  5,500,000  gallons.  All  the  loam  and  vegetable  matter 
was  removed  from  the  area  to  be  flowed  up  to  the  level  at  which  it 
is  proposed  to  hold  the  water,  which  for  the  present  will  be  only 
high  enough  to  divert  the  water  into  a  conduit  leading  to  the  pump- 
ing station. 

Morton  Brook  is  a  small  branch  of  Cooley  Brook,  fed  almost 
wholly  by  springs,  which  enters  the  latter  a  short  distance  below 
the  dam  just  described.  A  low  dam  has  been  constructed  across 
this  brook  a  short  distance  above  its  mouth,  forming  a  small  reser- 
voir about  80  feet  long,  40  feet  wide,  and  averaging  three  feet  in 
depth,  which  was  thoroughly  cleaned. 

A  cast-iron  conduit  pipe  16  inches  in  diameter  conveys  water  by 
gravity  from  Cooley  Brook  to  a  receiving  basin  at  the  pumping 
station,  a  distance  of  2,434  feet.  A  branch  conduit  8  inches  in 
diameter,  also  of  cast-iron,  conveys  the  water  from  Morton  Brook 
to  the  main  conduit,  a  distance  of  750  feet.  It  is  proposed  to  take 
the  supply  as  far  as  possible  from  Morton  Brook,  because  of  the 
better  quality  of  its  water. 

The  receiving  basin  is  107  feet  long,  77  feet  wide  and  8  feet  deep 
at  high  water.  It  is  oval  in  shape,  with  sloping  sides,  and  has  a 
capacity  of  350,000  gallons.  The  slopes  are  paved  with  bricks  laid 
in  cement,  and  the  bottom  is  covered  with  a  layer  of  Portland 
cement  concrete,  6  inches  in  thickness,  over  which  is  a  layer  of 
gravel  4  inches  in  thickness.  At  the  end  of  the  basin  where  the 
conduit  enters,  there  is  a  sand  chamber  9  feet  long,  6  feet  wide  and 
8  feet  deep,  designed  to  catch  heavy  suspended  matter,  and  from 
this  chamber  the  water  overflows  into  the  main  portion  of  the  basin. 
The  surplus  water  brought  to  the  basin  passes  ofl*  through  an  over- 
flow formed  by  a  20-inch  pipe  set  perpendicularly  in  the  centre  of 
the  basin,  and  discharging  into  a  pipe  leading  to  Cooley  Brook. 

Water  is  pumped  from  the  basin  to  the  city  and  to  an  open  iron 
tank  55  feet  in  diameter  and  60  feet  in  height,  situated  a  short  dis- 
tance from  the  main  pipe  between  the  pumping  station  and  the  city. 
All  new  distributing  mains  are  of  cast-iron ;  new  service  pipes  are  of 
galvanized  iron  and  lead. 
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The  old  works  of  the  Chicopee  Water  Company  will  still  be  used 
as  a  low-service  supply  for  the  lower  portion  of  the  city. 

The  water  supply  of  the  village  of  Willimansett  was  introduced 
in  the  summer  of  1892.  The  source  of  supply  is  a  small  brook, 
a  tributary  of  the  Connecticut  River  from  the  east,  which  flows  from 
the  westerly  side  of  the  great  sandy  plain  already  mentioned.  A 
dam  about  10  feet  in  height  has  been  constructed  across  the  brook, 
forming  a  small  reservoir  at  a  point  where  the  elevation  is  sufficient 
to  supply  the  village  by  gravity.  Distributing  mains  are  of  cast- 
iron.     Service  pipes  are  of  galvanized  iron  and  lead. 

Cfiemical  Examination  of  Water  from  Morton  and  Cooley  Brooks  in  Chicopee, 

[Parte  per  100,000.] 
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Iron,  in  No.  11300,  .0050;  In  No.  11400,  .0050.    Odor,  very  faintly  vegetable,  disappearing  on  beat> 

ing. The  first  sample  was  collected  from  the  receiving  basin  at  the  pumping  station  and  represent* 

water  from  Morton  Brook.    The  second  sample  was  collected  from  Cooley  Brook  at  the  new  dam. 


Microscopical  Examination, 

No.  11890.  Diatomacen,  Aferidion,!;  Synedra,  1.  Fnngi,  Cladothrix,  2.  Miscellaneous,  ZoSglaa, 
6.    Total,  0. 

No.  11400.  DlatomacesB,  0<fmphonema,l;  Ndvicula,2;  /Synedra,  1;  Tabellaria,  1.  Algn,  Cloateriumt 
1.    Fnngi,  CrenolhriXt  2.    Miscellaneous,  Zodglcea,  6.    Toul,  14. 
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Water  Supply  of  C!ohasset.  —  Cohasset  Water  Company. 

Chemical  Examination  of  Waier  from  the  Tubular  Wells  of  the  Cohasset  Water 

Company, 

[Parts  per  100,000.] 
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*  This  sample  was  turbid  when  received  and  the  color  was  determined  after  filtration. 
t  June  to  December.  X  January  to  May.  §  February. 

Note  to  analyses  of  1893 :  Odor,  none. The  samples  were  collected  from  a  faucet  in  the  pumping 

station  while  pumping. 


This  water  is  beginning  to  show  some  of  the  characteristics  of  an 
'*iron"  water,  namely,  a  noticeable  turbidity,  sediment  and  color, 
and  the  presence  of  iron  and  of  certain  microscopic  organisms  often 
found  in  such  waters.  The  determinations  of  turbidity,  sediment 
and  color  in  a  sample  of  water  of  this  class  vary  with  the  length  of 
time  that  the  water  has  been  exposed  to  the  air  after  it  has  been 
drawn  from  the  ground,  since  they  are  dependent  upon  the  amount 
of  iron  which  has  bfeen  thereby  oxidized  and  converted  into  an 
insoluble  form.     When  the  iron  is  all  precipitated  out,  the  water 
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resumes  its  original  appearance,  free  from  color  and  turbidity. 
These  results  of  turbidity,  sediment  and  color  are,  therefore,  only 
of  value  as  showing  a  condition  which  the  water  may  assume,  and 
should  not  be  used  for  making  comparisons  between  the  different 
samples. 


Microscopical  Examination  of  Water  from  the  Tubular  Wells  of  the  Coha>ssei 

Water  Company, 

[Number  of  organisms  per  cubic  centimeter.] 


1893. 

March. 

June. 

Sept. 

Sept 

Oct. 

Nov. 

Day  of  examination,       .... 
Number  of  sample,         .... 

18 
10137 

23 
10651 

22 
11069 

28 
11096 

20 
11218 

21 
11349 

PLANTS. 
Fungri,  Orenothrir,       .... 

0 

8 

1,200 

44 

40 

120 

Ifiscellaneoust  Zo'dgloea, 

0 

3 

1 

M 

M 

7 

42 

Total, 

0 

11 

1.224 

68 

47 

162 

Water  Supply  of  Concord. 

Chemical  Examination  of  Water  from  Sandy  Pond^  Lincoln. 

[Parto  per  100,000.] 
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Iron,  .0098.    Odor,  none;  on  standing  two  days,  a  faintly  unpleasant  odor  developed  in  the  first 

sample.    On  heating,  a  faint  odor  was  developed  in  each  sample. The  first  sample  was  collected 

from  the  pond ;  the  last,  from  a  faucet  in  the  town. 

Microscopical  Examination, 

No.  10141.    DiatomacesB,  Aaterionella^  1 ;  Vermes,  Anurea^  Pr.;  Total,  1. 

No.  10269.    DlatomaoeoB,  AiterionellOt  Pr. ;  Infusoria,  Dinobryon,  1 ;  Dinobryon  cast's,  10.    Total,  11. 
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Water  Supply  of  Danvers. 

In  the  act  of  the  legislature  giving  the  town  of  Danvers  the  right 
to  supply  itself  with  water,  the  town  was  granted  permission  to  take 
its  supply  from  Middleton  Pond,  in  Middleton,  and  Swan's  Pond,  in 
North  Reading.  The  latter  is  situated  a  little  less  than  half  a  mile 
from  Middleton  Pond  and  its  surface  is  about  twenty-two  feet  higher. 
Water  was  introduced  from  Middleton  Pond  in  1876,  but  the  works 
were  not  extended  to  Swan's  Pond  until  1893,  when  a  connection 
between  the  two  ponds  was  made  by  laying  a  six-inch  cast-iron  pipe. 
Swan's  Pond  is  said  to  have  an  area  of  about  forty-five  acres. 


Water  Supply  of  Dedham. — Dedham  Water  Company. 

Chemical  Examination  of  Water  from  the  Well  of  the  Dedham  Water  Company. 

[Parts  per  100,000.] 
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- 

- 

0.0 

9.15 

.0000 

- 

- 

0.0 

10.65 

.0000 

- 

- 

0.0 

10.14 

1 

.0000 

.0012 

.97 

'.2600 

- 

^ 

1 

.0011  1 

1 

.93 

.2810 

.0000 

- 

- 

.0020 

.93 

'.1700 

.0000 

- 

- 

.0006 

.95 

.2982 

1 

.0000 

- 

4.4 

.0024 

.92 

.2825 

.0000 

.0780 

4.2 

.0000 


*  June  to  December. 


t  January  to  May. 


t  April. 


Note  to  analyses  of  1893 :  Odor,  none. The  samples  were  collected  from  a  faucet  at  the  pumping 

station. 

Microscopical  Examination,  1893, 

A  very  few  organisms,  chiefly  Diatomacess,  were  found  io  Nos.  10461  and  10674.     No  organlsmi 
were  found  in  the  remaining  samples. 
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Chemical  Examination  of  Water  from  the  New  Open  Tank  of  the  Dedham  WcUer 

Company,  on  Federal  Hill, 

[Parte  per  100,000.] 


Date  of 

Collection. 

Appbabaxok. 

Residue  on 
Evaporation. 

Ammonia. 

1 

Chlorine. 

NiTBOaEN 
AH 

i 

1 

• 

I 

s 

1 

• 

S 

s 

1 

1 

• 

• 

2 

o 

• 

• 

1 

• 

s 

e 

9921 
10460 
10673 
11357 

1803. 

Jan.   24 

May   31 
July  18 
Nov.  21 

None. 
Slight. 
Slight. 
Slight. 

None. 

Cons., 

green. 
Slight. 

V.  slight. 

0.00 
0.02 
0.00 
0.00 

0.01 

10.85 

11.00 

11.00 

9.60 

.0000 
.0000 
.0046 
.0010 

.0020 
.0110 
.0048 
.0114 

.96 
.90 

.89 
.89 

.2400 
.2300 
.2250 
.2550 

.0001 
.0000 
.0001 
.0001 

.0036 
.1812 
.1688 

.1848 

4.6 
4.0 
4.4 
4.8 

.0050 
.0050 
.0480 
.0035 

Av. 

1893 

10.40 

.0014 

.0073 

.91 

.2875 

.0001 

.1200 

4.3 

.0130 

Av. 

1802 

0.01 

10.80 

.0002 

.0054 

.98 

.2962 

.0001 

- 

4.4 

.0108 

r     m 

Odor,  of  No.  10673,  unpleasant;  of  the  others,  none.  On  heating,  a  distinctly  vegetable  and 
unpleasant  odor  was  developed  in  No.  10460. The  samples  were  collected  from  the  tank. 

The  supply  of  the  Dedham  Water  Company  is  drawn  from  a  covered  well  near  Charles  River,  and 
previous  to  1890  a  single  open  tank  twenty  feet  in  diameter  and  one  hundred  and  three  feet  high  was 
used  in^ connection  with  the  distributing  system.  In  1890  a  new  tank  forty>two  feet  in  diameter  and 
fifty-one  feet  high  was  added  to  the  works.  This  tenk  like  the  first  was  not  covered,  but  owing  to  ita 
great  diameter  in  proportion  to  Ite  height  the  water  has  been  exposed  much  more  freely  to  the  light,  and 
In  consequence  abundant  growths  of  microscopic  organisms  have  appeared  in  the  water  and  given  it  at 
times  an  unpleasant  odor.  The  conditions  in  this  case  are  similar  to  those  at  Brookline  in  1887,  when 
water  from  a  filter-gallery  near  Charles  River  was  pumped  into  a  similar  iron  tank  in  which  th« 
organisms  grew  abundantly  until  August  of  that  year  when  it  was  covered  to  exclude  the  light.  After 
covering,  the  organisms  disappeared  and  there  has  been  no  further  trouble. 


Microscopical  Examination  of  Water  from  the  New  Open  Tank  of  the  Dedham 

Water  Company,  on  Federal  Hill, 

[Number  of  organisms  per  cubic  centimeter.] 


1893. 

• 

January. 

Jane. 

July. 

NovemtMr. 

Day  of  examination, 

25 

1 

20 

22 

Number  of  sample, 

9921 

10460 

10678 

11367 

PLANTS. 
DiatomacesD 

Asterionella, 

Fragilaria, 

52 

0 
52 

5,720 

520 
5,200 

840 

0 
840 

1,053 

1.040 
18 

Mi9C€llaneou9t  Zo5gloea, 

0 

t 

0 

80 

0 

Total, 

52 

6,720 

870 

1,053 
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Deerfield. 


C?iemical  Examination  of  Water  from  Mill  River  and  Clapp^s  TroiU  Brook  in 

Deerfield  and  Roaring  Brook  in  Whately, 

[Parta  per  100,000.] 


I 

o 

in 


B 
O 
S 

u 


ISOS. 

11401  NoT.27 

II402I  Nov.27 
11403  Nov.27 


Appsabamob. 

6 

• 
6 

3 

8 

1 

1 

3 
0 

H 

* 

0 

None. 
None. 
None. 


V.  slight. 
V.slight. 
V.sUght. 


0.00 
0.00 
0.04 


I  Rksidub  on 

i     KVAPOBA- 
I  TIOK. 


• 

e 

s 

^ 

§a 

3 

7.35 
6.40 
6.00 


0.60 
0.56 
0.55 


Ammonia. 


Albamlnoid. 


o 


► 


00 


a 


.0000.0026 
,0006|.0040 
.0002.0052 


.0020 
.0032 
.0042 


.0006 
.0008 
.0010 


NlTBOQBN 

AS 

• 

i 

1 

• 

s 

6 
.11 

^ 

2: 

.0400 

.0000 

.10 

.0120 

.0000 

.12 

.0080 

.0000 

1 

I 

a 


e 

M 
O 


3 


.1290 
.1204 


6.6 
4.3 


1.1462   3.9 


Iron,  insignificant.    Odor  of  all  samples,  very  faintly  vegetable. The  first  sample  was  collected 

from  Mill  River  in  Deerfield  near  the  boundary  line  between  Conway  and  Deerfield ;  the  second,  from 
Clapp's  Trout  Brook,  a  tributary  of  Mill  River  in  Deerfield,  and  the  last  from  Roaring  Brook  in  Whately 
Olen,  in  the  northern  part  of  Wliately. 

Microscopical  Examination. 

No.  11401.  DiatomacesB,  yavicula,  1;  Pinnularia,  1;   Synedra,  10.    Miscellaneous,  Zodglcea,  3. 
ToUi,  15. 

No.  11402.  DiatomacesB,  Synedra^  6. 

No.  11408.  DiatomacesB,  Synedra,  3.    Miscellaneous,  ZoSglaa,  1.    Total,  4. 


Water  Supply  of  East  Bridgewater. 

(See  Bridgewater,) 


Water  Supply  of  Easthampton. 

Works  for  taking  a  water  supply  from  a  new  source  were  built 
by  the  town  in  1892,  and  the  use  of  water  from  Williston  Pond 
has  been  discontinued.  The  new  source  of  supply  is  Bassett  Brook, 
a  stream  which  rises  in  Northampton  and  flows  into  the  Man- 
han  River,  just  opposite  the  village  of  Easthampton.  Water  is 
taken  from  the  brook  a  little  less  than  a  mile  from  its  mouth,  at 
a  point  where  a  low  dam  has  been  constructed  forming  a  small  basin. 
From  the  basin  water  flows  by  gravity,  through  a  cast-iron  pipe 
twelve  inches  in  diameter,  to  a  pumping  station  located  at  a 
dam  on  the  Manhan  River,  a  short  distance  below  the  mouth  of 
Bassett  Brook.     From  this  point  the  water  is  pumped  by  water 
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power,  through  a  new  cast-iron  force  main  ten  inches  in  diameter 
and  one  thousand  two  hundred  and  fifty  feet  in  length,  into  the  old 
system  of  distributing  pipes  in  the  village,  the  surplus  water  going 
to  the  distributing  reservoir  on  Mt.  Tom. 

Bassett  Brook,  above  the  point  of  diversion,  drains  an  area  of 
about  6.9  square  miles.  In  the  upper  portion  of  the  watershed  the 
slopes  are  steep,  but  in  the  middle  and  lower  portions  the  surface  is 
more  nearly  level,  and  there  are  considerable  areas  of  flat  land  in  the 
vicinity  of  the  stream,  some  of  which  are  swampy.  There  are  no 
ponds  or  storage  reservoirs  on  the  watershed. 


Water  Supply  of  North  Easton  Village  District,  Easton. 

Chemical  Examination  of   Water  from  the   Well  of  the  North  Easton  Village 

District, 

[Parti  per  100,000.] 


on. 

Appbahakcb. 

i 

Ammonia. 

1 

NITROGBH 

•2 

t? 

? 

AS 

s 

a 

s 

Date  of 

Colle< 

• 

a 

« 

S 

1 

Residue  on 
Evaporf 

• 

2  1 

o   < 
a   \ 

< 

s 
o 

e 

• 

•1 

• 

1 

o 

H 

a 

o 

• 

1 

n 

• 

1 

1903. 

1 

1 

1 

\ 

1 

.  t  a 

11048 

Sept.  18 

1  None. 

None. 

0.0 

3.00 

.0000 

.0004 

.44 

.0200 

1 

.0000 

.0234 

1 

1.2 

.0100 

Odor,  none. The  sample  was  collected  from  the  well. 

Microscopical  Examination. 

No  organisms. 


Water  Supply  or  Everett. 

(See  Boston^  Mystic  Works,) 


Water  Supply  of  Fairhaven.  —  Fairhaven  Water  Company. 

The  advice  of  the  State  Board  of  Health  to  the  Fairhaven  Water 
Company  with  reference  to  the  introduction  of  a  water  supply  from 
tubular  wells  in  the  vicinity  of  the  Nasketucket  River  will  be  found 
on  page  seventeen  of  this  volume.  Analyses  of  samples  of  water 
collected  from  wells  near  the  river  and  from  the  river  are  given 
below. 
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Water  Supply  of  Fitchburg. 

Chemical  Examination  of  Water  from  Scott  Reservoir,  Fitchburg, 

[ParU  per  100,000.] 


B 

s 


10685 
11203 

11610 


Av. 


a 
o 

I 

o 
O 


Si 


1893. 

July  19 
Oct.  Id 

Dec.  18 


Appbabamok. 


1 

s 


i 


Slight. 
Decided. 

None. 


SUght. 
Cods., 

sandy. 
V.  slight. 


0.10 
0.15 

0.04 


0.10 


Rkbiduk  on 
Etapoka- 

TION. 


5 
o 
H 


a 
o 


2.60 
2.20 

3.25 


2.68 


1.55 
1.15 

1.25 


1.30 


AMMOiriA. 


Albamlnold. 

p. 

• 

i 

o 

h* 

H 

Q 

00 

.0000 
.0000 

.0004 


.0001 


.0332 
.0292 

.0076 


.0283 


.0246 
.0180 

.0060 


.0162 


.0086 
.0112 

.0016 


.0071 


B 

o 


.15 

.18 

.19 


.17 


NiTBOOKV 
AS 


S 


s 

5 


.0000 
.0000 

.0100 


.0038 


.0001 
.0000 

.0000 


.0000 


a 

a 

s 
o 

B 

& 


.3182 
.3483 

.1944 


S 

a 

1 


< 


0.5 
0.2 

0.6 


.2870  0.4 


Averages  of  Analyses  of  Previous  Years, 


^ 

1887* 

. 

0.30 

2.63 

1.01 

.0007 

.0231 

.15 

.0021 

1 

- 

1888 

• 

~ 

0.11 

2.31 

0.79 

.0004 

.0240 

. 

• 

.13 

.0040 

.0001 

. 

— 

- 

1889 

• 

• 

0.09 

2.12 

0.62 

.0008 

.0213 

.0162 

.0051 

.13 

.0030 

.0001 

. 

• 

- 

1800 

— 

. 

0.10 

2.54 

1.02 

.0010 

.0217 

.0152 

.0065 

.13 

.0059 

.0001 

. 

0.9 

- 

1891 

- 

• 

0.13 

2.55 

1.05 

.0007 

.0146 

.0110 

.0036 

.14 

.0082 

.0000 

. 

0.6 

- 

1892 

- 

^ 

0.13 

2.78 

1.16 

.0005 

.0261 

.0198 

.0063 

.18 

.0089 

.0000 

— 

0.5 

" 

1893 

~ 

~ 

0.10 

2.68 

1.30 

.0001 

.0233 

.0162 

.0071 

.17 

.0033 

.0000 

.2870 

0.4 

*  June  to  December. 

Note  to  analyses  of  1893:  Iron,  .0181.    Odor  of  the  first  sample,  distinctly  unpleasant,  becoming 

disagreeable  on  standing;  of  the  other  samples,  faintly  vegetable. The  samples  were  collected  from 

the  reservoir  near  the  gate-house,  one  foot  beneath  the  surface. 

The  heights  of  water  in  this  reservoir  on  dates  when  samples  of  water  were  collected  for  analysis 
were  as  follows:  July  19,  thirty 'Seven  feet;  October  16,  eighteen  feet;  December  18,  twenty- nine 
feet.    High-water  mark  is  forty  feet. 


Microscopical  Examination  of  Water  from  Scott  Reservoir,  Fitchburg. 

[Number  of  organisms  per  cubic  centimeter.] 


July. 


189S. 


October. 


December. 


Day  of  examination, 

Number  of  sample, 

PLANTS. 
DiatomaceeB,   . 

Asterionella,     . 
Diatoma,   .... 
Melosira,  .... 
Synedra,    .... 
Tabellaria, 


21 


17 


20 


10685 


11203 


11510 


142 

16 

2 

0 

116 

9 


2,500 

36 

0 

164 

0 

2,300 


8 

0 
4 
0 
1 
1 
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Microscopical  Examination  of  Water  from  Scott  Reservoir,  Fitchburg — Concluded. 

[Number  of  organisms  per  cubic  centimeter.] 


1898. 


PLANTS  — Con. 
Cyanophyceae,  Anabaena,    . 


Alir8B» 


Scenedesmus, 
Btaurastrum, 


Fungri.  Crenothriz, 


0 
0 


ANIMALS. 
Bhizopoda.  Difflugia, 

Inftisoria 


Dinobryon  cases, 
Peridinlum, 


Vermes. 


1 

0         \ 

1 

0 

57 

133 

1 

1 

56 

1 
182 

0 

1 

3 

3 

0 

Anurea,     . 
Polyarthra, 


2 
1 


3 
0 


0 
0 


JHUcellaneouat  ZoSgloea, 

68                        40 

0 

Total, 

275                       2690 

7 

Chemical  Examination  of  Water  from  Meeting-house  Pond,  Westminster, 


.o 

a 

a 
55 


0918 
10048 
10152 
10314 
10437 
10533 

106S4 
10883 
11051 
11202 
11377 
11511 


Av. 


e 
© 


1893. 

Jan.  23 
Feb.  27 
Mar.  20 
Apr.  24 
May  22 
June  19 

July  19 
Aug. 22 
8ept.l9 
Oct.  16' 
Nov.  .'3  I 
Dec.  18 


Afpeasamce. 


1 

a 
6- 


e 
o 

a 

•a 


hi 

o 

o 


V.  slight. 
None. 
V.  slight. 
V.  Blight. 
V.  slight. 
Distinct, 
white. 
V.  slight. 
V.  slight. 
V.  slight. 
V.  slight. 
Slight. 
None. 


V.  slight. 

V.sUght. 

Slight. 

V.  slight. 

Slight. 

Cons., 

white. 
Slight. 
V.  slight. 
V.sUght. 
V.  slight. 
Slight. 
V.  slight. 


Residue  on 
Evapora- 
tion. 

\ 

Ammonia. 

Loss  on 
Ignition. 

Free. 

Albuminoid. 

« 

1 

> 
o 

5 

.Sus- 
pended. 

0.05 
O.OS'I 

0.15;' 

0.05  I 
0.08 
0.08  1 
il 
0.051 
0.08'i 
0.051 
'0.02' 
0.08 
lO.Ol  I 


3.00 
2.50 
2.10 
2.56 
2.20 
1.90 

2.26 
2.15 
2.80 
2.65 
2.45 
2.36 


I 


0.07 


2.37 


1.15 
0.85 
0.90 
0.80 
0.85 
0.75 

0.90 
1.06 
0.95 
0.85 
0.70 
0.85 


0.88 


.0018  .0204 
.0010|.0124 
.0036|.0120 
.00061.0082 
.0006.0106 
.0020  .0156 


.0000 
.0000 
.0000 
.0000 
.0002 
.0008 


.0009 


.0178 
.01161 
.0142' 
.02241 
.0086; 
.0104 


.0137 


.0172 
.0098 
.0110 
.0062 
.0086 
.0136 

.0124' 
.0098, 
.0120 
.018S, 
.0076, 
.0084, 


.0032 
.0026 
.0010 
.0020 
.0020 
.0020 

.0054 
.0018 
.0022 
.0036 
.0010 
.0020 


.0113  .0024 


c 
o 


.15 
.21 
.17 
.17 
.16 
.18 

.14 
.16 
.19 
.17 
.17 
.14 


MlTROOEN  ji 
AS 


sc 


•s 

s 

B 
to 
S 

o 

o 

be 

n 
o 


.0050|.0000 
.OOOOi.OOOO 

.ooool.oooo 

.OOOOi.OOOO 
.0070.0000 
.00301.0000 
.0020.0000 


.17    1.0023.0000 


.2311 

.1850 
.2212 
.2050 
.2268 
.2436 
.2349 


.2304 


« 
e 


..OOOOI.OOOO  1.2737  0.7 
1.0030. 0001  !j. 2232  0.6 

.0000. 0000  (.2376  0.6 
1.0070,. 0000  1.1934  0.6 

.OOOOi.OOOO  i. 2887  0.3 

0.5 

0.9 
0.5 
0.3 
0.5 
0.8 
0.5 


0.0 


Iron,  .0020.    Odor,  generally  faintly  vegetable  or  none. The  samples  were  collected  from  the 

pond  near  the  gate-bouse.    Water  was  drawn  regularly  from  this  pond  for  the  supply  of  the  city  dur* 
ing  the  year,  with  the  exception  of  a  short  time  in  summer. 
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Microscopical  Examination  of  Water  from  Meeting-kouse  Pond,  Westminster. 

[Number  of  organisms  per  cable  centimeter.] 


1998. 

Jan. 

Feb. 

Mar. 

Apr.     May. 

i 

June. 

July. 

Aug. 

Sept 

Oct. 

Nov      Dec. 

1 
Day  of  examinatioD, 

Number  of  sample, . 

1            1 
25        28 

9918  i  10048 

23 
10152 

26 
10314 

24 
10437 

21 
10533 

21 
10684 

25 
10883 

20 
11051 

17 
11202 

24 
11377 

20 
11511 

PLANTS. 

DiatomaceeB,    . 

Cyclotella, 
Melosira,    . 
Bynedra,    . 
Tabellaria, 

Gyanophyceae, 

AnabflBDa,  . 
Microcystis, 

0 

0 
0 

0 

0 
0 

0 

0 
0 
0 
0 

0 

0 
0 

0 

0 
0 

0 

0 
0 

29 

1 

0 

8 

20 

0 

0 
0 

21 

8 

0 

3 

15 

0 

0 
0 

28 

0 

0 

8 

25 

1 

1 
0 

76 

3 
0 

1 
72 

68 

68 
0 

28 

7 

0 

0 

21 

1 

0 

1 

15 

1 
9 

^'5 

13 

12 

1 

3 

0 
0 
0 
3 

10 

pr. 
10 

6 

6 

0 

pr. 

0 

0 

0 
0 

2 

1 

0 

0 
1 

0 

0 
0 

ANIMALS. 

Bhizopoda, 

ActiDophrys,     . 

InftisoHa,   . 

Cryptomonas,    . 
Dinobryon, 
Dinobryon  cases, 
Peridinium, 

1 

23 

18 

0 
5 
0 

3 
21 

0 

6 

16 

0 

1 

0 
0 

0 
0 
0 
0 

0 

0 

92 

0 
67 
35 

0 

0 
1 

0 
0 

1 

0 

0 
0 

0 
0 
0 
0 

0 

2 

• 

0 
0 
0 
2 

0 
2 

0 
0 
0 
2 

0 
84 

0 

0 

0 

34 

0 

0 

4 

0 
0 
0 
4 

0 

0 

0 
0 
0 
0 

0 
0 

0 
0 
0 
0 

Jfiacellaneoutt  Zooglosa, 

0 

8 

1 

2         4       44 

3 

8         4 

0 

1 

Total,       .       .       .  I    24        25 

1 

pr. 

129  ;      24        33 

1 

190 

34  '      62 

25 

10 

2 

Chemical  Examination  of  Water  from  Wyman^s  Reservoir,  Fitchburg, 

[Parts  per  100,000.] 


Date  of  Collection. 

Appbarakcb. 

Kbsidcb  on 

EVAPOKA- 
TION. 

Ammonia. 

• 

fl 
0 

.11 

Nitrogen  ' 

AS 

•2 

a 

s 
a 

1 
0 

• 

1 

s 

Sediment. 

u 

0 

§ 

ToUl. 

Loss  on 
Ignition. 

• 

£ 

Em 

Albuminoid. 

Nitrates. 

Nitrites. 

• 

a 
as 

• 

5 

Dissolved. 

Sus- 
pended. 

B 
as 

D3 

10686 

1908. 

July  19    Distinct. 

Cons,  red 

1.30 

4.20 

2.40 

.0040 

.0476  .0318 

.0158 

.0000 

.0001 

.8732 

0.8 

10884 

Aag.22l  SUg^it. 

Slight.      ' 

1.40 

4.00 

2.45 

'.  01681.0342. 0314*.  0028 

1          ^ 

1          ' 

.16 : 

.0050*. 0000 

1 

.9717 

0.5 

Iron,  .0407.    Odor  of  the  first  sample,  musty  and  disagreeable,  becoming  offensive  on  heating;  of 

the  second  sample,  none,  becoming  faintly  vegetable  on  heating. The  samples  were  collected  from  the 

end  of  the  pipe  below  the  gate-house,  nnd  represent  water  drawn  from  the  bottom  of  the  reservoir. 
This  reservoir  is  not  used  as  a  source  of  water  supply,  although  it  is  owned  by  the  city  and  is  within  the 
territory  from  which  it  is  authorized  to  take  water. 

Microscopical  Examination, 

No.  10686.  DiatomacesB,  Synedra,  80.  Fungi,  CrenothriXt  60.  Infusoria,  Dinobryon  ca8e$t  1. 
Vermes,  AnureOt  3.    Miscellaneous.  Zodgiaeat  380.    Total,  524. 

No.  H)884.  Di&tomBceKt  Oycloteila,  I \  SynedrOtb;  Tabellaria^Z.  AlgSB,  ChlorococcM,  4;  Closte' 
riumt  3;  Haphidiumt  3.  Fungi,  Crenothrix^  3.  Infusoria,  Dinobryon  casef,  3;  Peridinium^  4;  Trache- 
lomonast  1.    Vermes,  AnureOt  pr.    Total,  30. 
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fbamingiiam. 

Water  Supply  of  Framingham. — Framingham  Water  Company. 

Chemical  Examination  of  Water  from  the  Filter-gallery  of  the  Framingham 

Water  Company, 

[Parts  per  100,000.] 


• 

a 

f 

1 

APPBARAIfOE.                 1 

1 

1 
ration. 

Ammomia. 

i 

1     NlTROOKW 
1              AS 

• 

"S 

8 

s 

1 

a 

3 

Date  of 
CoU 

• 

t 

1 

6 

§ 

• 

1 

Resldne  oi 
Evapo 

Albu- 
minoid. 

Chlorine. 

8 

s 

• 

1 

B 

S 

Hardness. 

• 

a 

S 

189S. 

1 

10016 

Feb.  14 

None. 

1 

None. 

0.021 

1 

5.60 

.0036 

.0082  i 

.54 

1.0300 

.0000 

.1035 

2.0 

.0070 

10243 

April  11 

'  None. 

1 

V.sUght. 

0.02 

6.25 

.ooao 

.0024  1 

.51 

.0550 

.0001 

.0730 

2.5 

.0066 

10511 

Jane  18 

V.sUght. 

SUght. 

0.05 

6.20 

.0028 

.0036  1 

.63 

.0350 

.0001 

.0586 

2.7 

.ooso 

10800 

Aug.  15 

None. 

SUght, 

0.05 

5.80 

.0002 

.0038  1 

.60 

.0020 

.0001 

.1422 

2.8 

.0060 

11160 

Oct.   11 

V.sUght. 

msty. 
Cons. 

0.05 

5.55 

1 

.0052 

.0052  1 

.78 

.0180 

.0000 

.1498 

2.3 

.0350 

11477 

Deo.  12 

Slight. 

V.sUght. 

0.03 
0.04 

7.00 

.0010 

.0018 

.70 

t 

.1360 

1 

.0001 

.1400 

3.1 

.0090 

Av. 

6.07 

1 

.0026 

i 

.0033 

.62 

.0460 

.0001 

.1104 

2.6 

.0000 

1 

1 

1 

Averages  of  Analyses  of  Previous  Tears, 


1887* 

- 

- 

0.08 

5.82 

.0031 

.0124 

1888 

- 

- 

0.10 

5.81 

.0027 

.0081 

1889 

- 

- 

0.00 

6.18  , 

.0031 

.0050 

1890 

- 

- 

0.00 

7.09  ' 

.0020 

.0039 

1801 

- 

- 

0.00 

6.25 

.0028 

.0035 

1892t 

- 

- 

0.13 

5.43 

.0051 

.0081 

1893 

- 

- 

0.04 

6.07 

.0026 

.0083 

1 

.43 
.44 
.56 
.65 
.63    « 

J 

.39    ' 

I 

.62 


.0128 

- 

- 

.0308 

.0004 

- 

.0366 

.0002 

- 

.0631 

.0001 

- 

.0707 

.0001  ; 

- 

.0225 

.0018 

- 

.0460 

.0001 

.1104 

3.0 

2.8 

2.6  I     - 

I 
2.6    .0009 


*  June  to  November. 


t  Two  samples  in  October. 


NoTB  to  analyses  of  1893:  Odor,  none. The  first  three  samples  were  collected  from  a  faucet  at 

the  pumping  station  while  pumping;  the  last  three  were  collected  Arom  the  filter.gaUery. 

Microscopical  Examination^  1893. 

Nos.  10015  and  10511.    No  organisms. 

Nos.  10248  and  11477.    Fnngi,  Orenothrix^  2.  * 

No.  10800.    Fungi,  OrenothriXt  68. 

No.  11169.    Fungi,  Ortnothrix,  55.    MisoeUaneous,  Zodglaa,  70.    Total,  125. 


No.  34.]     EXAMINATION  OF  WATER  SUPPLIES. 
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FRAMINGHAM. 

Chemical  Examination  of  Water  from  a  Faucet  in  SotUh  Framingham,  supplied 
from  the  Works  of  the  Framingham  Water  Company, 

[ParU  per  100,000.] 


c 
o 

Appbabancb. 

• 

a 
o 

Ammomia. 

NlTBOQEM 

■    i 

Date  of 

Collecti 

1 

Residue  on 
1        Rvaporati 

• 

«> 

e 

i 

6 

AS 

Oxygen 

Consum 

• 

S 

e  J 
•2 

m 
X 

• 

1 

s 

s 
2 

• 

s 

«i 

i 
6 

1 

Albu- 
minoid. 

• 

m 

Si 

g 

• 
OB 

• 

a 
& 

1898. 

i 

10016 

Feb.  14 

None. 

None. 

0.02 

!    6.70 

.0000 

.0058 

.56 

.0250 

.0002 

1.0922 

3.8 

.0100 

10244 

Apr.  11 

None. 

V.  slight. 

0.02 

6.00 

.0008 

.0028 

.49 

.0500 

.0005 

.0547 

2.5 

.0025 

10512 

June  13 

None. 

None. 

0.01 

5.90  j 

.0000 

.0062 

.39 

.0250 

.0000  , 

.0636 

2.2 

.0025 

10799 

Aug.  15 

Decided, 
milky. 

Cons., 
rusty. 

0.05 

5.20 

.0208 

.0054 

.70 

.0000 

.0000 

1 

.1422 

1.9 

.1200 

11170 

Oct.    11 

V.  slight. 

Slight, 
fibrous. 

0.05 

6.70  1 

.0000 

.0020 

.71 

.0400 

.0000 

.1174 

3.0 

.0210 

11478 

Dec.  12 

None. 

None. 

0.00 
0.03 

6.25 

.0002^ 

.0008 
.0038 

.62 
.58 

.0880 

.0000 

.0840 

3.0 
2.7 

.0070 

Av,T 

( 

•  «••••.■. 1 

5.96 

.0036 

.0297 

.0001 

.0928 

.0272 

i 

Odor  of  No.  10799,  like  tar;  of  the  others,  none. The  samples  were  collected  from  a  faucet  at 

the  works  of  the  Gossamer  Rubber  Company,  which  are  located  near  the  end  of  the  distributing  system 
just  south  of  the  Boston  and  Albany  Railroad  about  a  mlie  west  of  South  Framingham  and  a  little  over 
two  miles  from  the  pumping  station  by  way  of  the  pipe  line. 

Microscopical  Examination. 

No.  10799,  Miscellaneous,  Zo5gtcea,  1120. 

No.  11170,  Fungi,  Crenothrix^  78.    Miscellaneous,  Zooglaa,  6.    Total,  84. 

No.  11478,  Diatomacesa,  Melotirat  3.    Fungi,  Orenothrix,  1.    Infusoria,  Peridinium,  1.    Total,  5. 

No  organisms  were  found  in  the  remaining  samples. 

Chemical    Examination  of  Water  from  the    Underdrain  beneath  the  Sewers  at 

Framingham. 

[ParU  per  100,000.] 


:tion. 

Appbarakcb. 

ition. 

Ammonia. 

1 

NiTROOBN 
AS 

■ 

•o 
S 

1  1 

• 

«i 

1 

§i 

• 

3 

• 

1 

s 
m 
C 

• 

<• 

Date  of 
Cc 

hi 

s 
H 

c 

1 

•5 

Color. 

Residue 
Evai 

• 

« 

Albu- 
mino 

e 

•c 

o 

JB 

Nitrates 
N'itrites. 

Oxygen 
Co 

Uardnes 

• 

a 

1898. 

1 

1            1 

• 

Jan.    14 

V.sliffht.  Cons. 

0.02 

.  20.10 

.0840 

.0050 

4.20  i 

.6250 

.0015 

.0800 

7.4 

• 

. 

Feb.  14|IV.siiKht.  Cons. 

0.02 

18.90 

1.0960 

.0060 

3.70 

.6000 

.0013 

.0500 

7.8 

.• 

. 

Mar.  14 

Slight.      1  Slight. 

0.00 

18.70 

' .0840 

.0060  1 

3.15 

.6000 

.0010 

.0400 

7.3 

» 

. 

Apr.  14 

'  V.  slight.  Slight. 

0.01' 

1  20.30 

'.0960 

.0040  ' 

3.65 

.6750 

.0010  , 

'.0800 

7.5 

• 

. 

May    18 

V.  slight.  Slight. 

0.021 

17.50 

.0880 

.0050  1 

3.20 

.7600 

.0012  ' 

.0500 

7.4 

• 

. 

June  13 

V.  slight.  Slight. 

0.02} 

21.00 

.0920 

.0030  : 

4.15 

.7500 

.0010 

.0600 

7.6 

> 

. 

July   14 

V.  slight.  Slight. 

0.01 

24.60 

.0800 

.0030  ' 

4.45 

.6250 

.0011 

.0400 

7.6 

.. 

. 

Aug.  14 

None.       ,  Slight. 

0.02 

20.40 

.0720 

.0020 

3.95 

.6000 

.0010 

.0600 

7.6 

• 

• 

Oct.    15 

V.  slight.  1  Slight. 

0.02 

24.20 

.0760 

.0020 

4.35 

.6250 

.0018 

.1000 

7.7 

- 

. 

Nov.  14 

'  V.  Blight.  Slight. 

0.02' 

22.70 

.0760 

.0030 

4.00 

.5400 

.0025  1 

.0800 

7.1 

- 

- 

Dec.  12 

V.  slight. 

Slight. 

0.02 
0.02  1 

19.90 

.0678 

.0040 

3.45 

.6200 

.0023 
.0014 

.0700 

1 

6.9 
7.4 

— 

Av... 

20.75 

.0829 

.0039 

3.84 

.6282 

.0645 

_ 

'^       1 1 

1 

Averages  of  Analyses  of  Previous  Tears. 


1889* 

1890 

1891 

1892 

1893 


19.70 
19.71 
20.44 
19.32 
20.75 


.0800 
' .0824 
1.1029 

.0805 
1.0829 


.0080 

3.73 

.4760 

.0045 

6.6  1 

.0073 

3.51 

.5336 

.0026 

8.4  1 

.0046 

8.61 

.5333 

.0019 

— 

8.0 

.0042 

3.99 

.6667 

.0018 

— 

8.0 

.0089 

3.84 

.6282 

.0014 

.0645 

7.4 

•  October. 

Note  to  analyses  of  1893 :  Odor,  generally  faintly  vegetable  and  mouldy.  ^— The  samples  were  coU 
lected  from  the  underdrain  at  its  outlet. 

The  analysis  of  1889  was  made  before  sewage  was  admitted  to  the  sewers.  Several  of  the  analyses 
made  in  1890  and  ail  of  those  of  subsequent  years  were  made  by  the  city  of  Boston. 
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GARDNER. 

Water  Supply  of  Gardner.  —  Gardner  Water  Company. 

Chemical  Examination  of  Water  from  Crystal  Lake^  Gardner. 

[ParU  per  100,000.] 


Date  of  Collection. 

Appbabahck. 

Kksiduk  om 

EVAPOIA- 

TIOK. 

1 

Ammonia. 

• 

1 1 
s| 

I 
.32 

1 

NiTBOOEX 
AS 

1 

1 

1 

s 

• 

•0 

1 

s 
H 

s 
« 

S 

• 

0 

1 

• 

1 

Lesson 
Ignition. 

1 

Albamlnold. 

Nitrates. 
Nitrites. 

1 

s 

o 

as 

• 

1 

g         Dissolved 

■ 

•0 

si 

.0018 

llardneu. 

9896 

1 
1893. ! 
Jan.  18 1 

V.allght. 

V.slight. 

0.08 

2.90 

0.90 

.0006 

.0116 

.0000 

.0000, 

.1700   0.6 

10037 

Feb. 21 

Slight. 

V.slight. 

0.05 

2.45 

0.85 

.0012 

.0116 

.0096 

.0020 

.35 

.0060 

.0000 

.2497    1.8 

10135 

Mar.  16' 

Slight, 

clayey. 
Slight. 

SUght. 

0.08 

2.85 

0.80 

.0092 

.0146 

.0116 

.0030 

.40 

.0050 

.0001  .2376!  0.9 

10268 

Apr.  19 ; 

1 

SUght. 

0.03 

2.55 

0.55 

.0004 

.0114 

.0096 

.0018 

.26 

•0050 

.0001   .1669    0.6 

10397' May  16 

Slight. 

V.slight. 

0.05 

2.75 

0.85 

.0004 

.0126 

.0106 

.0020 

.18 

.0050 

.0000  1.1034 

i 

0.9 

10517 

Junel3 

Distinct. 

Cons. 

0.05 

2.95 

0.95 

.0000 

.0172 

.0126 

.0046 

.27 

.0000 

.0000 

.1607 

0.6 

10567 
10662 

June26 
July  14 

Slight, 

white. 
V.slight. 

Slight. 
Slight. 

0.02 
O.OS 

2.65 
2.50 

1.25 
1.05 

.0004 
.0008 

.0246 
.0158 

.0228 
.0122 

.0018 
.0036 

.28 
.22 

.0000 
.0000 

.0000  .1580 
.0000;.  1971 

0.5 
0.6 

10813  Aag.l5| 

SUght. 

SUght. 

0.05 

2.45 

0.65 

.0000 

.0120 

.0102 

.0018 

.26 

.0000 

.0000  .1656   0.6 

11016 

Sept.l2l 

V.slight. 

V.sUght. 

0.02 

2.55 

0.85 

.0000 

.0108 

.0090 

.0018 

.25 

.0000 

.0000.1.1755    0.5 

11207  Oct.  17 

V.slight. 

V.sUght. 

0.03 

2.85 

1.00 

.0000 

.0114  .0104 

.0010 

.26  j 

.0000 

.0000 

!.1620    0.6 

1           1 

11332  Nov  14 

V.sUght. 

V.sUght. 

0.10 

2.55 

0.55 

.0006 

.0080  .0062;  .0018 

i          1 

.26 

.0020!. 0000 

1 

.2282   0.6 

11472 

Deo.  11 

SUght. 

SUght. 

0.04 
0.05 

2.70 

1 

0.65  1 

1 

.0010 
.0012 

.0108 
.0126 

.0086 
.0105 

.0022 
.0021 

.26 

.27 

.0020'. 0000 

~  1 

.002l'-OOOO 

.1440 

1.1 
0.6 

•Av. 

2.65 

0.82 

1 

.1879 

1 

1 

Averages  of  Analyses  of  Previous  Years. 


1887t 

- 

1888t 

- 

1891§ 

- 

18921 

- 

1893 

- 

0.02 

'  2.63 

0.62 

0.01 

2.60 

0.62 

0.02 

2.95 

0.85 

0.02 

2.45 

0.65 

0.05 

2.65 

0.82 

.0006.0111 
.0023  .0112 
.0007  .01 19. 0298 


.0008 
.0012 


.0104 


.0086 


.0126  .0103 


-  ,  .21 

I 

-  .22 


.0019     - 

I 
.0094  .0001 


.0021    .16    I.U073.0001 


.0018 
.0021 


.27 
.27 


0.7 


.0180.00001    1.1 


.0021 


.0000  .1879   0.6 


*  Where  more  than  one  sample  was  ooUeoted  in  a  month  the  mean  analysis  for  that  month  has  been 
used  in  making  the  average. 

t  June  to  December.  (  January  to  May.  §  June,  three  samples.  ||  March. 

Note  to  analyses  of  1893 :  Iron,  .0054.    Odor,  generally  faintly  vegetable  or  none;  in  June  the  odor 

became  disagreeable  and  oily  on  heating  the  water. The  first  five  samples  were  coUected  from  a 

faucet  at  the  pumping  station  while  pumping.    No.  10567  was  collected  directly  from  the  lake.    The 
remaining  samples  were  collected  from  a  faucet  in  the  town. 


No   34.]     EXAMINATION  OF  WATER  SUPPLIES. 
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GABDXBB. 

Microscopical  Examination  of  Water  from  Crystal  Lake,  Gardner. 

[Naniber  of  organiams  per  cubic  centimeter.] 


189S 

• 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

June. 

June. 

July. 

Aug. 

Sept 

Oct. 

Not. 

Dec 

Day  of  examlDation,    . 

20 

23 

17 

20 

" 

14 

28 

16 

16 

14 

19 

16 

12 

Number  of  sample. 

9896 

10037 

10136 

10268  10397 

1 

10617 

10667 

10662 

10813 

11016  11207 

11332 

11472 

PLANTS. 

DiatomaceeDt 

34 

1 

• 

0 

33 

1B6 

675 

180 

46 

5 

0 

pr. 

8 

170 

Asterionella,  . 

Cyeloteila, 

Fragllaria, 

Melosira, 

tiynedra, 

Tabellarla,     . 

0 
34 
0 
0 
0 
0 

0 
0 
0 
0 

1 

0 

0 
0 
0 
0 
0 
0 

7 
1 
0 
0 
24 
1 

160 

^0 
0 
3 
3 

32 

680 

0 

0 

62 

11 

0 

180 

0 

0 

0 
30 

0 

0 
16 

0 

2 
1 
0 
0 
0 
2 

0 
0 
0 
0 
0 
0 

0 

0 
pr. 
pr. 

3 
4 
0 
0 
0 
1 

0 

12 

16 

142 

0 

0 

CyanophyoeeB,     . 

0 

0 

0 

0 

0 

0 

18 

8 

1 

0 

84 

1 

0 

Chrobcoccus,  . 
OoBlosphssrium,     . 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

0 
18 

0 
8 

0 

1 

0 
0 

84 
0 

1 
0 

0 
0 

AlffSBt  .... 

8 

0 

0 

0 

0 

0 

0 

0 

6 

0 

0 

12 

46 

Botrycocous,  . 
Protococous,  . 
Raphldium,    . 

0 
8 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
6 
0 

0 
0 
0 

0 
0 
0 

7 
6 
0 

0 

0 

46 

ANI&CAL8. 

Infusoria, 

4 

122 

1 

62 

46 

9 

52 

42 

2 

0 

122 

28 

64 

Dinobryon,    . 
DinobryoD  oases,  . 
Monas,    . 
Peridlnium,    . 
Traohelomouas,     . 

0 
4 

0 
0 
0 

94 

28 

0 

^'6 

0 
0 
0 

1 

0 

22 

40 

0 

0 

0 

0 

48 

0 

pr. 

0 

0 
6 

1 
0 
2 

0 

0 

0 

62 

pr. 

0 

pr. 

pr. 

42 

0 

0 
0 
0 
2 
pr. 

0 
0 
0 
0 
0 

0 

122 

0 

^'6 

2 

23 
8 

66 
9 
0 

Vermes,    . 

0 

pr. 

0 

0 

1 

1 

0 

pr. 

pr. 

0 

pr. 

pr. 

0 

Anurea,  . 
Rotatorian  ova. 

0 
0 

pr. 
0 

0 
0 

0 
0 

1 
0 

0 
1 

0 
0 

^'o 

0 
pr. 

0 
0 

^'6 

pr. 
pr. 

0 
0 

Ml9CtUan€0U9^  Zodglosa, 

0 

8 

22 

0 

8 

60 

2 

22 

2 

82 

2 

16 

t 

Total,   . 

46 

131 

23 

96 

243 

746 

262 

118 

16 

82 

208 

66 

282 
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GRAFTON, 

Water  Supply  of  Grafton.  —  Grafton  Water  Company. 

Chemical  Examination  of  Water  from  the  Filter-gallery  of  the  Orafton  Water 

Company. 

[Parts  per  100,000.] 


on. 

Appearamcb. 

on. 

Ammonia. 

NITBOOBN 

• 

Date  of 

Collecti 

■•^ 

A8 

a 

1 

a 

• 

1 

u 

a 
H 

c 

Color. 

Besidae  on 
Evaporf 

• 

t 

Alba- 
minoid. 

• 
O 

1 

• 

1 

9, 

1 

• 

5 

9'a 

Oxygen 

Coma 

Hardoeu. 

1898. 

\ 

1 

1 

10251 

Apr.  12 

None. 

None. 

0.0 

11.85 

.0004 

.00121 

1 

1.58 

.4500 

.0000 

.0255 

4.2 

.0010 

11189 

Oct.    12 

None. 

None. 

0.0 

8.35 

1 

.0000 

.0008 

1 

0.97 

.1500 

.0000 

.0405 

3.5 

.0025 

Odor,  none. The  samples  were  collected  from  a  faucet  at  the  pamping  station  while  pampin^. 

Microscopical  Examination, 

No.  10251.    Miscellaneous,  ZoSglceOt  2. 
No.  11189.    Miscellaneoas,  Zodglauit  21. 

Water  Supply  of  Saundersville,  Grafton. 

A  small  system  of  works  was  constructed  in  1893  to  supply  water 
to  the  Saunders'  Cotton  Mills,  in  Saundersville,  Grafton,  and  the 
houses  in  the  vicinity  of  the  mills.  The  supply  is  taken  from 
springs  on  the  northerly  slope  of  Leiand  Hill  in  Sutton,  the  water 
of  which  is  collected  in  a  covered  reservoir  and  conveyed  to  the 
village  through  an  eight-inch  cast-iron  pipe.  The  advice  of  the  State 
Board  of  Health  relative  to  this  source  of  supply  may  be  found  on 
page  49  of  this  volume.  Analyses  of  water  from  the  spring  and 
from  a  well  near  the  mills  are  given  below. 


Chemical  Examination  of  Water  from  a  Spring  and  a  Well  made  during  an 
Investigation  for  a  Water  Supply  for  Saundersville^  Orafton. 

[Parts  per  100,000.] 


o 

Appbasakce. 

O      1 

1 

1    Ammoxia. 

1 

1 

NiTROOBK 

1    ^ 

1 

1   is  , 

1 

1 

1 

1 

1              -*» 

i 

e 

• 

m 

• 

• 

• 

1 

a 

^'^      i 

•3 

1 

a 

e 

i 

esidue 
Evai 

ree. 

Ibu- 
mino 

hlorine 

1 

♦J 

• 

s 

5 

1^ 

5? 

8 

e 

•a 

0 

• 

Q 

5 

;25 

o 

H 

m 

o 

6i 

fih     i  -< 

o     1 

V5 

^ 

o 

» 

1898. 

1 

1 

11243 

Oct.    23, 

None. 

None. 

0.02' 

7.60 

!  .0048 

.0018 

;  0.23 

.0280 

.0000 

.1292 

0.5 

.0000 

11244 

Oct.    23 

None. 

1 

None. 

0.00 

14.80 

1  .0000 

.0000 

1.57 

.8000 

.0009 

I 

.0076 

5.1 

.0080 

Odor,  none. The  first  sample  was  collected  from  a  spring  on  the  northerly  slope  of  Leiand  Hill  in 

Satton,  near  the  bonndary  line  between  Sutton  and  Qrafton.    The  last  sample  was  collected  from  a 
well  about  three  feet  in  diameter  and  ten  feet  in  depth  at  the  Saunders*  Cotton  Mills. 

Microscopical  Examination. 

No.  11243.    DiatomacesB,  TaUUariat  2. 
No.  11244.    No  organisms. 
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HANSON. 


Hanson. 


Chemical  Examination  of  Water  from  Maquam  Pond,  Hanson, 

[Parts  per  100,000.] 


1 

o 

o 

^^ 

o 

•* 

=3 

O 

o 

B 

5 

s 

es 

% 

Q 

1808. 

10338 

Apr.  29 

Appkaramce. 


s 

a 

cc 


hi 


V.  slight. 


Slight. 


0.02 


RiSIDUB  OK 

£VAPOBA- 

TION. 


o 
H 


a 
o 


2.35     0.85 


Ammonia. 


Albuminoid. 

!    "2 

• 

.  i    JS 

% 

2    i 

^g 

> 

o 

a  Q, 

bi 

E- 

£i     cc 

.0002 


.0148 


.0124  .0024 


NlTKOGKN 
A8 


0) 

e 
o 


.54 


5  I 


.0000 


.0000 


"S 

E 

s 

CO 

C 

o 
U 

a 

& 
>> 

o 


an 

s 

a 

1 


.1314 


0.3 


Iron,  none.  Odor,  distinctly  vegetable  and  disagreeable,  becoming  faintly  vegetable  on  heating. 
The  sample  was  collected  from  the  pond  at  its  northerly  end,  near  the  shore. 

Reference  is  made  to  the  qnallty  of  this  water  In  a  reply  of  the  State  Board  of  Health  to  the  town 
of  Whitman  with  regard  to  taking  a  water  supply  for  the  town  from  this  pond  and  from  other  sources 
in  the  vicinity,  which  may  be  foand  on  page  67  of  this  volume 

Microscopical  Examination. 

Diatomaceso,  i/«/o«<ra,  2;  Synedra^l;  Tabellariat9.  Algse,  ^oMrix,  1.  Infusoria,  Z>im)&ryon,  2; 
Dinobryon  cases,  32;  Peridinium,  792.    Total,  839. 


Water  Supply  of  Haverhill. 

Chemical  Examination  of  Water  from  Crystal  Lake,  Haverhill. 

[ParU  per  100,000.] 


Date  of  Collection. 

Appbarakcb. 

1 

Kesidub  on 

EVAPOEA- 
TION. 

AMMONIA. 

a 

■c 

o 

.27 
.24 
.22 

.24 

NiTKOOBN ' 
AS 

1 

• 

D 

•0 

1 

<^ 
B 

M 

o 

• 
•3 

1 

c 
« 

a 

•3 

o 
o 

• 

"5 

■ 

c 
o 

§1 

5 

1 

Albuminoid. 

• 

t 

c 

( 
• 

m 
a 

5 

• 

u 

1 

a 

as 

• 

i 

1 

5 

i 

a 

cc 

• 

3 

a 

•E 
a 

10028 
10526 
11217 

1803. 

Feb. 15 

June  19 
Oct.  17 

Slight. 
;  Slight. 

Slight. 

1 

V.  slight. 

Coift., 

brown. 
Slight. 

0.20 
0.40 
0.18 

0.26 

2.55 
2.80 
2.85 

1.10 
1.10 
1.15 

.0000 
.0008 
.0000 

.0170 
.0218 
.0158 

.0150 
.0160 
.0140 

.0150 

.0020 
.0058 
.0018 

.0000 
.0030 
.0030 

.0020 

.0000 
.0000 
.0000 

.0000 

.4222 
.8383 
.3402 

1.3 
0.9 

0.8 

1       . 

Av. 

1 

2.73 

1.12 

'.0003  -0182 

.0032 

I 
.36691  1.0 

1 

! 

1 

Iron,  .0045.    Odor  of  the  lirst  sample,  very  disagreeable,  disappearing  on  heating;  of  the  second 

sample,  vegetable;  of  the  last,  very  faintly  vegetable,  becoming  stronger  and  grassy  on  heating. The 

first  and  last  samples  were  collected  directly  from  Crystal  Lake ;  the  second  sample,  from  a  faucet  In  the 
city  supplied  from  Crystal  Lake. 

Microscopical  Examination, 

The  total  number  of  organisms  per  cubic  centimeter  found  in    these  samples  was  as  follows :  In 
February,  8;  in  June,  311;  In  October,  56. 
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HAVERHILL,. 

Chemical  Examination  of  Water  from  Kenoza  Lake,  Eaverhill, 

[ParU  per  100,000.] 


• 

1 

3 

o 

9 

■** 

m 
Q 

Appiaramck. 

1 

be8iduk  om 
Evapora- 
tion. 

1 
Ammokia. 

• 
• 

B 

O 

KiTBOOEM 
AS 

•a 

s 

s 

1 
1 

• 

a 

• 

g 

a 

a; 
CO 

I 

a  ; 

• 

1 

Loss  on 
Ignition. 

• 

1 

Albuminoid,     j 

• 

s 

1 

1 

. 

CB 

o 

a 

a 

• 

** 
o 

• 

> 

1 

Q 

Sus- 
pended. 

u        5 

B     ,     e 
III 

S  i  2 

1898. 

1 

10030 

Feb.  15 

Slight. 

Slight. 

0.15 

3.75 

1.30 

.0032 

.0234 

.0168 

.0066 

.50     .0030 

.0000 

.3822 

1.7 

10529 

JanelO 

Slight. 

Slight, 

0.05 

3.45 

1.10 

.0006 

.0206 

.0172 

.0034 

.36  '  .0000 

.0000 

.2077 

1.6 

11216 

Oct.  17 

Slight. 

Sliglt?^' 

0.08 
0.09 

3.45 

0.95 
1.12 

.0000 
.0013 

.0166 
.0202 

.0148 
.0163 

.0018 

1 
.0039 

.86 
.41 

.0000 
.0010 

.0000 
.0000 

.2430 

1.6 

Av. 

3.55 

.2610 

1.6 

Iron,  .0052.    Odor,  vegetable  and  unpleasant  in  the  first  two  samples;  faintly  vegetable  in  the  last. 
The  odor  diminished  on  heating. The  samples  were  collected  from  the  lake. 

Microscopical  Examination. 

The  total  number  of  organisms  per  cubic  centimeter  found  in  each  of  these  samples  was  as  foUowa  : 
in  February,  192;  in  June,  66;  in  October,  437. 


Chemical  Examination  of  Water  from  Lake  SaUonatalU  Eaverhill. 

[Parts  per  100,000.] 


§ 

1 

"3 

9 

3 

1A98. 

Feb.  16 

June  19 
Oct.  17 

Apprarakcb. 

Kbsidcb  on 
Evapoka- 

TION. 

Ammonia. 

1 

• 

« 

B 

-c 

o 

o 

.47 

.65 

1 

.64 

1 

.59 

1 

NiTROOBN 

AS 

Oxygen  Consumed. 

• 

B 
a 
us, 

• 

•3 

s 

a 

a 

a 
1 

CO 

o 

a 

• 

Loss  on 
Ignition. 

i 

Alt 

• 

>umln< 

1 

2 

}id. 

• 

•a 

a 

• 

9 

s 

m 

9 

• 

■ 
8 

s 

■2 

« 
a 

10029 
10527 
11214 

Slight. 

1  Slight. 

Slight. 

V.  slight. 

Slight. 

brown. 
Slight. 

0.10 
0.08 
0.10 

0.09 

4.50 
5.10 
6.70 

5.10 

1.10 
1.36 
1.85 

.0120 
.0012 
.0020 

•0051 

.0226 
.0216 
.0174 

.0205 

.0194 
.0186 
.0154 

.0178 

.0032 
.0030 
.0020 

.0027 

.0030 
.0030 
.0030 

.0030 

.0000 
.0000 
.0000 

.3097 
.1809 
.2592 

2.1 
2.2 
2.2 

Av. 

1.43 

.0000ll-2i00   2.9 

1 

Iron,  .0067.  Odor  of  the  first  sample,  distinctly  vegetable  and  unpleasant;  of  the  second  sample, 
faintly  vegetable,  becoming  stronger  and  unpleasant  on  heating;  of  the  last  sample,  very  faintly  vege- 
table, becoming  much  stronger  and  grassy  on  heating. The  samples  were  collected  from  the  lake. 


Microscopical  Examination. 

The  total  number  of  organisms  per  cubic  centimeter  found  in  each  of  these  samples  was  as  follows : 
in  February,  4 ;  in  June,  191 ;  in  October,  800. 
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HAVEBHUili. 

Chemical  Examination  of  Water  from  Lake  Pentucket,  Haverhill, 

[Parts  per  100,000.] 


• 

a 
o 

1 

o 

& 

1           Appiabakcb. 

1 
1 

Rksidce  on 

EVAPORA- 
'           TICK. 

Ammonia. 

6 

a 
•c 
o 

o 

.88 
.38 
.36 

.37 

KiTROQBK 
AS 

• 

a 

B 
§ 

a 
1 

5 

B 

• 

■** 
s 

a 
? 

OQ 

u 

o 

a 

• 

"5 

• 

B 
O 
5S 

i 

fa 

Albamlnoid. 

• 

1 

• 

1 

• 

a 

a 
9B 

• 

-3 
I 

• 

> 
• 

i 

•o 

00 

B 

10027 
10528 
11215 

1808. 

Feb.  16 

Jane  19 
Oct.  17 

Slight. 
Slight. 
V.  slight. 

Slight. 

Cons., 

brown. 
Slight. 

0.08 
0.08 
0.05 

0.07 

3.45 
3.30 
3.55 

1.10 
1.06 
1.06 

.0012 
.0006 
.0010 

.0009 

.0178 
.0218 
.0200 

.0199 

.0140 
.0166 
.0174 

.0160 

.0038 
.0062 
.0026 

.0039 

.0000 
.0000 
.0000 

.0000 

.0000 
.0000 
.0000 

.2672 

.1809 

1 

,.2227 
.2203 

1.7 
1.8 
1.4 

Av. 

1 

3.43 

1.07 

.0000 

1.5 

1 

Iron,  .0048.    Odor,  vegetable,  stronger  in  the  second  sample  than  In  the  other  two. The  samples 

were  collected  from  the  lake. 

Microscopical  Examination, 

The  total  number  of  organisms  per  cnblc  centimeter  found  in  each  of  these  samples  was  as  fol- 
lows :  in  February,  36;  in  June,  29;  in  October,  82. 


Water  Supply  of  Hingham  and  Hull.  —  Hingham  Water 

Company. 

Chemical  Examination  of  Water  from  Accord  Pond^  Hingham, 

[Parts  per  100,000.] 


Da  to  of  Collection. 

Appbaeamok. 

Rrsidub  on 
Evapora- 
tion. 

Ammonia. 

• 

•c 

o 

A 

.62 

Nitrogen 

AS 

• 

1 

3 

OB 

§ 

o 

B 

s 

• 

1 

9 

1 

o 

a 

•i 

*« 

& 

LoMon 
Ignition. 

u« 

Albuminoid. 

• 

s 

• 

s 

■c 

i 

B 

a 

• 

3 

> 
Q 

Sus- 
pended. 

• 

S 

a 

S3 

10158 

1 
1808. 

Mar.  22 

Slight. 

Slight. 

0.20 

2.95 

1.00 

.0004 

.0082 

.0068 

.0024 

.0000 

.0000 

.2923 

0.6 

10548 

June21 

V.  slight. 

V.  slight. 

0.20 

3.55 

1.80 

.0004 

.0144 

.0128 

.0016 

.58 

.0030 

.0001 

.3239 

0.2 

10780 

Aug.  9 

V.  slight. 

Slight. 

0.20 

3.00 

1.10 

.0006 

.0112 

.0092 

.0020 

.65 

.0060 

.0000 

.2646 

0.6 

11072 

Sept.  20 

V.  slight. 

V.sUght. 

0.10 

2.75 

0.26 

.0000 

.0144 

.0124 

.0020 

.66 

.0060 

.0000 

.2911 

0.3 

11516 

Dec.  18 

V.  slight. 

V.  slight. 

0.10 
0.16 

2.85 

0.86 

.0000 

.0124 
.0121 

.0114 

.0010 

.64 

.68 

1 

.0030 
.0032 

.0000 
.0000 

.2875 
.2919 

0.1 

Av. 

1 

3.02 

1.00 

.0003 

.0103  -OOlft 

0.8 

Iron,  .0043.    Odor  of  the  first  sample,  none,  becoming  vegetable  on  standing;  of  the  second  sample, 

deddedly  vegetable ;  of  the  third  sample,  faintly  vegetable ;  of  the  remaining  samples,  none. Sample 

No.  10760  was  collected  from  the  pump  well  at  the  pumping  station ;  the  remaining  samples  from  the 
pond  near  the  surface. 
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HINGHAM. 

Microscopical  Examination  of  Water  from  Accord  Pond^  Hingham. 

[Number  of  organisms  per  cable  centimeter.] 


1808. 


March. 


June. 


August. 


September. 


December. 


Day  of  examination, . 
Number  of  sample,   . 

PLANTS. 
Diatomaceea, 

Aaterionella, 
Cyolotella,   . 
Meluslra, 
Navicnla,     . 
Synedra, 
Tabellaria,  . 

CyaDophyceee,  . 

Anabasna,    . 
Anabsena  spores, 
CoelosphaBrium,  . 
Merismopedia,    . 
M.lcrocystis, 

AlfirSB.       .... 

Nepbrocytlum,   . 
Pediastrum, 
Rapbidlum, 
Scenedesmas, 

Funerii  Crenothrlx, 

ANIMALS. 
Infusoria,     . 

Dinobryon  cases, 

Monas, 

Perldlninm, 

Vermes, 

Anurea. 
Polyartnra, . 
Rotifer, 

Miscellaneous,  ZoiJglcea, . 
Total, 


24 
10168 


22 
10648 


10 
10760 


22 
11072 


20 
11516 


17 

4 
0 
0 
0 
4 
0 


0 
0 
0 
0 
0 


0 
0 
0 
0 


16 

0 
14 

0 
0 

1 
1 


46 

pr. 

0 
32 
14 

0 


0 
0 
4 
0 


0 
1 
2 

0 


8 

6 
0 
0 
0 
8 


88 

0 

0 

38 

0 


pr. 


1, 


0 
0 
1,880 
4 
2 
0 


156 

100 

66 

0 

0 

0 


10 

4 
3 
0 
3 


38 

0 

1 

0 

0 

25 

12 


0 
0 
0 
0 
0 


0 
0 
0 
0 


0 
0 
0 


0 
0 
0 


0 

0 

pr. 


0 
0 

0 


pr. 
0 
4 


0 
0 
0 


27 

0 

24 

8 


1 
2 
1 


8 

8 
0 
0 


0 
0 
0 


26 


17 


60 


81 


2,110 


43 
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HINGHAM« 

Chemical  Examination  of  Water  from  Fulling  Mill  Pond^  Hingham. 

[ParU  per  100,000.] 


Date  of  Collection. 

Appbaranck. 

1 

Kksiduk  ok 

EVAPOHA- 
TION. 

Ammonia. 

• 

a 

■c 

o 

6 

.70 

NITROOEM 
AS 

i 

B 

p 

n 
C 

a 

c 

X 

O 

Turbidity. 

• 

g 

a 

• 

§ 

jj 

1 

• 

1 

Albuminoid 

Nitrates. 

Nitrites. 

a 

m 

"5 

Loss  on 
Ignitio 

> 

1 

1 

o 

M 
«0 

5 

Sus- 
pended. 

00 

s 

B 

33 

10157 

1808.   ; 

Mar.  22    Distinct. 

1 

Cons. 

0.43 

3.80 

1.15 

.0006 

.0150 

.0076 

.0074 

.0000 

.0000 

.3816 

1.3 

10547 

JuDe21 

V.  slight. 

Cons. 

0.05 

4.80 

1.40 

.0000 

.0048 

.0024 

.0024 

1.59 

.0200 

.0001 

.1066 

1.1 

11073 1  Sept.  20 

Decided. 

Slight. 

0.12 

4.80 

0.75 

.0008 

.0560 

.0264 

.0296 

.66 

.0080 

.0001 

.3731 

1.1 

11515 

Dec.  18 

Slight. 

V.  slight. 

0.30 
0.23 

4.60 

2.00 

.0010 

.0006 

1 

.0134 

.0108 

.0026 
.0106 

.72  1 

1 

1.67 

.0080 
.0078 

0000 
0001 

.4090 

.3176 

1 

1.4 

Av. . 

4.50 

1.33 

.0223 

.0118 

1.2 

Iron,  0081.  Odor,  vegetable  or  done.    The  odor  of  No.  11073  became  disagreeable  on  heating. 
The  samples  were  collected  from  the  pond  near  the  surface. 


Microscopical  Examination  oj  Water  from  Fulling  Mill  Pond,  Hingham. 

[Number  of  organisms  per  cubic  centimeter.] 


1808. 


March. 


June. 


Day  of  examination,     . 
Number  of  sample, 

PLANTS. 
Diatomaceee,  ... 

Asterionella,    . 

Diatoma 

Fragilaria,  ... 
Melosira,  .... 
Navicala, .  .  .  .  . 
Pinnularia,  ... 
Synedra,  .... 
Tabellaria, 

Cyanophyceea,  Microcystis, 
Alfir89> 

Closterium, 
Nephrocytiam, 
Protococcns,    . 
Rapbidiam,     . 
Tetraspora, 
Zoospores,       ... 

Fungri*  Crenothrix,     . 


23 
10157 


22 
10547 


291 

0 
0 
0 

11 

276 
4 


82 

6 
0 

20 
0 
2 

54 


0 
6 
13 
4 
6 
3 
6 
1 


September. 


December. 


22 
11078 


88 


44 


85 


0 

0 

0 

3 

0 

20 

0 

12 

0 

0 

0 

0 

1 

0 

20 
11515 


1,629 


0 

8 

0 

0 

0 

0 

83 

21 

0 

0 

0 

0 

0 

1,600 

0 

0 

0 
0 
0 
0 
0 
0 
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HIN6HAM. 

Microscopical  Examination  of  Water  fr(ym  Fulling  Mill  Pond,  Hingham 

—  Concluded. 

[Number  of  orgaDiims  per  cable  centimeter.] 


IMS. 


September.  '  December. 


ANI&IALS. 


Rhlzopoda, 


DactylosphcBrlam, 
Difflugia, . 


Infusoria, 


Cryptomonaa, . 
Dinobryon, 
Dlnobryon  caaea, 
Gonium,  . 
Monas, 
Peridinium, 
Synura,    . 
Trachelomonas, 


Vermes, 


Anarea,    . 
Polyarthra, 


Crustacea,  Cyclopa, 


0 
0 


288 
1 

4 
4 
1 
168 
1 
0 


0 
0 


.02 


0 
0 


0 
0 
0 
0 
0 
0 
0 
0 


0 
0 


0 

1 


10 

0 
0 
0 
0 

1 

7 
0 
2 


0 
0 


4 
0 


8 

0 

o 
1 
o 

0 

7 
0 
0 


1 
1 


Mi9cellaneou9,  Zodglosa, 

66 

14 

60                   7 

• 

Total 

678 

54 

188 

1.650 

Water  Supply  of  Hinsdale  Fire  District,  Hinsdale. 

Chemical  Examination  of  Water  from  the  Storage  Reservoir  of  the  Hinsdale  Fire 

District, 

[Parts  per  100,000.] 


a 

a 

as 


o 
o 

o 

o 
e 


Appbasahcb. 


a 


10393 
10797 
11861 


a 


Av. 


1898.  , 

May  15 

Aag.l4 
Nov.  21 

V.  slight. 
Distinct. 
Slight. 

Slight. 

Cons., 

yellow. 
Cons. 

I 

1 

0.10 

0.30 

I 

0.20 

I 

0.20 


Residck  on 
Evapora- 
tion. 


Ammohia. 


I 


1.85 
2.55 
8.20 


2.58 


-I  . 


o 
o 


S 


0.70 
1.45 
2.00 


1.38 


Albuminoid. 


^ 


o 
S 

2 


I 

si 

GO 


.0000 
.0000 


.0138 
.0242 


.0006.0274 


.0082 
.0154 


.0056 
.0088 


.016^  .0106 


.my:  .''2l>  .0185'. 0088 


I 

o 
o 


.08 
.04 
.06 


.04 


NITROOKN 
AS 


I 


.1 


s 

I 


9, 


a 

3 
m 
a 

a 

c 

H 
O 


.0000 
.0000 
.0080 


.0010 


8 


.0000!  .2555 
.0000  .5095 
.0000  .6048 


.0000  .4566 


O.S 

o.a 

0.6 
0.8 


Iron,  .0075.     Odor  of  the  first  two  samples,  vegetable;  of  the  last,  very  disagreeable.— ^ The 
SMmples  were  collected  from  the  reservoir. 
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HINSBAIiS. 

Jdicroscopical  Examination  of  Water  from  the  Storage  Reservoir  of  the  Hinsdale 

Fire  District. 

[Number  of  orgaDlBms  per  cubic  centimeter.] 


May. 


1S98. 


Aagatt. 


November. 


Day  of  ezaminatloD, 

Number  of  aample,  .... 

PLANTS. 
Diatomaceea,      .... 

Asterionella,        .... 

Fragiiaria, 

MeloBlra, 

Synedra, 

AlgBd, 

Arthrodesmua,  .... 
Protoeoccus,  .... 
Raplitdlum,  .... 
2k>osporefl, 

Funfirl*  Crenothriz, 

ANIMALS. 
Rhizopoda,  Areella,    . 

Infusoria, 

Peridiufum, 

TrachelomoDaa,  .... 

Vermes 

Annrea, 

Hotatorian  ova,   .... 

Miscellaneoudt  ZoSglosa, 

Total, 


1« 
10893 


16 
10797 


22 
11361 


1,287 


0 

1,280 

6 

0 

0 

6 

1 

2 

2 

18 

0 

8 

0 

2 

0 

8 

2 

6 

22 

22 
0 
0 
0 


0 
0 
0 
5 


90 

90 
0 


0 
0 


28 

20 
8 


12 

7 
6 


56 

56 
0 


1 
0 


14 


46 


8 


114 


1,393 


92 


Water  Supply  of  Holbrook. 

(See  Randolph.) 
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HOIiTOKE. 

Water  Supply  of  Holyoke. 

The  advice  of  the  State  Board  of  Health  to  the  city  of  Holyoke, 
with  regard  to  an  additional  water  supply,  may  be  found  on  page  19 
of  this  volume.  On  pages  168  and  169  will  be  found  analyses  of 
samples  of  water  collected  from  various  sources  examined  in  connec- 
tion with  the  investigation  for  this  supply. 


Chemical  Examination  of  Water  from  Whiting  Street  Storage  Reservoir, 

Holyoke. 

[Parts  per  100,000.] 


S 
^ 


G 
O 

w 
u 

"o 
U 

o 
« 


9903 

I 

10146 

I 
10442 

10682 

11049 

11363 


1898. 

Jan.  18 

Mar.  21 

May  22 
July  10 
Sept.19 
Nov.  21 


Appeabancb. 


•3 

s 


a 
« 

a 
S 

00 


Av 


Distinct. 

Slight. 

Slight. 

Slight. 

Decided, 

green. 

v.  slight. 


Slight. 

Slight. 

Slight. 

Slight. 

green. 
Cons. 


0.30 
0.08 
0.20 
0.12 
0.18 


Slight.       0.20 


0.18 


Ubsidue  ok 

EVAPOBA- 
TION. 


o 
o 


Total. 

Lots  on 

6.65 

1.70 

3.25 

1.25 

3.95 

1.20 

5.20 

2.45 

5.55 

1.70 

4.40 

1.45 

4.67 

1.63 

Ammonia. 


Albuminoid. 

* 

-6 

• 

•o 

i 

1 

1 

il 

b* 

H 

2 

ac 

.0024  .0340  .0236 
.OOOo!.0154  .0114 
.0016.0158.0140 
.OOOoL  0212. 0182 
.0000.0426.0244 


.0008  .0216 


.0008  .0251 


.0180 


.0183 


.0104 
.0040 
.0018 
.0030 
.0182 


« 

e 

i 

§ 


Nitrogen 

AS 


I 


•c 


a 

s 
•I 
s 
c 

c 

o 


.18 
.13 
.11 
.10 
.15 


.0036  .12 


.0068 


.13 


.0100 
.0000 
.0000 
.0030 
..0030 
.0220 


.0063 


.0001  ! 
.0000, 

.0000' 

I 

.OOOl' 

.0000. 

.0002 


.4767 
.2160 
.3562 
.3577 


3.0 
1.4 
2.1 
2.7 


4428  3.1 
.4536  2.5 


.0001  .3888,  2.5 


Averages  of  Analyses  of  Previous  Tears. 
From  Brook  before  Reservoir  was  Built. 


1887* 

- 

- 

0.48 

1 

!  7.89 

1.44 

.0024 

.0204 

- 

- 

'.!»' 

.0126 

- 

- 

1888 

- 

,0.25 

,  6.63 

1.22 

.0009 

.0183 

- 

- 

.10 

.0081 

.0001 

- 

1889t 

- 

- 

0.14 

6.72 

1.02 

.0006 

.0134 

.0092 

.0042 

.11 

.0054 

.0001 

- 

From  Reservoir. 


1890t 

- 

- 

1891 

1 

- 

1892 

1    ^ 

- 

1893 

- 

- 

0.80  6.95 
0.41  6.34 
0.30  ,  5.67 
0.18;  4.67 


1.60  .0008 
2.05  .0125 
1.86  .0029 
1.63  1  .0008 


.0244 
.0311 
.0294 
.0261 


.0188  .0056 

I 
.0253  .0058 

.0247  .0047 

.0183.0068 


.15  .0120 .0000  - 
.12  |.0185  .0006  - 
.14  '.0192.0001   - 


.13 


.0063.0001  1.3838 


3.6 
3.1 
2.8 
2.5 


*  Jane  to  December. 


t  January  to  May. 


1  December. 


KoTB  to  analyses  of  1893 :  Iron,  .0101.  Odor  of  the  first  three  samples,  distinctly  vegetable,  and  of 
the  first,  also  disagreeable;  of  the  last  three  samples,  faintly  vegeuble  or  none.  On  heating,  the  odor 
of  all  samples  was  distinctly  vegetable. The  samples  were  collected  from  the  reservoir. 
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HOIiTOKIE. 

Microscopical  Examination  of  Water  from  Whiting  Street  Storage  Reservoir^ 

Bolyoke. 

[Number  of  organisms  per  cubic  centimeter.] 


1898. 


Jan. 


March. 


May. 


July. 


Sept. 


Nov. 


Day  of  examination, 

Number  of  sample,  .... 

PLANTS. 
Diatomaceea 

Asterionella,      .       .       .       . 

Fragilaria, 

Synedra, 

Cyanophyceee,  Chroococcns, . 

AlEr» 

Pandorina, 

Pediastrum,  .  .  .  . 
Protococcus,  .  .  .  . 
Selenastrum,  .  .  .  . 
Zooepores, 

Fungri*  Crenothrix, 

ANIMALS. 
Infusoria, 

Cryptomonas,  .... 
Dinobryon,         .... 

Euglena, 

Monas,        ...... 

Perldinium,        .       .       .       . 

Trachelomonas,  .  .  . 
Uroglena, 

Vermes,  Polyarthra,  . 
JflscellaneouSt  ZoSglcea, 

Total, 


20 
0903 


23 
10146 


24 
10442 


13 
10682 


20 
11049 


22 
11368 


1 

1 

3 

0 

782 

0 
0 

1 

0 
0 

1 

0 
0 
3 

0 
0 
0 

720 

62 

0 

0 

0 

24 

0 

0 

0 

1,464 

1,422 

0 

196 

0 
0 
0 
0 
0 

0 
0 
0 
0 
1,464 

42 

0 

0 

1,380 

0 

0 
0 
0 
0 
0 

0 
4 
192 
0 
0 

0 

0 

3 

1 

0 

3 
0 
1 


0 
0 
2 
0 
0 


168 

3 

0 

1 

62 

164 

0 

0 

0 

0 

0 

3 

0 

0 

0 

0 

0 

0 

0 

5 

0 

0 

0 

1 

0 

1 

pr. 

0 

0 

6 

0 

0 

0 

0 

62 

3 

0 

0 

0 

0 

0 

0 

0 

0 

1 

0 
0 
0 
0 
4 
0 
0 


52 


8 


56 


8 


109 


1,620 


1,466 


68 


1,044 


10 


166 


STATE  BOARD  OF  HEALTH.         [Pub.  Doc. 


HOL.TOKE. 

Chemical  Examination  of  Water  from  Wright  and  Ashley  Ponds^  Holyoke. 

[Parts  per  100.000.] 


I 

8 

B 


n 
o 


o 


ArrsABAXCB. 


3 


c 
o 

6 


Rksiocb  ox 

EVATORA- 
TIOX. 


c 
o 


5 

o 


Amxovia. 


:  NmmoBK 

AS 


Albaminold. 

• 

1 

1 

DistoWed. 

Sus- 
pended. 

o 


5    i 


B 

s 
•I 
c 

5 


3 

e 

e 


O  MM 


W04  Jan.  IS 

sn^it. 

Slight. 

0.08 

1 

4.S5 

.  i.ao 

1 
.0036  .0158 

.0078.0060 

.17 

.0120  .0001 

.2664 

8.0 

10145  Mar.  SI 

NOM. 

V.sHclit. 

0.06 

4.10 

1.00 

.0068  .0158  .0190  .0028 

.19 

.0180  .0000 

.2160 

3.3 

10441  Hay  33 

SHflii. 

BU«bU 

O.OS 

4.00 

0.90 

.0030  .0134  .0120  .0014 

,                                         1 

.18 

.0030.0000 

.1967 

3.1 

lOOl  July  10 

aught. 

SUgfaU 

0.05 

4.80 

0.95 

.0016  .0278  .0336  .0042 

.14 

.0000.0000 

.2409 

3.0 

UM8  8cpCl9 

SUfbU 

SUgfat 

0.05 

1 

5.90 

1.50 

.0000  .0194  .0142  .0062 

.15 

.0070.0000 

.2183 

3.1 

11M3  Not.  31 

V.sUfffat. 

green  • 

0.05 
.0.0« 

4.70 

1.10 

.0004  .0348  .0904  .0044. 

1                    i 

.0026  .0195  .0153  .0043 

.13 
.15 

.0090.0001 
.0073.0000 

.3444 

.3466 

3.0 

At 

4.n 

1.31 

3.1 

Averages  of  Analyses  of  Prevums  Tecars. 


1887» 
ISSS 

1889 
1890 
1891 1 
1892: 
1898 


0.06  5.35  0.89  .0039.0202     .         .       .18  .0016     - 

0.06  4.81  0.83  .0024  .0178     -         >       .13  .OOM  .0001 

0.03  5.87  0.74  .0020 .0201  .0161  .0040  .13  .0099 .0000 

0.01  -  >  .0090.0201.0151.0050.18  .0048.0000 

0.01  6.10  -  .0046 .0348 .0901  .OOtt  .13  .0085 .0001 

0.03  5.10  1.15  .0008.0196.0154.0042  .17  .0090.0000 


-  2.0 

-  3.1 


0.06    4.71     1.31     .0036.0195.0152.0048.15     .0073.0000.3460  3.1 


*  Joae  to  Deesnber. 


t  July  and  October. 


J  May. 


NOTS  to 


of  1998;  Iroa,  .0040.    Odor  la  March  and  May  decidedly 
Oa  keatiag,  the  odor  of  all  samples  was  vefsubte, The  samples 


;  In  the  other 
collected  f^on 


Ashley  Pood. 


No.  34  ]     EXAMINATION  OF  WATER  SUPPLIES. 

ho: 

Microscopical  Examination  of  WaJttr  from  Wright  and  Ashley  Ponds,  B 

[Namber  of  organisms  per  cubic  centimeter.] 


1808. 


Jan. 


March. 


May. 


July. 


Sept. 


Day  of  examination,        .... 
Number  of  sample, 

PLANTS. 
Diatoxnaceea, 

Asterionella, 

Cyclotella, 

Diatoma, 

Fragilaria, 

Melofira, 

BtephanodiscuB,         .... 

Syuedra, 

Tabellaria, 

Cyanophyceea 

Anabasna,  ...... 

Chroococcas, 

Microcystis,       .  #    . 

AigrcB 

Ohlorococcus, 

Closterium, 

Dictyosphflerium,       .... 

Protococcns, 

Raphidinm, 

ANIMALS. 
Bhizopoda ^ 

Actlnophrys, 

Dlfflngia, 

Infusoria, 

Dinobryon, 

Dinobryon  cases,      .... 

Monas, 

Peridinium, 

Synura, 

Tracbelomonas 

Vermes, 

Annrea, 

Monocerca, 

Rotatorian  ova, 

Saeculus, 


20 
9904 


23 
10145 


24 
10441 


18 
10031 


20 
11048 


394 

10 

85 

• 

0 

2 

0 

0 

0 

4 

0 

22 

0 

264 

0 

0 

0 

6 

2 

16 

0 

14 

1 

19 

0 

0 

0 

0 

0 

92 

6 

20 

0 

12 

1 

8 

0 

6 

0 

0 

0 

pr. 

0 

0 

0 

6 

0 

0 

0 

pr. 

0 

0 

0 

18 

•    0 

0 

0 

pr. 

0 

0 

0 

2 

0 

0 

0 

12 

0 

0 

0 

4 

0 

0 

0 

0 

0 

0 

0 

40 

0 

1 

0 
15 

14 
0 
4 
6 


26 

24 
0 
2 


13 

8 
1 
0 

4 
5 


15 

0 

0 

0 

16 

0 

0 

0 

pr. 

0 

0 

0 

11 

2 

0 

26 

6 

0 

0 

0 

pr. 

2 

0 

0 

0 

0 

0 

26 

3 

pr. 

0 

0 

pr. 

pr. 

0 

0 

2 

0 

0 

0 

1 

1 

0 

0 

1 

pr. 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

1 

0 

0 

0 
0 


24 

0 
24 
0 
0 
0 
0 


0 
0 
0 
0 


Mi9cellaneo\i9t  Zo'dgloea, .... 

92 

110 

0 

100 

16 

Total 

687 

128 

85 

126 

119 

168 
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HOIiYOKE. 

Chemical  Examination  of  Water  from  Various  Sources^  collected  during  an 
Investigation  for  an  Additional  Water  Supply  for  Holyoke, 

[PartB  per  100,000.] 


a 
o 

v' 

o 

0/ 

S 

O 

S 

9 

D 

es 

as 

Q 

10732 
10733 
10S91 
10734 
10735 
11267 


1898. 

Aug.  3 

Aug.  3 
Ang.25 
Aug.  4 
Aug.  3 
Oct.  30 


Appbaranob. 


1 


o 
e 

a 

•3 


a 


V.  slight. 

SUght. 

Slight. 

Slight. 

Decided. 

V.  slight. 


V.slight.  0.10 
Coos.        0.10 1 
1.05! 


Slight, 

rusty. 
Slight. 

Ooos. 

Slight. 


0.15 
0.05 
0.12 


Rbsidub  ok 
Evapora- 

tion. 

• 

3 

Loss  on 
Ignition. 

3.65 

0.95 

3.10 

0.75 

6.25 

2.50 

6.25 

1.25 

3.75 

1.50 

3.55 

0.60 

AmioKiA. 


Albamlnoid. 

• 

1 

1 

§ 

5 

p 

0 
n 

sl 

Ch 

H          Q 

QQ 

.0000 
.0000 
.0038 
.0000 
.0022 
.0014 


.0022 
.0108 
.0246 
.0106 
.0310 
.004  J 


.0016 
.0056 
.0218 
.0088 
.0206 
.0028 


.0006 
.0052 
.0028 
.0018 
.0104 
.0014 


o 
O 


.19 
.14 
.13 
.14 
.12 
.14 


XlTBOGEK 

AS 


5 

5 


.0090 
.0000 
.0070 
.0000 

.0000 
.0030 


.0000 
.0000 


s 

s 

m 

s 
c 


I 


.066610.6 


.07401.0 


.0000  1.1218jl.O 
.OOOOli  .1480 3.a 


.0005     .1554 


I 


l.T 


.OOOOi    .2479  0.6 


Iron,  .0059.  Odor  of  the  first  sample,  none;  of  the  remaining  samples,  vegetable,  and  of  No*. 
10734  and  10735,  also  mouldy.  The  odor  of  the  first  sample  became  faintly  vegetable  on  heating; 
those  of  the  remaining  samples  were  unchanged.— The  first  sample  was  collected  from  Munn  Brook  In 
Granville,  just  below  the  confluence  of  Dickinson  and  TiUlson  Brooks.  The  next  two  samples,  Nos. 
10733  and  10891,  were  collected  from  the  Westfield  Little  River,  the  former  at  Horton's  Bridge  in  West- 
field,  about  half  a  mile  below  the  mouth  of  Munn  Brook,  and  the  latter  at  a  point  in  Russell,  about  five 
miles  farther  up  stream.  No.  10734  was  collected  from  Bachelor's  Brook  at  Aldrich's  Mill  In  Granby. 
No.  10735  was  collected  from  Hampton  Pond,  Westfield,  at  its  outlet,  just  beneath  the  surface.  No. 
\V2&1  was  collected  from  Willimansett  Brook  in  Chlcopee. 


Microscopical  Examination  of  Water  from  Various  Sources^  collected  during  an 
Investigation  for  an  Additional  Water  Supply  for  Holyoke. 

[Number  of  organisms  per  cubic  centimeter.] 


1898. 


Aug. 


Aug. 


Aug. 


Aug. 


Aug. 


Nov. 


Day  of  examination, 
Number  of  sample, 


5 
10732 


5 
10733 


29 
10891 


5 
107S4 


5 
10735 


1 
11267 


PLANTS. 
Diatomaceed.     . 

Asterionella, 
Cocconeis,  .       .       • 
Cocconema, 
Cyclotella,  . 
Bplthemia, . 
Fragilaria,  . 
Gomphonema,   . 
Melosira,    . 
Navlcula,    . 
Nitzschia,   . 
Pinnularia,         .       • 
Synedra,     . 
TabelUria, . 


1 

25 

6 

4 

M 

0 

0 

0 

0 

88 

0 

0 

1 

0 

0 

0 

0 

0 

1 

0 

0 

0 

0 

0 

1 

0 

1 

0 

0 

0 

0 

0 

2 

0 

0 

0 

0 

0 

1 

0 

0 

4 

0 

0 

2 

0 

1 

0 

0 

0 

0 

0 

0 

0 

1 

0 

5 

1 

1 

0 

1 

10 

1 

1 

6 

0 

4 

0 

0 

86 

0 
0 
0 
0 
0 
0 
0 
0 
0 
0 


pr, 
pr. 
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HOIiTOl 

Microscopical  Examination  of  Water  from  Various  Sources^  collected  during 
Investigation  for  an  Additional  Water  Supply  for  Holyoke  —  Concluded. 

[Namber  of  organisms  per  cubic  centimeter.] 


1808. 


Aog. 


Aug. 


Aug. 


Aug. 


Aug. 


No 


PLANTS  — Con. 
Cyanophyceee, . 

Anabsena,  ... 
Cbro5coccns, 
Clathrocystia,     . 
Oscillaria,  . 

AiEr»,    .... 

Cloaterinm, 
Conferva,    . 
Coemariami 
Pediastram, 
Raphidium, 
Sphserozosma,    . 
Stauraatrum, 
Zoospores, . 

Funeri*    .... 

Beggiatoa,  . 

Crenothrix, 

Molds, 

ANIMALS. 
Infusoria,    . 

Dinobryon, 
Peridiniam, 
Traohelomonas, 

Vermes, 

Annrea, 
Polyarthra, 

MUc€llaneou9t  Zoogloea, . 
Total, 


0 

1 

0 

1 

2,083 

0 

0 

0 

0 

2,080 

0 

0 

0 

1 

0 

0 

0 

0 

0 

8 

0 

1 

0 

0 

0 

0 

13 

0 

0 

28 

0 

0 

0 

0 

2 

0 

0 

0 

0 

8 

0 

0 

0 

0 

1 

0 

1 

0 

0 

0 

0 

6 

0 

0 

10 

0 

6 

0 

0 

0 

0 

0 

0 

0 

5 

0 

0 

0 

0 

2 

0 

116 

18 

13 

0 

0 

0 

1 

0 

0 

0 

116 

12 

13 

0 

0 

0 

0 

0 

0 

0 

852 

0 

0 

57 

0 
0 
0 

12 

840 

0 

0 
0 
0 

0 
0 
0 

0 

66 

1 

0 

0 

0 

0 

8 

0 
0 

0 
0 

0 
0 

0 
0 

2 

1 

40 


54 


82 


3 


647 


72 


22 


2,282 


1^ 


Water  Supply  of  Hudson. 

In  the  early  part  of  1893,  particularly  in  January  and  the  fi 
part  of  February,  this  supply  was  affected  by  the  presence  of 
organism  UroglenUj  the  most  noticeable  characteristic  of  which  is 
oily  odor  which  it  imparts  to  water  even  when  present  in  compa 
tively  small  numbers.  This  organism  was  present  in  the  water  si 
plies  of  Norwood  and  Plymouth  in  the  years  1892  and  1893,  anc 
has  been  found  in  other  water  supplies  in  the  State.  A  descript 
of  this  organism  and  an  account  of  its  effect  upon  the  taste  and  o< 
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UtTDSOX. 

of  water  may  be  found  in  the  twenty-third   annual   report  of  the 
State  Board  of  Health,  for  1891,  pages  645-658. 


Chemical  Examination  of  Water  from  Gates  Pond,  Berlin. 

[ParU  per  100.000.] 


is 

E 

s 

2: 


o 

o 
o 


Appkarakck. 


•3 
2 


o 

"o 


'    1898. 

0853  Jan.   9 

9875  Jan.  13 

9916,  Jao.  23 

9980  Feb.   8 

10109  Mar.27 

10227  Apr.  11 

10359  May   8 


10422 
10503 


V.sUght. 

Slight. 

V.  slight. 

Slight. 

Slight. 

Slight. 

SUght. 


May  22!  Distinct. 

Jaoel2 
10560  June26 
10657  July  13 


Slight, 

greeo. 
Distinct. 


10818  Aag.l6, 
11044.  Sept.l9 
11178  Oct.  12  I 


11327 
11504 

Av.* 


Nov.13  I 
Dec.  18 1 


V.  slight. 

Distinct. 

Distinct. 

Slight. 

Slight. 

V.  slight. 


V.sUght. 

Slight. 

Slight, 

earthy. 
Slight. 

Slight, 

earthy. 
Slight. 

Slight. 

Cons. 

Slight. 

Slight. 

V.  slight. 

Slight. 

Slight. 

Slight. 

SUght. 

V.sUght. 


0.05 
0.05 


Residcb  on 
Evapora- 
tion. 


5 

o 


3.00 


0.02;;  2.60 


0.05 


0.04 
0.05 


2.55 


II 


2.20 
2.30 
0.03'    2.30 

I 

0.05'  2.15 
0.05  2.45 
0.03    2.40 


0.04 


2.50 


0.10  I  2.35 
0.03  2.70 
0.05  2:00 
0.05    2.25 


c 
o 


1.25 

1.20 
0.75 
0.95 
0.75 
0.80 
1.05 
1.00 
0.60 
1.10 


Ammokia. 


KiTBOOEK 

AS  |, 


Albuminoid. 

• 

.'1   i 

a  1   S  '  1  c  * 

1  '  1    is. 

I 


-  '    • 


-ti- 


8 


c 
O    ' 


S 

c 
a 


I 


.0112  .0278  .0234  .0044    .25  ,  .0030  .0001.     .    !  1.1 


.0076  .0310  .0268  .0042   .20     .0000  .0000 

I  '  1  ' 

.0156.0232.0222.0010   .28     .0090.0000 

.0063.0176.0120.0056   .16     .0260.0001 

I         '         I    I 

.0080.0140.0116.0024  .27  LOOOO'.OOOO 

'  '    i 

.0044  .0098  .0086  .0012  .20  '  .0050 


.2044 
.2372 

.1971 

I 
.1788 


.0006.0150.0124.0026  .21  .0000 

.0004. 0144  .0128  .0016  '  .26  .  .0000 

I  " 

.0000  .0144  .0122  .0022  .22  ,  .0030 

.0000. 0120  .0096  .0024  .20  '  .0050 


0.65  j  .0000 
1.20  .0010 


1.00  .0000 


0.95 


.0010 


0.02  3.10  <  1.85  .0038 


0.05  2.45  i  1.01  I  .0040 


.0154. 0106  .0048  .22  '  .0000 

I        I 
.0274  .0218  .0056  .26  .0000 


.0140  .0114 
.0166  .0132 


.0026  .25  .0000 


.0000  .1204 

.0000  .1650 

.0000  .1842 

.0000  .1501 

.0000  .1971 

.0000  .1619 

.0000  .2132 

.0000  .2025 


.0034  .22  .0020  .0000  .2448 


.0170.0148.0022   -  .0000,. 0000  .2106 


0.6 
0.8 
0.3 
0.5 
0.2 
0.8 
0.5 
0.8 
0.6 
0.4 
0.6 
0.6 
0.8 
0.9 


Averages  of  Analyses  of  Previous  Years. 


1887t  1 

- 

- 

1888 

- 

- 

1889  < 

- 

- 

1890 

- 

- 

1891 

- 

- 

1893 

- 

- 

0.06,.  3.17 
0.06  2.55 
0.03  I  2.14 
0.02  2.82 
0.04.  2.52 
0.05  2.45 


0.71  I  .0014 
0.09  I  .0015 
0.58  .0020 
1.04  I  .0023 
0.90  .0011 


.0150 
.0158 
.0189 
.0161 
.0150 


1.01  ,,.0040.0178 


.0139  .0050 
.0124  .0037 

I 

.0117  .0033 
.01461.0032 


.21 

.0054  - 

• 

.19 

.0055  .0001   - 

1 

- 

.19 

.0048 

.0001|   - 

- 

.21 

.0054 

.0000   - 

1.2 

.20 

.0074 

.0000   - 

1 

0.9 

.23   1.0089  .0000  .1965   0.6 


*  Where  more  than  one  sample  was  collected  in  a  month,  the  mean  analysis  for  that  month  haa 
been  used  In  making  the  average.  t  June  to  December. 

Note  to  analyses  of  1893 :  Iron,  .0040.  Odor,  generally  vegetable  or  none.  A  faintly  oily  odor  was 
detected  in  Nos.  9876.  9916  and  10422.  On  heating,  a  decided  oily  odor  was  developed  in  the  samples 
collected  between  January  18  and  February  8  Inclusive,  and  in  the  samples  coUeoted  on  May  22  and  In 
jooe. The  samples  were  collected  from  the  pond  at  the  surface. 


No.  34.]     EXAMINATION  OF  WATER  SUI 

Microscopical  Examination  of  Water  from  Gates  I 

[Number  of  organisms  per  cubic  centimeter.] 


1808. 


Jan.  Jan.lJan.lFeb.  Mar. 


Apr.  May. 


May. 'June.  Jane 


July. 


Day  of  examination,  10     14 


Number  of  sample, 


98539875 


24       9       29 
9916998010109 


12 
10227 


9 


23 


13 


103591042210503 


27 

10500 


15 
10657 


PLANTS. 

Dlatomekceea, . 

Asteriooella, 
Fragilaria, . 
Melosira,     . 
Synedra,     . 
Tabellaria, . 


Cyanophyceea, 

Anabaena,  . 
Coelospbnrium, . 
Microcystis, 


Alfir8B>  • 

Chlorococcue, 
Pandorina, . 
Protococous, 
Uaphidlum, 
Staurastmm, 
Zoospores, . 


1 

30 

3 

0 

0 

22 

0 

0 

0 

0 

4 

0 

0 

0 

0 

0 

2 

0 

0 

0 

2 

28 

3 

0 

0 

13 

0 

0 

0 

0 

8 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

pr. 

0 

0 

1 

0 

0 

0 

0 

1 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0  1 

0 

pr. 

0 

0 

pr. 

80 

5 

0 

60 

15 

0 


851 

71 

0 

240 

6 

84 


0 
0 
0 


0 
0 
0 
0 
0 
4 


0 
0 
0 


13 

0 
0 
12 
0 
1 
0 


120 

3 

7 

2 

47 


0 
0 
0 


11 

1 
4 
5 
0 
1 
0 


166 

10 

1 

0 

6 

0 

8 

0 

1 

1 

150 

9 

44 

21 

81 

3 

13 

0 

0 

18 

118 

188 

3 

1 

5 

0 

94 

70 

10 

58 

6 

2 

0 

2 

0 
0 
0 

pr. 

pr. 


0 
0 
0 


0 
0 
2 
0 
1 
pr. 


ANIMALS.       ' 
Bhizopoda,     .  ;  pr. 

Actlnophrys,      .      0 
Difflugia,    .        .   pr. 

Infusoria,        .    78 

IMnobryon,        .  0 

Dinobryou  cases,  78 

Monas,        .        .  pr. 

Peridlnium,        .  0 

Trachelomonas,  0 

Uroglena,   .       •  0 

Vorticella,  .       .  0 


Vermes, 
Polyarthra, 


pr. 

pr. 

0 

0 

0 

0 

pr. 

pr. 

0 

153 

176 

46 

134 

14 

0 

2 

0 

106 
0 
0 
0 
0 
10 
0 

4 
42 
0 
0 
0 
2 
0 

• 

pr. 

0 

0 

pr. 
pr. 


1 
0 


66      10 


19 
34 
0 
8 
0 
0 
0 


8 
0 
0 
2 
0 
0 
0 


0 
0 


207 

20 
186 
0 
1 
0 
0 
0 


2 

0 

0 

0 

2 

0 

0 

0 

0 

0 

0 

0 

174 

109 

159 

2 

0 

2 

134 

0 

172 

96 

22 

2 

0 

pr. 

0 

0 

2 

5 

2 

pr. 

0 

pr. 

1 

0 

0 

0 

0 

0 

0 

4 

0 

0 

0 

0 

0 

0 

Jii$cellan€0U9f 

Acarina,     . 
Zoogloea,    . 


0 
0 


0 

0 

0 

60 

12 

22 

20 

42 

8 

0 

0 

0 

0 

0 

0 

0 

.02 

.01 

0 

0 

0 

60 

12 

22 

20 

42 

8 

26 

0 
26 


Total, 


.  ,108 


156   176 


48 


189     107     693     386     479 


331 


31 
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HUBSON, 

Chemical  Examination  of  Water  from  Faucets  in  Hudson^  supplied  from  Gates 

Pond. 

[Parta  per  100,000.] 


a 


a 
© 

a 

O 

2 

Q 


9864 

9877 

9878 

9879 

9880 

9917 

9981 

10099 

10100 

10107 

10170 

10504 


Av.* 


1898. 

Jan.    9 

Jan.  13 
Jan.  13 
Jan.  13 
Jan.  13 
Jan.  23 
Feb.  8 
Mar.  8 
Mar.  8 
Mar.  13 
Mar.  27 
Jane  12 


Appbakamck. 


3 


B 

a 


o 
o 


SUght. 


V.  slight. 

Slight. 

Slight. 

None. 

V.  Blight. 

None. 

Slight. 


V.Blight. 


V.  slight. 

SUght. 

Slight. 

V.alight. 

None. 

V.alight. 

Slight. 


0.07 
0.05 
0.05 
0.30 
0.10 
0.05 
0.05 
0.20 
0.05 
0.03 
0.03 
0.05 


0.09 


Residue  ok 

EVAPORA- 
TIOK. 


c 
o 

^^ 

• 

§1 

s 

8^ 

o 

o 

H 

kJ 

2.70 


2.80 
3.10 
2.90 
5.50 
2.60 
2.95 
3.20 


3.22 


0.65 


0.65 
1.10 
0.90 
1.60 
0.60 
0.85 
0.90 


0.91 


AUMOKIA. 


1 

Albuminoid. 

• 

• 

> 

i 

1 

2 

o 

o 

00 

a 

u< 

H 

a 

CO 

.0040 


.0038 
.0010 
.0046 
.0012 
.0030 
.0034 
.0004 


.0027 


.0210 


.0140 
.0140 
.0114 
.0108 
.0122 
.0096 
.0136 


.0133 


.0150 


.0108 
.0120 
.0102 
.0082 
.0102 
.0084 
.0118 


.0108 


.0060 


.0032 
.0020 
.0012 
.0026 
.0020 
.0012 
.0018 


.0025 


c 


.24 


.20 
.26 
.20 
.25 
.23 
.19 
.24 


.23 


Nitrogen 

AS 


C 


.0030 


.0002 


•a 

B 

s 
m 
e 
o 

C 
9 

M 

o 


.0030.0003 
.0070.0001 


.0120 
.0100 
.0150 


.0001 
.0001 
.0000 


.0200.0000 


.0030 


.0091 


.0000 


.0001 


.1861 
.1409 
.1188 
.1224 
.1132 
.1277 
.1273 


.1338 


1.4 


1.3 
1.4 
1.4 
8.5 
1.4 
0.9 
0.6 

1.5 


*  Where  more  than  one  sample  was  collected  in  a  month,  the  mean  analysis  for  that  month  has 
been  used  in  making  the  average. 

Iron,  .0077.    Odor  of  the  first  sample,  oily;  of  the  others,  generally  faintly  vegetable  or  none.    On 

heating,  the  odors  of  the  first  lour  samples,  and  of  the  last  one,  were  oily. The  samples  were  col> 

lected  from  faucets  in  different  parts  of^  the  town. 


Microscopical  Examination  of  Water  from  Faucets  in  Hudson^  supplied  from 

Gates  Pond, 


[Number  of  organisms 

per  cubic  centimeter.] 

1898. 

Jan. 

Jan. 

Jan. 

Jan. 

Jan. 

Jan. 

Feb. 

Mar. 

Mar. 

Mar. 

Mar.   Jane. 

Day  of  examination, 

10 

14 

14 

14 

14 

24          9 

9 

9 

14 

29 

13 

Nnmber  of  sample,  . 

9854 '  9877 

9878 

9879 

9880 

9917     9981 

10099 

10100 

10107 

10170 

10504 

PLANTS. 

1 

1 

Dlatomaceea, 

237 

358 

406 

422 

3 

174 

10 

1 

0 

7 

8 

86 

Asterionella, 
Diatoma, 
Fragllaria,   . 
Melosira, 
Synedra, 
Tabellaria,  . 

5 
1 
0 
7 

86 
138 

0 
6 
0 
8 

52 
292 

0 

pr. 

14 

18 

96 

368 

2 
9 
5 
0 
78 
328 

0 
0 
0 
0 
0 
3 

3 
5 

16 
0 

30 
120 

0 

0 
8 
2 

"'6 

0 
0 

1 

0 

0 
0 
0 
0 
0 
0 

0 
0 
0 
4 
3 
pr. 

0 
0 
0 
0 
3 
pr. 

3 
0 
0 
7 
pr. 
80 

Cyanophyceee, 
CceiosphsBrlam,  . 

0 

0 

0 

0 

0 

0 

- 
0 

0 

0 

0 

0 

1 

No.  34.]     EXAMINATION  OF  WATER  SUPPLIES. 


Microscopical  Examination  of  Water  from  Faucets  in  Hudson,  supp 

Gates  Pond — Concluded. 


[Number  of  organisms 

per  cubic  centimeter.] 

1808. 

Jan. 

Jan. 

Jan. 

Jan. 

Jan. 

Jan. 

Feb. 

Mar. 

Mar. 

Mar. 

PLANTS  — Con. 

£LXf[vOf         .... 

190 

57 

69 

75 

0 

6 

0 

0 

0 

0 

Nephrocytiam,  . 
Protococcus, 
Raphidium, 
Stauratitrum, 

4 

isa 

0 
0 

2 
54 

0 

1 

3 

64 

0 

2 

5 

68 
0 
2 

0 
0 
0 
0 

0 

6 

0 

pr. 

0 
0 
0 
0 

0 
0 
0 
0 

0 
0 
0 
0 

0 
0 
0 
0 

ANIMALS. 

Infusoria,     . 

4 

18 

8 

22 

1 

18 

1 

21 

0 

27 

Dinobryon, . 
DlnobryuD  cases, 
Peridinium, 
Trachelomonas, 

0 
4 
0 
0 

5 
13 

4 

4 

0 

pr. 

0 

21 

1 

0 

0 
0 

1 

0 

0 
18 

0 
pr. 

0 
1 
0 
0 

• 

OOl-'O 

0 
0 
0 
0 

0 
26 

1 
0 

Jifiscellaneou9t  Zoiigloea,  . 

124 

16 

18 

3 

0 

40          0 

3 

0 

36 

Total, 

555 

449 

591 

522 

4 

238 

u 

25 

0 

70 

Table  showing  Heights  of  Water  in  Gates  Pond  once  each  Month  duri?i 

[High-water  marlc  is  14  feet.] 


Datr.  —  180a. 

Feet.       ] 

1 

Date. 

-18118. 

Jan.   15, 

10.0 

1 
July  15, 

Feb.  15, 

10.6 

Aug.  15, 

Mar.  15, 

11.4 

Sept.  15, 

Apr.  15, 

12.4 

Oct.   15, 

May   15, 

13.5 

Nov.  15, 

.        .  _      .        » 

Jane  15, 

13.5 

Dec.  16, 

1 

Water  Supply  of  Hull. 

(See  HinghamJ) 

Water  Supply  of  Hyde  Park  and  Milton. — Hyde  Park 

Company. 

The  works  of  this  company  for  obtaining  a  supply  of  groui 
in  the  vicinity  of  the  Neponset  River  were  enlarged  early  i 
by  sinking  thirty-three  tubular  wells,  located  between  the  old 
of  tubular  wells  and  the  starch  factory  well  mentioned  in  th 
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HTDB  PARK  AND  MILTON. 

report  of  the  Board  for  1892.  The  new  wells  are  in  parallel  lines 
on  either  side  of  a  suction  pipe  placed  approximately  at  right  angles 
to  the  river,  their  distances  from  the  river  varying  from  sixty-four 
to  nearly  two  hundred  feet.  The  new  wells  are  two  and  a  half 
inches  in  diameter  and  of  various  depths,  ranging  from  about  twenty 
to  twenty-eight  feet.  Twelve  of  the  wells  nearest  the  river  have 
been  disconnected,  but  the  remaining  wells  have  been  in  use  since 
they  were  connected  with  the  pump  in  the  summer. 

The  advice  of  the  State  Board  of  Health  to  the  Hyde  Park  Water 
Company,  with  reference  to  the  use  of  water  from  these  wells,  may 
be  found  on  page  20  of  this  volume,  and*  analyses  of  water  from 
three  are  given  on  page  176.  The  temperatures  of  the  water  in 
the  wells  from  which  these  samples  were  collected  differed  con- 
siderably one  from  another,  and  were  as  follows  :  of  the  well  nearest 
the  river  (No.  5),  forty-nine  degrees;  of  the  well  near  the  middle 
of  the  group  (No.  14),  forty-one  degrees ;  of  the  well  farthest  from 
the  river  (No.  36),  forty-four  degrees. 


Chemical  Examination  of  Water  from  the  Tubular  Wells  of  the  Hyde  Park  Water 

Company, 

[Parts  per  100,000.] 


Date  of 

Collection. 

Apfbaranok. 

Residue  on 

Evaporation. 

Ammonia. 

Chlorine. 

Nitrogen 

AS 

Oxygen 

Consumed. 

• 

m 

s 

1 

« 

B3 

1 

Turbidity. 

s 
o 

S 

• 

o 

o 

1 

i 

1    ^ 

Albu- 
minoid. 

• 

1 

• 

1 
s 

• 

p 

1898 

. 

1 

9871 

Jan. 

11 

None. 

None. 

0.00 

9.15 

.0066 

.0044 

1.80 

.0120 

.0003 

.0502 

4.8 

.0160 

9989 

Feb. 

8 

N0D6. 

None. 

0.02 

1 

9.60 

•0056 

.0024 

1.36 

.1000 

.0005 

.0606 

4.9 

.0170 

10090 

Mar. 

7 

None. 

None. 

0.08 

8.90 

.0022 

.0002 

1.19 

.0750 

.0004 

.0504 

4.4 

.0160 

10224 

Apr. 

10' 

None. 

None. 

0.02 

7.60 

.0014 

.0016 

0.96 

.1100 

.0001 

.0766 

8.0 

.0100 

10373 

May 

9 

None. 

None. 

0.01 

7.25 

.0012 

.0012 

0.91 

.1100 

.0001  1 

.0876 

2.9 

.0050 

10493 

JoDe 

7 

None. 

None. 

0.00 

7.46 

.0024 

.0034 

;  0.92 

.0900 

.0001 

.0839 

3.0 

.0040 

10643 

July 

11 

None. 

Slight, 

0.04 

8.60 

.0030 

.0044 

1.10 

.0900 

.0000 

.1096 

8.5 

.0125 

10768 

Aug. 

9 

None. 

msty. 
None. 

0.02 

9.20 

.0054 

1 

.0048 

1.33 

.0900 

.0008 

.1282 

3.9 

.0040 

10988 

Sept. 

7 

Distinct. 

Cons., 

0.05 

8.80 

.0014 

.0066 

1.86 

.0900 

.0001 

.1716 

4.1 

.0850 

11187 

Oct. 

1 

3, 

None. 

rusty. 
None. 

0.02 

9.40 

.0030 

1 

.0044 

1 

1.26  ' 

.0800 

.0001 

.1156 

2.6 

.0015 

11818 

Nov. 

9 

1 

1 

None. 

v.  slight. 

0.03 
0.02 

9.20 

.0084 

.0080 

1.44 

1 

.1200 

.0001 

.1860 

4.0 
3.7 

.0025 

AV.  mm, 

1 

8.62 

.0031 

.0032 

1 

1.19  1 

1 

.0879 

1 

.0002 

.0976 

.0112 

1 

No.  34.]     EXAMINATION  OF  WATER  SUPPLIE 

HYDB  PABK  A 

Chemical  Examination  of  Water  from  the  Tubular  Wells  of  the  Hy 

Company  —  Concluded. 

Averages  of  Analyses  of  Previous  Years, 

[Part*  per  100,000.] 


Date  of 

Collection. 

Appbarakcb. 

BcBldne  on 

Evaporation. 

i 

AMM02CIA. 

1                               1 

• 

o 

s 

NiTBOOBM 
A8 

« 

a 

a 

• 

1 

s 

a 

1 

Color. 

Free. 

Alba- 
minold. 

• 

I 

• 

7^ 

1887* 

1888 

1889t  1 

1800t 

1891$ 

189211 

1893 

1 

- 

- 

0.00 
0.00 
0.00 
0.02 
0.03 
0.00 
0.02 

6.67 
6.06 
5.76 
9.36 
9.10 
7.90 
8.62 

.0004 
.0001 
.0001 
.0006 
.0000 
.0004 
.0081 

.0012 

.0023 

.0019 

.00231 

.0040 

.0036 

.0032 

0.82 
0.76 
0.68 
0.88 
0.96  \ 
0.99  ! 
1.19  1 

.0699 
.0641 
.0696 
.0660 
.0676 
.0600 
.0879 

.0002 
.0001 
.0002 
.0002 
.0004 
.0002 

*  June  to  December. 
i  Jnne  and  September. 


t  January  to  May. 

II  Two  samples  in  July. 


X  Febmary  and 


Note  to  analyses  of  1893:  Odor,  none.  —  The  samples  were  collected  from  a  fam 
station. 


Microscopical  Examination  of  Water  from  the  Tubular  Wells  of  t 

Water  Company, 

[Number  of  organisms  per  cable  centimeter.] 


1808. 


Jan. 


Feb. 


Mar. 


Apr. 


Bfay. 


Jane. 


July. 


Aug. 


Day  of  examination, . 
Number  of  sample,  . 


13 

9 

8 

12 

10 

9 

18 

9871 

9989 

10090 

10224 

10873 

10493 

10643 

0 

0 

0 

46 

0 

pr. 

0 

0 

0 

3 

0 

0 

0 

15 

0 

0 

3 

0 

0 

0 

13 

0 

0 

0 

0 

0 

0 

2 

10 


PLANTS. 
Dlatomaoeea,  Synedra, 


Fungi, 


Crenothriz, . 
Molds,  . 


8 

2 
1 


ANIMALS. 
Infasoria*  Tracbelomonas, . 

0 

0 

0 

0 

0 

pr. 

0 

0 

MU€€ltaneou8,  Zodglcea,  . 

0 

0 

0 

0 

8 

4 

2 

2 

Total,         .... 

0 

0 

3 

46 

3 

* 

17 

6 

17« 
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HYDE  PARK  AND  MILTON. 

Chemical  Examination  of  Water  from  Faucets  in  Milton,  supplied  from  the 

Works  of  the  Hyde  Park  Water  Company, 

[Parts  per  100,000.1 


1 

ArriuiuKOK. 

« 

e 

1     c2 
«2. 

,    Ammoma.   I 

1 

1 

• 

KlTBOOEK 

A8 

• 

£ 

3 
m 

c 

« 

m 

«i 

• 

t 

E 

c 

ir 

^3 
1 

5 

1 

c 
B 

_  1  _ 

1 

i 

o 
< 

I 

w 

I 

m      ' 

Si 
z 

c3 

m 
S 

e 

a 

'    IMS. 

\ 

1 

w;v  ijan.  aft 

None. 

N^one. 

0.00 

,     8.86 

.0004 

.0022 

1.28 

.0650 

.0000 

.0684 

4.4 

.0010 

ll¥VM»  !  FVb.    27 

^foue. 

None. 

0.03 

8.26 

.OOOS 

.0018 

1.20 

.0850 

.0000 

.0604 

4.3 

.0000 

10K>3  lUar.  2S 

Kon». 

V.tUtfht. 

0.00 

8.10 

.0<.H)0 

.0020 

l.U 

.0600 

.0000 

.0604 

3.6 

..0000 

U^:tO    Apr.     4 

NoD». 

8Ught. 

0.00 

T.35 

'.0000 

.0018 

0.89 

.0800 

.0001 

.0387 

2.9 

'.0045 

UVH.^;    May      "» 

Nou». 

None. 

o.oa 

T.76 

,.0006 

.0044 

0.92 

.1100 

.0000 

.0547 

3.2 

i.0026 

104\>:    Jtto*     T 

No«». 

None. 

o.w 

6.90 

.0004 

.0010 

0.96 

.0800 

.0000 

.0409 

2.9 

'.0050 

KMU    July     5 

Nv>n». 

Noutf. 

0.03 

T.60 

1.0010 

.0018 

1.09 

.0800 

.0000 

1.0803 

3.6 

1.0000 

io:n<    .Vu«.    » 

Non». 

Non». 

O.OA 

8.80 

.0004 

.0026 

1.31 

.0900 

.0000 

.0814 

3.3 

.0000 

U04T    8ri»t,  I'i 

Nou». 

Nou«. 

o.oa 

8.T0 

1.0010 

.0040 

1.28 

.0900 

.0000 

.1107 

3.6 

.0080 

ll.W    v>oU    IT 

Non*. 

«s'ou«. 

0.00 

P.IW 

.IKWO 

.0030 

1.S3 

.0900 

.0000 

1.0972 

3.8 

,.0050 

\U'\    Not.   at 

Nv»n». 

Nou*. 

O.VH) 

8.66 

.IHHW 

.0028 

1.36 

.1000 

.0000 

..1050 

,  3.6 

1.0030 

UM4     l^*«.    IS 

Nottw. 

None. 

1  o.w 

O.Ol 

».10 
8.34 

.OOOl* 
.0004 

.iHV.N 

1.40 
1.18 

.0600 

.0000 

.1053 

1 

3.8 

.0000 

Av 

.01^26 

.0868 

.0000 

.0733 

1 

1  3.6 

1 

.0034 

iKU^r,  tHMtr.       -  The  Mimt'le*  wer«  c\U)ected  from  faocvU  on  Adams  Street,  generally  in  the  office 
ol  the  MUtvm  Water  l.Vmi>«n\ . 

Microsct^l ' i<M /  KxKim imUii » n . 

No.  !\»iU\  Kvtn«^«  o>*<o'^*ir»  s 

NvHi.  bV^AT,  lOTt^v  Mm<  n;.v,  Mtev^JIwne^^u*,  r*HS>»*m,t. 

No  \Mtt«ut*tn«  ^etv  tvMu>\t  iu  the  retHaiiuiui  t>AtupU'«. 


(^^,';»,SH  ^*^i*»<rM.i.  •*  o'  U'.i.Vr  r*^»«M   T\*rr  o*  t\-   y<9c  Ti.Uthir  Wells  added  to 

,*>(tn#  pet  T.v,>v  ' 


3 

Vrt*fc  knvNv* 

s 

\a\. 

V.fc 

— 

»v«CX 

• 

At 

E 

s 

s 

c  ^ 

. 

>3 

• 

5             1 

V 

c 

1 

e 
1^ 

m 
c 

\ 

1 

^  * 

< 

^ 

w 
K 

m. 

« 

1 

t'-i^'     Nl\^     'V     Nv^»*v  \    *    ."^1     ^  t", 


.*•  -AW  -VBff  .«TJ  1.9  .0770 
.-J  -..>V  .^>li  .nU  l.S  .0060 
.«k«       A>V    ..>|kic     .tSG     1.4     .0060 


Ax 


^^  >:      v^  r 


/"  K*        N  V 


-v: 


.VW    .MOI     .C9W      1.5 


\' ' 


>v       ^ 


V 


Vn   *^h*v   V--- 


-***  <**  'V  *▼■  •  ^mnwi  iW  river 

Xa  1^  o.zw  ^'  xW  «-«- 1«  Bpear  tbe 

.s#  -  ~tc.  U«c  iMt  «Map'<«,  frooB 

.  fc^o«      «»  t.s.3MiT«d  aac  ui»ciy-> 


\,^    V«' 


■*  • 


No.  34.]     EXAMINATION  OF  WATER  SUPPL 


HYDE  PARB 

Chemical  Examination  of  Water  from  the  Neponsel  River  o 

[Parts  per  100,000.] 


g       *           Appbaravce. 

Kesiuce  ox 
Evapora- 
tion. 

i 

AmcoKiA. 

1 

^  ^'  t 

o               2 

•        1         a 

c 

§ 
1 

o 
§ 

1.10 

1 

0.65 

1.20 

1 

1.00| 

1.20 

1.70 

1.30 

1.20 

1.10 

0.85 

1.50 

1.16 

1 

1 

• 

s 
o 

og, 

1 

Albamlnoid. 

' 

s 

• 

1 

> 

o 

m 

• 

■a 
o  a 

c 
o 

9870 
9988 
10089 
10223 
10372 
10492 
10642 
10757 
10987 
11136 
11317 

1898.    ' 

Jan.  11    Distinct, 

'      milkv. 

Feb.  8'  Decided, 

clayey. 

Mar.  7 ;  Distinct. 

Apr.  10    v.  slight. 

May   9    V.  slight. 

June  7    SUght. 

July  11    Distinct. 

Aug.  9  1  Slight, 

rusty. 
Sept.  7  1  Slight. 

Oct.    8    Distinct. 

Nov.  9    Slight. 

Cons. 

Cons. 

Cons., 

dark. 
Slight. 

Slight. 

Cons., 

rusty. 
Cons., 

rusty. 
Heavy, 

rusty. 
Slight. 

brown. 
Cons., 

rusty. 
Cons. 

:  9.30 
6.70 
7.15 
5.15 
4.80 
7.80 
8.40 
8.75 
8.75 
9.70 
8.70 

2.70 

2.45 

2.80 

1.45 

1.85 

2.40 

2.60 

3.25 

2.50  ' 

2.25 

3.10 

2.49 

.0104 
.0138 
.0018 
.0002 
.0004 
.0192 
.0116 
.0058 
j.0278 

.0710 

t 

.0044 
.0151 

.0312 
.0294 
.0264 
.0192 
.0242 
.0322 
.0612 
.0332 
.0296 
.0306 
.0350 

.0320 

.0256 
.0244 
.0218 
.0166 
.0214 
.0278 
.0324 
.0264 
.0250 
.0264 
.0314 

.0254 

t 

.0056.1.50 

1 

.0050  0.90 
.0046  0.82 

.0026  0.58 

1 

.002810.43 

1 
.0044  0.91 

.0288  1.52 

.0068  1.08 

i 
.0046, 1.56 

I' 
.0042'2.3fl 

.0036  1.38 

Av. 

7.70 

1 

.0066  1.19 

1 

J 

1 

Averages  of  Analyses  of  Previous  Tears. 


- 

1887* 

- 

- 

1 
1.19 

1 
8.85 

2.30 

.0053 

.0400 

- 

- 

0.9i 

1 

- 

1888 

- 

- 

1.02 

6.77 

2.27 

.0080 

.0324 

- 

- 

0.8] 

- 

1891t 

- 

- 

1.48 

10.34 

3.45 

.0190 

.0510 

.0413 

.0097 

1.1 

- 

1892t   i 

- 

0.90 

13.30 

2.85 

.0260 

.0324 

.0286 

.0038 

2.3 

- 

1893     I 

- 

1.16 

1 

7.70 

2.49 

.0161 

.0320[.0254 

.0066 

1.1 

*  June  to  December. 


t  August  and  September. 


Note  to  analyses  of  1893:  Iron,  .0304.    Odor,  generally  decidedly  vegetable 
disagreeable  or  offensive.     On  heating,  the  odors  are  generally  stronger  am 

agreeable  or  offensive. The  samples  were  collected  from  the  river  opposite 

Park  Water  Company.    The  river  is  not  used  as  a  source  of  water  supply. 


^ 
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HYDE  PARK  AND  MILTON. 

Microscopical  Examination  of  Water  from  the  Neponset  River  at  Hyde  Park, 

[Number  of  orgaDiams  per  cable  centimeter.] 


189S. 


Jan. 


Feb. 


Mar. 


Apr. 


Hay. 


Jnne. 


July. 


Aag. 


Sept 


Oct. 


Not. 


Day  of  examination, . 
Number  of  sample,    . 


13 
9870 


0 
9088 


8 
10089 


12 
10223 


10 
10372 


9 
10492 


13 

10642 


10 
^0767 


9  5 

1 

10987  I  11136 


11 
11817 


PLANTS. 

Diatomaceea, 

Epithemla,  . 

Fragllaria,  .       . 
Meloflira. 

Pinnularia,  . 
Synedra, 

Tabellaria,  . 


Aigro* 


Clotterium, . 
ProtococcuB, 
Scenedesmua, 
Spirogyra,    . 


Funeri* 


Crenotbrix, . 
Fungus, 
Leptothriz,  . 


0 

1 

0 

0 

0 

0 

0 

0 

0 

0 

0 

1 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

822 

0 

^ 

0 
0 

0 

0 

0 
0 
0 
0 

1 

0 


pr. 

0 
0 


268 

0 

0 

268 


19 

0 
0 
0 
0 
18 
1 


42 

0 

0 

42 

0 


1 
0 
0 
0 


158 

158 
0 
0 


0 
0 
0 
0 


0 
0 
0 


pr. 

0 
0 
0 
0 
0 
pr. 


pr. 

0 

0 

pr. 


960 

960 
0 
0 


68 

0 
13 
20 

1 
24 

0 


0 
0 
1 
3 


440 

440 
0 
0 


24 

0 
0 
0 
10 
14 
0 


18 

2 

12 
0 

4 


1,560 

1,660 
0 
0 


76 

2 
0 
0 
0 
72 
2 


2 
0 
2 
0 


176 

176 
0 
0 


6 

0 
0 
1 
0 
6 
0 


0 
0 
2 
0 


444 

444 

0 
0 


24 

3 
0 
0 
1 
13 
7 


0 
0 
0 
0 


48 

40 
0 
0 


ANIMALS. 

Rhizopoda,  . 

Arcella, 
Difflugia,      . 

Infusoria,     . 

Dinobryon  cases, 
Euglena, 
Monas, . 
Perldinlura,. 
Trnchelomonas,  . 


0 

0 

0 

0 

0 

0 

3 

3 

0 

0 

0 

0 

0 

3 

3 

0 

0 

0 

0 
0 


0 
0 
0 
0 
0 


0 

pr. 

0 

0 

0 

0 

3 

0 

pr. 

0 

0 

0 

0 

1 

0 

0 

0 

0 

0 

0 

2 

1 

1 

2 

5 

8 

2 

1 

1 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

2 

0 

0 

0 

0 

2 

3 

6 

1 

0 

0 

1 

0 

0 

0 

0 

1 

0 

0 

0 

2 

0 

1 

0 

0 
0 


3 

0 
0 

1 

2 
0 


MUc€llaneou9t  Zo<5gloBa,  . 


650  1    276 


406 


76 


620    1,400 


2,480      100 


70 


180 


Total,  , 


1,475 


280 


675 


255 


43 


1,582 


1,907  I  4,090 


358 


526 


247 


No.  34.]     EXAMINATION  OF  WATER  SUP 

Ipswich. 

Chemical  Examination  of  Water  from  Low's  Brook  and  Ei 

[Parts  per  100,000.] 


« 

R  RSI  DUB  OK 

0» 

3, 

s 

5 

Appearamck. 

EVAPORA- 

Ammonia. 

TIOK. 

• 

• 

1 

Albuminoid. 

• 

"S         -i 

Si 

a 

a 

as 

O 

2 

•a 

1 

a 

§ 
1 

i 

• 

i 

Lots  or 
Ign 

• 

1 

• 

i 

1 

m 

c 

00 

1808. 

11220 

Oct.  18 

V.  Slight. 

V.sUght. 

0.28 

6.80 

1.80 

.0000 

.0068 

.0034 

.0024 

11225 

Oct.  18 

V.  slight. 

Slight. 

1.40 

8.35 

2.90 

.0012 

.0226 

.0212 

.0014 

No.  11226.  iron,  .0300:  No.  11225,  iron,  .0150.    Odor  of  the  first  samp 

vegetable  on  heating;  of  the  last  sample,  distinctly  vegetable. The  first  i 

Dow*s  Brook  at  a  point  a  short  distance  above  its  mouth ;  the  last  sample, : 
Brook,  a  short  distance  above  the  month  of  Dow*s  Brook.    The  samples 
iDvestigation  for  a  water  supply  for  Ipswich. 

Microscopical  Examination, 

No.  11226.  Diatomacee,  Synedra^  1.  Fungi,  Crenothrix^  88.  Miscellaneo 
No.  11225.    Diatomacee,  AaterioruUat  1;   TabeUariUt  2.     Fungi,  Crenc 
Zodglaa,  1.    Toul,  50. 

Water  Supply  op  Kingston. 

The  advice  of  the  State  Board  of  Health  to  the  t 
with  reference  to  taking  an  additional  supply  of  w 
from  Jones  River,  may  be  found  on  page  21  of  thi 


Lakeville. 

Chemical  Examination  of  Water  from  Long  Pond^ 


[Parts  per  100,000.] 

Rbsidub  on 

a 

Appbaranob. 

Evapora- 

Ammonia. 

a 

tion. 

• 

1 

S 

a 
« 

a 

i 

• 

1 

ois  on 
Ignition. 

Albuminoid. 

i 

a 

• 

1 

18 

>■ 

S 

CO 

us- 
pended. 

% 

a 

H 

CO 

o 

H 

^      ■ 

b4 

H 

Q 

|0O 

1898. 

10600 

July  12 

V.  slight. 

V.  slight 

1.10 

3.75 

2.20 

.0000 

.0234  .0202 

.0032 

10708 

July  26 

V.  slight. 

Slight. 

1.00 

4.60 

2.25 

.0000 

.0182  .0162 

.0020 

10760 

Aug.  9 

Slight. 

Slight. 

0.75 

3.35 

1.80 

.0000 

.0132.0110 

.0022 

10948 

Aug.31 

1  Slight. 
V.sUght. 

Slight. 

0.70 

3.35 

1.85 

.0000 

.0148  .0126 

.0022 

10986 

Sept.  6 

V.sUght. 

0.70 
0.85 

3.80 

1.50 

.0000 
.0000 

.0132 
.0166 

.0116 
.0144 

.0016 
.0022 

Av.. 

3.65 

1.92 

Iron,  .0050.  Odor  of  Nos.  10708  and  10948,  vegetable;  of  the  reraainli 
samples  were  collected  from  the  pond  five  feet  beneath  the  surface,  In  conne 
for  an  additional  water  supply  for  New  Bedford. 

Microscopical  Examination. 

The  number  of  organisms  per  cubic  centimeter  found  in  these  samples 
first  to  three  in  the  last,  and  averaged  forty.eight. 
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LAKEVIULE. 

Chemical  Examination  of  Water  from  Great  Quittacas  Pond,  LakeiHlle. 

[Parte  per  100,000.] 


s 
o 


S 

o 

• 

Zj 

^ 

O 

a 

V 

a 

m 

5z; 

Q 

1893. 

10658  July  12 
10707  July26 
10770  Aug.  9 
10771,  Aug.  9 
10947  Aug.31 
10985  Sept.  6 


Appearance. 


Residue  on 
I    Evapora- 
tion. 


•3 

S 


s 


o 


o 


c 


V.  slight. 

V.  Blight. 

Distinct. 

Distinct. 

Slight. 

Slight. 


Av.* 


V.  slight. 

Slight. 

Slight. 

Slight. 

.Slight. 

Slight. 


I 


0.65 

0.60' 

0.6«)i 

0.60] 

0.55 

O.45I 


0.55 


3.45 
4.05 
3.60 
3.25 
3.40 
3.60 


1.80 
1.80 
1.75 
1.60 
1.65 
1.50 


Ammonia. 


Albuminoid. 

t 

•6 

• 

> 

■c 

s 

5 
0 

b. 

E- 

c    5 

.00001.0138  .0120  .0018 
.00061.0166.01281.0028. 
.0000,.  0140'.  0122. 0018, 
.0020  .01241.0098  .0026, 
.0000.0154.0126.00281 


c 
o 


.0000  .0172 


3.62  :  1.70 


.0001 


.0152 


.0134  .0038 


.0126 


.0026 


.47 
.47 
.53 
.48 
.48 
.50 


MiTROOEH 
AS 


.49 


90 

ft* 


55 


e 

s 

o 

:j 

c 
«> 

o  I  s 


.0000  .0000  1.5621 
.0000  .0000  .5032 
.0000  .0000  .5506 
.0000.0000  1.5293 
.0000  .0000  1.5263; 
.0050.0000  '.4758 


0.5 
0.5 
0.6 
0.8 
0.5 
0.6 


.0010.0000  1.5234'  0.5 


*  No.  10771  was  omitted  in  making  the  average. 

Iron,  .0021.    Odor  of  Nos.  10707  and  10771,  distinctly  vegetable;  of  No.  10947,  faintly  vegetable;  of 

the  remaining  samples,  none. The  samples  were  collected  from  the  pond  five  feet  beneath  the  sar> 

face,  excepting  No.  10771,  which  was  collected  36  feet  beneath  the  surface  at  a  place  where  the  total 
depth  of  the  pond  was  55  feet.  The  samples  were  collected  in  connection  with  an  investigation  for  an 
additional  water  supply  for  New  Bedford. 


Microscopical  Examination  of  Water  from  Great  Quittacas  Pond,  Lakeville. 

[Number  of  organisms  per  cubic  centimeter.] 


1808. 


July. 


July. 


Aug. 


Aug. 


Sept 


8*pt. 


Day  of  examination, 
Number  of  sample,  . 


15 
10658 


28 
10707 


11 

10770 


11 
10771 


PLANTS. 

Diatomaceed,     . 


Asterionella, 
Cyclotella,  . 
Diatoma,     . 
Melosira,     . 
Synedra, 
Tal 


abellaria, 

Oyanophyceed,  Merismopedia. 
Alsr»>      • 


Protococcus, 
Raphlilium, 


Infasoria, 


ANIMALS. 


Dlnobryon, 
Dlnobryon  cased, 
Monas, 
Perldiniuro, 
Trachelomonas, . 


Vermes, 

Polyarthra, 
Rotifer, 


MUcellaneoua^  Zouglcea, 
Total, 


8 

1 
2 
0 
0 
pr. 


6 
t 

0 
2 


pr. 

0 
0 
0 
0 
pr. 


0 
0 


1 


0 
0 
0 

7 
0 


1 

0 


246 


0 

6 

0 

72 

0 

0 

0 

164 

1 

4 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

50 

20 
9 
1 

20 
0 

1 

1 
0 


14 


13 


28 


325 


to 

0 
6 
3 
10 
1 
1 

0 

4 

0 

4 


0 
0 
0 
4 
0 


0 
0 


28 


66 


2 
10947 


30 

0 
1 
0 
24 
2 
3 

40 

0 

0 
0 


38 
0 

0 
0 

38 
0 

1 

1 
0 


38 
147 


9 
10985 


14 

4 
1 

0 
0 
0 
9 

0 

8 

8 
0 


42 

0 

0 
0 

40 
2 

1 

0 
1 


68 
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liAWREXCE, 

Water  Supply  of  Lawrence. 

As  already  stated  in  a  previous  portion  of  this  report  (page  3), 
a  filter  having  an  area  of  two  and  a  half  acres  was  constructed  by 
the  city  of  Lawrence  during  the  past  year,  at  a  cost  of  about  sixty- 
five  thousand  dollars,  and  since  its  completion  in  September  the 
water  supplied  to  the  city  has  been  filtered. 

The  reply  of  the  Board  to  an  application  from  the  city  of  Law- 
rence for  information  as  to  the  results  of  the  filtration  of  its  water 
supply,  after  the  filter  had  been  in  use  a  little  more  than  two  months, 
may  be  found  on  page  22  of  this  volume. 

A  more  complete  description  of  the  filter  with  a  statement  of  the 
results  obtained  by  its  use  will  be  found  in  a  subsequent  portion  of 
this  report,  also  additional  analyses  of  the  Lawrence  water  made  at 
the  Lawrence  Experiment  Station. 


Chemical  Examination  of 

opposite  ike 


Water  from  the  Merrimack  River  above  Lawrence^ 
Intake  of  the  Lawrence  Water  Works, 

[Parts  per  100,000.] 


« 

c 
o 

1 

3 

o 
o 

s 

Appbasakcb. 

Rksidub  on 
Evapora- 
tion. 

Amuonia. 

c 
o 

6 

.27 
.18 
.16 
.10 
.14 
.18 
.24 
.30 
.19 
.28 
.22 
.21 

.20 

NiTROOBN 
AS 

1 

Oxygen  Consomed. 

• 
km 

9 

s 

Of 

a 
f 

00 

o 

0.40 
0.45 
0.45 
0.45 
0.55 
0.33 
0.12 
0.20 
0.38 
1.00 
0.35 
0.40 

0.42 

• 

1 

c   < 
o 

m 
3 

i 

Albuminoid. 

1 

• 

1 

s. 

a 

o 

> 
"o 

• 

r 

s 
e 

2 

m 

s 

o 
c 

1 

9898 
10019 
10125 
10272 
10410 
10543 
10679 
10878 
11063 
11286 
11871 
11528 

1898. 

Jan.  18 

Feb. 151 

Mar.  15 

Apr.  19 

Hay  17 

Jane  21 

Jaly  19 

Aag.23 

Sept.20 

Oct.  23 

Nov.  22 
1 
Dec.  20 

Distinct. 

Distinct, 
clayey. 

Distinct, 
clayey. 

V.  slight. 

Distinct. 

Slight. 

V.  slight. 

Slight. 

Slight. 

Distinct. 

Slight. 

Slight. 

Slight. 

SUght. 

earthy. 
Cons., 

earthy. 
Cons., 

earthy. 
Cons., 

earthy. 
Cons. 

Cons., 

brown. 
Cons., 

green. 
Slight. 

Slight. 

Cons. 

Slight. 

4.35 
3.75 
8.00 
8.00 
2.75 
3.90 
4.00 
4.15 
4.15 
5.35 
3.95 
4.00 

1.70  ' 

1.70 

1.10 

1.25 

1.25 

1.30 

1.65 

1.60 

1.90 

2.15 

1.15 

1.00 

.0080 
.0012 
.0060 
.0010 
.0000 
.0062 
.0124 
.0098 
.0092 
.0102 
.0024 
.0030 

.0057 

.0186 
.0238 
.0230 
.0160 
.0154 
.0176 
.0208 
.0166 
.0170 
.0178 
.0132 
.0178 

.0181 

.0162 
.0180 
.0150 
.0102 
.0138 
.0158 
.0160 
.0108 
.0146 
.0148 
.0108 
.0128 

.0141 

.0024 
.0058 
.0080 
.0068 
.0016 
.0018 
.0048 
.0058 
.0024 
.0030 
.0024 
.0050 

.0040 

.0070 
.0120 
.0090 
.0070 
.0180 
.0050 
.0030 
.0050 
.0090 
.0080 
.0090 
.0100 

.0081 

1 

.0003 
.0000 
.0001 
.0001 
.0001 
.0002 
.0003 
.0001 
.0001 
.0006 
.0004 

1 

.0001 

.0002 

1 

1 

.5110 
.5272 
.5535 
.4964 
.5584 
.4424 
.3744 
.4369 
.4100 
.8854 
.5586 
.5994 

.5295 

1.3 

1.1 

0.9 
0.6 
0.6 
1.1 
1.8 
1.1 
1.3 
1.4 
1.8 
0.9 

Av.. 

3.86 

1.48 

1.1 

1 

Iron,  .0139.    Odor,  vegetable  and  masty. The  samples  were  collected  from  the  river  opposite 

the  Intake  of  the  Lawrence  Water  Works,  aboat  one  foot  beneath  the  sarface.  For  a  record  of  the 
qoaotity  of  water  flowing  in  the  river  on  dates  when  samples  of  water  were  collected  for  analysis,  see 
page  186.  For  a  sammary  of  the  analyses  of  previoas  years,  see  '*  Merrimack  River  **  in  the  chapter  on 
**  Bxamination  of  Rivers." 
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HOL.TOKE. 

Water  Supply  of  Holyoke. 

The  advice  of  the  State  Board  of  Health  to  the  city  of  Holyoke, 
with  regard  to  an  additional  water  supply,  may  be  found  on  page  19 
of  this  volume.  On  pages  168  and  169  will  be  found  analyses  of 
samples  of  water  collected  from  various  sources  examined  in  connec- 
tion with  the  investigation  for  this  supply. 


Chemical  Examination  of  Water  from  Whiting  Street  Storage  Reservoir, 

Holyoke, 

[Parts  per  100,000.] 


Date  of  Collection. 

Appbabakce. 

Kesidue  on 

EVAPORA- 
]          TION. 

AmcoKiA. 

1 

• 

e 

O     ' 

.18  1 

.13 

.11 

.10 

.15 

.12 

.13 

KiTROGEX  ' 
AS 

• 

1 

s 

5 

1 

c 

& 

>.  ■ 

o 

• 

1 

s 

• 

c 
« 

a 
f 

00 

c 

o 

1 

• 

s 
o 

§1 

m 
3 

i 

It* 

Albuminoid. 

• 

• 

1 

• 

• 

• 

1 

m 

2 

• 

•s 

•o 

si 

ao 

■ 

s 

c 

•s 

9903 
10146 
10442 
10682 
11049 
11363 

1898. 

Jan.  18 

Mar.  21 1 

1 

May  22 
July  10 
Sept  .19 
Nov.  21 

Distinct. 

Slight. 

Slight. 

Slight. 

Decided, 

green. 

v.  slight. 

Slight. 

Slight. 

Slight. 

Slight, 

green. 
Oons. 

Slight. 

0.30 
0.08 
0.20 
0.12 
0.18 
0.20 

5.65 
3.25 
3.95 
5.20 
5.55 
4.40 

1.70 
1.25 
1.20 
2.45 
1.70 
1.45 

,.0024.0340 
.0000  .0154 
.0016.0158 

'.0000.0212 
.0000  .0426 
.0008^.0216 

] 
.0008   <^^i 

.0236 
.0114 
.0140 
.0182 
.0244 
.01  so 

.0183 

.0104 
.0040 
.0018 
.0030 
.0182 
.0036 

.0068 

1 

.0100 
.0000 
.0000 
.0030 
.0030 
.022" 

1 

.0063 

1 

.0001 
.0000 

.0000 

f 

.0001 
.0000 

.''002 

.4767 
.2160 
.3562 
.3577 
.4428 
.4536 

3.0 
1.4 
2.1 
2.7 
3.1 
2.5 

Av.. 

0.18 

4.67 

1.63 

1 

1                     1 

1 

Averages  of  Analyses  of  Previous  Years. 
From  Brook  before  Reservoir  was  Built. 


1887* 

- 

- 

0.48 

'  7.89 

1.44 

.0024 

.0204 

- 

- 

.18 

.0126 

- 

- 

1888 

- 

-     ;o.25 

1  6.63 

1.22 

.0009 

.0183 

- 

- 

.10 

.0081 

.0001 

- 

1889t 

1 

- 

0.14 

!  6.72 

1.02 

.0006 

.0134 

.0092 

.0042 

.11 

.0054 

.0001 1 

t 

- 

From  Reservoir. 


1890t 

- 

- 

1891 

- 

- 

1892 

- 

- 

1893 

1 

- 

0.80  I  6.95 
0.41  '  6.34 
0.3oi  5.67 
0.18  4.67 


1.60  1  .0008 

I 

2.05  '  .0125 
1.86  .0029 
1.63  .0008 


.0244 
.0311 
.0294 
.0251 


.0188.0056 

I     I 
.0253  .0058 

.0247  .0047 

I 
.0183  .0068 


.15  .0120.0000 


.12 


.0185  .0006 


.14  J. 0192  .0001 


.13 


.0063.0001  .3838  2.5 


3.6 
3.1 
2.8 


*  Jane  to  December. 


t  January  to  May. 


X  December. 


NoTS  to  analyses  of  1893 :  Iron,  .0101.  Odor  of  the  first  three  samples,  distinctly  vegetable,  and  of 
the  first,  also  disagreeable;  of  the  last  three  samples,  faintly  vegetable  or  none.  On  heating,  the  odor 
of  all  samples  was  distinctly  vegeuble. The  samples  were  collected  from  the  reservoir. 


No.  34.]     EXAMINATION  OF  WATER  SUPPLI 


Microscopical  Examination  of  Water  from  Whiting  Street  Stan 

Molyoke, 

[Number  of  organisms  per  cable  centimeter.] 


i8oa. 


Jan. 


March. 


May. 


July. 


Day  of  examination,        .... 
Number  of  sample, 

PLANTS. 
Diatomaceee, 

Asterlonella, 

Fragiiarla, 

Bynedra,     ...... 

CyanophycesB,  Chrobcoccus, . 

AiersB> 

Pandorina . 

Pediastrum, 

Protococcus, 

Selenastrum, 

Zoospores 

Fungri*  Crenothrlz,       .... 

ANIMALS. 
Inftisoria, 

Cryptomonas, 

Dlaobryoo,         

Englena 

Monas,        ....... 

Perldlninm, 

Trachelomonas,         .       .  ^    . 
Uroglena, 

Vermes,  Polyarthra,  .      .      .       . 
Miacellaneou^t  Zo'dgloea, 

Total, 


20 
9903 


23 
10146 


24 
10442 


13 
10632 


1 

1 

3 

0 
0 

1 

0 
0 

1 

0 
0 
3 

0 

0 

M 

0 

1,464 

1,422 

0 
0 
0 
0 
0 

0 
0 
0 
0 
1,464 

42 

0 

0 

1,880 

0 

0 

0 

3 

0 
0 
0 


0 
0 
0 
0 
0 


168 

3 

0 

164 

0 

0 

0 

3 

0 

0 

0 

0 

0 

0 

0 

1 

pr. 

0 

0 

0 

0 

3 

0 

0 

0 

0 

0 

0 
0 
0 

1 

0 
0 
0 


52 


169 


1,520 


1,456 


56 


58 
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HOIiYOKE. 

Water  Supply  of  Holyoke. 

The  advice  of  the  State  Board  of  Health  to  the  city  of  Holyoke, 
with  regard  to  an  additional  water  supply,  may  be  found  on  page  19 
of  this  volume.  On  pages  168  and  169  will  be  found  analyses  of 
samples  of  water  collected  from  various  sources  examined  in  connec- 
tion with  the  investigation  for  this  supply. 


Chemical  Examination  of  Water  from  Whiting  Street  Storage  Reservoir, 

Holyoke. 

[Parta  per  100,000.] 


A. 


a 
o 

3 
o 

o 
u 


I  1808. 
9903  Jan.  18 

10146'  Mar.  21 

10442  May  22 

10632  July  10 

11049'  8ept.l9 

11863  Nov.  21 


Av. 


Appbabakce. 


1 

s 


s 

a 

ao 


DistiDCt. 

Slight. 

Slight. 

Slight. 

Decided, 

green. 

V.aUght. 


Slight. 

Slight. 

Slight. 

Slight, 

green. 
Cons. 

Slight. 


0.30 
0.08 
0.20 
0.12 
0.18 
0.20 

0.18 


I 


Residue  on 
Evapora- 
tion. 


3 

o 


5.65 
3.25 
3.95 
5.20 
5.55 
4.40 


4.67 


c 
o 


1.70 
1.25 
1.20 
2.45 
1.70 
1.45 


1.63 


Ammonia. 


Albuminoid. 

• 

•9 
> 

i 

•0 

§ 

1 

1 

a 

fa 

H 

s 

ao 

..0024.0340.0236 
.0000;. 0154  .0114 
.0016.0158.0140 
.0000'. 0212  .0182 


.0000.0426 
.0008'. 0216 


.0008  .0251 


.0244 
.0180 


.0183 


.0104 
.0040 
.0018 
.0030 
.0182 
.0036 


.0068 


e 
•c 

© 
u 


.18 
.13 
.11 
.10 
.15 
.12 


KiTBOOEN    I      -U 


i 


•c 


.13 


.0100 
.0000 
.0000 
.0030 

.0030 
.0220 


.0063 


c 
c 

c 
tfi 

M 
O 


c 
eS 


.0001 1  i.  47  67 
.00001.2160 

.0000 '.3562 

ii 

.0001!  .35n 


3.0 
1.4 
2.1 
2.7 


.0000. 4428,  3.1 


.0002 


.4536 


.0001 


.3888 


2.5 


2.5 


Averages  of  Analyses  of  Previous  Years, 
From  Brook  before  Beservoir  voas  Built. 


1887* 

- 

- 

0.48 

7.89 

1.44 

.0024 

.0204 

- 

- 

.13 

.0126 

- 

- 

1888 

- 

0.25 

6.63 

1.22 

.0009 

.0183 

- 

- 

.10 

.0081 

.0001 

- 

1889t 

- 

- 

0.14 

i  6.72 

1.02 

.0006 

.0134 

.0092 

.0042 

.11 

.0054 

.0001 1 

1 

- 

From  Beservoir. 


1890t 

- 

- 

1891 

- 

- 

1892 

- 

- 

1893 

- 

* 

0.30  I  6.95 

0.41'  6.34 

I 

I 

0.30  5.57 

I 

O.isi  4.67 


1.60  ,  .0008 

2.05  '  .0125 

1.86  .0029 

I 

1.63  {  .0008 


.0244 
.0311 
.0294 
.0251 


.0188  .0056 
.0253.0058 
.0247  .0047 

I 

.0183.0068 


.15  .0120 .0000 


.12 
.14 
.13 


.0185  .0006 
.0192  .0001 
.0063.0001 


.3888 


8.6 
3.1 
2.8 
8.5 


*  June  to  December. 


t  January  to  May. 


t  December. 


Note  to  analyses  of  1893 :  Iron,  .0101.  Odor  of  the  first  three  samples,  distinctly  vegetable,  and  of 
the  first,  also  disagreeable ;  of  the  last  three  samples,  faintly  vegetable  or  none.  On  beating,  the  odor 
of  all  samples  was  distinctly  vegetable. The  samples  were  collected  from  the  reservoir. 
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HOIjTOKE. 

Microscopical  Examination  of  Water  from  Whiting  Street  Storage  Reservoir^ 

Bolyoke, 

[Number  of  organisms  per  cubic  centimeter.] 


1S98. 


Jan. 


March. 


May. 


July. 


Sept. 


Nov. 


Day  of  examination,        .... 
Number  of  sample, 

PLANTS. 
Diatomaceee, 

Asterlonella, 

Fragilaria, 

Bynedra, 

CyanophyceaB,  Chrodcoccue, . 

Algee, 

Pandorina, 

Pediastrum, 

ProtococcuB, 

Belenastrnm, 

Zoospores, 

Fungri*  Crenothrix,       .... 
ANIMALS. 

InftLsoria 

Cryptomonas, 

Dinobryon, 

Buglena, 

Monas,        ....... 

Peridlnium, 

Trachelomonas,         .       .       . 
Uroglena 

Vermes,  Polyarthra,  .       .       .       . 
MUcellamoiMt  Zo'dglcea, 

TOTAI^ 


20 
9003 


23 
10146 


24 
10442 


13 
10882 


20 
11049 


22 
11368 


1 

1 

3 

0 

782 

0 
0 

1 

0 
0 

1 

0 
0 
3 

0 
0 
0 

720 

62 

0 

0 

0 

M 

0 

0 

0 

1,464 

1,422 

0 

196 

0 
0 
0 
0 
0 

0 
0 
0 
0 
1,464 

42 

0 

0 

1,380 

0 

0 
0 
0 
0 
0 

0 
4 
102 
0 
0 

0 

0 

3 

1 

0 

8 
0 
1 


0 
0 
2 
0 
0 


168 

3 

0 

1 

62 

IM 

0 

0 

0 

0 

0 

3 

0 

0 

0 

0 

0 

0 

0 

5 

0 

0 

0 

1 

0 

1 

pr. 

0 

0 

5 

0 

0 

0 

0 

62 

3 

0 

0 

0 

0 

0 

0 

0 

0 

1 

0 
0 
0 
0 

4 
0 
0 


52 


3 


56 


3 


160 


1.520 


1,465 


68 


1,044 


10 
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HOIiTOKE. 

Water  Supply  of  Holyoke. 

The  advice  of  the  State  Board  of  Health  to  the  city  of  Holyoke, 
with  regard  to  an  additional  water  supply,  may  be  found  on  page  19 
of  this  volume.  On  pages  168  and  169  will  be  found  analyses  of 
samples  of  water  collected  from  various  sources  examined  in  connec- 
tion with  the  investigation  for  this  supply. 


Chemical  Examination  of  Water  from  Whiting  Street  Storage  Reservoir, 

Holyoke. 

[Parta  per  100,000.] 


a 
o 

3 
o 

o 
u 


1898. I 
0903  Jan.  18 

10146'  Mar.  21 ' 

10442  May  22 

10682  July  10 


11049 


8ept.l9 


11363  Nov.  21 


Av. 


Appeabakce. 


tf 

€ 


c 
« 

a 

1 

GO 


Distinct. 

Slight. 

Slight. 

SUght. 

Decided, 

green. 

v.  slight. 


Slight. 

Slight. 

Slight. 

Slight, 

green. 
Cons. 

Slight. 


0.30 
0.08 
0.20 
0.12 
0.18 
0.20 


0.18 


'  Residue  ox 
;    Evapora- 
tion. 


o 


5.65 
3.25 
3.95 
5.20 
5.55 
4.40 


4.67 


e 
o 

Za 

m 


1.70 
1.25 
1.20 
2.45 
1.70 
1.45 


1.63 


Ahmonia. 


Albuminoid. 

• 

ft* 
>• 

i 

i 

1 

1 

m 

si 

fa 

H 

a 

» 

.0024  .0340  .0236 
.0000.0154  .0114 
.001 61. 0158  .0140 
.OOOoL 0212  .0182 


.0000.0426 
.0008'. 0216 


.0008'. 0251 


.0244 
.0180 


.0183 


.0104 
.0040 
.0018 
.0030 
.0182 
.0036 


.0068 


c 

i 


.18 
.13 
.11 
.10 
.16 
.12 


.18 


NiTROOESr 
A6 


I 


S 


.0100 
.0000 
.0000 
.0030 
.0030 
.0220 


.0063 


• 

•3 

«> 

s 

s 

• 

c 

c 

^ 

■ 

• 

c 

« 

« 

c 

•E 

H 

c9 

O 

— 

.0001|i.4767  3.0 
.0000  .2160  1.4 


.0000  .3562 


.0001 
.0000 
.0002 


.8577 
.4428 
.4536 


2.1 
2.7 
3.1 
2.5 


.0001 


.3838  2.5 


Averages  of  Analyses  of  Previous  Years, 
From  Brook  before  Reservoir  was  Built, 


1887* 

- 

- 

0.48 

1 

7.89 

1.44 

.0024 

.0204 

- 

- 

.18 

.0126 

- 

- 

1888 

- 

- 

0.25 

6.63 

1.22 

.0009 

.0183 

- 

- 

.10 

.0081 

.0001 

- 

1889t 

- 

- 

0.14 

6.72 

1.02 

.0006 

.0134 

.0092 

.0042 

.11 

.0054 

.0001, 

- 

From  Reservoir. 


1890t 

- 

- 

1891 

- 

- 

1892 

- 

- 

1893 

- 

- 

0.30  6.95 

0.41  6.34 

0.8o!  5.67 

0.18,  4.67 


1.60  ,  .0008 
2.05  I  .0125 
1.86  .0029 
1.63  .0008 


.0244 
.0311 
.0294 
.0251 


.0188  .0056 

I 
.0253  .0058 

I 

.02471.0047 
.0183.0068 


.16  ,  .0120  .0000 


.12 
.14 
.13  : 


.0186  .0006 
.0192  .0001 
.0063.0001  I.3S38 


3.6 
3.1 
2.8 
2.5 


*  Jane  to  December. 


t  January  to  May. 


1  December. 


Note  to  analyses  of  1893:  Iron,  .0101.  Odor  of  the  first  three  samples,  distinctly  vegetable,  and  of 
the  first,  also  disagreeable;  of  the  last  three  samples,  faintly  vegetable  or  none.  On  heating,  the  odor 
of  all  samples  was  distinctly  vegetable.  —  The  samples  were  collected  from  the  reservoir. 
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165 


HOIiTOKE. 

Microscopical  ExamincUion  of  Wetter  from  Whiting  Street  Storage  Reservoir, 

Eolyoke, 

[Number  of  organisms  per  cubic  centimeter.] 


1898. 


Jan. 


March. 


May. 


July. 


Sept. 


Day  of  examination,        .       .       .        . 
Number  of  sample 

PLANTS. 
Diatomaceee, 

Asterionella, 

Fragilaria, 

Synedra, 

CyanophyceaB,  Chrobcoccus, . 

AlersB, 

Pandorina, 

Pediastrum, 

Protococcus, 

Selenastrum, 

Zoospores, 

Fungri*  Crenothriz,       .       .       .       . 

ANIMALS. 
Infusoria, 

Cryptomonas, 

Diaobryoo,         

Euglena 

Monas,        ....... 

Perldinium, 

Trachelomonas,         .       .       . 
Uroglena, 

Vermes,  Polyarthra,   .       .       .       . 
Jiiseellaneoust  Zo'dglcea, 

TOTAI*, 


20 
0903 


23 
10146 


24 
10442 


1 

1 

0 
0 

1 

0 
0 

1 

0 

0 

0 

1,464 

0 
0 
0 
0 
0 

0 
0 
0 
0 
1,464 

0 

0 

8 

0 
0 
3 


24 


1,422 

42 

0 

0 

1,380 

0 


3 


13 
10682 


0 
0 
0 


0 
0 
0 
0 
0 


20 
11049 


782 

720 

62 

0 


196 

0 
4 

192 
0 
0 


168 

3 

0 

1 

62 

164 

0 

0 

0 

0 

0 

3 

0 

0 

0 

0 

0 

0 

0 

5 

0 

0 

0 

1 

0 

1 

pr. 

0 

0 

5 

0 

0 

0 

0 

62 

3 

0 

0 

0 

0 

0 

0 

0 

0 

1 

Nov. 


22 
11368 


8 
0 
1 


0 
0 
2 
0 
0 


0 
0 
0 
0 
4 
0 
0 


52 


160 


1,520 


1,455 


56 


58 


3 


1,044 


10 


164 
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HOIiYOKE. 

Water  Supply  of  Holyoke. 

The  advice  of  the  State  Board  of  Health  to  the  city  of  Holyoke, 
with  regard  to  an  additional  water  supply,  may  be  found  on  page  19 
of  this  volume.  On  pages  168  and  169  will  be  found  analyses  of 
samples  of  water  collected  from  various  sources  examined  in  connec- 
tion with  the  investigation  for  this  supply. 


Chemical  Examination  of  Water  from  Whiting  Street  Storage  Beservoir, 

Holyoke. 

[Parts  per  100,000.] 


« 


a 
o 
3 
o 
«* 

o 


2 


I  1898. 
9903  Jan.  18 

101461  Mar.  21 

I 
104421  May  22 

10682  July  10 


11049 


Sept.l0 


11363  Nov.  21 


Av. 


Appbarance. 


s 


« 

a 
1 

00 


Distinct. 

SUght. 

Slight. 

Slight. 

Decided, 

green. 

V.  slight. 


Slight. 

Slight. 

Slight. 

Slight, 

green. 
Cons. 

Slight. 


u 
o 

6 


0.30 
0.08 
0.20 
0.12 
0.18 
0.20 


0.18 


Residue  on 
Evapora- 
tion. 


2 

o 


5.66 
3.25 
3.95 
5.20 
5.55 
4.40 


4.67 


s 
o 


\SS 


1.70 
1.25 
1.20 
2.45 
1.70 
1.45 


1.63 


Ammonia. 


Albuminoid. 

• 

•a 
► 

i 

•o 

i 

«« 
3 

s 

il 

b 

H 

s 

so 

.0024  .0340 


.0236 
.0114 


.0000.0154 

.0016.0158.0140 

.0000.0212.0182 


.0000.0426 
.OOO8L02I6 


.0008  .0251 


.0244 
.0180 


.0183 


.0104 
.0040 
.0018 
.0030 
.0182 
.0036 


c 
o 


.18 
.13 
.11 
.10 
.15 
.12 


.0068 


.13 


Nitrogen 

AS 


2: 


5   , 

5 


.0100 
.0000 
.0000 

.0030 
.0030 
.0220 


.0063 


•3 

8 

3 

m 
C 

t         5 


ts 

K 

o 


e 

03 


.0001   .4767 


I 


.0000 


I 


.2160 
.3562 
.3577 


3.0 


1.4 
2.1 
2.7 


.0000 

.0001 

.OOOo!!.4428  3.1 

'! 
.0002, .4536  2.5 


.0001  .3838  2.5 


Averages  of  Analyses  of  Previous  Years. 
From  Brook  before  Beservoir  was  Built. 


1887* 

- 

- 

0.48 

1 

7.89 

1.44 

.0024 

.0204 

- 

- 

.18 

.0126 

- 

- 

1888 

- 

- 

0.25 

6.63 

1.22 

.0009 

.0183 

- 

- 

.10 

.0081 

.0001 

- 

1889t 

1 

- 

- 

0.14 

6.72 

1.02 

.0006  .0134 

.0092 

.0042 

.11 

.0054 

.0001 

1 

- 

From  Beservoir. 


1890t 

- 

- 

1891 

- 

- 

1892 

- 

- 

1893 

1 

m 

0.30  6.95 
0.41  I  6.34 
0.30  1  5.57 
0.18  4.67 


1.60 
2.05 


.0008 
.0125 


1.86  .0020 

I 

1.63  !  .0008 


.0244 
.0311 
.0294 
.0251 


.0188  .0056 

I     I 
.0253  .0058 

.0247  .0047 

.0183.0068 


.15 
.12 
.14 
.13 


.0120  .0000 
.0185  .0006 
.0192  .0001 
.0063.0001 


3.0 
3.1 
2.8 
.38381  2.5 


*  Jane  to  December. 


t  January  to  May. 


t  December. 


Note  to  analyses  of  1893 :  Iron,  .0101.  Odor  of  the  first  three  samples,  distinctly  vegetable,  and  of 
the  first,  also  disagreeable;  of  the  last  three  samples,  faintly  vegetable  or  none.  On  heating,  the  odor 
of  all  samples  was  distinctly  vegetable. The  samples  were  collected  from  the  reservoir. 
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HOIiYOKE. 

Microscopical  Examination  of  Water  from  Whiting  Street  Storage  Reservoir, 

Holyoke, 

[Number  of  organisms  per  cubic  centimeter.] 


Day  of  examination, 

Number  of  sample 

PLANTS. 
Diatoznacees,     .      .      .      . 

Asterionella,      .        .        .        . 

Fragllarla 

Synedra, 

CyanophyceeB,  Chrodcoccus, . 

Aiir8B> 

Pandorina, ..... 

Pediastrum 

Protococcus 

Belenastrum,      .        .        .       . 
Zoospores,  ..... 

Fungrit  Crenothriz, 

ANIMALS. 
Infusoria, 

Cryptomonas,    .... 
Dinobryon,         .... 

Englena 

Monas,        ...... 

Perldlnium 

Trachelomonas,         .       .  ^    . 
Uroglena, 

Vermes,  Polyarthra,   . 
Mi9cellaneou8i  Zo'dglcea, 

Total 


1S98. 


Jan. 


March. 


May. 


July. 


20 
9903 


23 
10146 


24 
10442 


13 
10682 


Sept. 


20 
11040 


1 

1 

8 

0 

782 

0 
0 

1 

0 
0 

1 

0 
0 
8 

0 
0 
0 

720 

62 

0 

0 

0 

S4 

0 

0 

0 

1,464 

1,422 

0 

196 

0 
0 
0 
0 
0 

0 
0 
0 
0 
1,464 

42 

0 

0 

1,880 

0 

0 
0 
0 
0 
0 

0 
4 
192 
0 
0 

0 

0 

8 

1 

0 

Nov. 


22 
11863 


8 
0 
1 


0 
0 
2 
0 
0 


168 

3 

0 

1 

62 

164 

0 

0 

0 

0 

0 

3 

0 

0 

0 

0 

0 

0 

0 

5 

0 

0 

0 

1 

0 

1 

pr. 

0 

0 

5 

0 

0 

0 

0 

52 

8 

0 

0 

0 

0 

0 

0 

0 

0 

1 

52 


8 


169 


1,520 


1,455 


56 


58 


8 


1,044 


0 
0 
0 
0 
4 
0 
0 


10 
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HOIiYOKE. 

Water  Supply  of  Holyoke. 

The  advice  of  the  State  Board  of  Health  to  the  city  of  Holyoke, 
with  regard  to  an  additional  water  supply,  may  be  found  on  page  19 
of  this  volume.  On  pages  168  and  169  will  be  found  analyses  of 
samples  of  water  collected  from  various  sources  examined  in  connec- 
tion with  the  investigation  for  this  supply. 


Chemical  Examinalion  of  Water  from  Whiting  Street  Storage  Beservoir, 

Holyoke. 

[Parts  per  100,000.] 


• 

a 

o 

3 

o 

«* 

o 

o 

I 

Z 

0 

as 

^ 

a 

I  1898. 
9903  Jan.  18 

10146  Mar.  21 

I 

10442|  May  22 
10682  July  10 


11049 


Sept  .19 


11363,  Nov.  21 


Av. 


Appkabance. 


1 


a 


I  Distinct. 

Slight. 

Slight. 

Slight. 

Decided, 

green. 

v.  slight. 


SUght. 

Slight. 

Slight. 

Slight, 

green. 
Cons. 

Slight. 


0.30 
0.08 
0.20 
0.12 
0.18 
0.20 


0.18 


Kbsidue  on 
Evapora- 
tion. 


o 


5.66 
3.25 
3.95 
5.20 
5.55 
4.40 


4.67 


s 
o 

2S 


1.70 
1.25 
1.20 
2.45 
1.70 
1.45 


1.63 


Ammonia. 


Albuminoid. 

• 

Ived. 

i 

•o 

I 

S 

• 

a 

h 

H 

d 

ao 

.0024  .0340  .0236 
.0000|.0154  .0114 
.001 6*. 0158  .0140 
.OOOo'.0212.0182 
.0000.0426.0244 
.0008  .0216  .0180 


.0008  .0251 


.0183 


.0104 
.0040 
.0018 
.0030 
.0182 
.0036 


« 
c 

o 


KiTROOEN 
AS 


S 

K 


S 
H 


.0068 


.18 
.13 
.11 
.10 
.15 
.12 

.18 


.0100 
.0000 
.0000 
.0030 
.0030 
.0220 


•3 

8 

3 

m 
S 

t      s 

Qi        e 

W  I  'a 
K  •  C 

K  I  « 

o   = 


.0001  '.4767 
.0000  .2160' 
.OOOol  .3562 


.0001 


.8577 


3.0 
1.4 
2.1 
2.7 


.0000  .4428  3.1 
.0002  .4536  2.6 


,1- 


.0001  .3838,  2.6 


Averages  of  Analyses  of  Previous  Years. 
From  Brook  before  Beservoir  was  BuiU. 


1887* 

- 

- 

0.48 

7.89 

1.44 

.0024 

.0204 

- 

- 

.18 

.0126 

- 

- 

1888 

- 

- 

0.25 

6.63 

1.22 

.0009 

.0183 

- 

- 

.10 

.0081 

.0001 

- 

1889t 

1 

- 

- 

0.14 

*  6.72 

1.02 

.0006 

.0134 

.0092 

.0042 

.11 

.0054 

.0001 i 

1 

- 

From  Beservoir. 


1890t 

- 

- 

1891 

i 

- 

1892 

i 

- 

1893 

1 

i 

- 

0.30  6.95 

0.41  6.34 

0.30  5.57 

0.18  4.67 


1.60  .0008 
2.05  \  .0125 
1.86  .0029 
1.63  .0008 


.0244 
.0311 


.0188  .0066 
.0253.0068 


.0294  .0247  .0047 


.0261 


.0183  .0068 


.15     .0120 .0000 

.12    1.0186.0006 

I 
.14     .0192  .0001 


.18 


I 
.0063.0001 


-    I  3.6 
3.1 


.3838 


2.8 
2.6 


*  June  to  December. 


t  January  to  May. 


X  December. 


NoTS  to  analyses  of  1893 :  Iron,  .0101.  Odor  of  the  first  three  samples,  distinctly  vegetable,  and  of 
the  first,  also  disagreeable ;  of  the  last  three  samples,  faintly  vegetable  or  none.  On  heating,  the  odor 
of  all  samples  was  distinctly  vegetable. The  samples  were  collected  from  the  reservoir. 
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HOLTOKE. 

Microscopical  Examination  of  Water  from  Whiting  Street  Storage  Reservoir^ 

Holyoke, 

[Namber  of  organisma  per  cubic  centimeter.] 


1S98. 


Jan. 


March. 


May. 


July. 


Sept. 


Nov. 


Day  of  examination,        .       • 
Nnmber  of  sample,  .... 

PLANTS. 
Diatoznacees 

Asterionella,      .        .        .       . 

Fragllaria, 

Synedra 

Cyanophyceee,  Chro&ooccnB, . 

Aigr®! 

Pandorina, 

Pediastmm 

Protoooccufl,  .  .  .  . 
Belenastmm,  .... 
Zoospores, 

Fungrif  Crenothrix, 

ANIMALS. 
Infusoria, 

Cryptomonas,  .... 
Dlnobryoo,         .... 

Eaglena, 

Monas,        ...... 

Perldininm 

Trachelomonas,  .  .  . 
Urogiena, 

Vermes,  Polyarthra,   . 
Mi9cellaneou9t  ZoiSglcea, 

Total, 


20 
M03 


23 
10146 


24 
10442 


13 
10682 


20 
11040 


22 
11363 


1 

1 

8 

0 

782 

0 
0 

1 

0 
0 

1 

0 
0 
8 

0 
0 
0 

720 

62 

0 

0 

0 

S4 

0 

0 

0 

1,464 

1,422 

0 

196 

0 
0 
0 
0 
0 

0 
0 
0 
0 
1.464 

42 

0 

0 

1,880 

0 

0 
0 
0 
0 
0 

0 
4 

192 
0 
0 

0 

0 

8 

1 

0 

8 
0 
1 


0 
0 
2 
0 
0 


168 

3 

0 

1 

62 

164 

0 

0 

0 

0 

0 

3 

0 

0 

0 

0 

0 

0 

0 

5 

0 

0 

0 

1 

0 

1 

pr. 

0 

0 

5 

0 

0 

0 

0 

52 

3 

0 

0 

0 

0 

0 

0 

0 

0 

1 

0 
0 
0 
0 
4 
0 
0 


52 


8 


56 


8 


169 


1,520 


1,455 


58 


1,044 


10 


184 
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liAWRENCE. 

Microscopical  EzamitMtion  of  Water  from  the  Force  Main  at  the  Pumping  Station 

of  the  Lawrence  Water  Works. 

[Number  of  organisms  per  cubic  centimeter.] 


1S98. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

June. 

July. 

Ang. 

Sept. 

Oct     Not. 

Dec 

Day  of  examination, 
Number  of  sample, . 

20 
9894 

16 
10020 

17 
10126 

20 
10273 

18 
10412 

22 
10544 

21 
10680 

24 
10879 

22 
11064 

21 

11222 

28 
11872 

22 
llft2» 

PLANTS. 
Dlatomacees,    . 

Asterionella,     . 
Cyclotella, 
Dlatoma,    . 
Epithemia, 
Fragllarla, . 
Melosira,    . 
Meridion,   . 
Navicnla,   . 
Pinnularla, 
Synedra,     . 
Tabellarla, 

A.lgBB,       .... 

Chlorocoocns,    . 
Protococoos,      .       . 

P*un£rii  Crenotbrix, 

2 

2 
0 
0 
0 
0 
0 
0 
0 
0 
0 
0 

0 

0 
0 

0 

24 

0 
4 
1 
0 
0 
8 
0 
2 
0 
7 
2 

0 

0 
0 

1 

80 

0 
0 
1 
0 
4 
8 
1 
2 
4 
8 
2 

0 

0 
0 

0 

34 

0 
1 
0 
5 
0 
0 
0 
4 
1 
20 
8 

0 

0 
0 

0 

103 

4 
0 
0 
6 
2 

36 
4 

13 
0 

85 
4 

0 

0 
0 

7 

173 

3 
1 
0 
0 
0 
4 
1 
0 
0 
100 
4 

14 

0 
14 

44 

226 

2 

0 
4 
0 

27 
0 
0 
0 
1 

88 
104 

0 

0 
0 

7 

128 

0 
3 
0 
0 
11 
0 
0 
0 
1 

64 
44 

12 

12 
0 

20 

5 

0 
0 
0 
0 
0 
0 
0 
0 
0 
2 
3 

0 

0 
0 

0 

11 

0 
0 
0 
0 
2 
0 
0 
0 
2 
2 
5 

0 

0 
0 

2 

0 

0 

0 
0 
0 
0 
0 
0 
0 
0 
0 
0 

0 

0 
0 

5 

0 

a 

0 
0 
0 
0 
0 
0 
0 
0 
0 
0 

0 

0 
0 

0 

ANIMALS. 
Rhlzopoda,  Arcella,  . 

Inftisoria,   . 

Dinobryon  oases, 

Monas, 

Synura, 

0 

2 
0 
0 

0 

2 

2 
0 
0 

0 

0 

0 
0 
0 

0 

0 

0 
0 
0 

0 

1 
0 

1 

0 

1 

1 

0 
1 
0 

1 

5 

0 
3 
2 

0 

7 

6 

1 
0 

0 

1 

0 

1 

0 

0 

0 

0 
0 
0 

0 

0 

0 
0 
0 

0 

0 

0 
0 
0 

MiacellaneouSt  2k><5gloBa, 

244 

100 

576 

28 

0 

1 

2 

316 

860 

600 

1 

3         4 

0 

Total, 

248 

127 

606 

62 

111 

285 

555 

522 

606 

16 

9          0 
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LAWRENCE, 

Chemical  Examination  oj  Walcr  from  the  Distributing  Reservoir  of  the  Lawrence 

Water  Works. 

[Parts  per  100,000.] 


S 


a 
o 

Z 

"3 


5 


9805 
10021 
10127 
10274 
10411 
10545 
10681 
10880 


1808. 

Jan.  18 

Feb.  15 
Mar.  15 
Apr.  10 


Appsabakck. 


2 


«2 

a 

a 


3 

o 


Distinct. 

SUeht, 

clayey. 
Sllffht. 

clayey. 
V.  sUght. 


May  17  I  Slight. 


Jane 21 
July  10 
Aug.  23 
11065  Sept 20 
11224  Oct.  17 


11378 


Nov.  22 


11630'  Deo.  20 


Av. 


V.sUght. 

V.  slight. 

V.  slight. 

Slight. 

Slight. 

V.sUght. 

Slight. 


Slight. 

Slight. 

earthy. 
Slight, 

earthy. 
Slight. 

Slight. 

Slight. 

V.  slight. 

Slight. 

Slight. 

Slight. 

Nona. 

SUght. 


0.45 

I 

0.32  i 

0.40 

0.40 

0.43 

0.30 

0.10 

0.18 

0.35 

0.15 

0.30 

0.30 


Rbsiduk  om 
Evapora- 
tion. 


2 

o 


o 


AMMOiriA. 


Albaminoid. 

• 

i 

> 

i 

s 

1 

o 
m 
m 

si 

&^ 

H 

Q 

CO 

0.31 


4.45 
4.15 
4.05 
2.85 
2.40 
3.40 
3.75 
4.50 
4.05 


1.80 
1.60 
1.20 
1.20 
0.80 
1.35 
1.75 
1.60 
1.80 


.0058 


.0166 


.0008  .0198 
..0070.0150 
1.0020.0120 

1.0014  .0150 

I 
1.0028.0172 


.0138  .0028 
.0174.0024 

.01-_'4  .0020 


.0098 


.0022 


5.70     1.45 
5.05     1.20 


5.00 


1.80 


1.0094 

11 
1.0132 

.0118 

.0000 

|.0012 

.0026 


.0150 
.0170 
.0158 
.0120 
.0094 
.0094 


■|, 


4.19  1.42  '  .0048 


.0110  .0040 
.0128  .0044 
.0134.0016 


.0124 
.0140 
.0080 
,0078 
,0080 


.0145 


.0117 


s 
e 


.0046 
.0018 
.0040 
.0016 
.0014 

.0028 


.28 
.28 
.25 
.11 
.12 
.18 
.23 
.28 
.26 
.26 
.26 
.23 


NiTHOOKK 
AS 


S 

s 


I 

55 


.0070 
.0150 
.0150 
.0050 
.0180 
.0070 


« 
S 

D 
m 
a 

6 

o 

S. 
►» 

H 

o 


m 
m 
o 
S 

•2 

i3 


.0002  .5548 
.0001 '.4635 
.0000:. 4869 


.0001 
.0001 
.0002 


.23 


.0050.0002 
.0070' .0001 

.0150  .0001 

I 
.0220  .0000 

I 

.0180  .0005 

I 

.0200.0002 


.012S  .0010 


.4284 
.4562 
.4029 
.2886 
.3476 
.4223 
.2242 
.5040 
.6022 


.4231 


1.8 
1.6 
1.8 
0.6 
0.8 
0.9 
1.1 
1.4 
2.7 
2.1 
2.8 
2.2 

1.6 


Averages  of  Analyses  of  Previous  Years. 


1887* 

- 

- 

0.36 

4.10 

1.00 

.0028 

.0162 

1888 

- 

- 

0.27 

3.81 

1.19 

.0032 

.0140 

1889 

- 

- 

0,25 

3.18 

0.93 

.0030 

.0150 

1890 

- 

- 

0.27 

3.64 

1.09 

.0032 

.0134 

1891 

- 

- 

0.24 

8.75 

1.22 

.0032 

.0132 

1892 

- 

- 

0.36 

3.97 

1.59 

.0037 

.0158 

1893 

- 

- 

0.31 

4.19 

1.42  I 

1 

.0048 

.0145 

.0180  .0020 
.0108.0026' 


.0106 


.0026, 


.0132;.  0026 
.01171.0028 


.19 
.19 
.18 
.17 
.18 
.19 
.23 


.0151 
.0167 


.0002 


.0127.0003 

.0150.0002 

.0184.0002 

.0138.0001 

I 
.0128,.  0010 


.4231 


1.6 
1.2 
1.8 
1.6 


*  June  to  December. 


NoTS  to  analyses  of  1893;  Iron,  .0117.  Odor,  generally  distinctly  vegetable,  frequently  monldy. 
•i— ^The  samples  were  coUected  from  a  fancet  at  the  gate-house  and  represent  water  flowing  ont  of  the 
reservoir.  After  September  20,  the  reservoir  was  suppUed  with  filtered  water,  and  the  mouldy  odor 
was  not  noticed  after  that  date. 
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liAWREXCB. 

Microscopical  Examination  of  Water  from  the  Distributing  Beservoir  of  the 

Lawrence  Water  Works. 

[Number  of  organiBmB  per  cubic  centimeter.] 


1898. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

June. 

July. 

Aug. 

Sept 

Oct 

Nov. 

Dec 

Day  of  examination, 

20 

16 

17 

20 

18 

22 

21 

25 

21 

21 

23 

22 

Number  of  sample, 

9896 

10021 

10127 

10274 

10411 

10546 

10681 

10880 

11065 

11224 

11373 

11630 

PLANTS. 

Diatomacess, 

19 

8 

0 

52 

62 

8 

4 

2 

9 

8 

8 

1 

Asterionella,     . 
Meloslra,    . 
Meridion,  . 
Navicula,    . 
Synedra,    . 
Tabeiiaria, 

0 
0 
1 
3 
3 
12 

0 
2 
0 
1 
0 
0 

0 
0 
0 
0 
0 
0 

6 
0 
1 
2 
44 
0 

3 
13 

4 

3 
36 

3 

0 
0 
0 
0 
8 
0 

0 
0 
0 
0 
0 
4 

0 
0 
0 
0 
0 
2 

0 
0 
0 
0 
7 
2 

0 
0 
0 
0 
5 
3 

0 
8 

0 
0 
0 
0 
0 

1 

AlgtB,     .... 

0 

1 

0 

8 

9 

32 

128 

86 

184 

pr. 

8 

0 

ChlorococcuB,    . 
Closterium, 
Protocoocus, 
Zoospores, 

0 
0 
0 
0 

0 
0 
0 

1 

0 
0 
0 
0 

0 
0 
0 
3 

0 

1 
0 
8 

0 

7 
24 

1 

0 

0 

128 

0 

5 

1 

80 

0 

5 

1 

128 

0 

0 
0 

0 

1 

2 
0 

0 
0 
0 
0 

Funcrl*  Crenotbriz, 

0 

0 

0 

0 

8 

0 

8 

1 

4 

pr. 

1 

0 

ANIlifALS. 

Infusorial   . 

1 

0 

2 

0 

0 

0 

0 

2 

0 

2 

0 

0 

Monas, 

Peridlnium, 

Trachelomonas, 

1 
0 
0 

0 
0 
0 

0 
2 

0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
2 

0 
0 
0 

2 
0 
0 

0 
0 
0 

0 
0 
0 

Mitcellaneoui,  Zo'dglosa, 

156 

36 

146 

14 

60 

8 

28 

56 

108 
266 

80 

0 

7 

Total, 

176 

40 

160 

69 

134 

43 

163 

147 

90 

12 

8 

Volume  of  Water  flowing  in  the  Merrimack  River  at  Lawrence  on  the  Dates  when 

Samples  of  Water  were  collected  for  Analysis, 


tolumb  flowing  in  the 

Mbrbimack  Rivkr  in 
Cubic  Fkbt  pkb  Second. 

Date. 

VOLCMB  FLOWINO  IK  THE 

Mesrimack  Rives  m 
Cubic  Feet  per  Second. 

Date. 

Rate  of 

Flow  during 

Eleven 

Hours  of  the 

Day. 

Rate  of 
Flow  during 
the  Whole 
Twenty- 
four  Hours. 

Rate  of 
Flow  during 

Eleven 

Hours  of  the 

Day. 

Rata  of 
Flow  during 
the  Whole 
Twenty- 
four  Hours. 

1893. 

Jan.  18,     .... 

4,580 

•  2,770 

189S-Con. 
July  19 

8,280 

2,280 

Feb.  15 

7,200 

7,660 

Aug.  23 

4,100 

3,882 

Mar.  15,     .       .        .       . 

18,770 

22,160 

Sept.  21,  . 

3.920 

3,000 

AprillO,   .... 

18,190 

17,400 

Oct.  28,    .... 

4,850 

8,960 

May  17,     .       .       .        . 

22,600 

21,900 

Nov.  22,  .... 

3,230 

2,280 

June  21,    .... 

4,780 

8,900 

Dec.  20 

7,790 

6,970 
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Water  Supply  of  Leicester. 


liEICESTEB. 


Chemical  Examination  of  Waierfrom  the  Wells  of  the  Leicester  Water  Supply 

District, 

[ParU  per  100,000.] 


Date  of 

Collection. 

Appkasaxck. 

Resldae  on 
Evaporation. 

Ammonia. 

Chlorine. 

NiTBOQKN 
AS 

Oxygen 

Contumed. 

• 

s 

f 

• 

a 

s 

a? 

Turbidity. 

• 

1 

i 

• 

I 

Albn- 
minoid. 

1 

• 

s 
s 

• 

£ 

IS98. 

i 

10038    Feb.    21     Decided. 

V.sUght. 

0.50; 

5.10 

.0000    .0062 

.19 

.0070 

.0007 

.2347 

2.6 

.1175 

10276 

Apr.  19 

clayey. 
Diatlnct, 

None. 

1 

0.50; 

5.00 

.0006  ;.0038 

.14 

.0100 

.0003 

.1971 

1.6 

.0570 

10540 

Jane  20 

clayey. 
V.  alight. 

Slight. 

1 
0.18 

4.20 

.0000 

.0024  , 

.19 

.0500 

.0005 

.1239 

1.5 

.0200 

10898 

Aug.  28 

None. 

None. 

0.00 

6.50 

.0006 

.0008 

.21 

.1000 

.0000 

.1011 

2.2 

.0060 

11250 

Oct.    24 

V.  slight. 

None. 

0.26 

6.00 

.0000 

.0018 

.10 

.0550 

.0000 

.1444 

2.2 

.asso 

11527    Deo.   20 

None. 

None. 

0.25 
0.28 

5.70 

.0000 

1 

.0044 

.21 

1 

.0730 

.0000 

.1579 

2.2 

2.1 

.0185 

Av 

5.25 

|.0002 

.0032 

.10 

.0492 

.0003 

1 

.1598 

.0420 

Odor,  of  No.  10275,  faintly  musty,  becoming  stronger  on  heating;  of  No.  11527,  faintly  vegetable;  of 

the  remaining  samples,  none. The  first  two  samples  were  collected  from  a  faucet  supplied  tlirough 

1,800  feet  of  two-inch  wrought-iron  pipe,  leading  from  the  end  of  a  six-inch  main ;  the  remaining  sam<- 
ples,  from  faucets  in  the  village. 


Microscopical  Examination  of  Water  from  the  Wells  of  the  Leicester  Water  Supply 

District. 

[Number  of  organisms  per  cubic  centimeter.] 


1898. 

Feb. 

Apr. 

June. 

Aug. 

Oct. 

Dec. 

Day  of  examination 

28 

20 

22 

29 

25 

22 

Number  of  sample 

10039 

10275 

10540 

10898 

11250 

11627 

PLANTS. 

DiatomaceeB, 

2 

3 

0 

2 

157 

24 

Asterionella, 

Cyclotella 

Synedra, 

TabeUaria, 

1 
0 

1 

0 

2 
0 
1 
0 

0 
0 
0 
0 

0 
0 
0 

2 

76 
7 

74 
0 

1 

0 

21 

2 

Algr^Bt  Protococcus,      .... 

0 

0 

0 

0 

86 

0 

Funsrlf  Fungus, 

0 

0 

12 

0 

0 

0 

ANIlifALS. 

Inf^isoria,  Peridinium,     . 

0 

0 

0 

0 

1 

1 

Mi9cellaneou9t  Zodgloea, 

32 

4 

14 

8 

0 

1 

Total, 

34 

7 

26 

5 

194 

26 
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UBOMINSTEB. 


Water  Supply  of  Leominster. 


Chemical  Examination  of  Water  from  Haynes  Reservoir^  Leominster, 

[Parts  per  100,000.] 


a 
o 
■*^ 
o 
w 

i 

O 

o 

a 


9909 
10144 
10424 
10671 
11064 
11351 


Av. 


1898. 

Jan.  21 

Mar.  20 
lifay22 
July  17 
Sept.l9 
Nov.20 


Appkakavce. 


a 
« 

a 

o 

CO 


Slight. 

Slight. 

Distinct. 

DIstiDct. 

Decided. 

Distinct. 


Slight. 

Ck>ns. 

Cons. 

Cons., 

green. 
Cons., 

green. 
Cons. 


Rksidce  on 
Evapora- 
tion. 


a 


0.65 
0.45 
0.40 
0.15 
0.20 
0.18 


0.32 


1 


B 
O 


t» 


4.40 
2.80 
1.85 
2.60 
2.85 
3.40 


2.98 


2.45 
1.20 
1.05  j 
1.65 
1.70  I 
2.25 


1.72 


Ammonia. 


Albuminoid. 

i> 

V 

• 

> 

^ 

i 

tf 

o 

1  a 

g 

^ 

3 

ss. 

&H 

H 

Q 

00 

.0114 
.0184 
.0004 


.0462 
.0230 
.0304 


.0000.0428 
.0000.0776 
.0000.0572 


.0050 


.0462 


.0352 
.0180 
.0154 
.0248 
.0268 


.0110 
.0050 
.0150 
.0180 
.0508 


.0204  .0308 


.0244 


.0218 


a 

i 


.20 
.17 
.10 
.12 
.14 
.13 

.14 


NiTBOOBN 

m 

AS 

4> 

§ 

•0 

j 

a 

o 

• 

u 

5 

5 

a 

9> 

fi 

•c 

S 

X 

^ 

T. 

o 

.0080.0002 
.0050.0000 
.0080  .OOOo! 
.0000.00001 


I 

« 


.0030 
.0030 


.OOOOi 
.0001' 


.0993 
.3528 
.4575 
.5148 
.4887 
.5376 


.0028.0001, 


.5001 


1.1 
0.6 
0.0 
0.0 
0.3 
0.2 


0.4 


Averages  of  Analyses  of  Previous  Years, 


- 

1887* 

1 
1 

- 

1 
0.58 

3.61 

2.00 

.0040 

.0647 

- 

- 

1 
.18 

.0084 

-     1 

- 

- 

- 

1888 

- 

- 

0.36 

2.80 

1.42 

.0023 

.0352 

- 

- 

.12 

1 .0075 

.0001 

- 

- 

- 

1889 

- 

- 

0.27 

1 

2.35 

0.94 

.0010 

.0426 

.0254 

.0172 

.11 

.0034 

.0001 

- 

- 

- 

1890 

- 

0.21 

2.86 

1.66 

.0003 

.0500 

.0210 

.0290 

.11 

.0063 

.0001 

- 

0.6 

- 

1891 

0.24 

2.80 

1.48 

.0005 

.0482 

.0231 

.0251 

.10 

>> 

.0097 

.0001 

- 

0.2 

- 

1893 

0.32 

2.98 

1.72 

.0050 

.0462 

.0244 

.0218 

.14 

.0028 

.0001 ' 

.5001 

0.4 

*  Jane  to  December. 


NoTB  to  analyses  of  1893;  Iron,  .0133.  Odor,  generally  distinctly  vegetable,  sometimes  also  no- 
pleasant;  on  beating  the  odor  is  stronger,  and  in  the  first  and  last  samples  also  disagreeable. The 

samples  were  collected  from  the  reservoir  near  the  gate-honse  at  a  depth  of  abont  one  foot  beneath  the 
snrfaoe. 

Sver  since  the  examinations  of  the  water  of  this  reservoir  were  begun,  in  1887,  it  has  contained  an 
abundant  growth  of  organisms  in  the  summer  and  autumn,  which  are  the  cause  of  the  high  albuminoid 
ammonia  shown  in  the  tables  of  analyses.  The  reservoir  was  formed  by  flooding  58  acres  of  land,  a 
portion  of  it  swamp,  to  a  maximum  depth  of  12  feet,  without  removing  the  stumps  of  trees  or  the  soil; 
and  it  is  of  interest  to  note  that  although  the  reservoir  has  been  flooded  for  twenty  years,  the  water  has 
not  shown  any  improvement  in  quality  within  the  time  covered  by  the  examinations. 
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LEOMINSTER. 

Microscopical  Examination  of  Water  from  Haynes  Beservoir^  Leominster, 

[Number  of  organisms  per  cubic  centimeter.] 


1898. 


Jan. 


March. 


May. 


Jaly. 


Sept 


Not. 


Day  of  examination,        • 
Number  of  sample,  . 


24 
9909 


22 
10144 


23 
10424 


20 
10«71 


20 
11064 


21 
11351 


PLANTS. 

DlatoxnaceeB, 


Asterioneila, 
Melostra,     . 
Bynedra,     . 
Tabellarla, . 


Cyanophyces* 


AnabflBua,  . 

Clathrocystis, 

CoelosphaBrium, 


Algeo, 


Arthrodesmns, 

Pediastrum, 

Protococcus, 

Raphldium, 

Bcenedesmus, 

Staurastrum, 


Fungrl, 


Fungus, 
Molds, 


ANIMALS. 
Bhizopoda,  Difflugia, 


Infusoria, 


Oryptomonas,    . 
Dloobryon, 
Peridinlum, 
Trachelomonas, 


Vermes, 

Annrea, 

Polyarthra, 

Rotifer, 


MUcellantoMt  2k>'dgloea, . 


0 
0 
0 

4 


52 

0 

52 

0 


0 
0 
0 
0 
0 
0 


5 
0 


12 

1,797 

474 

438 

0 
0 
9 
8 

96 

740 

1 

960 

17 

196 

1 

200 

10 

352 

4 

70 

1 

1 

296 

812 

0 

1 
0 

0 
1 
0 

28 
152 
116 

0 

312 

0 

0 

5 

149 

12 

0 
0 
0 
0 
0 
0 

0 
3 
0 
0 

0 
7 
108 
5 
20 
9 

0 
2 
10 
0 
0 
0 

0 

0 

3 

0 

0 
0 

0 
0 

0 
3 

0 

0 

52 

0 

8 

44 

0 


11 

0 

11 

0 


14 

0 

0 

0 

2 

1 

8 

8 

2 

0 

0 

0 

0 

0 

0 

0 

0 

1 

1 

8 

0 

0 

2 

0 

1 

5 

1 

8 

1 

5 

1 

4 

1      0 

pr. 

0 

0 

0 

0 

0 

2 

424 


22 


423 

116 

112 

3 

192 


34 

0 

32 

2 


108 

3 

3 
10 

0 
88 

2 


0 
0 


8 

0 
0 
3 
0 


0 
0 
0 


Total, 


548 


84 


1,831 


926 


774 


666 


190 


STATE  BOARD   OF  HEALTH.         [Pub.  Doc. 


liEOMTNSTEB. 

Chemical  Examination  of 


Water  from  Morse  Beservoir,  Leominster, 

[Parts  per  100,000.] 


• 

a 
o 

1 

Appbarakck. 

• 

Residuk  on 
Evapora- 
tion. 

Amiconia. 

• 

1 

6 

.22 

1 

NiTBOGBN 
A8 

Oxygen  Consumed. 

6 

3 

1 

1 

00 

i 

o 
O 

0.65 

• 

1 

Loss  on 
Ignition. 

• 

Albuminoid. 

Nitrates. 
Nitrites. 

1 

s 

1 

1 

Sus- 
pended. 

m 

s 

s 

1 

0010 

1898. 

Jan.  21 

V.  slight. 

V.sUght. 

4.00 

1.60 

.0000 

.0180 

.0152 

.0028 

.0080 

.0003 

.6701 

1.6 

10143 

Mar.  20 

V.  sUght. 

Slight. 

0.40 

2.60 

1.20 

.0016 

.0108 

.0062.0046 

.18' 

.0070 

.0001 

'.3744  0.5 

10425 

May  22 

V.elight. 

Slight. 

0.40 

1.85 

1.10 

.0000 

.0110 

.0088.0022 

1 

.00 

.0030 

.0000 

.4650  0.0 

10672 

July  17 

V.  slight. 

Slight. 

0.10 

2.30 

1.85 

.0020 

.0200 

.0164 

.0086 

- 

.0080 

.0000 

.4002 

0.0 

11055 

Sept.  10 

Slight. 

Slight. 

0.25 

2.85 

1.65 

.0010 

.0234 

.0100 

.0044 

.14 

.0030 

.0000 

.4715   0.5 

1 

11850 

Nov.20 

Slight. 

Slight. 

0.62 
0.40 

2.75 

1.25 

.0006 
.0000 

.0220 
.0175 

.015S'.0068 
.0185' -ATUi 

.24 
.16 

.0000 
.0032 

.0001 
.0001 

.6132 

0.3 

AVi ' 

2.73 

1.36 

.5156   0.5 

t 
> 



1 

Iron,  .0120.    Odor,  generally  distinctly  vegetable,  becoming  fainter  on  heating. The  samples 

were  collected  from  the  reservoir. 

This  reservoir  was  enlarged  In  1801  by  the  constmotion  of  a  new  and  higher  dam,  increasing  its 
depth  to  23  feet  and  its  capacity  from  7,000,000  to  40,000,000  gallons.  It  Is  said  that  all  loam  and  vege. 
table  matter  was  removed  from  the  land  flowed  by  raising  the  dam. 


Microscopical  Examination  of  Water  from  Morse  Beservoir,  Leominster, 

[Number  of  organisms  per  cubic  centimeter.] 


Day  of  examination, 
Number  of  sample,  . 


PLANTS. 
DiatomacecB,     . 


Asterionella, 
Cyclotella,  . 
Synedra,     . 
Tabellaria, . 


AlffCB, 


Closterium, 
Protococcus, 
Raphidium, 
Staurastrum, 


Fungri.  Molds, 


180S. 


Jan. 


March. 


24 
0010 


pr. 

0 

0 

pr. 


22 

22 
0 
0 
0 


22 
10143 


0 
0 
2 
0 


2 
0 
0 
0 


May. 


23 
10425 


148 

15 

6 

124 

8 


23 

0 

20 

3 

0 


July. 


20 
10672 


22 

0 

1 

20 
1 


10 

0 
4 

0 
6 


10 


Sept 


21 
11055 


28 

4 

0 

4 

20 


0 
0 
2 
0 


Nov. 


21 
11350 


301 

800 
0 
1 
0 


404 

0 
400 

4 
0 
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UBOMINSTEB. 

Microscopical  Examination  of  Water  from  Morse  Beservoir^  Leominster 

—  Concluded. 

[Number  of  organisms  per  cubic  centimeter.] 


18f»8. 


Jan. 


March. 


May. 


Jnlj. 


Sept. 


Nov. 


ANIMALS. 
Rhizopoda,  Actinophrys, 

InAisorla,    . 

Dlnobryon, 
DinobryoD  eases, 
Peridinium, 
Synura, 

Vermes,  Rotifer, . 
JiUcelianeoutt  Zobglcea,  . 

TOTAl*, 


0 

0 

pr. 

1 

0 

9 

pr. 

588 

56 

•      0 

8 
0 

0 

1 

0 
0 

0 

688 

0 

56 

0 

0 

0 
0 
0 
0 

0 

0 

0 

0 

5 

0 
0 
5 
0 


30 


34 


13 


52 


48 


36 


61 


38 


772 


151 


83 


746 


Water  Supply  of  Lexington. — Lexington  Water  Company. 

The  advice  of  the  State  Board  of  Health  to  the  Lexington  Water 
Company,  with  reference  to  an  additional  water  supply,  may  be 
found  on  page  23  of  this  volume. 


Chemical  Examination  of  Water  from  the  Covered  Gallery  of  the  Lexington 

Water  Company, 

[Parts  per  100,000.] 


:tion. 

Appbabanob. 

• 

1 

AmcoinA. 

NiTBOOBN 
AS 

• 

■a 

a 

s 

3 
2; 

Date  of 

1 

1 

. 
s 

1 

6 

1 

i 

Albu. 
minotd. 

6 
1 

6 

2 
9a 

• 

3 
m 

a 

1 

g 

• 

8 
S 

n 

• 

1 

1 
18f»S. 

10278 

Apr.  19 

None. 

1 

Slight. 

0.0 

9.90 

1 

.0000 

.0010 

.87 

.6000 

.0002 

.0547 

3.2 

.0100 

Odor,  none.  ——  The  sample  was  collected  from  the  covered  gallery,  which  is  located  1,640  feet 
toward  the  village  from  the  nearest  of  the  original  wells. 


Microscopical  Examination, 

No  organisms. 
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L.EXINGTON. 

Chemical  Examination  of  Water  from  Vine  Brooke  Lexington, 

[ParU  per  100,000.] 


• 

Appeasanck. 

Rbsidck  om 
Evapora- 

Ammonia. 

NiTBOGEN 
AS 

• 

1 

tion. 

S 

B 

■D 

I 

c 

1 

o 

■ 

a 

Albuminoid.     { 

1 

• 

a 

3 

55 

6 

o 

1 

2 

• 

i 

1 

00 

• 

o 
H 

Loss  on 
Ignltio 

i 

• 

i 

S 

i 
si 

CO 

• 

o 

e 
•c 

o 

■ 

• 

■n 

i 

n 

18f»8. 

1 

10279 

Apr.  19 

Slight. 

Slight. 

0.5 

4.50 

! 

1.76 

.0006 

.0102 

.0174 

.0018 

.42 

.050(1  .0007 

1 

.4520 

1 

1.6 

Iron,  .0105.    Odor  Tegetable,  moaldy  and  unpleasant,  becoming  stronger  on  heating. The  sample 

was  collected  from  the  brook  at  the  dam  of  Seavem's  ice  pond  above  the  pumping  station  of  the  Lexing- 
ton Water  Company,  near  the  location  of  a  proposed  storage  reservoir. 

Microscopical  Examination, 

DiatomacesB,  Meridion,  1 ;  Synedrot  710.  Cyanophycese,  Chrodcoccui,  1.  Algss,  Ohlorococcut,  1 ; 
PandorinUt  12;  Zooaporei,  28.  Fungi,  Beggiatoa,  1.  Infusoria,  Dinobryon  cases t  2;  Peridinium,  5. 
Total,  761. 


Water  Supply  of  Lincoln. 

(See  Concord.) 


Water  Supply  of  Lowell. 

The  reply  of  the  State  Board  of  Health  to  an  application  from 
the  city  of  Lowell  for  advice  relative  to  taking  an  additional  supply 
of  water  from  the  ground  in  the  valley  of  River  Meadow  Brook  in 
Lowell  may  be  found  on  page  25  of  this  volume.  The  test  wells 
mentioned  in  the  reply  were  located  at  the  city  farm  in  the  southerly 
part  of  the  city,  and  a  general  description  of  them,  together  with  the 
results  of  examinations  of  the  water,  may  be  found  in  the  annual 
report  of  the  State  Board  of  Health  for  1892,  pages  162-165. 

In  1893  the  investigations  in  this  vicinity  were  continued  on  a 
more  extensive  scale,  and  a  large  number  of  6-inch  wells  were  sunk 
in  the  valley  of  the  brook,  north  of  the  test  wells  already  mentioned. 
A  temporary  pumping  plant  was  erected,  and  from  September  16  to 
the  end  of  the  year  water  was  pumped  from  the  wells  into  the  dis- 
tributing mains  of  the  city.  The  number  of  wells  connected  with 
the  pumps  varied  from  time  to  time ;  at  first  there  were  44  wells, 
then  35,  and  afterwards  32,  the  last  number  being  connected  with 
the  pumps  at  the  end  of  the  year.  These  32  wells  are  located  within 
an  area  approximately  500  feet  in  length  by  300  feet  in  width, 
lying  on  both  sides  of  the  brook.  The  depth  of  the  wells  varies 
from  47  to  67  feet,  and  averages  53  feet.  During  the  last  three 
months  of  the  year  28  per  cent,  of  the  water  supplied  to  the  city 
was  taken  from  these  wells. 
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LiOWEIili. 

CTiemical  Examination  of  Water  from  the  Merrimack  Biver  above  Lowell,  opposite 

the  Intake  of  the  Lowell  Water  Works. 

[PartB  per  100,000.] 


3tion. 

Appkabancb. 

BB8IDUB  ON 

EVAPORA- 

TIOK. 

Ammonia. 

a 

1 

o 

.28 

.12 
.19 
.12 
.07 
.16 
.18 
.20 
.18 
.17 
.16 
.22 

.17 

NiTBOGKN 
AS 

i 
a 

a 

§ 

o 

c 

K 

o 

9 

o 

9 

• 

•s 

3 

a 
J 

o 

a 

• 
— < 
m 

• 

o 
o 
•a 

AlbDminoid. 

• 

m 
o 

1 

i 

B 

zs 

• 

5 

• 

► 
2 

fQ 

5 

■ 

•o 

S  A 
OS 

• 

« 
c 

•E 

c 

9888 
10012 
10115 
10261 
10407 
10536 
10675 
10869 
11045 
11209 
11366 
11521 

1898.  1 
JaD.  17 

Feb.  14 

Mar.  14 

Apr.  18 

May  16 

Jane20 

July  18 

Aag.22 

Sept.l9 

Oct.  17 

Nov.  21 

Dec.  19 

V.  Blight. 
1  Distinct. 

Slight. 

Slight. 
I  Decided, 
i  V.sUght. 

SUght. 

SUght. 

Slight. 

SUght. 

V.sUght. 

V.sUght. 

V.sUght. 
Cons. 

CODB., 

earthy. 
Cons., 

earthy. 
Cons., 

earthy. 
SUght. 

SUght. 

SUght. 

Slight. 

SUght. 

Slight. 

V.sUght. 

0.35 
0.40 
0.40 
0.43 
0.50 
0.20 
0.10 
0.18 
0.40 
0.80 
0.30 
0.45 

0.33 

3.80 
8.45 
3.25 
2.65 
8.25 
3.00 
3.60 
3.70 
3.55 
3.25 
3.75 
3.40 

1.15 
1.40 
1.10 
1.06 
1.10 
0.95 
1.15 
1.45 
0.85 
1.25 
1.15 
1.50 

.0054 
.0012 
.0026 
.0004 
.0004 
.0014 
.0020 
•0010 
.0042 
.oor.ij 
.0032 
.0044 

.0026 

.0156 
.0210 
.0178 
.0142 
.0102 
.0160 
.0170 
.0128 
.0156 
.0114 
.0128 
.0148 

.0149 

.0132 
.0166 
.0140 
.0110 
.0088 
.0106 
.0140 
.0084 
.0138 
.0084 
.0106 
.0144 

.0120 

.0024 
.0044 
.0038 
.0032 
.0014 
.0044 
.0030 
.0044 
.0018 
.0030 
.0022 
.0004 

.0029 

.0100 
.0090 
.0180 
.0050 
.0060 
.0070 
.0050 
.0030 
.0090 
.0090 
.0100 
.0100 

.0083 

.0001 
.0001 
.0000 
.0000 
.0002 
.0000 
.0002 
.0002 
.0001 
.0000 
.0000 
.0001 

.0001 

.4672 
.5235 
.4721 
.4526 
.5548 
1.8718 
.2886 
.3397 
.4387 
.3483 
.5124 
.5548 

.4437 

1.2 
1.8 
0.9 
0.8 
0.8 

1.1 
0.9 

1.1 
1.3 
1.8 
1.1 
1.3 

Av. 

3.39 

1.18 

1.1 

ii 

Iron,  .0133.    Odor  generally  distinctly  mouldy  or  musty*  and  frequently  also  vegetable. The 

■amples  were  collected  from  the  river  about  one  foot  beneath  the  surface. 

For  a  summary  of  analyses  of  previous  years  see  ** Merrimack  River"  in  the  chapter  on  Examina- 
tion of  Rivers,  In  a  subsequent  portion  of  this  report. 


Microscopical  Examination  of  Water  from  the  Merrimack  Biver  above  Lowell, 

opposite  the  Intake  of  the  Lowell  Water  Works. 

[Number  of  organisms  per  cubic  centimeter.] 


1898. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

June. 

July. 

Aug. 

Sept. 

Oct. 

Nov. 

Dec. 

Day  of  examination, 

20 

16 

16 

19 

18 

22 

20 

23 

20 

19 

23 

20 

Number  of  sample, . 

9888 

10012 

10115 

10261 

10407 

10536 

10675 

10869 

11045 

11209 

11366 

11521 

PLANTS. 

• 

Diatomaceeo,    . 

34 

2 

12 

18 

41 

214 

944 

15t 

91 

106 

16 

4 

Asterionella, 

1 

0 

1 

0 

5 

0 

5 

0 

18 

14 

4 

0 

Cyclotellft, 

0 

0 

0 

pr. 

0 

0 

28 

0 

0 

1 

0 

1 

FragUaria, 

0 

0 

2 

0 

7 

0 

165 

0 

0 

14 

0 

0 

Meloslra,    . 

3 

0 

4 

4 

22 

0 

12 

0 

0 

0 

6 

0 

Navicnla,   . 

1 

0 

1 

8 

0 

1 

1 

0 

0 

0 

2 

0 

Plnnularla, 

0 

0 

0 

1 

0 

0 

1 

0 

4 

0 

0 

0 

Synedra,    . 

9 

1 

4 

4 

7 

200 

832 

140 

48 

76 

4 

3 

Tabellarla, 

20 

1 

0 

4 

0 

18 

400 

12 

26 

1 

0 

0 
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L.YNN. 


Microscopical  Examination  of  Water  from  Breed*  s  Pondy  Lynn. 

[Namber  of  orgaDisma  per  cable  centimeter.] 


1808. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

Jane. 

July. 

Aug. 

Sept 

Oct. 

Nov. 

Dec 

Day  of  examlQation, . 

12 

11 

8 

8 

10 

8 

7 

9 

8 

6 

10 

8 

Number  of  sample,   . 

986« 

9996 

10093 

10218 

10367 

10485 

10601 

10747 

10976 

1U43 

11303 

11461 

PLANTS. 

DiatomacesB, 

8 

0 

0 

10 

107 

29 

112 

73 

128 

870 

773 

122 

Asterlonella, 
Meloeira,     . 
BvDedra, 
Tabellaria,  . 

0 
0 
0 
8 

0 
0 
0 
0 

0 
0 
0 
0 

0 
0 
5 
5 

0 
12 
58 
37 

0 

0 

0 

29 

0 

0 

4 

108 

0 
0 

1 

72 

36 

16 

0 

76 

4 

6 

0 

360 

93 

0 

0 

680 

120 
0 
0 
2 

Cyanophyceeo,  . 

0 

0 

0 

0 

1 

80 

0 

118 

23 

180 

24 

0 

AnabasDa,    .        .        • 
CUtbrocystls, 
Merismopedia,    . 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

1 
0 
0 

30 
0 
0 

0 
0 

96 

17 

0 

11 
5 

7 

130 
0 
0 

24 
0 
0 

0 
0 
0 

Algedf      .... 

0 

0 

0 

0 

22 

2 

H 

16 

8 

5 

8 

0 

Raphldlam, 
Soenedesmus, 
Staurastmm, 
Tetraspora, 
Zoospores,  . 

0 
0 
0 
0 
0 

0 
0 
0 
0 
0 

0 
0 
0 
0 
0 

0 
0 
0 
0 
0 

0 

0 

pr. 

18 

4 

2 
0 
0 
0 
pr. 

0 
0 
8 
0 
6 

10 
2 
4 
0 
0 

8 
0 
0 
0 
0 

0 
6 
0 
0 
0 

8 
0 
0 
0 
0 

0 
0 
0 
0 
0 

Pungi,  Glaucothrix,      . 

0 

0 

0 

0 

0 

0 

0 

0 

12 

0 

0 

0 

ANIMALS. 

Bhlzopoda, 

Actfnophrys,       . 

1 

0 

0 

0 

2 

0 

0 

1 

0 

0 

13 

0 

Inftisoria,     . 

1 

0 

1 

0 

89 

13 

8 

80 

25 

62 

20 

42 

Dlnobryon, . 
DlnobryoD  cases, 
GlenodlDinm, 
Peridinlam, 
Tracbelomonaa,  . 

0 
0 
0 

1 

0 

0 
0 
0 
0 
0 

0 
0 
0 

1 

0 

0 
0 
0 
0 
0 

2 

84 
0 
2 

1 

0 
13 
0 
0 
0 

0 
3 
0 
5 
0 

0 

22 

n 

8 
0 

0 
24 
0 
1 
0 

0 
0 
0 
60 
2 

0 
20 
0 
0 
0 

0 
25 

3 
14 

0 

Vermes,  ADurea,  . 

0 

0 

0 

0 

0 

2 

0 

0 

0 

0 

0 

1 

JfiacellaneoM,  Zodgloea, . 

1 

0 

1 

0 

0 

6 

H 

- 

52 

320 

76 

88 

10 

2 

Total, 

10 

0 

1 

16 

236 

140 

186 

553 

272 

1 

605 

848 

167 
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liYNN. 


Chemical  Examinaiion  of  Water  from  Birch  Pond^  Lynn. 

[Parte  per  100,000.] 


• 

a 

Appbasakcb. 

Rbsiduk  cm 

EVAPOKA- 

Ammonia. 

NiTKOOBN 

A  fl 

• 

1 

«4 

1 

U 

o 

TION. 

• 

• 

o 
o 

o 

a 

0 
m 
a 

6 
1 

• 

1 

• 
a 

a 

i 

• 

5 

SB  on 

Ignition. 

• 

o 

Albuminoid. 

1 

1 

i 

a 

• 

> 
o 

CO 

i 

• 

m 
o 

1 

« 

S 

5 

• 
a 

s 

tf 

25 

o 

o 

^ 

u, 

o 

a  o. 

A 

mm 

H 

H 

SQ 

Q 

Eh 

DO 

O 

H 

Gn 

H 

a 

oo 

o 

^ 

^A 

O 

cs 

1898. 

9865 

Jan. 10 

Distinct. 

Slight. 

0.40 

5.50 

1.95 

.0042 

.0486 

.0242 

.0244 

.62 

.0070  .0001 

.6400 

1.0 

0905 

Feb.  9 

Slight. 

Slight. 

0.48 

4.55 

1.55 

.0156 

.0276 

.0230 

.0046 

.62 

.0070  .0002 

.4672 

1.8 

10092 

Mar.  7 

SUght. 

Slight. 

0.56 

6.15 

1.80 

.0248 

.0190 

.0174 

.0016 

.76 

.0070  .0001 

.3528 

1.0 

10217 

Apr.  6 

Distinct. 

Slight. 

0.45 

3.55 

0.80 

.0010 

.0220 

.0184  .0036 

.46 

.0050  .0002 '.3869 

1 

0*6 

10366 

May  8 

Slight. 

Slight. 

0.33 

3.45 

1.10 

.0006 

.0198 

.0134 

.0064 

.32 

.0000  .0000 

.4672 

0.6 

10484 

Jane  6 

Slight. 

Slight. 

0.50 

3.50 

1.30 

.0004 

.0206 

.0162 

.0044 

.51 

.0030  .0001 

1 

.4270 

0.6 

10600 

Jnly  5 

Decided, 
green. 

SUght. 

0.40 

4.15 

1.75 

.0010 

.0334 

.0212 

.0122 

.44 

.0000  .0000 

.4453 

1.1 

10746 

Aug.  8 

Slight. 

Slight, 

0.60 

3.65 

1.65 

.0026 

.0212 

.0186 

.0026 

.46 

.0000  .0000  .4033 

0.5 

green. 

\ 

10977 

Sept.  6 

Distinct, 

Cons., 

0.80 

3.55 

1.20 

.0012 

.0348 

.0212 

.0136 

.46 

.0000 

.0000,  .5480 

0.8 

1 

green. 

brown. 

11142 

Oct.   4 

Slight. 

SUght. 

1.30 

4.00 

1.85 

.0018 

.0354.0250 

.0104 

.50 

.0070 

.0001 

.6006 

0.8 

11302 

Nov.  7 

Slight. 

Slight. 

1.90 

4.95 

2.60 

.0008 

.0354  .0322 

.0032 

.52 

.0150 

.0003 

.8280 

0.8 

11460 

Dec.  6 

Distinct. 

SUght. 

1.30 
0.75 

4.56 

1.95 

.0078 
.0052 

.0414 

.0308 

.0106 
.0081 

.50 
.51 

.0200 

.0001 

.7761 
.5285 

0.0 

Av. 

1 

4.21 

1.63 

.0299  -021  ft 

.0059   nnni 

1.0 

1 

Averages  of  Analyses  of  Previous  Years. 


1887* 

1888 

1889 

1890 

1891 

1892 

1893 


■ 
0.57 

4.02 

1.61 

.0016 

0.33 

3.48 

1.40 

.0026 

0.23 

2.96 

1.14 

.0014 

0.36 

8.57 

1.35 

.0013 

0.42' 

3.26 

1.30 

.0005 

0.48 

3.73 

1.56 

.0016 

0.75; 

1 

4.21 

1.63 

.0052 

.0289 
.0287 
.0236 


.0190 


.0227.0179 

.02411.0183 

I 
.0209.. 0227 

.0299.0218 


- 

.43 

.0044 

- 

.45 

.0082 

.0046 

.41 

.0048 

.0048 

.42 

.0088 

.0058 

.40 

.0065 

.0072 

.47 

.0092 

.0081 

.61 

1 

.0059 

II 


.0001 

.0001 

.0001 

.OOOl' 

.0001 

.0001 


.5285 


1.0 
0.7 
1.0 
1.0 


*  June  to  December. 

NoTB  to  analyses  of  1898;  Iron,  .0258.    Odor,  generaUy  vegetable,  frequently  unpleasant;  on  heat- 
ing the  odor  is  stronger  and  frequently  also  grassy. The  samples  were  collected  from  the  reservoir 

near  the  gate-house,  one  foot  beneath  the  surface. 
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STATE  BOARD   OF  HEALTH.         [Pub.  Doc. 


liYNN. 


Microscopical  Examination  of  Water  Jrom  Birch  Pond,  Lynn. 

[Number  of  organianiB  per  cable  centimeter.] 


1S98. 


i 

1 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

1 

1 
Jane. 

t 

July. 

Aug. 

1  Sept 

Oct. 

Xov. 

i 

Dec 

Day  of  examination, 

12 

11 

8 

8 

10 

8 

7 

9 

8 

6 

10 

8 

Namber  of  sample,   . 

9865 

VvmO 

10092 

10217 

10866 

10484 

10600 

10746 

10977 

11142 

11302 

11460 

PLANTS. 

DlatomaceaB, 

4 

pr. 

0 

127 

687 

15 

201 

843 

812 

208 

114 

5 

Asterlonella, 
Cyclotella,   . 
Melosira, 
NavJcula,     , 
Synedra, 
Tabellaria,  . 

0 
0 
0 

1 

2 

1 

0 
0 
0 
0 

^'6 

0 
0 
0 
0 
0 
0 

0 
3 
2 
6 
108 
9 

28 
2 

11 

0 

680 

16 

0 

1 

0 

0 

3 

11 

0 
1 
0 
0 
32 
168 

600 

1 

84 

0 

0 

308 

12 
0 
0 
0 
0 
800 

32 

0 

133 

0 

0 

38 

5 
0 

39 
0 
2 

68 

4 
0 
0 
0 
0 

1 

CyanophyceaB,  . 

0 

0 

0 

0 

0 

4 

844 

60 

820 

0 

0 

0 

Anabaena,    . 
Clathrocystis, 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

4 
pr. 

844 

0 

60 
0 

204 
116 

0 
0 

0 
0 

0 
0 

X^l^^Of           •            •            •            • 

0 

0 

0 

8 

29 

91 

41 

76 

89 

171 

0 

0 

Cblorococcus,     . 
OloesocyBtit, 
Protococcus, 
Staurastrum, 
Tetraspora, . 
Zoospores,  . 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

2 
0 
0 
0 
0 

1 

0 
0 
0 

1 

24 
4 

78 
0 
0 

13 

0 

pr. 

0 

0 

0 

40 

0 

1 

0 
0 
76 
0 
0 
0 

0 
24 

5 
10 

0 

0 

169 
0 
0 
0 
0 
2 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

Fungri,  Crenothrix, 

0 

0 

0 

5 

0 

7 

0 

0 

0 

1 

0 

0 

ANIMALS. 

1 

t 

Infusoria,     . 

197 

34 

8 

247 

11 

pr. 

887 

78 

1 

6 

5 

58 

Cryptoroonas,     . 
DInobryon, 
Dinobryon  cases, 
Monas, 
Peridlnium, 
Trachelomonas,  . 

0 

s 

0 
196 

1 

0 
0 
0 
0 
34 
0 

3 
0 
0 

0 

0 
128 
112 

0 

I 

0 
0 
4 
0 

7 
0 

0 
0 
0 
pr. 
0 
0 

0 
0 
384 
0 
1 
2 

0 
0 
77 
0 
0 
1 

0 
0 
0 

1 

0 
0 

0 
0 
0 
0 
0 
6 

0 
0 
0 
0 
4 
1 

0 
0 
0 

1 

62 
0 

Vermes, 

16 

0 

0 

1 

1 

0 

1 

0 

0 

0 

2 

0 

Anurea, 
Polyarthra, . 
Rotatorlan  ova,   . 
Sacculus, 
Syncbaeta,    . 

0 
2 
0 
6 
8 

0 
0 
0 
0 
0 

0 
0 
0 
0 
0 

0 
0 

1 

0 
0 

1 
0 

0 

0 
0 
0 
0 
0 

1 
0 
0 
0 
0 

0 
0 
0 
0 
0 

0 
0 
0 
0 
0 

0 
0 
0 
0 
0 

2 
0 
0 
0 
0 

0 
0 
0 
0 
0 

Crustacea,  Cyclops,  . 

.36 

0 

.02 

0 

0 
18 

0 
16 

.01 

0 

0 

0 

0 

0 

Mi9cetlaneou8t  . 

0 

.01 

20 

192 

52 

86 

116 

52 

82 

0 

Aearina, 
Zo<5gl<Ba,      . 

0 
0 

.01 
0 

.03 

20 

0 
192 

0 

18 

0 
16 

.01 
62 

)      36 

I 

0 
116 

0 
52 

0 
32 

'  0 
0 

Total. 

217 

34 

23 

676 

696 

1 
138 

1,026 

1,093 

1,288 

433 

163 

68 

No.  34.]     EXAMINATION  OF  WATER  SUPPLIES. 
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liYNN. 


Chemical  Examination  of  Water  from  Walden  Pond, 

[ParU  per  100,000.] 


Lynn, 


. 

c 

o 

tJ 

«> 

o 

• 

a 

« 

a 

<8 

S5 

Q 

APPBABA.NOB. 


s 
Eh 


e 

a 

QQ 


O 

a 


I  1S98. 

0868  Jan.  10    Distinct, 

I  green. 

0882|  Jan.  13.  Distinct. 

9997  Feb.  9  |  Slight. 

100d4|  Mar.  7    Slight. 

10154' Mar.  22 1 1  Distinct. 

10220  Apr.  6  I  Distinct. 

103d9|May   8  !  Slight. 


10487 


Jnne  6 


10602,  Jaly  6 


V.  slight. 


Decided, 

green. 

10749  Aug.  8    Decided, 

j  green. 

10978  Sept.  6  ,  Decided, 

green. 
11145  Oct.    4    Distinct. 

Nov.  7    Distinct. 


11305 

11463 

I 

Av.* 


Deo.  61;  Distinct. 


Heavy, 

green. 
Cons. 

Slight. 

V.  slight. 

Cons. 

SUght. 

Cons. 

Slight. 

Cons., 

brown. 
Cons., 

green. 
Cons., 

rusty. 
Cons. 

Cons., 

green. 
Slight, 

green. 


1.10 
1.10 
1.10 
1.35 
0.80 
0.90 


Residue  ok 

EVAPOKA- 
TION. 


o 


5.85 


5.65 
4.50 
3.15 
3.10 


0.70{|  2.80 


1.10 
1.25 
1.10 
0.70 
0.50 
0.70 
0.70 


0.92 


8.45 
4.60 
4.95 
4.55 
4.75 
4.50 
4.40 


4.33 


© 
§1 


3.15 


Ammonia. 


t 


Albuminoid. 


1 

<8 

'si 

H 

s 

,  e 


2.90 
2.75 
1.55 
1.30 
1.25 
1.95 
2.45 
3.00 
2.45 
3.25 
2.55 
2.65 


.0006  .0736  .0434 


.0376  .0530 


2.40 


1.0052 
'.0076 
.0142 
.0012 
.0110 
.0060 
.0000 
.0000 
.0016 
.0000 
.0014 


.0178 
.0148 
.0386 
.0276 
.0378 
.0488 
.0880 
.0646 
.0508 
.0500 
.0456 


.0802 


,04S4  .0046 
.0162.0016 


B 


.51 


.0144 
.0242 


.0004 
.0144 


1.0066.0470 


0202.0074 


.0288 
.0294 
.0374 
.0338 
.0306 


.0140 


.0194 
.0506 
.0808 
.0202 


,04  S  .0092 


.0394 


.0062 


0309  .0161 


.50 
.50 
,38 
.38 
.36 
.44 
.39 
.44 
.44 
.44 
.46 
.48 

.44 


NiTKOOBM 

"S 

AS 

1 

0 
m 

e 

0 

0 

5 

• 

s 

5 

s 

Z 

»5 

0 

i 

a 

I 

n 


.0150 


.0090 


.0004'  1.2880 


.0001 


.0080  .0001' 


.0000 
.0050 
.0050 
.0100 
.0030 
.0000 
.0050 
.0030 
.0030 
.0000 


.0047 


.0000 
.0003 
.0000 
.0002 
.0000 
.0001 
.0001 
.0000 
.0002 
.0000 


.0001 


.9064 
1.1052 
.6408 
.5548 
.5604 
.6935 
.8322 
.7252 
.7320 
.6660 


1.6 


1.8 
1.1 

0.9 
0.2 
0.2 
0.2 
0.5 
0.5 
0.0 
0.5 


.77600.6 


.7605 


.7954 


0.6 


0.7 


Averages  of  Analyses  of  Previous  Years. 


1890 
1891 
1892 
1808 


1 
1.06  4.98 

2.53 

.0292 

.0432 

.0351 

.0081 

.34 

.0057 

.0001 

" 

1.1 

1.21|  4.32 

2.20 

.0058 

.0615 

.0403 

.0212  |.34 

.0001 

.0601 

-  0.7 

0.90  4.81 

2.50 

.0094  .0626'. 0383 

.0248 

.41 

.0116 

.0001 

- 

0.6 

0.92  4.33 

2.40 

.0066  .0470  .0300 

.0161 

.44 

1 

1.0047 

.0001 

.7954  0.7 

*  Where  more  than  one  sample  was  collected  in  a  month  the  mean  analysis  for  that  month  has  been 
osed  in  making  the  average  given  at  the  bottom  of  the  table. 

NoTK  to  analyses  of  1898;  Iron,  .0234.    Odor,  distinctly  vegetable  and  generally  also  unpleasant;  on 

heating,  the  odor  is  somewhat  stronger. The  samples  were  collected  from^the  pond  near  the  gate* 

house,  one  foot  beneath  the  surface. 


1 


198 


STATE  BOARD   OF  HEALTH.         [Pub.  Doc. 


LYNX. 


Microscopical  Examination  of  Water  Jrom  Birch  Fond,  Lynn, 

[Number  of  organiams  per  cubic  centimeter.] 


189S. 


Jan.  Feb.  <  Mar. 


Apr.  '  May.   Jane.    July.    Aug.  '  Sept     Oct.     Nov.    Dec 


Day  of  examination, 

12 

11 

8 

1        8 

10 

1 

8 

7 

9 

1 

1 

8 

6 

j 

10 

8 

Number  of  aample,   . 

9865 

VvmO 

10092 

10217 

10866 

10484 

10600 

10746 

10977 

j 11142 

1 

11302 

11460 

PLANTS. 

1 

( 

DiatomaceaB, 

4 

pr. 

0 

127 

687 

15 

201 

848 

812 

208 

114 

5 

Aaterlonella, 
Cyclotella,   . 
Meloeira, 
Navicula,     . 
Synedra, 
Tabellaria,  . 

0 
0 
0 

1 

2 

1 

0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

0 
3 
2 
5 
108 
9 

28 
2 

11 
0 

680 
16 

0 

1 

0 

0 

3 

11 

0 
1 
0 
0 
32 
168 

600 

1 

34 

0 

0 

308 

12 
0 
0 
0 
0 
800 

32 

0 

183 

0 

0 

38 

6 
0 

39 
0 
2 

68 

4 

0 
0 
0 
0 

1 

CyanophyceaB,  . 

0 

0 

0 

0 

0 

4 

844 

60 

820 

0 

0 

0 

Anabnna,    . 
Clathrocyatla,      . 

0 

0 

0 
0 

0 
0 

0 
0 

0 
0 

4 

pr. 

844 
0 

60 
0 

204 
116 

0 
0 

0 
0 

0 
0 

Algae,      .... 

0 

0 

0 

8 

29 

91 

41 

76 

89 

171 

0 

0 

Chlorococcua,     . 
Olceocyetia, 
ProtococcuB, 
Stauraatrum, 
Tetraapora, . 
Zooaporea,  . 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

2 
0 
0 
0 
0 
1 

0 
0 
0 

1 

24 
4 

78 
0 
0 

18 

0 

pr. 

0 
0 
0 
40 
0 
1 

0 
0 
76 
0 
0 
0 

0 
24 

5 
10 

0 

0 

169 
0 
0 
0 
0 
2 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

Fungi,  Crenothrix, 

0 

0 

0 

5 

0 

7 

0 

0 

0 

1 

0 

0 

ANIMALS. 

1 

1 

i 

1 

1 

Infueoria,     . 

197 

34 

8 

247 

11 

pr. 

887 

78 

1 

6 

5 

58 

Cryptoroonaa,     . 
DInobryon, 
Dinobryon  caaea, 
Monaa, 
Peridininm, 
Tracbelomonaa,  . 

0 
0 
0 
0 
196 

1 

0 
0 

0  1 
0  ' 
34 
0 

3 
0 
0 

0 

0 
128 
112 
0 
7 
0 

0 

0 
4 
0 
7 
0 

0 
0 
0 
pr. 
0 
0  , 

0 

0 

384 

0 

1 
2 

0 

0 

77 

0 

0 

1 

0 
0 
0 

1 

0 
0 

0 
0 
0 
0 
0 
6 

0 
0 
0 
0 

4 
1 

0 
0 
0 

1 

53 

0 

Vermes, 

16 

0 

0 

1 

1 

0 

1 

0 

0 

0 

2 

0 

Anurea, 
Polyarthra, . 
Rotatorian  ova,   . 
Saocalua, 
SyncbnU,    . 

0 
2 
0 
6 
8 

0 
0 
0 
0 
0 

0 
0 
0 
0 
0 

0 
0 

1 

0 
0 

1 
0 

0 

0 
0 
0 
0 
0 

1 
0 
0 
0 
0 

0 
0 
0 
0 
0 

0 
0 
0 
0 
0 

0 
0 
0 
0 
0 

2 
0 
0 
0 
0 

0 
0 
0 
0 

0 

Crustacea,  Cyolopa,  . 

.86 

0 

.02 

0 

0 

0 

.01 

0 

0 

0 

0 

0 

Mi9cellaneou9t  . 

1 
0 

1 
.01 

20 

192 

18 

16 

52 

86 

116 

52 

82 

0 

Acarina,      ... 
Zodglcea,      .        . 

0 
0 

1 

.01  j 
0 

.03 

20 

0 
192 

0 
18 

0 
16 

.01 
62 

.01 
36 

0 
116 

0 
62 

0 
82 

•    0 

0 

Total, 

217 

34 

23 

576  ] 

1 

696 

188 

1,026 

1,093 

1,288 

433 

153 

1 

58 

No.  34.]     EXAMINATION  OF  WATER  SUPPLIES. 
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liYNN. 


Chemical  Examination  of  Water  from  Walden  Pond,  Lynn. 

[ParU  per  100,000.] 


Btlon. 

Appbabakcb. 

Besidcb  on 

EVAPOKA- 
TION. 

Ammonia. 

1 

• 

c 

1 
S 

.51 

.50 
.50 
.38 
.38 
.36 
.44 
.39 
.44 
.44 
.44 
.46 
.48 

.44 

KiTBOOBM 

AS 

i 

a 

s 

§ 

o 

c 

o 

5        ' 

• 

a 

QQ 

• 

§ 

1.10 
1.10 
1.10 
1.85 
0.80 
0.90 
0.70 
1.10 
1.25 
1.10 
0.70 
0.50 
0.70 
0.70 

0.92 

• 

I 

• 

§ 

n 

• 

I 

Albuminoid. 

• 

m 

• 

■ 

B 

B 

&5 

5    : 

o 

Q        • 

1 

1 

s 

■i 
I 

• 

► 

1 

09 

Q 

• 

« 

-1 

a  o- 

09 

• 

i 

a 

"S 

9868 
9882 
9997 
10094 
10154 
10220 
10369 
10487 
10602 
10749 
10978 
11145 
11305 
11463 

1S9S. 

Jan. 10 

Jan. 13 
Feb.  9 
Mar.  7 
Mar.  22 
,  Apr.  6 
May   8 
June  6{ 
July  5 
Aug.  8 
Sept.  6 
Oct.    4 
Nov.  7 
Dec.  6 

Distinct, 

green. 

Distinct. 

Slight. 

Slight. 

Distinct. 

Distinct. 

SUght. 

V.  slight. 

Decided, 
green. 

Decided, 

green. 

:  Decided. 

green. 

Distinct. 

Distinct. 
Distinct. 

Heavy, 

green. 
Cons. 

Slight. 

V.  slight. 

Cons. 

Slight. 

Cons. 

Slight. 

Cons., 

brown. 
Cons., 

green. 
Cons., 

rusty. 
Cons. 

Cons., 

green. 
Slight, 

green. 

5.S6 

5.65 
4.50 
3.15 
3.10 
2.80 
3.45 
4.60 
4.95 
4.55 
4.75 
4.50 
4.40 

3.15 

2.90 
2.75 
1.55 
1.30 
1.25 
1.95 
2.45 
3.00 
2.45 
3.25 
2.55 
2.65 

.0006 

.0376 
.0052 
.0076 
.0142 
.0012 
.0110 
.0060 
.0000 
.OOCtO 
.0016 
.0000 
.0014 

.0066 

.0736 

.0530 
.0178 
.0148 
.0386 
.0276 
.0378 
.0488 
.0880 
.0646 
.0508 
.0500 
.0456 

.0470 

.0434 

.0484 
.0162 
.0144 
.0242 
.0202 
.0288 
.0294 
.0374 
.0338 
.0306 
.0408 
.0394 

.0309 

.0302 

.0046 
.0016 
.0004 
.0144 
.0074 
.0140 
.0194 
.0506 
.0308 
.0202 
.0092 
.0062 

.0161 

.0150 

.0090 
.0080 
.0000 
.0050 
.0050 
.0100 
.0030 
.0000 
.0050 
.0030 
.0030 
.0000 

.0047 

.0004 

.0001 
.0001 
.0000 
.0003 
.0000 
.0002 
.0000 
.0001 
.0001 
.0000 
.0002 
.0000 

.0001 

1.2880 

.9964 
1.1052 
.6408 
.5548 
.5604 
.6935 
.8322 
.7252 
.7320 
.66'jM 

.7760 
.7605 

1.6 

1.8 
1.1 

0.9 
0.2 
0.2 
0.2 
0.5 
0.5 
0.9 
0.5 
0.5 
0.0 

Av.* 

4.33 

2.40 

.7954 

0,7 

1 

1 

Averages  of  Analyses  of  Previous  Years, 


1890 
1891 
1892 
1898 


1.06 

1 
4.98 

2.53 

.0292 

.0432 

1.21 

4.32 

2.20 

.0058 

.0615 

0.90 

4.81 

2.60 

.0094 

.0626 

0.92 

4.38 

2.40 

.0066 

.0470 

.0351 


.0383 
.0309 


.0081 

1 
.34 

.0057 

.0001 

- 

.0212 

.34 

.0091 

.0601 

- 

.0243 

.41 

.0116 

.0001 

- 

.01611 

.44 

i 

.0047 

.0001 

.7954 

1.1 

0.7 
0.6 
0.7 


*  Where  more  than  one  sample  was  collected  in  a  month  the  mean  analysis  for  that  month  has  been 
used  in  making  the  average  given  at  the  bottom  of  the  table. 

NoTK  to  analyses  of  1893;  Iron,  .0234.  Odor,  distinctly  vegetable  and  generally  also  unpleasant;  on 
heating,  the  odor  is  somewhat  stronger. The  samples  were  collected  from,  the  pond  near  the  gate- 
house, one  foot  beneath  the  surface. 
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LYNX. 


Microscopical  Examination  of  Water  Jrom  Birch  Fond^  Lynn. 

[Number  of  organiama  per  cubic  centimeter.] 

1S98. 


,  Jan. 

Feb. 

Mar. 

Apr. 

1         • 

May. 

I 
Jane. 

July. 

Aug. 

1 
Sept. 

Oct. 

1  Xov. 

Dec 

Day  of  examioatioDi 

12 

1 

11 

1 

8 

!        8 

10 

1        8 

7 

9 

1 

8 

6 

10 

8 

Number  of  sample,   . 

9865 

9995 

10092 

10217 

10866 

1 10484 

10600 

10746 

1 

10977 

11142 

1 

11302 

11460 

PLANTS. 

\ 

DlatomaceaB, 

4 

pr. 

0 

127 

637 

15 

201 

843 

812 

208 

114 

5 

Aaterlonella, 
Cyclotella,   . 
Melosira, 
Navicula,     . 
Svnedra, 
Tabellaria,  . 

0 
0 
0 

1 

2 
1 

0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

0 
3 
2 
5 
108 
9 

28 
2 

11 

0 

580 

16 

0 
1 
0 
0 
3 
11 

0 
1 
0 
0 
32 
168 

600 

1 

34 

0 

0 

308 

12 
0 
0 
0 
0 
800 

32 

0 

183 

0 

0 

38 

5 
0 

39 
0 
2 

68 

4 

0 
0 
0 
0 

1 

CyanophyceaB,  . 

0 

0 

0 

0 

0 

4 

844 

60 

820 

0 

0 

0 

ADabwna,    . 
Clathrocystis, 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

4 
pr. 

844 

0 

60 
0 

204 
116 

0 
0 

0 
0 

0 
0 

^LlgfoB,           •           •            •           • 

0 

0 

0 

8 

29 

91 

41 

76 

39 

171 

0 

0 

Cblorococcus,     . 
Oloeocyatis, 
ProtocoocuB, 
Staurastrum, 
Tetraapora, . 
Zoospores,  . 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

2 
0 
0 
0 
0 
1 

0 
0 
0 

1 

24 
4 

78 

0 

0 

13 

0 

pr. 

0 
0 
0 
40 
0 
1 

0 
0 
76 
0 
0 
0 

0 
24 

5 
10 

0 

0 

169 
0 
0 
0 
0 
2 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

Fungri,  Crenotbrlx, 

0 

0 

0 

5 

0 

7 

0 

0 

0 

1 

0 

0 

ANIMALS. 

1 

1 

InfuBoria,     . 

197 

34 

8 

247 

11 

pr.: 

887 

78 

1 

6 

5 

53 

Cryptoroonaa,     . 
DInobryon, 
DinobryoD  caaea, 
Monas, 
Peridioinm, 
Trachelomonas,  . 

0 

0  . 
0  ) 

0 
196 

1 

0 
0 
0 
0 
34 
0 

3 
0 
0 
pr. 
0 
0 

0 
128 
112 
0 
7 
0 

0 
0 
4 
0 

7 
0 

0 

0  , 
0  1 

0 

0 
0 
384 
0 
1 
2 

0 
0 
77 
0 
0 
1 

0 
0 
0 

1 

0 
0 

0 
0 
0 
0 
0 
6 

0 
0 
0 
0 

4 
1 

0 
0 
0 

1 

62 
0 

Vermes, 

16 

0 

0 

1 

1 

0 

1 

0 

0 

0 

2 

0 

Anurea, 
Polyartbra,  . 
Rotatorlan  ova,   . 
Sacculns, 
Synchnta,    . 

0 
2 
0 
6 
8 

0 
0 
0 
0 
0 

0 
0 
0 
0 
0 

0 
0 

1 

0 
0 

1 
0 

0 

0 
0 
0 
0 
0 

1 
0 
0 
0 
0 

0 
0 
0 
0 
0 

0 
0 
0 
0 
0 

0 
0 
0 
0 
0 

2 
0 
0 
0 
0 

0 
0 
0 
0 
0 

Crustacea,  Cyolopa,  . 

.86 

0 

.02 

0 

0 

0 

r 

.01 

0 

0 

0 

0 

0 

JIi9cellan€0U9,  . 

0 

1 
.01 

20 

192  1 

18 

16 

52 

36 

116 

52  1 

82 

0 

Aearina,       .        .       . 
Zo<5gl(Ba,     . 

S 

.01 

0 

1 

.03 

20 

1 
0 
192 

1 

0 
18 

0 
16 

.01 
52 

.01 
36 

0 
116 

0  1 
62 

0 
82 

'     0 

0 

Total, 

1 
217 

84 

1 
23  , 

676 

1 
696 

1 
138 

1,026 

1,093 

1 
1,288 

1 
433 

153 

68 
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liYNN. 


Chemical  Examination  of  Water  from  Walden  Pond, 

[ParU  per  100,000.] 


Lynn, 


C 

o 

** 

o 

o 

o 

B 

« 

^ 

B 

«s 

25 

O 

APPBABA.KOB. 


1 

a 
Eh 


a 
« 

a 
1 

00 


o 

6 


086S 
98821 
9097 
10094 
10154 
10220 
10369 
10487 
10602 
10749 
10978 
11146 
11305 
11463 


1S9S.    I 

Jan.  10    Distinct, 

,      green. 

Jan.  13  !  Distinct. 

Feb.  9 1  Slight. 


Mar.  7 
Mar.  22 
Apr.  6 
May   8 


Slight. 
Distinct. 
Distinct. 
SUght. 


June  6  IV.  slight. 

July  6  {Decided, 
{       green. 

Aug.  8  Decided, 
1,      green. 

Sept.  6  m  Decided, 
I       green. 


Av.^ 


Oct.  4 
Nov.  7 
Dec.  6 


Distinct. 
Distinct. 
Distinct. 


Heavy, 

green. 
Cons. 

Slight. 

V.  slight. 

Cons. 

Slight. 

Cons. 

Slight. 

Cons., 

brown. 
Cons., 

green. 
Cons., 

rusty. 
Cons. 


Cons., 

green. 
Slight, 

green 


1.10 
1.10 
1.10 
1.35 
0.80 
0.90 
0.70 
1.10 
1.25 
1.10 
0.70 
0.50 
0.70 
0.70 


0.92 


Residue  ok 
Evapora- 
tion. 


o 


5.S5 

5.65 
4.50 
3.15 
3.10 
2.80 
8.45 
4.00 
4.95 
4.55 
4.75 
4.50 
4.40 


c 
o 

Be 


4.33 


3.15 

2.90 
2.75 
1.55 
1.30 
1.25 
1.95 
2.45 
3.00 
2.45 
3.25 
2.55 
2.65 


Ammonia. 


Albuminoid. 


o 


"S 


o 
m 


-I 

a  a 

00 


2.40 


.0006 

.0376 
.0052 
'.0076 
.0142 
.0012 
.0110 
.0060 
).0000 
.0000 
.0016 
.0000 
.0014 


.0066 


.0736 

.0530 
.0178 
.0148 
.0386 
.0276 
.0378 
.0488 
.0880 
.0646 
.0508 


.0434 

.0484 
.0162 
.0144 
.0242 
.0202 
.0238 
.0294 
.0374 
.0338 
.0306 


.0500  .0408 


.0456 


.0470 


.0394 


.0309 


.0302 

.0046 
.0016 
.0004 
.0144 
.0074 
.0140 
.0194 
.0506 
.0808 
.0202 
.0092 
.0062 


9 

C 

o 


.0161 


.51 

.50 
.50 
.38 
.38 
.36 
.44 
.39 
.44 
.44 
.44 
.46 
.48 

.44 


NiTBOOEN 
AS 


S 


0150  .0004 


.0090 
.0080 
.0000 
.0050 
.0050 
.0100 
.0030 
.0000 
.0050 


.0001 
.0001 
.0000 
.0003 
.0000 
.0002 
.0000 
.0001 


a 

a 

m 

e 
o 
o 

s 

o 


c 

I 

n 


1.2880 

.9964 
1.1052 
.6408 
.5548 
.6604 
.6035 
.8322 
.7252 


.0030  .0000 
.003o|.0002 

.DOOM  .0000 


.0001  .7320 
.6660 
.7760 


.0047  .0001 


.7605 


1.6 

1.8 
1.1 
0.9 
0.2 
0.2 
0.2 
0.5 
0.6 
0.9 
0.5 
0.5 
0.6 


.7954  0.7 


Averages  of  Analyses  of  Previous  Years, 


. 

1890 

, 

- 

1.06  4.98 

2.53 

.0292  .0432 

.0351 

.0081 

.34 

.0057 

.0001 

1 
-  1.1 

- 

1891 

- 

- 

1.21 

4.32 

2.20 

.0058 

.0615 

.0403 

.0212 

.34 

'.0091 

1 

.0601 

- 

0.7 

- 

1892  , 

- 

0.90 

4.81 

2.60 

.0094 

.0626 

.0383 

.0243 

.41 

;.0116 

.0001 

- 

0.6 

- 

1893 

- 

0.92 

4.33 

2.40 

.0066  .0470  .0309 

.0161 

.44 

.0047 

1 

.0001 

.7954  0.7 

1 

*  Where  more  than  one  sample  was  collected  in  a  month  the  mean  analysis  for  that  month  has  been 
used  in  making  the  average  given  at  the  bottom  of  the  table. 

NOTK  to  analyses  of  1893;  Iron,  .0234.    Odor,  distinctly  vegetable  and  generally  also  unpleasant;  on 

heating,  the  odor  is  somewhat  stronger. The  samples  were  collected  from^the  pond  near  the  gate- 

house,  one  foot  beneath  the  surface. 
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liYNN. 

Microscopical  Examination  of  Water  from  Glen  Lewis  Pond,  Lynn, 

[Number  of  orgaDlsms  per  cubic  centimeter.] 


1898. 


Jan. 


Apr. 


May. 


June. 


July. 


Aug.  I  Sept. 


Sept. 


Oct 


Not. 


Dec 


Day  of  examination, . 
Number  of  sample,   . 


PLANTS. 
Diatomaceae, 

Aeterionella, 
Melosira, 
Navicula, 
Synedra, 
Tabellaria,  . 


CyanophyceaB,  . 

Anabsena,  .  . 
Anabsena  spores, 
Clathrocyatis, 


Algrae, 


Chloroooccus, 
Closterium,  . 
Nephrocytium,    . 
Peaiastrum, 
Polyedrium,        . 
Raphidium, .       . 
Scenedesmus, 
Staurastrum,       . 
Zoospores,  • 


Pungri, 


Crenothrix,  . 
Molds,  . 


ANIMALS. 
Infusoria,     . 

Cryptomonas, 
Dinobryon  cases, 
Glenodmium, 
Monas, . 
Peridinium, . 
Tracbelomonas,  . 
Vorticella,    . 


Vermes, 


Anurea, 
Polyarthra, . 
Rotatorlan  oti^ 
Rotifer, 
Saeculus, 
Synchnta,    • 


Crustacea,  Daphnla,  . 


12 


8 


9867  110219 


10 
10368 


8 
10486 


13  9 

10644  i  10748 


8 
10979 


22 
11066 


11144 


10 
11304 


6 

944 

55 

0 

0 

0 

14 

9,622 

7,182 

666 

0 

0 

13 

0 

0 

0 

0 

20 

74 

660 

0 

62 

4 

0 

0 

0 

14 

9,600 

7,066 

6 

1 

886 

pr. 

0 

0 

0 

0 

0 

0 

0 

5 

1 

34 

0 

0 

0 

0 

0 

0 

0 

0 

6 

4 

0 

0 

0 

0 

2 

2 

0 

2 

5 

0 

6,740 

98 

95 

286 

888 

160 

4 

0 

6 

0 

3,400 

48 

55 

0 

16 

166 

0 

0 

0 

0 

3,800 

30 

0 

0 

2 

0 

0 

2 

pr. 

0 

40 

20 

40 

286 

820 

24 

4 

11 

36 

10 

0 

82 

0 

7 

86 

26 

2 

0 

4 

1 

0 

0 

0 

0 

0 

16 

0 

0 

pr. 

1 

0 

0 

0 

2 

64 

2 

0 

0 

0 

0 

0 

76 

0 

0 

0 

0 

0 

0 

0 

0 

0 

3 

0 

1 

2 

0 

0 

0 

0 

0 

0 

0 

0 

0 

6 

0 

0 

6 

0 

0 

0 

0 

0 

0 

0 

0 

0 

1 

0 

0 

0 

0 

0 

1 

0 

4 

0 

0 

2 

2 

0 

1 

0 

3 

14 

4 

2 

4 

30 

6 

0 

2 

0 

0 

0 

0 

0 

0 

0 

8 

0 

6 

20 

6 

64 

0 

8 

0 

0 

0 

0 

2 

20 

6 

64 

0 

3 

0 

pr. 

3 

0 

4 

0 

0 

0 

0 

0 

1,878 

70 

60 

0 

1 

5 

7 

62 

84 

8 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

74 

0 

0 

0 

0 

0 

0 

0 

0 

2 

0 

0 

0 

0 

0 

0 

0 

0 

1 

0 

0 

0 

1 

5 

0 

56 

6 

0 

1,872 

68 

6 

0 

0 

0 

0 

0 

10 

0 

0 

pr. 

pr. 

0 

0 

0 

7 

4 

18 

8 

0 

0 

0 

0 

0 

0 

0 

2 

0 

0 

74 

1 

pr. 

0 

2 

0 

0 

6 

0 

0 

2 

0 

pr. 

0 

0 

0 

0 

0 

0 

0 

2 

pr. 

0 

0 

0 

0 

0 

0 

0 

0 

28 

1 

0 

0 

0 

0 

0 

2 

0 

0 

0 

0 

0 

0 

2 

0 

0 

4 

0 

0 

2 

0 

0 

0 

0 

0 

0 

0 

0 

0 

40 

pr. 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

85 

.40 

0 

.06 

.01 

0 

0 

8 
11462 


17 

10 
0 
0 
1 
0 


0 
0 
0 


0 
0 
0 
0 
0 
0 
0 
0 
0 


0 
0 


185 

18« 
6 

86 
0 
5 
2 
0 


0 
0 
0 
0 
0 
0 


Acarloa, 
Zo<5glcBa, 


.02 

.02 
0 


0 
2 


22 

0 
22 


0 
0 


0 
3 


0 
0 


24 

.04 
24 


0 
0 


272 

0 
27S 


Total 1,966 


1,058 


170 


6,n5 


191  '    120 


294 


10,178  7,044 


0 
2 


680 


0 
1 


208 


No.  34.]     EXAMINATION  OF  WATER  SUPPLIES. 


203 


liYNN, 

Table  shotoing  Depth  of  Water  in  Feet  in  the  Ponds  and  Storage  Reservoirs  of 
the  Lynn  Water  Works  on  the  Dates  when  Samples  of  Water  were  collected 
for  Analysis  during  the  Year  1893, 


Breed's  Pond. 

Hlffh  Water, 
•21^  Feet. 


Birch  Pond. 

High  Water, 
•21.60  Feet. 


Walden  Pond. 

High  Water, 
17.00  Feet. 


Olen  Lewla  Pond. 

High  Water, 
17.00  Feet. 


Jan.  10, 
Feb.  9, 
Mar.   7, 

April  6, 
May  8. 
June  6, 
Joly  5, 
Aug.  8, 
Sept.  6, 
Oct.  4, 
Nov.  7, 
Dec.   6, 


11.96 
12.76 
16.18 
20.26 
21.76 
21.08 
19.83 
17.76 
16.71 
14.60 
10.60 
10.67 


7.64 

8.00 

9.67 

17.08 

22.60 

22.68 

19.71 

16.68 

11.88 

8.92 

7.00 

6.67 


14.60 
12.88 
12.38 
14.60 
16.17 
16.83 
16.67 
16.26 
16.00 
16.68 
16.60 
16.92 


8.64 
6.37 
6.40 
10.67 
16.17 
17.33 
17.26 
17.26 
17.13 
17.00 
17.08 
11.18 


*  The  water  In  these  ponds  is  sometimes  raised  somewhat  above  ordinary  high  water  in  the  latter 
part  of  the  spring  In  order  to  increase  the  storage. 


Water  Supply  of  Malden,  Medford  and  Melrose. 

On  Feb.  9,  1893,  when  Spot  Pond  had  reached  a  much  lower 
level  than  ever  before,  the  State  Board  of  Health  addressed  a 
communication  to  the  Water  Boards  of  Maiden,  Medford  and 
Melrose,  urging  the  necessity  of  taking  immediate  measures  for 
increasing  the  amount  of  water  in  the  pond,  and  giving  estimates 
of  the  probable  condition  of  the  pond  on  Jan.  1,  1894,  under 
minimum,  average  and  maximum  conditions  of  rainfall  during  the 
remaining  eleven  months  of  the  year. 

The  estimates  of  the  amount  of  water  which  would  enter  the 
pond  were  based  upon  the  yield  per  square  mile  of  watershed,  as 
deduced  from  measurements  of  the  flow  from  the  Sudbury  River 
watershed  during  the  past  eighteen  years,  and  the  influence  of  the 
evaporation  from  the  surface  of  the  pond  was  also  included.  The 
draft  from  the  pond  was  reckoned  at  600,000  gallons  per  day  for 
each  community,  which  was  about  the  rate  at  which  water  was 
being  drawn  from  the  pond  a  few  months  before.  It  was  urged, 
however,   in  the  communication,   that  this   draft  from  the   pond 
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MAL.DEN,  MEDFORD  AND  MEIiROSE. 

should  be  reduced  by  taking  as  much  water  as  possible  from  sup- 
plementary sources. 

It  is  gratifying  to  note  that  at  the  end  of  the  year  the  quantity 
drawn  from  the  pond  was  119,000,000  gallons  (equivalent  to  a  depth 
of  about  2.5  feet  on  the  pond)  less  than  it  would  have  been  if  each 
of  the  three  communities  had  continued  to  draw  at  the  rate  of  600,- 
000  gallons  per  day ;  the  diminished  draft  being  due  in  part  to  a 
restriction  of  use  and  waste,  but  still  more  to  the  amount  of  water 
supplied  from  suppletnentary  sources  throughout  the  whole  year  at 
Maiden,  and  during  the  latter  part  of  the  year  at  Medford  and 
Melrose. 

The  yield  of  the  Sudbury  River  watershed  during  the  eleven 
months  from  Feb.  1,  1893,  to  the  end  of  the  year  was  very  nearly 
the  same  as  the  average  for  those  months  during  the  preceding 
eighteen  years,  and  with  average  conditions  the  prediction  contained 
in  the  communication  indicated  that  the  quantity  of  water  in  the 
pond  would  be  increased  46,000,000  gallons  on  Jan.  1,  1894,  upon 
the  assumption  that  600,000  gallons  per  day  would  be  drawn 
by  each  community.  To  this  quantity  should  be  added  the  119,- 
000,000  gallons  due  to  the  smaller  draft  from  the  pond,  making 
165,000,000  gallons  as  the  increased  amount  that  should  be  in  the 
pond  on  this  date,  according  to  the  prediction. 

By  consulting  the  records  of  the  height  of  the  pond,  it  was  found 
that  it  contained  184,000,000  gallons  more  on  Jan.  1,  1894,  than 
on  Feb.  1,  1893,  which  showed  a  dilBTerence  between  the  predicted 
yield  in  an  average  year  and  the  actual/yield  of  only  19,000,000 
gallons ;  by  taking  into  account  the  slight  variation  in  the  yield  of 
the  Sudbury  River  during  these  eleven  months  from  the  yield  during 
the  same  months  in  an  average  year  a  still  closer  agreement  was 
found.  This  is  a  further  confirmation  of  what  has  already  been 
well  established,  namely,  that  the  capacity  of  this  source  may  prop- 
erly be  reckoned  upon  the  basis  of  the^size  of  its  watershed,  assum- 
ing that  the  flow  from  each  square  mile  is  the  same  as  from  the 
watershed  of  Sudbury  River. 
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MAIiBEN,  MEDFORD  AND  MELROSE. 

Chemical  Examination  of  Water  from  Spot  Pond,  Stoneham. 

[Parts  per  100,000.] 


Date  of  Collection. 

1 
Appbabance. 

Kbsidue  on 
Evapora- 
tion. 

Ammonia. 

t 

• 

a 

1 

6 

i 

.52 
.36 
.58 
.46 

1 

,.44 

1.49 

.50 

,•49  1 
.54 
.52 
.51 

.49 

NiTBOOEN 
AS 

} 

1 

i  i 

.     E 

S 

• 

B 

a 

• 

s 

3 

• 

§ 
S 

o 

00 

6 

• 

• 

c 
o 

il 

3 

i 

b4 

Albamlnoid. 

o        .2       3  a 

1 

• 

z 
e 

2 

• 

m 

e 

e 

c 

o 

.2320 
.2044 
.5688 
.3504 

i.3321 
.5025 
.3796 
.3034 
.4240 

;.3234 
.2145 

.3486' 

• 

m 

1 
1 

9850 
9982 
10083 
10214 
10354 
10477 
10611 
10742 
10972 
11148 
11458 

1898. 

Jan.  8 

Feb.  7 
Mar.  6 
Apr.  4i 
May   2' 
Jnoe  5 
July  5 
Aug.  7 
Sept.  5  1 
Oct.    4 
Dec.  5 

Slight, 

clayey. 
Distinct. 

'  Distinct. 

Distinct. 

.  Slight. 

'  Distinct. 

Decided, 

green. 

;  Decided, 

i       green. 

Distinct, 

green. 

,  Slight. 

Slight. 

Slight. 
Slight. 
V.  slight. 
Cons. 
Slight. 

Slight, 

brown. 
Slight, 

yellow. 
Cons. 

Slight, 

brown. 
Cons., 

dark. 
Slight, 

dark. 

0.10 
0.48 
0.70 
0.35 
0.38 
0.35 
0.15 
0.15 
0.18 
0.18 
0.13 

0.29 

1  4.90 

1 

4.50 
7.05 
5.45 
5.80 
5.05 
6.85 
5.75 
6.00 
6.20 
6.15 

■ 

1.40 
1.35 
2.05 
1.85 
1.65 
1.95 
1.85 
1.70 
1.90 
2.20 
1.40 

1 
.0114 

.0210 

.0210 

|.0140 

'.0072 

.0052 

.0000 

.0000 

.0012 

.0076 

.0048 

.0085 

.0178 
.0142 
.0188 
.0176 
.0186 
.0232 
.0192 
.0228 
.0278 
.0214 
.0158 

.0197 

.0162 
.0126 
.0164 
.0152 
.0150 
.0180 
.0134 
.0158 
.0212 
.0198 
.0150 

.0162 

.0016 
.0016 
.0024 
.0024 
.0036 
.0052 
.0058 
.00701 
.0066 
.0016 
.0008 

.0035 

1 
1.0150 

.0100 

.0200 

1 

1.0300 
|.0]50 
.0100 
.0000 
.0030 
.0000 
.0030 
.0100 

.0106 

.0001 

.0005 

.0002 

.0010 

.0006 

.0003 

.0000 

.0000' 

.0000 

.0002 

.0000 

.0003 

2.6 
1.9 
3.0 
2.5 
2.2 
1.9 
2.8 
3.6 
2.2 
2.8 
2.2 

Av. 

1 

6.70 

1.71 

2.4 

1 

1 

Averages  of  Analyses  of  Previous  Years, 


1 

0.25^ 

4.83 

1.24 

.0004 

0.22' 

3.98 

1.24 

.0007 

0.26 

j 

3.54 

1.17 

.0017 

0.24 

3.96 

1.24 

.0019 

0.21 

3.70 

1.27 

.0008 

0.17 

4.28 

1.80 

.0035 

0.29 

5.70 

1.71 

.0085 

.0207 
.0225 

.0236  .0198 
.0220  .0180 


.0183 


.0161 


- 

.46 

1 
i.0026 

- 

- 

.44 

.0054.0001 

1 

.0038 

.44 

.0053.0002 

- 

.0040 

.42 

.0069  .0001 

.0022 

.48 

1 

1.0082.0001 

1 

- 

.0041 

1.60 

.0081' .0001 

1 

- 

.0035 

i 
.49 

! 

.0106.0003 

.3486 

1.7 
1.4 
1.7 
2.4 


*  May  to  December. 

Note  to  analyses  of  1898;  Iron,  .0260.  Odor,  faintly  vegetable  and  occasionally  unpleasant;  on  heat- 
ing, the  odor  is  generally  stronger;  in  July  it  was  oily,  in  August  and  September,  fishy,  and  in  other 

months  frequently  grassy  or  mouldy. The  samples  were  collected  either  from  a  faucet  in  the  pump. 

ing  station  of  the  Maiden  Water  Works  or  from  the  pond  near  by. 

The  averages  of  analyses  for  the  years  1892  and  1893  when  compared  with  the  averages  of  previous 
years  indicate  a  change  in  the  character  of  the  water,  which  is  doubtless  due  to  the  fact  that  during  these 
two  years  the  surface  of  the  water  in  the  pond  remained  very  much  below  high  water  mark. 
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MALDEN,  M1:DF0BI>  AND  MEIiBOSE.  « 

Microscopical  Examination  of  Water  from  Spot  Pond,  Stoneham. 

[Number  of  organisms  per  cubic  ceDtimeter.] 


1898. 


Jan. 


Feb. 


Mar. 


Apr. 


May. 


Jnne. 


July.  I  Aug.  I  Sept.     Oct.  |  Dec 


Day  of  examination, . 
Number  of  sample,    . 


5 
9850 


0 
9082 


8 
10083 


8 


10214   10354 


6 
10477 


8 
10611 


9  8  17 

10742 ,  10072 1 11148 


8 
11468 


PLANTS. 

DiatomaceaB, 


Asterionella, 

Cyclotella, 

Fragilaria, 

Meloslra, 

6ynedra, 

Tabellaria, 


CyanopbycesB,  Anabsena, 


Alg8B, 


CblorocooouB, 
Closterium, . 
Protococcus, 
Raphldinm, . 
Staarastmro, 


62 

8 

1 

28 

416 

792 

812 

815 

3 

0 

0 

1 

9 

0 

0 

0 

3 

0 

0 

5 

1 

640 

140 

40 

0 

0 

0 

2 

10 

0 

0 

0 

2 

0 

0 

6 

192 

40 

32 

89 

0 

1 

pr. 

10 

50 

0 

36 

172 

54 

2 

1 

4 

154 

112 

104 

64 

0 

0 

0 

0 

0 

10 

182 

208 

2,059 

0 

0 

0 

481 

247 

6 

28 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

1 

2,056 

0 

0 

0 

480 

244 

0 

6 

0 

0 

0 

0 

0 

0 

0 

7 

3 

0 

0 

0 

1 

3 

6 

9 

106 

0 
28 

0 
71 

8 

4 


15 


80 

0 

20 

0 

0 

10 


161        21 


3 
0 
0 
130 
8 
20 


0 

8 

8 
0 
0 
0 
pr. 


13 

6 
0 
0 
0 
2 


0 
0 
0 
0 
0 


ANIMALS. 
Rhizopoda,  Actinophrys,   . 

Infusoria,     .... 

Dinobryon 

Dlnobryon  cases, 

Perldininm 

Synura,        .       .       .       . 
Tracbelomonas,  .       . 


% 

8 

0 

0 

0 

0 

0 

0 

1 

0 

0 

4 

pr. 

1 

68 

67 

12 

4 

77 

71 

20 

0 

0 

0 

0 

2 

3 

0 

0 

0 

0 

0 

0 

0 

0 

64 

5 

0 

0 

64 

20 

4 

pr. 

0 

0 

0 

0 

4 

76 

6 

0 

0 

0 

0 

60 

0 

0 

0 

0 

0 

0 

0 

0 

1 

8 

1 

4 

0 

1 

1 

pr. 

IS 


0 
0 

1 

0 
0 


3£iicellaneou9t  ZoSglcea,  . 


102  !      78 


140 


26 


19 


244 


420 


56 


56  •     40 


Total, 


2,180       105  I      80 


236  ,    990    1,080 


008 


1,044 


278       245 


75 


Table  shotving  Heights  of  Water  in  Spot  Pond  on  the  Dates  when  Samples  oj 

Water  were  collected  for  Analysis. 


Datb. 


Distance 

below  niRh 

Water  5Iark. 


Jan.  8, 
Feb.  8, 
Mar.  6, 
April  4, 
May  2, 
June  5, 


1S9S. 


Feet. 
10.81 

11.42 

10.71 

6.81 

5.56 

8.67 


Datb. 


Distance 
below  High 
Water  Mark. 


July  5, 
Aug.  7, 
Sept.  5, 
Oct.  4, 
Dee.   5, 


189S. 


Feet. 
4.56 


5.87 
6.75 
8.04 
8.75 
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MAUOEN, 


Water  Supply  of  Malden. 


Chemical  Examination  of  Water  from  Tubular  Wells  at  Webster  Park  {Eaton^s 

Meadows)^  Maiden. 

[Parts  per  100.000.] 


Date  of 

Collection. 

Appbasawcb. 

Residue  on 
Evaporation. 

Ammokia. 

Chlorine. 

NiTSOQKN 
▲8 

Oxygen 

Consumed. 

• 

I 
1 

• 

1 

1 

• 

1 

a 

§ 

••* 

i 

a 

Free. 

Albu- 
minoid. 

m 

1 

• 

5 
9a 

• 

I 

0849 

1S98. 

Jan.     8 

None. 

V.  slight. 

0.0 

22.35 

.0000 

.0018 

2.20 

.4750 

.0000 

.0000 

12.4 

.0080 

9983 

Feb.     7 

None. 

None. 

0.0 

28.00 

.0000 

.0016 

2.52 

.5000 

.0000 

.0285 

13.4 

.0000 

10084 

Mar.    6 

None. 

None. 

0.0 

24.70 

.0000 

.0002 

2.68 

.4500 

.0000 

.0014 

11.5 

.0000 

10215 

Apr.    4 

None. 

None. 

0.0 

25.55 

.0000 

.0012 

2.40 

.4800 

.0001 

.0058 

11.8 

.0000 

10355 

May     2 

None. 

None. 

0.0 

24.50 

.0002 

.0032 

2.35 

.5000 

.0001 

.0365 

0.0 

.0100 

10478 

Jane    5 

None. 

None. 

0.0 

24.60 

.0000 

.0002 

2.83 

.4750 

.0000 

.0337 

10.7 

.0050 

10612 

July     5 

None. 

None. 

0.0 

25.20 

.0000 

.0006 

2.62 

.5000 

.0000 

.0202 

10.9 

.0000 

10743 

Aug.    7 

None. 

None. 

0.0 

23.00 

.0000 

.0016 

2.56 

.5000 

.0000 

.0000 

10.0 

.0100 

10073 

Sept.    5 

None. 

None. 

0.0 

22.70 

.0010 

.0000 

1  2.33 

.5000 

.0001 

.0240 

10.4 

.0000 

11149 

Oct.     4 

None. 

None. 

0.0 

22.60 

.0000 

.0002 

2.37 

.5000 

.0000 

.0077 

10.4 

.0000 

11459 

Dec.     5 

None. 

Slight. 

0.0 
0.0 

21.80 

.0000 

.0018 

2.45 

.4250 

.0000 

.0195 

11.2 
11.1 

.1000 

Av. 

23.72 

.0001 

.0011 

2.48 

.4823 

.0000 

1 

1 

.0186 

.0121 

Averages  of  Analyses  of  Previous  Years. 


1887* 

- 

- 

0.0 

17.08  ! 

.0000 

1 
.0008 

1 
2.20 

1 
.4050 

- 

- 

- 

18^8 

- 

- 

0.0 

17.45 

.0000 

.0003 

2.30 

.5081 

- 

- 

- 

1889t 

- 

- 

0.0 

16.95 

.0001 

.0031 

1.75 

.5500 

.0001 

- 

7.3 

1890 

- 

- 

0.0 

18.19 

.0002 

.0014 

2.30 

.4904 

.0001 

- 

8.0 

1891 

- 

- 

0.0 

20.83 

.0001 

.0007 

2.23 

.5146 

.0001 

- 

9.6 

1892 

- 

- 

0.0 

23.00 

.0000 

.0005 

2.36 

.5129 

.0000 

- 

11.4 

1893 

1 

- 

- 

0.0 

28.72  , 

1 

.0001 

.0011 

1 

2.48 

.4823 

.0000 

.0186 

11.1 

.0121 


*  Three  samples  in  November  and  December. 


t  June  and  October. 


Note  to  analyses  of  1893;  Odor,  none. The  samples  were  collected  from  a  fancet  at  the  pump- 
log  station,  while  pnmping,  with  the  exception  of  No.  10612,  which  was  collected  from  a  drinking 
fonntain. 
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MALDEN. 

Microscopical  Examination  of  Water  from  Tubular  Wells  at  Webster  Park  (Eaion^s 

Meadows),  Maiden* 

[Number  of  organiBms  per  cabic  centimeter.] 


1898. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

June. 

July. 

Aug. 

Sept 

Oct. 

Dec 

Day  of  examinatioD, . 
Number  of  sample,    . 

6 
9840 

9 
9983 

8 
10084 

8 
10215 

5 
10356 

6 
10478 

8 
10612 

9 
10748 

7 
10973 

7 
11149 

8 
11450 

PLANTS. 
Diatomaceae, 

Asterlonella, 

Melosira,      .... 

Synedra 

0 

0 
0 
0 

0 

0 
0 
0 

0 

0 
0 
0 

1 

0 

1 
0 

M 

6 

0 

18 

pr. 

0 

0 

pr. 

0 

0 
0 
0 

8t 

0 

0 

32 

0 

0 
0 
0 

5 
pr. 

0 

0 
0 
0 

Mi8cellaruott9t  Zobgloea,  . 

0 

0 

1 

0 

0 

1 

0 

0 

0 

n 

0 

Total, 

0 

0 

1 

1 

24 

1 

0 

82 

0 

27 

0 

Water  Supply  of  Manchester. 

Chemical  Examination  of  Water  from  the  Well  of  the  Manchester  Water  Works. 

[Parte  per  100,000.] 


d 

Appiabancx. 

• 

c 
o 

Ammonia. 

NiTBOOEN 
AS 

8 

s 

1 

. 

a 

o 
95 

Date  of 
CoU 

Turbidity. 

e 
§ 
1 

a 

s 

• 

Albu- 
minoid 

j  Chlorine. 

• 

1 

s 

=1 

o 

Ilardnets. 

• 

1 

1808. 

10042 

Feb.  25 

None. 

V.sUght. 

0.0 

9.36 

.0000 

.0004 

1.68 

.1000 

.0000 

.0106 

3.6 

.0000 

10459 

May  81 

V.  slight. 

V.  slight. 

0.0 

11.10 

.0000 

.0002 

1.86 

.1000 

.0000 

.0887 

3.4 

.0060 

11080 

Sept.  22 

None. 

None. 

0.0 

•  9.40 

.0000 

.0002 

1.74 

.0900 

.0000 

.0492 

3.9 

.0086 

11380 

Nov.  23 

None. 

None. 

0.0 
0.0 

8.'70 

.0000 

.0000 

1.49 

.1000 

.0000 

.0646 

3.2 
3.5 

.0300 

Av. 

9.64 

.0000 

.0002 

1.69 

1 

.0975 

.0000 

.0370 

.0096 

Odor,  none. The  samples  were  collected  from  the  well. 


Microscopical  Examination, 

No.  10042.    Miscellaneous,  ZooglaOt  2. 

Nos.  10459  and  11380.    Miscellaneous,  ZodgloM,  I  in  each. 

No.  11080.    No  organisms. 
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MABBIiEHlSAD. 


Water  Supply  of  Marblehead. 


The  works  from  which  the  water  supply  of  Marblehead  is  drawn 
were  enlarged  in  1892  by  the  addition  of  a  group  of  five  tubular 
wells  situated  about  800  feet  south-east  of  the  pumping  station. 
The  depth  of  the  wells  varies  from  25  to  53  feet.  From  April  until 
November,  1893,  water  from  these  wells  was  pumped,  by  means  of 
an  auxiliary  pump,  into  the  large  collecting  well  near  the  pumping 
station.  In  1893  a  further  addition  to  the  works  for  obtaining  a 
supply  of  ground  water  was  made  by  the  construction  of  a  small 
collecting  well  about  eight  feet  in  depth,  near  a  small  pond,  and  a 
short  distance  from  the  tubular  wells  just  described.  This  well  was 
completed  about  Nov.  1,  1893,  and  has  been  connected  with  the 
large  collecting  well  by  a  siphon. 

The  driven-well  system  in  the  marsh  near  Loring  Avenue  has 
been  reconstructed,  and  during  1893  water  has  been  drawn,  when 
necessary,  from  39  tubular  wells  in  this  vicinity.  The  water  of 
these  wells  is  affected  by  their  proximity  to  the  sea,  and  the  large 
amount  of  chlorine  present  at  times  in  the  water  supplied  to  the 
town  is  due  chiefly  to  the  use  of  water  from  this  source. 

The  large  collecting  well  constructed  in  1890  continues  to  be  the 
chief  source  of  supply,  and  at  times  furnishes  all  of  the  water  used 
by  the  town. 

Chemical  HxamincUion  of  Water  from  the  Large  Collecting  Well  of  the  Marblehead 

Water  Works, 

[Parta  per  100,000.] 


Date  of 

Collection. 

Appearakce. 

Retidtic  on 

Evaporation. 

Ammonia. 

1 

Chlorine. 

1     NiTBOOBM 
AS 

Oxygen 

Consnmed. 

• 

S 

C 

•E 

s 

c 

e 

B 

a 

• 

2 

s 

a 

1 

i: 

1 

Free. 

Albu- 
minoid. 

Nitratei. 

Nitrites. 

• 

a 

s 

1 
1S98. 

1 

1 

11091 

Sept.  25 

DiBtinct. 

Slight. 

0.10 

15.40 

.0030 

.0004 

2.41 

.0700 

.0001 

.0697 

8.0 

.1200 

11166 

Oct.    10 

Distinct, 

None. 

0.10 

15.80 

.0004 

.0012 

2.93 

.0680 

.0001 

.0269 

7.7 

.0450 

11470 

Dec.  10 

milky. 
Dintinct, 

milky. 

None. 

0.10 
0.10 

16.10 

.0014 

.0010 

3.00  ; 

1 

.1000 

1 
.0010 

.0360 

8.9 
8.2 

.0400 

Av. 

15.77 

1 

.0016 

.0009 

2.78 

1 

.0793 

.0004 

.0442 

.0683 

J 

Odor,  none. The  aamplea  were  collected  either  directly  from  the  well  or  from  a  faucet  at  the 

pumping  station  while  pumping  from  the  well. 

All  of  the  waters  in  this  and  the  two  following  tables  contain  iron  in  considerable  amount,  which 
oxidizes  on  exposure  to  the  air,  making  the  water  somewhat  turbid  and  colored. 


Microscopical  Examination, 


No.  11091.    Miscellaneous,  Amorphous  mattert  200. 
No.  11165.    Miscellaneous,  Zoogkxa,  17. 
No.  11470.    No  organisms. 
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MABBLEHEAB. 

Chemical  Examination  of  Water  from  the  Small  Collecting  Well,  MarblehecuL 

[Parts  per  100,000.] 


a 

a 


a 
© 

B 

m 


11092 


1S08. 

Sept.  25 


Appbakaxok. 


s 

a 


Distinct, 
milky. 


Cons., 
rusty. 


0.70 


s 
o 

m 
«§. 

« 


13.00 


AMMONIA. 


"S 

c 


.0084 


.0000 


•c 

o 


1.34 


KiTBOOBN 
AS 


5 


8 

€ 


.0070 


.0000 


•s 


c 


i 


.0820 ;  6.9 


.2500 


Odor,  faintly  unpleasant,  disappearing  on  heating. The  sample  was  collected  from  the  well. 


Microscopical  Examination, 


Miscellaneous,  ZooglCM,  1,040. 


Chemical  Examination  of  Water  from  Groups  of  Tubular  Wells  of  the  Marblehead 

Water  Works. 

[Parte  per  100,000.] 


Date  of 

Collection. 

Appearance. 

4 

1 

Ammonia. 

Chlorine. 

MITBOOBN 
AS 

Oxygen 

Consumed. 

1 

m 

1 

a 
2 

Turbidity. 

a 

1 

Color. 

Free. 

Albu- 
minoid. 

• 

s 

• 

1 

r 

1 

11090 
11093 
11166 

1S08. 

Sept.  25 

Sept  25 
Oct.    10 

Decided, 
milky. 

DlsUnct, 
milky. 

Distinct, 
milky. 

Cons., 

fibroos. 
Slight, 

rusty. 
Slight, 

rusty. 

0.23 
0.75 
0.60 

54.40 
13.20 
12.60 

.0110 
.0046 
.0102 

.0000 
.0000 
.0008 

17.82 
1.59 
1.45 

.0120 
.0060 
.0000 

.0001 
.0000 
.0000 

.0861 
.0588 
.0423 

19.8 
7.6 
6.1 

.1900 
.^600 
.1900 

Odor,  none. — The  first  sample  was  collected  from  the  group  of  thirty  .nine  tnbalar  wells  near  Lorlng 
Avenue;  the  last  two,  from  the  group  of  five  tubular  wells  located  south-east  of  the  pumping  station. 

Analyses  of  samples  of  water  from  the  latter  group  of  wells  made  in  1892  may  be  found  on  page  179 
of  the  annual  report  of  that  year. 


Microscopical  ExaminatioTU 

No.  11090.    Fungi,  Crenothrix^  8,600;  Miscellaneous,  ZoSgUxot  160.    Total,  3,760. 
No.  11003.    Miscellaneous,  Zodglaot  520. 
No.  11166.    Miscellaneous,  ZoOgtctOt  804. 
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Chemical  Examination  of  Water  from  the  Wells  of  the  Marblehead  Water  Works. 

[Parte  per  100,000.] 


§  1 

Appbarakcb. 

• 

§ 

Ammonia. 

KiTBOOBM 

•8 

1 

Date  of 

CollecU 

3 

1 

• 

o 

a 

•c 

1 

AS 

Oxygen 

Contnm 

1 

• 

t 

B 

a 

§ 
1 

• 

o 

o 

h 

Albu- 
minoid. 

• 

& 

• 

• 

m 

• 

a 
1 

1S08. 

9872 

Jan.   12    None. 

Slight. 

0.00 

27.50 

.0020 

.0010 

8.69 

.0800 

.0000 

- 

12.4 

.0160 

9902 

Feb.     8    DisUnct, 
clayey. 

Slight. 

0.03 

47.70 

.0010 

.0024 

17.00 

.0760 

.0000 

.0365 

19.6 

.0220 

10108 

Mar.  18    None. 

V.  slight. 

U.02 

29.70 

.0000 

.0000 

9.70 

.0550 

.0001 

1.0677 

13.6 

.0100 

1024« 

Apr.  12 , 

V.alight, 

V.  slight. 

0.03 

16.20 

.0028 

.0020 

2.82 

.1000 

.0000 

.0255 

2.8 

.0030 

1 

clayey. 

1 

10375 

May   101  None. 

None. 

0.00 

16.00 

.0000 

.0012 

3.04 

1 

.1000 

.0001 

.0292 

7.1 

.0060 

10498 

June    8    V.  slight. 

None. 

0.04 

15.50 

.0000 

.0006 

2.06 

|.0650 

.0000 

.0000 

6.7 

.0120 

10815 

Jaly     7    Slight, 

,      clayey. 

Slight. 

0.02 

13.90 

.0008 

.0004 

1.98 

.0650 

.0000 

'.0146 

6.9 

.0100 

1 
1 

1 

10790 

Aag.  14 

Slight, 
clayey. 

V.  slight. 

0.01 

23.00 

.0000 

.0004  1 

5.14 

.0400 

.0000 

.0181 

8.4 

.0090 

10998 

Bept.  11 

DisUnct. 

V.  slight. 

0.10 

16.80 

.0002 

.0014 

2.19 

.0700 

.0000 

.0000 

7.4 

.0150 

II     clayey. 

11344 

Nov.  16    Slight. 

1 

V.  slight. 

0.00 
0.03 

16.60 

.0000 

.0006 

1 

3.12 

.1400 

1 

.0000 

.0747 
.0285 

9.0 

9.4 

.0120 

Av. 

1 

22.24 

i 

.0007 

1 

.0010 

5.57 

.0790 

.0000 

.0116 

Odor,  none;  occasionally  an  earthy  odor  is  developed  on  heating. The  samples  were  collected 

from  a  faucet  in  the  town,  and  represent  a  mixture  of  water  drawn  from  the  various  sources  of  supply. 

Microscopical  Examination, 

A  very  few  ZoogUxa  were  found  in  March,  April  and  May.    In  the  remaining  months  the  water 
contained  no  organisms. 

Water  Supply  of  Marlborough. 

At  the  beginning  of  1893,  the  new  works  to  furnish  an  additional 
supply  of  water  for  the  city  of  Marlborough  from  Millham  Brook 
were  nearly  completed,  and  they  were  finished  in  season  to  permit 
the  pumping  of  38,000,000  gallons  of  water  (nearly  a  quarter  of 
the  total  amount  consumed  by  the  city  in  1892)  during  the  spring, 
when  the  flow  in  the  brook  was  large.  Of  this  amount  20,000,000 
gallons  were  pumped  directly  into  the  distributing  reservoir  and  the 
remainder  into  Lake  Williams,  which,  at  the  beginning  of  the  year, 
was  at  a  much  lower  level  than  ever  before.  During  the  month  of 
April  the  city  was  supplied  wholly  with  water  from  Millham  Brook, 

The  additional  water  works  at  present  consist  of  a  very  small 
reservoir  on  Millham  Brook,  a  pumping  station  near  the  reservoir, 
and  a  force  main  from  which  water  can  be  discharged  either  into 
Lake  Williams  or,  by  means  of  a  connection  with  the  original  force 
main,  into  the  distributing  reservoir. 
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The  reservoir  on  the  brook  has  a  capacity  of  500,000  gallons, 
which  is  only  enough  to  supply  the  pumps  for  five  hours ;  conse- 
quently, the  pumps  cannot  be  operated  to  advantage  except  when 
there  is  a  large  flow  in  the  brook.  The  pumping  station  is  so 
located,  however,  that  when  in  the  future  more  water  is  needed  it 
can  be  drawn  from  a  large  storage  reservoir  to  be  formed  by  build- 
ing a  dam  a  short  distance  below  the  confluence  of  Millham  Brook 
and  its  northerly  branch,  which  is  nearly  as  large  as  the  main 
brook. 

The  advice  of  the  State  Board  of  Health  to  the  city  of  Marlbor- 
ough with  regard  to  the  construction  of  this  reservoir  may  be  found 
on  page  28  of  this  volume. 

Chemical  Examination  of  Water  from  Lake  WilliajnSj  Marlborough. 

[Parts  per  100,000.] 


Si 

a 

9 


10191 
10582 
11105 
11537 


a 
o 

3 
o 
« 

a 


m 


Av. 


1808. 

Mar.  29 

June  30 
Sept.  27 
Dec.  20 


Appcaeamcb. 


o 


a 

00 


u 
o 

6 


SUght. 
Slight. 
V.  Blight, 
v.  slight. 


SUght,      '0.10 

white. ! 
SUght.      |0.05 

V.  slight.  ,0.05 

V.  slight. 'o.Ol 


0.05 


KESIDniC  ON 

EVAPOBA- 

TION. 


o 


3.10 
4.05 
4.35 
4.30 


8.95 


c 
o 

n 

M 


0.40 
1.00 
1.05 
1.05 


0.88 


Ammonia. 


Albuminoid. 

• 

• 

•o 

> 

• 

1 

§ 

a 

k 

H 

Q 

X 

.0148 
.0228 


.0042 
.0000 
.0014  .0128 
.0000  .0172 


.0014 


.0169 


.0122 
.0158 
.0110 
.0152 


.0136 


.0026 


c   [ 


.35 


.0070  .39 
. 0018 j  .42 
.0020'  .43 


.0033   .40 


Nitrogen 

AS 


2 


.0100 
.0000 
.0030 
.0000 


o 

B 


c  * 

a>  a 

*^  1  £ 

O  S 


.0001 
.0000 
.0000 
.0000 


.0033.0000 


.1971 
.2765 
.2829 
.2365 


.2012 


1.4 
1.6 
1.9 
1.7 


1.7 


Averages  of  Analyses  of  Previous  Tears, 


1 
1887*  1 

- 

I 

1888  1 

- 

- 

1889  1 

- 

- 

1890 

- 

- 

1891 

1 

- 

- 

1892t 

- 

- 

1893  , 

- 

- 

1 
0.08  4.10  1  0.65 

•0010 

.0178 

- 

t 

.45 

.0017 

1 

0.05  3.99  0.91 

.0006 

.0205 

- 

- 

.44 

.0054 

.0001 

0.04  3.92  '  1.03 

!.0007 

.0220 

.0182 

.0038 

.46 

.0064 

.0001 

0.03  4.41  1.13 

1 

|.0007 

j 

.0206 

.0165 

.0041 

1 

.46 

.0078 

.0000 

0.05  4.12  ,  1.20 

1.0009 

.0197 

.0162 

.0035 

.45 

.0072 

.0001 

0.08  4.80  1  1.48 

.0008 

.0244 

.0174 

.0070 

1 

.46 

.0115 

.0003 

0.05  3.95  1  0.88 

.0014 

1 

.0169 

.0136 

.0083 

.40 

.0033 

.0000 

2.8 
■      1.8 
.       1.7 
.2012   1.7 


*  Jane  to  December. 


t  March  and  April. 


Note  to  analyses  of  1893;  Iron,  .0060.    Odor,  distinctly  vegetable,  and  unpleasant. The  first 

sample  was  collected  from  the  lake ;  the  remaining  samples  from  a  faucet  at  the  pumping  station  while 
pumping. 
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Microscopical  Examination  of  Water  from  Lake  Williams^  Marlborough, 

[Number  of  organisms  per  cnblc  centimeter.] 


1808. 


March. 


July. 


September. 


December. 


Day  of  examination, 

Number  of  sample, 

PLANTS. 
Diatomaceeo, 

Asterlonella, 

Fragllaria, 

Tabellarla 

Cyanophyceed'f  CoelosphsBrium,    . 

Algree* 

Chlorococcus, 

Protococcus, 

Zoospores, 

ANIMALS. 

Infusoria, 

Cerntlum, 

Peridlnium, 

Trachelomonas * 

Vorticella, 

Vermes,  Anurea, 

Miscellaneous  t  Zoogloea,        .... 
Total, 


31 
10191 


3 
10582 


30 
11105 


23 
11537 


2 

0 
0 
2 

0 

35 

8 

0 

27 


55 

3 

6 

46 

3 

124 

0 
124 
pr. 


8 

6 
0 
2 

0 

0 

0 
0 
0 


6 

6 
0 
0 

0 
0 

0 
0 
0 


0 
0 
0 
0 


0 

1 

0 
3 


1 
1 
1 
0 


0 
1 
0 
0 


34 


18 


40 


71 


204 


52 


Chemical  Examination  of  Water  from  Millham  Brooke  Marlborough. 

[Parts  per  100,000.] 


• 

a 

a 

o 

3 

Appraramob. 

Rksidub  on 

EVAPOBA- 
TION. 

Ammonia. 

• 

a 

•c 

o 

o 

.20 
.35 

NiTROOEN 
Aft 

• 

a 

s 

§ 
O 

c 

8 

• 

•3 

e 
§ 

i 

Loss  on 
Ignition. 

i 

Albuminoid. 

• 

s 

1 

S5 

• 

1 

mm 

• 

s 

s 
S5 

• 

> 

s 

5 

Sus- 
pended. 

• 

1 
1 

n 

10192 
11586 

1803. 

Mar.  29 

Dec.  20 

V.  slight. 
None. 

Slight.      0.45 
V. slight.  0.60 

3.45 
6.15 

0.95 
2.25 

.0010 
.0006 

.0146 
.0178 

.0118 
.0154 

.0028 
.0024 

.0120 
.030C 

.0000 
.0000 

.4016 

.7004 

0.9 
2.1 

Iron,  .0078.    Odor,  faintly  vegetable 
IK>lDt  from  which  water  is  drawn  for  the 


,— The  samples  were  collected  from  MUIham  Brook  at  the 
supply  of  Marlborongh. 


Microscopical  Examination. 

No.  10192.    Miscellaneous,  Zooglaat  36. 

No.  11536.    Diatomacen,  ir«r<(2<<m,  2;  Synedra,b;  Mlscellaneons,  Zooglaa,  5.    Total,  12. 
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Water  Supply  of  Maynard. 


Chemical  Examination  of  Water  from  the  Maynard  Water  Works, 

[Parte  per  100,000.] 


• 

§ 
a 

s 

o 

Appkaranck. 

Rksidue  on 
Evapora- 
tion. 

AUUOXIA. 

• 

c 

1 

6 

1 

.29  1 

1 

Mrrioouf 

AS 

Oxygen  Consumed. 

Turbidity. 

• 

1 
1 

i 
S 

• 

1 

Lots  on 
Ignition. 

• 

fa 

Albaminotd. 

1 

Nitrites. 

1 

• 

1 

i 

► 

Sus- 
pended. 

• 

! 

e 

C 

« 

10033 

1S08. 

Feb.  17  1 

V.  slight. 

Slight. 

0.05 

1 
1 

2.55 

1.15 

.0000 

.0040 

.0080 

.0010 

.0000 

.0000| 

1 
.1297   0.9 

10420 

May  18 

Slight.       SUght. 

0.01 

2.15 

0.90 

.0000 

.0146 

.0126 

.0020 

.23 

.0000 

.0000 

.0949   0.2 

10866 

Aug.  21 1 

Slight. 

Slight. 

0.00 

2.30 

1.00 

.0000 

.0104 

.0068 

.0036 

.24 

.0000 

.0000 

.1580  0.0 

11368 

Nov.  22; 

V.  slight. 

SUght. 

0.00 

1 

0.02 

1 

1.70 

0.50  ' 

.0004 
.0001 

.0182 
.0106 

.0096 
.0080 

.0036  .25 

1 

.0026  -25 

.0000 
.0000 

.0000 
.0000 

.1564!  0.5 

^V.  • 

,  2.18 

1 

0.89 

1 

.1345  o.i 

1 

I 

Iron,  .0033.    Odor  of  the  first  sample,  faintly  earthy;  of  the  seoond,  distinctly  vegetable  and  nD> 
pleasant ;  of  the  remaining  samples,  none.    On  heating,  a  faintly  vegetable  odor  was  notieeable  in  the 

second  and  third  samples. The  first  sample  was  collected  from  a  faacet  in  the  town,  the  remaining 

samples  directly  from  the  pond.  The  difference  between  the  analysis  of  the  sample  collected  in  the 
village  and  those  from  the  pond  indicates  that  a  large  amount  of  ground  water  finds  ite  way  into  the 
pipe  leading  from  the  pond  to  the  pnmping  station. 


Microscopical  Examination  oj  Water  from  the  Maynard  Water  Works, 

[Number  of  organisms  per  cubic  centimeter.] 


1S08. 


February. 


May. 


August. 


November. 


Day  of  examination,       •       . 
Number  of  sample, .       . 

PLANTS. 

DiatomaoeeB,    . 

Asterionella,     .       . 

Oyclotella, 

Diatoma,    .... 

Navicula,   .... 

?irnedra,    .... 
abellaria, 

OyanophyoeeB. 

ClathrocysUs,   .       . 
Microcystis,      .  . 

AlffflB 

Oonferva,  .... 
Protococcns,     . 
Raphidlum, 
Sceoedesmus,    . 


21 
10038 


19 
10420 


72 

42 
pr. 

1 

18 
10 


0 
0 


0 
0 
0 
0 


502 

8 

20 

0 

0 

34 

440 


4 
0 


8 

2 

0 
0 

1 


22 
10866 


48 

0 
5 

4 

2 

9 

28 


0 
44 


0 
0 

4 
0 


23 
11868 


156 

106 
0 
0 

pp. 

42 

8 


0 

7 


10 

0 
7 
8 
1 
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Microscopical  Examination  of  Water  from  the  Maynard  Water  Works 

—  Concluded. 

[Number  of  organisms  per  cubic  centimeter.] 


ANIMALS 
Bliizopoda,  Actinophrys, 

InftL8oria»   .... 

Dinobryon, 
Dinobryon  cases, 
Ifonas,       .... 
Peridinium,       .       . 

Mi9cellaneou$t  Zo'dgloea, 

TOTAIt        .... 


0 

0 

1 

4 

37 

8 

0 

3 

0 

4 

34 

0 

0 

pr. 

1 

0 

0 

2 

87 

2 

34 

0 

1 


22 


8 


66 


81 


568 


108 


277 


Medfield. 

Chemical  Examination  of  Water  from  a  Spring,  Medfield. 

[ParU  per  100,000.] 


Date  of 

Collection. 

Appkarahck. 

5^         Resldoe  on 

g               Evaporation. 

Ammonia. 

• 

1 

NITBOOSK 
AS 

Oxygen 

Consnmed. 

• 

m 
1 

s 

1 

8 

• 

1 

c 
o 

s 

6 

• 

Alba- 
mlnold. 

• 

S 

1 

9i 

• 

m 

5 

• 

a 
£ 

10241 

1808. 

April  12 

None. 

None. 

0.0 

1 

.0004 

.0002 

.22 

.0030 

.0000 

.0093 

1.1 

.0000 

Odor,  none,  becoming  very  faintly  vegetable  on  heating. —The  sample  was  collected  from  a 
spring  near  Vine  Brook  aboot  a  third  of  a  mile  above  North  Street.  This  spring  is  used  as  a  source 
of  water  supply  by  a  large  straw  factory,  and  by  a  portion  of  the  village  of  Medfield. 


Microscopical  Examination, 


Diatomaee®,  Synedrat  1. 


Water  Supply  op  Medfield  Insane  AsYLim. 

Description  of  Works.  —  This  asylum  is  a  State  institution  which 
had  not  been  occupied  up  to  the  end  of  1893.  The  water  works 
were  completed  in  September,  1893.  The  supply  is  obtained  from 
a  system  of  20  two  and  one-half  inch  tubular  wells,  located  on 
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the  right  or  easterly  bank  of  Charles  River,  in  the  vicinity  of  the 
boundary  line  between  the  towns  of  Medfield  and  Dover,  a  few  of 
the  wells  being  in  Dover  and  the  remainder  in  Medfield.  The  wells 
are  located  at  intervals  of  twenty-five  feet  near  a  suction  pipe  run- 
ning approximately  parallel  to  the  river,  those  nearest  the  river 
being  distant  from  it  about  twenty  feet,  and  those  farthest  away 
about  sixty  feet.  The  depth  of  the  wells  varies  from  twenty  to 
twenty-eight  feet  and  averages  twenty-four  feet.  Pumps  force  the 
water  to  a  covered  iron  tank  twenty  feet  in  diameter  and  eighty 
feet  in  height,  from  which  water  is  distributed  to  the  buildings. 

CJiemical  Examination  of  Water  from  the  Tubular  Wells  of  the  Medfield  Insane 

Asylum^  Medfield, 

[ParU  per  100,000.] 


:tion. 

Appearance. 

1 

Residue  oii 

Evaporation. 

AHMONIA.     I 

1    _      __._._  1 

Chlorine. 

1     NlTROOBM 
'              A8 

Oxygen 

Consomed. 

Hardness. 

• 

u 

1 

a 
S25 

Date  of 

CoUe< 

2 
2 

u 
a 

• 
a 

1 

Color. 

Free. 

Albn- 
minoid. 

1 

• 

5 

• 

a 

114d9 

1808. 

Dec.     8 

None. 

v.  Blight. 

1 
0.0 

2.60 

! 
.0000 

1 
.0000 

.26 

1 

.0000 

.0000 

.00S9 

1.1 

.0120 

Odor,  none. The  sample  was  collected  from  a  faucet  supplied  from  the  wells. 


Microscopical  Examination. 

No  organisms. 


Water  Supply  of  Medford. 

The  advice  of  the  State  Board  of  Health  to  the  city  of  Medford, 
relative  to  taking  a  temporary  additional  water  supply  from  the 
ground  a  short  distance  north  of  Webster  Street,  in  the  valley  of 
a  small  brook  which  has  its  source  near  Spot  Pond ;  also  relative 
to  taking  water  directly  from  the  upper  portion  of  this  brook,  may 
be  found  on  page  32  of  this  volume. 

The  works  for  taking  a  supply  of  water  from  the  ground  were 
completed  in  July,  1893,  and  consist  of  a  system  of  tubular  wells 
north  of  Webster  Street,  between  Fulton  and  Forest  streets,  a 
pumping  station  and  a  short  length  of  force  main  connecting  with 
the  distributing  system  of  the  town.  There  are  fourteen  two  and 
one-half  inch  tubular  wells,  varying  in  depth  from  thirty  to  fifty- 
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two  feet.  These  are  approximately  in  two  parallel  lines  and  the 
extreme  wells  are  about  three  hundred  feet  apart  in  an  easterly  and 
westerly  direction,  and  one  hundred  and  sixty  feet  in  a  northerly 
and  southerly  direction.  As  these  wells  did  not  furnish  as  much 
water  as  was  desirable,  in  view  of  the  low  level  of  the  water  in 
Spot  Pond,  additional  works  were  constructed  early  in  1894  for 
pumping  water  from  the  unpolluted  upper  portion  of  the  brook. 

Analyses  of  water  from  various  sources  within  the  town  are  given 
below.  Further  information  regarding  the  water  supply  of  Medford 
from  Spot  Pond  may  be  found  on  pages  29-32  and  203,  and  analyses 
of  water  from  the  pond  may  be  found  on  page  205. 


Chemical  Examination  of  Water  from  Tubular  Wells  used  as  an  Additional  Source 

of  Water  Supply  for  Medford, 

[Parts  per  100,000.1 


Date  of 

Collection. 

Appbasancb. 

1 

• 

§ 
i| 

B  > 

« 

\ 

12.30 

Ammomia. 

Chlorine. 

NiTROOBN 
A8 

Oxygen 

Consumed. 

i 

c 

s 

B 

a 

• 

a 

«i 

Color. 

• 

1 

Albu- 
minoid. 

• 

i 

Nitrites. 

• 

a 
£ 

k4 

10090 

1S9S. 

July  19 

Nooe. 

None. 

0.0 

.0004 

.0002 

.70 

.0500 

1 
.0000 

.0000 

7.0 

.0040 

10744 

Aug.   7 

None. 

None. 

0.0 

13.30 

.0000 

.0000 

.«! 

.0700 

.0000 

.0000 

8.3 

.0040 

11338 

Nov.  15 

None. 

None. 

0.0 

1 

13.80 

.0000 

.0000 

.86  1 

.0760 

.0000 

.0664 

8.9 

.0000 

11476 

Dec.  12 

1 

None. 

None. 

0.0 
0.0 

18.40 

.0000 

.0000 

1 
.85 

.0650 

.0000 

.0336 

8.9  i.OOOO 

1 

Av. .. 

18.20 

.0001 

.0001 

.76 

.0650 

.0000  \ 

.0250 

1 
8.3    .0020 

1 

Odor,  none. The  samples  were  collected  from  a  faucet  at  the  temporary  pumping  station  while 

pumping. 

Microscopical  Examination. 

An  insignificant  number  of  organisms  were  found  in  the  first  and  third  samples;  in  the  others  no 
organisms  were  found. 
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Chemical  Examination  of  Water  from  Wells  in  Medford^  collected  during  an 

Investigation  for  an  Additional  Water  Supply, 

[Parte  per  100,000.] 


• 

a 
o 

Appbarahob. 

« 

a 
o 

Ammonia. 

1 

KiTSOOBir 

i 

«« 

J 

AS 

a 

S 

1 

a 

• 

Date  of 
Coll 

Turbidity. 

a 

1 

Residue  oi 

Albu- 
minoid 

i 

Nitrates. 

• 

m 

s 

Oxygen 
Com 

• 

1 

a 

1S93. 

1 

0916 

Jan.   23 

None. 

None. 

0.00 

11.20 

.0000 

.0000 

.79 

.0460 

.0000 

.0078 

6.6 

.0040 

M46 

Jan.  27 

.  ^ 

. 

- 

- 

— 

— 

.68 

.1260 

• 

• 

_ 

• 

M47 

Jan.   27 

• 

. 

- 

• 

— 

— 

.66 

.0460 

. 

• 

_ 

^ 

0048 

Jan.  27 

• 

. 

• 

> 

— 

. 

.66 

.0460 

• 

_ 

. 

• 

0940 

Jan.   27 

• 

. 

. 

- 

— 

— 

.86 

.1200 

. 

. 

„ 

. 

10266 

AprUn 

V.elight, 
clayey. 

v.  slight. 

0.06 

14.00 

.0000 

.0002 

.64 

.0700 

.0000 

.0000 

8.4 

.0060 

10267 

AprUn 

Diatlnct, 
clayey. 

Slight. 

0.02 

12.60 

.0000 

.0002 

.71 

.0600 

.0010 

.0000 

6.8 

.0220 

Odor,  none. No.  9946  was  collected  from  a  tubnlar  well  at  a  house  on  Fulton  Street  near  Valley 

Street;  No.  9949  from  a  well  at  a  house  on  Webster  Street  near  Forest  Street;  the  remaining  samples 
from  tabular  test  wells,  at  the  location  from  which  the  additional  supply  of  water  is  drawn. 

Microscopical  Examination, 

No.  10267.    Miscellaneous,  Zodglaa,  SO.    Nos.  9916  and  10266,  no  organisms.    Nos.  9946,  9947,  9049 
and  9949,  not  examined. 


Chemical  Examination  of  Water  from  a  Brook  near  Forest  Street,  Medford, 

[Parte  per  100,000.] 


a 
S 


o 


Appbabavob. 


1 


e 

a 


o 


9914 


1A08. 

Jan.  23 


V.  slight. 


Cons. 


0.20 


Rksidcb  on 
Evapora- 
tion. 


c 
o 


§& 


6.30 


0.76 


Ammonia. 


Albuminoid. 

• 

•8 

•o 

• 

► 

2 

3 

p 

1 

s  o. 

&K 

H 

a  1  » 

.0044 

.0132 

.0118 

.0014 

a 
o 


.69 


NiTROOBN 
AS 


1 


1 

m 

1 

ttrites. 

% 

^ 

.0160 

.0001 

a 
o 

a 
& 

M 
O 


.4061 


2.2 


Iron,  .0100.    Odor,  very  faintly  vegeUble. The  sample  was  collected  from  the  brook  near  the 

corner  of  Elm  and  Forest  streete,  Medford.    Early  in  1804  the  town  began  pumping  water  from  the 
brook  at  this  point. 

MicroscopiccU  Examination, 

Diatomacen,  MeHdion^  1;  Navicuta,  1;  JfUsschia,  1*    Miscellaneous,  Zodgtout,  11.    Total,  14. 


Water  Supply  of  Melrose. 
Several  communications  of  the  State  Board  of  Health  to  the  town 
of  Melrose,  with  reference  to  taking  an  additional  water  supply  for 
the  town  from  sources  in  North  Andover,  and  from  various  sources 
within  the  town  of  Melrose,  may  be  found  on  pages  34-40  of  this 
volume. 
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In  August,  1893,  an  additional  supply  of  water  was  introduced 
from  a  system  of  tubular  wells,  owned  by  a  private  company,  and 
located  in  the  westerly  part  of  the  town,  near  the  boundary  line 
between  Melrose  and  Stoneham.  The  works  consist  of  a  system  of 
fifteen  two  and  one-half  inch  tubular  wells  varying  in  depth  from 
thirty-five  to  forty-five  feet,  all  located  in  the  vicinity  of  Spot  Pond 
Brook,  north  of  Wyoming  Avenue.  The  wells  are  connected  with 
a  temporary  pump,  and  water  is  pumped  directly  into  the  main  pipe 
in  Wyoming  Avenue,  which  conveys  water  from  Spot  Pond  to  the 
town. 

Analyses  of  water  from  this  source  and  from  other  sources  within 
the  town  are  given  in  the  tables  below.  Further  information  regard- 
ing the  water  supply  of  Melrose  from  Spot  Pond  may  be  found  on 
pages  29-32  and  203,  and  analyses  of  water  from  the  pond  on  page 
205. 

Chemical  Examination  of  Water  Jrom  Tubular  Wells  in  the  Valley  of  Spot  Pond 
Brook,  near  Wyoming  Avenue^  used  as  an  Additional  Source  of  Water  Supply 
for  Melrose. 

[Parte  per  100,000.] 


i 


loeoa 

10867 
10089 
11118 
11184 
11348 
11497 


a 
o 


Av. 


I80S. 

July  20 

Aag.  21 
Sept.  6 
Sept.  29 
Oct.  11 
Nov.  18 
Deo.   14 


Appbabakck. 

• 

i 

^ 

« 

s 

J 

a 

& 

3 

V.BUght, 

clayey. 

DistlDct. 

None. 

None. 

None. 

DUtinct, 
clayey. 
None. 


v.  slight. 

Slight. 

None. 

None. 

None. 

Slight, 

clayey. 
None. 


0.02 

0.02 

0.00 
I 
0.00  i 

0.00 ' 

0.05  I 

0.00 


0.01 


o 

s 


8.90 
9.20 
9.00 
10.40 
11.40 
12.80 
12.00 


10.63 


Ammonia. 


o 
o 


.0000 
.0004 
.0000 
.0000 
.0000 
.0000 
.0006 


.0001 


.0024 
.0000 
.0008 
.0018 
.0018 
.0000 
.0020 


.0013 


c 

•n 


0.69 
0.71 
0.81 
1.17 
1.26 
1.37 
1.26 


'     NlTROOKM 
f  AS 


1.04 


.0200 
.0000 
.0000 
.1500 
.1100 
.0900 
.0600 


.0614 


.0000 
.0003 
.0001 
.0000  I 
.0001  ' 
.0000 
.0000  I 


.0000 


4» 


a 

o 


4 

a 

I 


6 


.0370 
.0474 
.0312 
•0386 

.oon 

.0468 
.0280 


3.9 
4.4 
4.3 
6.0 
6.3 
7.3 
6.9 


.0338 


6.4 


.0000 
.0070 
.0312 
.0080 
.0040 
.0250 
.0050 


.0115 


Odor,  none. The  first  two  samples  were  collected  from  the  discharge  pipe  of  the  pomp  drawing 

water  from  the  tubular  wells;  the  remaining  samples  from  a  faucet  at  the  temporary  pumping  station 
while  pumping.  • 

Microscopical  Examination. 

A  few  ZoCglaa  were  found  in  the  samples  collected  in  the  latter  part  of  September  and  in  October 
and  November.    In  the  remaining  samples  no  organisms  were  found. 
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Chemical  Examination  of  Water  from  a  Group  of  Five  Tubular  Test  Wells  near 

Ell  Pond^  Melrose. 

[Parts  per  100,000.] 


Date  Of 

Collection. 

Appbarakcb. 

P         Residue  on 

g               Evaporation. 

Ammomia. 

Chlorine. 

,     NITROOKN 

1             ^» 

Oxygen 

Consumed. 

« 
e 

m 
» 

1 

• 

1 

• 

s 
o 

a 

1 

• 

Albu- 
minoid. 

Nitrates. 

Nitrites. 

Iron. 

9898 

lAOS. 

Jan.   17 

None. 

None. 

0.0 

.0000 

.0000 

1.13 

.2500 

.0000 

.0511 

5.8 

.0010 

0942 

Jan.   25 

None. 

None. 

0.0 

11.26 

.0000 

.0018 

1.80 

.1250 

.0001 

.0219 

5.6 

.0010 

0958 

Jaiv   81 

None. 

None. 

0.0 

11.30  ' 

.0000 

.0012 

1.14 

.1900 

.0005 

.0219 

6.1 

.(N)00 

10541 

1 
June  21 

V.  slight. 

Slight, 
brown. 

0.0 
0.0 

10.40 

.0000 

.0000 

1.08 

.2200 

.0000 

.0000 

8.6 
6.2 

.0300 

1 
Av 1 

10.76 

.0000 

.0008 

i  1.16 

1 

.1968 

.0002 

.0931 

.0060 

1 

Odor,  none. The  first  three  samples  were  collected  during  a  pumping  teat  from  a  group  of  five 

tubular  wells  about  fifty  feet  distant  from  the  northerly  shore  of  Ell  Pond.  The  first  sample  was 
collected  soon  after  beginning  the  test  and  the  third  sample  at  the  end,  after  pumping  fourteen  and  a  half 
days  at  a  rate  of  about  460,800  gallons  per  day.  The  last  sample  was  collected  from  a  small  hand  pump 
after  pumping  a  few  minutes  from  one  of  the  wells.    The  average  depth  of  these  wells  was  88  feet. 

Microscopical  Examination, 

No.  10541.    Fungi,  Spiroch(xia,  2.    No  organisms  were  found  in  the  remaining  samples. 


Chemical  Examination  of  Water  from  a  Group  of  Three  Six-inch  Tubular  Test 

Wells  near  Ell  Pond^  Melrose, 

[Parts  per  100,000.] 


Ji 

8 

D 


a 
o 

i 


10512 
10584 


1S98. 

June  21 

July     3 


Appbaramcb. 


1 

a 
H 


s 

a 


o 

6 


V.slight. 
None. 


a    • 
o     I 

§2.  I 


I 


Slight. 
None. 


0.0  |i  11.50 
0.0  |i  10.70 


Amm 

0\IA. 

c 

c 

• 

1 

is 

bk 

< 

.0000 

.0000 

.0000 

.0000 

JS 


1.17 
1.12 


NiTHOOKN 

t 

AS 

8 
a 
« 

e 

• 

i 

e 

« 

m 

i 

5 
S 

1  ^ 

O 

S 

a 
2 

.2300 

.0001 

.0079 

8.6 

.0800 

.2000 

.0001 

.0079 

8.8 

.0000 

Odor,  none. The  samples  were  collected  from  a  group  of  three  tubular  test  wells  each  six  inches 

in  diameter,  located  about  175  feet  from  Ell  Pond  and  about  350  feet  from  Tremont  Street,  Melrose. 
The  first  sample  was  oolleeted  from  the  middle  well  of  the  group ;  the  last  sample  from  a  pipe  dls. 
charging  water  from  a  temporary  pump  drawing  water  from  all  three  wells  after  pumping  for  thr«e 
days  at  a  rate  of  about  140,000  gallons  per  day. 


Microscopical  Examination, 

No.  10542.    Diatomaoe»,  Tabellaria,  2.    No.  10584.    No  organisms. 
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Chemical  Examination  of  Water  from  Tubular  Wells  in  the  vicinity  of  Spot  Pond 
Brooke  North  of  Wyoming  Avenue,  near  the  Boundary  between  Melrose  and 
Stoneham, 

[Parts  per  100,000.] 


Date  of 

Collection. 

Appbaranck. 

Residue  on 

Eraporation. 

Ammonia. 

Chlorine. 

Nitrogen 

AS 

Oxygen 

Consumed. 

■ 

a 
«) 

e 

1 

a 

a 
2 

• 

S 

a 

• 

a 
o 

a 

1 

1 

• 

S 

o 

< 

• 

e 

** 

• 

m 

1 

• 

1 

10018 
10036 

1898. 

Feb.  13 

Feb.  20 

Decided. 

Distinct, 
milky. 

Cons., 

gray. 
Oons. 

0.16 
0.10 

10.80 
8.00 

.0126 
.0090 

.0030 
.0026 

1 
.70 
.77 

.0400 
.0180 

.0014 
.0015 

.1147 
.0322 

4.7 
5.6 

.1065 
.0280 

Note,  ~  These  wella  were  about  1,000  feet  Dorth'West  of  the  wells  from  which  the  auxiliary  supply 
of  Melrose  Is  drawn. 

Odor  of  the  first  sample,  dlitlnctly  earthy ;  of  the  last,  none. The  samples  were  collected  from 

the  wells  while  pumping. 

Microscopical  Examination. 

No  organisms. 

Chemical  Examination  of  Water  from  Ell  Pond,  Melrose, 

[Parts  per  100,000.] 


Ilection. 

Appeaeanck. 

Rrsidcb  on 
1   Evapora- 
tion. 

I 

Ammonia. 

t 

1 

NiTROQBN 
Afl 

a 

s 

^ 

Albuminoid.     | 

1 

S 

s 

1 

a 

a 

o 

o 

o 

S 

m 

• 

•s 

a 

a 

a 

i 

Loss  on 
Igiiitioi 

6 

t 

• 

o 

■2 

> 

oo 

us- 
pended. 

• 

« 

1 

• 

e 

• 

3 

s 

o 

1 

% 

a 

H 

M 

u 

\    ^ 

bk 

H 

c 

GO 

O 

^ 

^  1 

o 

» 

1898. 

1 

1 
1 

9897 

Jan.  18 

1 
1 

Distinct. 

Cons. 

0.30 

1  10.16 

2.60 

.0388 

.0194 

.0166 

.0028 

1.47 

.1200 

.0011 

.3285 

£.8 

Iron,  .0200.    Odor,  distinctly  vegetable. The  sample  was  collected  from  the  pond  near  the  middle. 

This  pond  Is  not  used  as  a  source  of  water  supply. 


Microscopical  Examination. 

Dlatomacese,  Asterionella,  24;  Cyclotellu,2\  Meloaira^  464;  Synedra,  5.  Cyanophycese,  Clathroq/B' 
W»,  1.  AlgSB,  Chlorococcu9t  8;  Closteriumi  1;  ProtococcuSt  37;  Raphidium,  3;  8cenede9mu8t  2. 
Infusoria,  7VacA«tomona«,  14;  Vorticella,!.    Miscellaneous,  ilcarina,  .02;  Zod^toa,  100.    Total,  647. 


1 
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MENDOX. 

Mendon. 

The  advice  of  the  State  Board  of  Health  to  the  town  of  MendoD, 
with  reference  to  taking  a  water  supply  for  the  town  from  Mendon 
Pond,  also  known  as  Nipmuck  Pond,  may  be  found  on  pages  40-41 
of  this  volume. 

The  advice  of  the  Board  to  the  town  of  Uxbridge  with  reference 
to  the  use  of  this  pond  as  a  source  of  water  supply  for  that  town 
is  given  in  the  annual  report  for  1892,  pages  46-49.  For  analyses 
of  samples  of  water  collected  from  Mendon  Pond,  see  Uxbridge. 

Water  Supply  or  Methuen. 

The  advice  of  the  State  Board  of  Health  to  the  town  of  Methuen 
with  [reference  to  obtaining  a  water  supply  for  the  town  from  the 
ground  in  the  vicinity  of  Sargent's  Brook,  and,  subsequently,  with 
reference  to  obtaining  a  water  supply  from  the  ground  in  the  vicinity 
of  the  Spicket  River  near  the  point  where  it  is  joined  by  the  brook 
flowing  from  Harris  Pond,  may  be  found  on  pages  41-42  of  this 
volume.  Works  for  supplying  the  town  with  water  from  wells  in 
the  vicinity  of  the  Spicket  River  were  Iit^gun  near  the  end  of  1893. 


Chemical  Examination  of  Water  from  the  Spicket  River  at  Mouth  of  Harris 
Pond  Brooke  and  from  a  Tubular  Well  in  the  Vicinity, 

[ParU  per  100,000.] 


• 

a 

6 

Afpbabanob. 

Rbbiduk  om 

EVAPORA- 
TIOH. 

Ammonia. 

1 

a 

MmooBX 

AS 

• 

1 

a 
m 

a 

s. 

• 

s 

• 

1 
1 

I* 

• 

• 

c 

§1 

Albaminold. 

• 

1 

• 

1 

b 

i^ 

• 

1 

i 

i 

a 

a 
9S 

2 

s 

1  1 

5 

5 

1 

i 

s 

00 

© 

6 

5 

s  < 

1 

1S98. 

1 

1 

1 

10616 

July  7 

v.  slight. 

V.  slight. 

0.60 

3.85 

1.00 

.0012 

.0280 

.0180 

.0060 

.18 

.0000 

.0000 

.6278 

1.8 

10617 

July  7 

Sliffht. 
clayey. 

Slight. 

0.02 

7.00 

. 

.0000 

.0000 

» 

_ 

.28 

.0200 

.0000 

.0000 

2.8 

earthy. 

1 

1 

Iron,  in  the  first  sample,  .0040;  in  the  last,  .0270.    Odor  of  the  first  sample,  distlnotly  vegetable  and 

mouldy ;  of  the  last  sample,  none. The  first  sample  was  colleoted  from  the  Spicket  River  near  the 

mouth  of  the  brook  flowing  from  Harris  Pond ;  the  last  sample,  from  a  tubular  well  near  the  river  in  the 
same  locality. 

Microscopical  Examination. 

No.  10616.  Dlatomacen,  C^to<«/to,  1.    A.\gm, Protococcit«,2;  Raphidium,2;  Zodtporet,!.  Faogi« 
CrenothriXt  88.    Miscellaneous,  Zodglaot  48.    Total,  02. 
No.  10617.  Miscellaneous,  Zodgto§a,  68. 
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Chemical  Examination  of  Water  Jrom  a  Brook  and  Tubular  Test  Wells  in  SargenPs 

Meadow^  Methuen, 

[Parte  per  100,000.] 


Date  of 

Collection. 

Appkabakob. 

Residae  on 

Eraporatlon. 

1 

1    Ammomia. 

Chlorine. 

• 

NITBOOBV 

AS 

Oxygen 

Consumed. 

• 
VI 

S 

a 

•2 

m 

MM 

a 

a 

as 

§ 

5 

1 

g 

• 

1 

8 

1 

• 

1 

-< 

• 

1 

1 

• 

1 

10277 
10276 
10376 

1S03. 

Apr.  20 

Apr.  20 

May     8 

1 

None. 

None. 

Slight, 
milky. 

V.  sHght. 
None. 
V.  slight. 

0.12 
0.02 
0.02 

0.05  ' 

1 

3.50 
8.40 
7.65 

.0006 
.0000 
.0168 

.0056 
.0002 
.0010 

.24 
.31 
.25 

.0100 
.0050 
.0070 

.0000 
.0000 
.0008 

.1971 
.0146 
.0780 

1.4 
1.1 
8.0 

1.8 

.0040 
.0070 
.0210 

A.V'" 

4.85 

.0058 

.0028  1 

.27 

.0073 

.0001 

.0040 

.0107 

•*•• 1 

Odor  of  the  first  two  samples,  none;  of  the  last,  faint. The  first  sample  was  collected  from  a 

brook  in  Sargent's  Meadow,  in  the  easterly  part  of  Methuen.  This  brook  is  a  tributary  of  Bear  Meadow 
Brook.  The  last  two  samples  were  from  tubular  wells  in  Sargent's  Meadow;  the  first  from  a  single 
well  and  the  last  from  a  group  of  seven  two  and  one-half  inch  tubular  wells,  collected  from  the  dis- 
charge pipe  of  a  pump  after  pumping  continuously  for  eight  hours. 


Microscopical  Examination, 

No.  10276.    No  organisms. 

No.  10277.    DiatomaoesB,  Meridian,  16;  Synedra,  4.    Total,  20. 

No.  10376.    I»atomace»,  A9terionella,  2. 


Water  Supply  of  Middleborough  Fire  District.  —  Middle- 
borough. 

Chemical  Examination  of  Water  from  the  Well  of  the  Middleborough  Fire  District, 

[Parte  per  100,000.] 


• 

Appearakcr. 

Ammoxia. 

NiTBOOBM 

• 

J 

AS 

s 

i 

^§ 

• 

1 
1 

3  t 

1 

i 

1 

• 

,^ 

• 

% 

c 

a: 

& 

t 

a 

m 
« 

OS 

i 

Albu- 
rn 

i 

S 

g 

S 

1 

•2 

• 

B 

e 

1808. 

10242 

Apr.  12 

None. 

None. 

0.00 

7.25 

.0012 

.0020 

.78 

.1200 

.0001 

.0511 

2.6 

.0010 

11018 

Sept.  12 

V.  slight. 

V.  slight. 

0.10 

5.80 

.0000 

.0028 

.68 

.0850 

.0000 

.1170 

2.5 

.0180 

Odor,  none. The  samples  were  collected  from  a  faucet  at  the  pumping  station  while  pumping. 

Microscopical  Examination, 

No.  10242.    Diatomacett,  A»Urionelta,  8;  Synedra,  9.    Total,  12. 

No.  11018.    DiatomaoesB,  Pinnularia,\\  Fungi,  Ortnothrix,  100;  Inftasorla,  Peridinium,  1.    Total, 


102. 


Water  Supply  of  Middleton. 
(See  Danvers,) 
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MIIiLIS. 

Water  Supply  of  Millis.  —  Millis  Water  Company. 

Chemical  Examination  of  Water  from  the  Aqua  Rex  Spring^  Millis, 

[Parts  per  100,000.] 


Date  of 

Collection. 

Appbaranox. 

1 

Residae  on 

Evaporation. 

Ammonia. 

1 

Chlorine. 

NITBOOEN 
A8 

Oxygen 

Consamcd. 

Hardness. 

a 

a 

• 

1 

a 
H 

«2 

S 

a 

• 

6 

Free. 

Albu- 
minoid. 

• 

S 

5 

Nitrites. 

• 

1S08. 

1 

1 

10034 

Feb.  20. 

None. 

None. 

0.00 

5.30 

.0006 

.0048 

.48 

.1200 

.0000 

.0472 

2.6   .0000 

10434 

May   22 

None. 

None. 

0.00 

6.30 

.0022 

.0004  ! 

.40 

.1200 

.0000 

.0487 

1.9    .0000 

10868 

Aug.  22 

None. 

None. 

0.00 

6.70 

.0000 

.0006 

.42 

.1500 

.0000 

.0000 

2.1    .0000 

11346 

Nov.  17 

None. 

V.  slight. 

0.08 

6.75  ; 

.0000 

.0082 

.44 

.1440 

.0000  1 

I 

.0858 

2.2    .0020 

11565 

Dec.  29. 

None. 

None. 

0.00 
0.01 

5.30  , 

.0000 

.0002 

.42 

.1250 

.0000 

.0000 

2.1 

.0060 

Av 

5.67 

f 

.0006 

.0028 

1 

.43 

.1318 

.0000 

.0363 

2.2    .0014 

I 

Odor  of  No.  11846,  faint,  becoming  very  disagreeable  on  standing  three  days;  of  the  remaining 

samples,  none. The  samples  were  collected  from  the  spring.    No.  11346  had  obviously  been  exposed 

to  the  light. 


MicroscoptccU  Examination  of  Water  from  Aqua  Bex  Spring,  Millis. 

[Nnmber  of  organisms  per  cubic  centimeter.] 


1S8S. 


Febmary. 

May. 

August. 

November. 

December. 

Day  of  examination, 

Number  of  sample, 

21 
10034 

23 
10434 

22 
10868 

18 
11346 

30 
11565 

PLANTS. 
DiatomaceeB,  Navicnla,    . 

Infusoria,  Chlamydomonas, 

5 

0 

0 
0 

0 
0 

0 
180 

0 
0 

Miscellaneous t  Zo'dglosa,  .... 

2 

0 

0 

22 

0 

Total, 

7 

0 

0 

152 

0 
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MILTON. 

Water  Supply  of  Milton.  —  Milton  Water  Company. 

The  water  supplied  by  this  company  to  the  town  is  purchased 
from  the  Hyde  Park  Water  Company.  A  statement  in  regard  to 
the  supply  and  analyses  of  the  water  may  be  found  on  pages 
173-176.  Analyses  of  samples  of  water  from  Pine  Tree  Brook, 
and  from  a  test  well  near  it,  made  in  connection  with  an  investiga- 
tion for  a  new  source  of  water  supply  for  Milton,  arc  given  below. 

Chemical  Examination  of  Water  from  Pine  Tree  Brooke  Milton, 

[Parts  per  100,000.] 


• 

c 

Appbaramck. 

'  Kbsiduk  cm 

1     EVAPOKA- 

Ammokia. 

NITIOORN 
AS 

• 

1 

TIOH. 

S 

s 
m 
a 

1 
a    1 

Albuminoid.     | 

1 

i 

s 

6 

O 

5 

• 

s 

1 

t 
O 

• 

sson 
Ignltlo 

• 

« 

4> 

• 

5 

1 
Dissolved 

• 

1 
-1 

« 

c 

O 

trates. 
Irites. 

6 

c 

• 

as 

& 

s 

GO 

5 

^ 

5 

£ 

^ 

a  o. 

00 

6 

S       S 

g 

<• 

1«9S. 

1 

11420 

Nov.  30 

None. 

V.sllght. 

0.86 

6.65 

• 

1 

2.15 

.0000 

.02ir,  .0108 

.0018 

.75 

.0030 

.0000 

.0438   1.1 

Iron,  .0100.    Odor,  faintly  vegetable,  becoming  stronger  on  heating. The  sample  was  collected 

from  the  brook  at  the  site  of  a  small  dam  on  the  westerly  side  of  Harland  Street,  Milton. 


Microscopical  Examination, 

Pongi,  CrenothriXt  1.    Miscellaneous,  Zooglota,  3.    Total,  4. 


Chemical  Examination  of  Water  from  a  Tubular  Test  Well  in  the  Valley  of  Pine 

Tree  Brooke  Milton, 

fParte  per  100.000.] 


s 
o 

Appbaraxck. 

• 

1 

AUMOKIA. 

NiTROOKN 

• 

•a 

«« 

s 

1 

AS 

a 

« 

'         ^ 

• 

ii 

•a   ' 

• 

s 
m 

a 

• 

1 

a 

a 

2; 

Date  of 
Cc 

TurbWIt. 

Scdlmen 

Color. 

Residue 

£va| 

Free. 

o 
s 

°a  ' 

a    1 

-<    1 

Chlorine 

s 

• 

Oxygen 
Co 

• 
c 

•s 

• 

e 
2 

180S. 

I 
1 

1 

11430 

Nov.  30 

,  None. 

Cons., 

0.0 

4.70 

.0000 

.0000 

.43 

.1500 

.0000 

.0000 

1.0 

.0000 

sand. 

1 

Odor,  none.  — The  sample  was  collected  from  a  tabular  well  near  Pine  Tree  Brook  on  the  easterly 
tide  of  Harland  Street,  and  about  700  feet  south  of  Canton  Avenue,  Milton. 


Microscopical  Examination, 

No  organisms. 
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montague.  ' 

Water  Supply  of  Turner's  Falls  Fire  District.  —  Montague. 

Chemical  EzamincUioji  of  Water  from  Lake  Pleasant^  Monlague, 

[Parte  per  100,000.] 


Date  of  Collection. 

Appsasakcb. 

Uksidue  on 

EVAPOBA- 
TION. 

Ammonia. 

• 

a 

r 

o 

6 

.16 

NrtROQEN 

1  " 

B 

D 

s 

a 

o 

Tnrbidlty. 

c 

1 
1 

a 

• 

o 
H 

Loss  on 
Ignition. 

Free. 

Albuminoid. 

Nitrates. 

Nitrites. 

• 

1 

D 

• 

i 
5 

t 

m 
w 

s 

Sus- 
pended. 

• 

i 

c 
•2 

B 

9928 

189S. 

Jan.  23 

V.  slight. 

V.  slight. 

0.03 

3.30 

1.20 

.0090 

.0482 

.0326 

.0156 

.0000 

.0000 

.2190 

0.8 

0072 

Feb.  6 

V.sUght. 

y.  slight. 

0.04 

2.65 

0.90 

.0064 

.0138 

.0008 

.0040 

.15 

.0050 

.0001 

.1153 

0.9 

10136 
10168 

Mar.  16 
Mar.  27 

Slight. 
None. 

Slight. 

white. 
SUght. 

0.08 
0.02 

1.20 
2.20 

0.55 
0.60 

.0012 

.004 'J 

.0060 

.oor.G 

.0032 

.0040 

.0028 
.0020 

.10 
.10 

.0030 
.0150 

.0001 
.0001 

.0864 
.0986 

0.5 
0.6 

10259 

Apr.  17 

V.  slight. 

V.Bllght. 

0.04 

2.25 

0.30 

.0014 

.0082  .0048 

.0034 

.09 

.0000 

.0000 

.0912 

0.5 

10392 

May  15 

V.  slight. 

V.sUght. 

0.03 

2.25 

0.25 

.0000 

.0072 

.0054 

.0018 

.09 

.0180 

.0000 

.1022 

0.8 

10616 

Jane  13 

V.  slight. 

None. 

0.03 

2.85 

1.20 

.0002 

.0100 

.0082 

.0018 

.14 

.0030 

.0000 

.0703 

0.3 

10653 

July  12 

None. 

V.sUght. 

0.02 

1.60 

0.35 

.0000 

.0054 

.0040 

.0014 

.10 

.0050 

i 

.0000 

.0949 

0.1 

10812 

Aug.  15 

V.  slight. 

SUght. 

0.01 

1.90 

0.60 

.0000 

.0064 

.0054 

.0010 

.10 

.0000 

.0000 

.0987 

0.8 

11022 

Sept.  13 

None. 

V.sUght. 

0.03 

2.50 

0.85 

.0000 

.0074 

.0052 

.0022 

.12 

.0050 

.0000 

.0036 

0.6 

U162 

Oct.  10 

V.  slight. 

V.sUght. 

0.05 

2.30 

0.75 

.0000 

.0092 

.0070 

.0022 

.12 

.0000 

.0000 

.0886 

0.6 

11328 

Nov.  13 

None. 

V.sUght. 

0.08 

1.95 

0.55 

.0018 

.0054 

.0044 

.0010 

.11 

.0040 

.0000 

.1867 

0.6 

11471 

Dec.  11 

None. 

V.sUght. 

0.08 
0.04 

2.15 

0.60 

.0060 
.0023 

.0100 
.0115 

.0084 
.0083 

.0016 
.0032 

.11 
.12 

.0050 
.0045 

.0000 
.0000 

.1120 

0.6 

Av.* 

2.28 

0.68 

.1187 

0.6 

Averages  of  Ana 

lyses  of  Previous  Tears. 

- 

1887t 

- 

- 

0.03 

2.74 

0.81 

.0018 

.0116 

- 

- 

.10 

.0007     -     j 

- 

- 

- 

1888 

- 

- 

0.00 

2.33 

0.49 

.0027 

.0071 

- 

- 

.09 

.0085.0000 

- 

m 

- 

1880^ 

- 

- 

0.01 

2.19 

0.40 

.0008 

.0063 

.0052 

.0011 

.09 

.0088.0000 

- 

- 

- 

1893 

- 

0.04 

2.28 

0.68 

.0023  .0115 

.0083  .0032 

.12 

.0046 

.0000 

1 

.1137 

0.6 

*  Where  more  than  one  sample  waa  coUected  In  a  month,  the  mean  analysis  for  that  month  has  been 
used  in  making  the  average.  f  June  to  December.  %  January  to  Juue. 


NoTB  to  analyses  of  1803;  Iron,  .0065.  Odor  of  the  first  sample,  strongly  vegetable  and  unpleasant, 
becoming  strongly  oily  on  heating;  of  the  second  sample,  none,  becoming  decidedly  oily  on  heating;  of 
the  last  sample,  decidedly  vegetable  and  unpleasant ;  of  the  remaining  samples,  generally  faintly  vege- 
table or  none. The  first  three  samples  were  collected  directly  from  the  lake ;  the  remaining  samples 

from  a  faucet  at  the  pumping  station. 
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MONTAGXTB. 

Microscopical  Examination  of  Water  from  Lake  Pleasant^  Montague, 

[Naxnber  of  organiams  per  cable  centimeter.] 


ists. 


Jan. 


Feb. 


Mar. 


Mar. 


Apr.  j  May.  Jane.;  July. I  Aug. 


Sept 


Oct. 


Nov.  Dec. 


Day  of  examination) . 
Komber  of  aample,    . 


25 
0928 


7 
9972 


18 
10186 


28 
10168 


18 
10259 


16 
10302 


14 
10516 


15 
1065S 


16 
10812 


14 
11022 


11 
11162 


14 
11328 


12 
11471 


PLANTS. 

DiatoxnacecB, 

Cyclotella,  . 

Fragllaria,  . 

Meloaira,  . 
Bynedra, 

Tabeliaila,  . 


Alfred, 


Chlorococcaa, 
Pandorlna,  . 
Protoooccaa, 


2 

0 

pr. 

49 

445 

8 

44 

1 

19 

pr. 

19 

153 

pr. 

0 

0 

pr. 

3 

0 

12 

pr. 

0 

0 

0 

4 

0 

0 

0 

0 

5 

0 

14 

1 

14 

0 

0 

8 

0 

0 

0 

10 

4 

6 

12 

0 

8 

0 

19 

144 

2 

0 

pr. 

39 

430 

2 

4 

0 

0 

pr. 

0 

0 

0 

0 

0 

0 

8 

0 

2 

0 

2 

pr. 

0 

2 

0 

0 

0 

0 

0 

0 

17 

0 

50 

12 

73 

15 

0 

0 

0 

0 

0 

0 

0 

0 

0 

2 

73 

3 

0 

0 

0 

0 

0 

0 

pr. 

0 

0 

10 

0 

0 

0 

0 

0 

0 

0 

0 

17 

0 

50 

0 

0 

12 

24 

24 
0 
0 
0 
0 


0 
0 
0 


ANIMALS. 

Infusoria 

DInobryon 

Dinobryon  caaes, 
Perldiniom, . 

Vermes,  Botatorlan  ova»     . 


9 

510 

pr. 

3 

2 

0 

0 

0 

1 

pr. 

0 

6 

0 
9 
0 

196 

314 

0 

0 

0 

pr. 

0 
3 
0 

2 

0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 

1 

0 

0 

0 

pr. 

0 
0 
0 

0 
6 
0 

0 

0 

0 

0 

0 

0 

0 

0 

2 

0 

0 

pr. 

33 

3 

26 

4 


Miacellaneous,  ZoQgloea,  . 

0 

0 

0 

1 
16  1     8 

0 

1 

0        0 

0 

7 

2 

0 

Total,        .... 

11  '  510 

1 

pr. 

68 

455 

8 

62  I      1 

1 

72 

12 

99 

176 

67 

Water  Supply  of  Nahant. 

(See  Swampscott,) 


Water  Supply  of  Nantucket.  —  Wannacomet  Water  Company. 

Wannacomet  Pond,  the  source  of  supply  of  this  company,  has 
given  trouble  on  several  occasions  owing  to  the  presence  in  the 
water  of  abundant  growths  of  the  organism  Anabcena,  which  has 
generally  appeared  about  midsummer  and  disappeared  in  October. 
The  pond  is  a  natural  basin  with  sandy  shores  and  a  muddy  bottom, 
having  an  area  of  about  eight  acres  and  a  general  depth  of  about 
fourteen  feet.  It  has  no  visible  inlet  or  outlet  and  is  supplied  with 
water  which  percolates  into  it  from  the  sandy  territory  with  which 
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the  pond  is  surrounded.  In  1891  the  Anaboena  gave  more  serious 
trouble  than  in  any  previous  year,  and  in  order  to  provide  a  remedy 
in  the  event  of  any  recurrence  of  the  trouble  a  filter  was  con- 
structed near  the  shore  of  the  pond  for  use  at  such  times.  In 
1892  the  pond  was  wholly  free  from  these  organisms,  and  there  was 
no  occasion  to  use  the  filter ;  but  in  1893  the  organisms  reappeared 
in  great  numbers,  and  the  filter  was  used  nearly  all  of  the  time  from 
August  8  to  October  18. 

A  description  of  the  filter  and  an  account  of  the  results  obtained 
by  its  use  during  the  period  above  indicated  are  contained  in  a 
paper  read  by  Mr.  W.  F.  Codd,  superintendent  of  the  works, 
before  the  New  England  Water  Works  Association,  and  many  of 
the  following  statements  are  taken  from  this  paper.  The  subject  is 
a  particularly  interesting  one  because  it  is  the  first  attempt  to  filter 
in  this  manner  a  water  containing  large  numbers  of  algae. 

In  constructing  the  filter  a  water-tight  circular  basin  or  reservoir, 
sixty-four  feet  in  diameter  at  the  bottom  and  six  feet  deep,  with 
slopes  of  two  horizontal  to  one  vertical,  was  first  made.  The  bot- 
tom of  this  basin  consisted  of  a  layer  of  puddle,  one  foot  in  thick- 
ness, and  the  slopes  were  formed  of  the  same  material.  In  the 
centre  a  circular  brick  well  was  built  to  collect  the  filtered  water, 
15.25  feet  in  diameter  inside  and  eight  feet  deep.  The  bottom  of 
this  well  is  of  concrete  and  is  somewhat  lower  than  the  bottom  of 
the  filter.  The  construction  of  the  filter  proper  was  then  begun  by 
covering  the  clay  bottom  with  a  layer  of  sand  one  inch  in  thickness, 
over  which  was  placed  a  layer  of  round  and  broken  stones  about 
two  feet  in  thickness.  Imbedded  in  the  layer  of  stones  are  four 
main  lines  of  twelve-inch  vitrified  pipe,  each  having  six  branches 
extending  out  from  each  side,  designed  to  collect  the  filtered  water 
and  convey  it  to  the  collecting  well.  Above  the  layer  of  stones  is 
a  six-inch  layer  of  gravel,  and  then  a  layer  of  filtering  sand  from 
twelve  to  sixteen  inches  in  thickness,  which  was  placed  in  three 
layers,  each  rolled  with  a  stone-roller.  Wrought-iron  aeration 
pipes,  perforated  with  holes,  three  thirty-seconds  of  an  inch  in 
diameter  and  two  feet  apart,  were  laid  in  the  bottom  of  the  collect- 
ing well  and  inside  of  every  vitrified  pipe  under  the  filter  bed,  it 
being  the  intention  to  aerate  not  only  the  filtered  water  but  the  filter 
bed  itself. 
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The  surface  of  the  filter  is  level  and  about  five  feet  above  high- 
water  mark  in  the  pond,  so  that  water  has  to  be  pumped  upon 
it.  The  pond  water  is  pumped  through  a  six-inch  pipe  which  rises 
vertically  through  the  filtering  material  to  the  surface  of  the  filter, 
and  the  water  is  kept  at  a  depth  of  from  twelve  to  eighteen  inches 
above  the  surface  of  the  sand.  The  filter  was  kept  saturated  and 
covered  with  water  at  all  times,  although,  as  it  was  the  custom  to 
pump  water  upon  the  filter  and  draw  the  filtered  water  from  the 
collecting  well  at  the  same  time,  the  filtration  through  the  sand  took 
place  only  while  the  pumps  were  in  operation.  As  a  rule  air  was 
forced  through  the  aeration  pipes  during  most  of  the  time  when  the 
pumping  was  in  progress. 

The  rate  of  consumption  during  the  summer  ranged  from  150,000 
to  220,000  gallons  per  day,  so  that  the  rate  of  filtration  if  it  had 
been  continued  through  the  whole  twenty-four  hours  would  have 
been  from  1,420,00J}  to  2,080,000  gallons  per  acre  per  day  (1.4  to 
2.0  gallons  per  square  foot  per  hour).  The  pumps  were  generally 
operated  from  an  hour  to  an  hour  and  a  half  at  a  time,  while  the 
tank  was  being  filled,  and  then  shut  down  for  three  or  four  hours. 
Under  these  circumstances  the  filtration  took  place  at  a  much  more 
rapid  rate  than  is  above  indicated.  It  is  stated  that  the  filter  is 
intended  to  operate  at  the  rate  of  five  gallons  per  square  foot  per 
hour. 

As  already  indicated,  the  Anabcena  appeared  in  such  numbers  in 
1893  as  to  cause  complaint  from  the  water  consumers,  and  the 
operation  of  the  filter  was  begun  on  August  8.  At  first  the  results 
appeared  to  be  satisfactory,  98  per  cent,  of  the  organisms  being 
removed  from  the  water  on  August  14,  and  nearly  all  of  the  odor  and 
color.  After  twelve  days'  use,  while  the  filtered  water  still  appeared 
to  be  clear,  complaints  of  the  odor  of  the  water  began  to  be  made 
by  the  consumers.  Two  days  later  it  was  noticed  that  a  scum  had 
formed  upon  the  surface  of  the  sand  and  the  filter  had  become 
clogged.  This  clogging  was  relieved  by  raking  the  surface,  and 
did  not  occur  again.  After  twenty-two  days'  use  the  odor  of  the 
filtered  water  was  so  strong  that  the  use  of  the  filter  was  discon- 
tinued, the  water  was  drawn  down  and  a  layer  half  an  inch  in  depth 
was  removed  from  the  surface  of  the  filter.  The  greater  part  of  the 
matter  removed  from  the  water  by  filtration  was  found  within  a 
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quarter  of  an  inch  of  the  surface.  In  some  places,  however,  the 
sand  was  stained  to  a  depth  of  eight  or  ten  inches.  It  was  also 
noticed  that  the  air  used  in  aerating  the  filter  had  passed  up  through 
the  material  unevenly  and  had  come  to  the  surface  at  several  places 
where  little  craters  were  formed.  The  portion  of  the  aerating  pipes 
extending  beneath  the  filter  bed  were  accordingly  disconnected  and 
were  not  used  again  during  the  season.  The  filter  was  again  used 
for  a  few  days  beginning  September  1,  but  the  odor  of  the  filtered 
water  was  so  strong  that  it  was  again  discontinued.  Up  to  this 
time  light  was  admitted  to  the  collecting  well,  but  afterward  it  was 
excluded. 

It  is  also  to  be  noted  that  these  unfavorable  results  were  obtained 
during  the  portion  of  the  year  when  the  pond  water  had  a  high 
temperature,  which  was  increased  by  the  exposure  of  the  water  in  a 
thin  layer  upon  the  filter  bed  and  by  the  warm  air  pumped  in  for 
aeration  from  the  engine-room.  After  Septeipber  29,  when  the 
temperature  of  the  water  was  below  sixty  degrees  Fahrenheit,  the 
filter  was  operated  without  any  trouble  and  there  was  said  to  be  no 
odor.  On  October  18  the  filtration  was  discontinued  for  the  season, 
as  the  Anaboena  had  disappeared  from  the  pond. 

The  results  of  the  chemical  and  microscopical  examinations  as 
given  in  the  following  tables  show  that  a  very  large  proportion  of 
the  Anaboma  were  at  all  times  removed  by  filtration,  but  at  times 
there  was  a  very  abundant  development  of  Zooglcea  in  the  filtered 
water.  For  instance,  in  the  sample  collected  on  September  20,  when 
the  unfiltered  water  contained  508  Anaboena  and  Anaboena  spores 
per  cubic  centimeter,  the  number  in  the  filtered  water  was  63.  In 
the  unfiltered  water  there  were  no  Zoogloea  and  in  the  filtered  water 
480.  On  this  date  the  amount  of  organic  matter  as  indicated  by  the 
albuminoid  ammonia  was  reduced  only  about  one-fourth,  but  as  a 
rule  nearly  three-fifths  of  the  organic  matter  was  removed  by 
filtration. 
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Comparison  of  Examinations  of  Water  from  the  Wannacomet  Water  Company'^s 

Works  before  and  after  Filtration* 

[Note. — Figures  in  bold-faced  type  show  the  resalts  of  examinatioDS  of  water  from  the  pond. 
Fignres  in  Eoman  type  show  results  of  examinations  of  the  water  after  passing  through 
the  filter.] 

[Parts  per  100,000.] 


1S9S. 

AufiT-  14 

Aag.      14 
Augr.  22 

Ang.      22 
AufiT.  29 

Ang.      29 

Sept.    6 

Sept.        6 

Sept.  13 

Sept.      13 

Sept.  20 

Sept.      20 


ArPBASAMCK. 


Odor. 


3 


e 

a 


De'ded, 
grreen. 

None. 

De'ded» 
grreen. 

DiBtinct. 

Dist'ct, 
firreen. 

V.  slight, 
milky. 

De'ded, 
firreen. 

Distinct, 
yellow. 

De'ded, 
firreen. 

Slight, 
milky. 


Cons., 

rusty. 

None. 

Sliffht, 
yeuow. 

Slight. 

Cons., 
brown. 

V.  slight. 


Sliffht, 
yellGW. 

Slight. 


Sllflrht. 
yellGW. 

Slight. 


Cold. 


Hot 


Distinctly 
dlsafirreeabe. 

Faintly 

disagreeable. 

Dist'ly  v*fi[n3le 
&  dlsaghsle. 

Faintly  vegetable. 


Deeded,   Sllflrht, 

now. 


firreen. 

Decided, 
green. 


ye] 

Slight. 


Oct.      4 !,  Dist'ct,  ,  Cons., 
firreen 


Oct.  4 

Oct.  11 

Oct.  11 

Oct.  18 

Oct.  18 

AV 

Av 


Slight, 
milky. 

DiSt'ct. 
firreen. 

Slight, 
milky. 

Dist'ct, 
milky. 

None. 


grreen. 
V.  sUght. 

Cons. 

V.  slight. 

SlifiTht. 

None. 


De'd'ly  v'flr'ble 
&  dlsafble. 

Decidedly  vegeta. 
ble  &  niipleasant. 

Dist*ly  v'ff'ble 
&  disarble. 

Decided, 

disagreeable. 

Distinctly 
vefiretable. 

Decided, 

vegetable. 

De'd'ly  v'sr^^le 
and  errassy. 

Decided. 

disagreeable. 

Distinctly 
unpleasant. 

Decidedly 

unpleasant. 

De'd'ly  v'firTDle 
&  dlsa^ble. 

Dlstly  vegetable 
and  disagreeable. 

Faint'yv'firn^le 
and  errassy. 

Distinctly 

vegetable. 


Dist'ly  v*firn3le 
and  firrassy. 

Faintly  vegetable. 

Dist'ly  v'firTjle 
andfirrassy. 

Faintly  vegetable. 

Stro'fifly  vefire- 
table, firrassy. 

De'd'ly  vegetable 
and  disagreeable. 

De'd'd.  sw'ish 
and  errassy. 

Decided. 

disagreeable. 

Distinctly 
vefiretable. 

Decided, 

disagreeable. 

De'ded,  sweet, 
grrassy. 

Decided, 

disagreeable. 

De'd'ly  v'fif'ble 
and  grrassy. 

Decidedly  grassy 
and  unpleasant. 

De'd'ly  v'grH^le 
and  firrassy. 

Dist'ly  vegetable 
and  grassy. 

Str'firlyVfiT'ble 
and  firrassy. 

Very  faintly 

vegetable. 


AimoKiA. 


«; 

& 

u* 


o 
B 

a 

a 


.0110 

.0000 
.0002 

.0122 
.0000 

.0206 

.0000 
.0096 

.0000 
.0000 


.0526 

.0168 
.0590 

.0108 
.0638 

.0212 

.0258 
.0226 

.0698 
.0224 


.0000  .0670 


.0098 

.0000 
.0014 

.0010 
.0004 

.0022 
.0000 

.0016 
.0060 


.0616 

.0574 
.0176 

.0442 
.0112 

.0286 
.0056 

.0520 
.0200 


o 
o 

S 


9 

si 

So 


i. 
II 


.2607 

.1461 
.2646 

.1359 
.3397 

.1659 

.2925 
.1560 

.2184 
.1950 

.2706 
.3649 

.1463 
.1155 

.1863 

.1174 

.1368 
.0012 

.2351 
.1653 


2,224  144 


86 
1,100 

4 
460 

80 

836 
80 

925 
11 

508 
63 

968 
38 

1,748 
101 

800 


76 

68 
200 

88 


28 


48 


1,008 
41 


480 


136 


80 


72 


13 


6 


70 

77 
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Chemical  Examination  of 


Water  from  Wannacomet  Pond,  Nantucket. 

[Parts  per  100,000.] 


• 

I 


B 
O 

o 
Q 


10801 
10874 
10022 
10082 
11025 
11070 
11117 
11146 
11176 
11228 
11253 
11315 
11465 


189S. 

Aug.l4 

Aag.22 
Aag.20 
Sept.  6 


Appsarancb. 


s 


s 

a 


o 

O 


Av. 


Sept.l3 
Sept.20 
Sept  .28 
Oct.  4 
Oct.  11 
Oct.  18 
Oct.  25 
Nov.  8 
Deo.  6  I  Slight. 


Decided, 

green. 
Decided, 

green. 
DlBtinot, 

green. 
Decided, 

green. 
Decided, 

green. 
Decided, 

green. 
Distinct, 

green. 
Distinct, 

green. 
Distinct, 

green. 
Distinct, 

mlllcy. 
Distinct, 

green. 
SUght. 


Oons., 

rasty. 
Slight, 

yellow. 
Cons., 

brown. 
Slight, 

yellow. 
Slight, 

yellow. 
Slight, 

yellow. 
Oons., 

green. 
Cons., 

green. 
Cons. 

Slight. 

y.  slight, 
green. 
Cons., 

yellow. 
Slight, 

yellow. 


Kbsiduk  om 
Evapora- 
tion. 


c 
o 


Ammonia. 


0.70 
0.45 
0.80 
0.18j 
0.25' 
O.SO! 

I 

0.20 
0.25' 
0.10 
0.10 
0.00 
0.02 
0.02 


7.20 
7.40 
6.50 
7.00 
8.45 
7.60 
7.05 
6.95 
6.80 
7.05 

5.85 
6.20 


0.22  ,  7.00 


be 


2.25 
2.90 
2.00 
1.50 
3.05 


I 


2 


.0110 
.0002 
.0000 
.0000 
.0000 


Albuminoid. 

i 

• 

•o 

5 

o 

•  5 

o 

S. 

pa 

H 

fi 

(A 

'A.IM 

.uuuu 

1.70 

.0000 

2.10 

.0000 

1.95 

.0010 

1.85 

.0022 

1.10 

.0016 

1.20 

.0000 

j.oois 

2.02 

.0526 
.0590 
.0638 
.0258 
.0608 
.0670 
.0674 
.0574 
.0442 
.0286 


.0272 
.0234 
.0190 
.0250 
.0240 
.0832 


.0254 
.0356 
.0448 
.0008 


« 

B 


|2.04 
i2.23 
2.16 
1.99 


.0458*2.00 


.0338 


.0250'.  0424 


2.00 


NiTIOOBN 
AS 


2 


.0000 
.0000 
.0000 
.0000 
.0070 
.0060 


.   .0080 


.0228 
.0170 
.0134 


.0346  2.00 
.0272  - 


.0170  .0126 
.0108  .0072 


.0400 


.0152 

.0044 
.0036 


.02081.0261 


2.22 

I 

2.01 
2.13 


.0000 
.0000 
.0050 


.0000 
.0000 
.0000 
.0000 
.0001 


s 


3 

C 

C 

n 

I 

© 

e 

1$ 

^ 

K 

e 

o 

mm 

.2607 

1.7 

.2646  1.6 

I 
I 

.33971  1.4 
.2925'  1.6 


.2184 


.0000  .2706 

.0000'  .2233 

l| 
.0000  .1463 

II 
.0000  .1863 


.0000 


.0050.0000 
.0050.0000 


2.081.0025.0000 


.1368 


.1680 
.0036 


.2167 


1.7 
1.6 
1.6 
1.6 
1.7 
1.6 

1.8 
1.6 

1^ 


Averages  of  Analyses  of  Previous  Years, 


1887* 
1888t 
1889t 
1890§ 
189111 
1892ir 
189311 


0.08 

6.72 

1.20 

0.05 

5.98 

0.98 

0.10 

- 

- 

0.00 

1      - 

0.22 

7.54 

1 

2.33 

0.03 

*  6.84 

l.« 

0.22 

7.00 

2.02 

.0002  .0175     - 

I 
.0002  .0153     - 

.0031.0416.0269.0147 

.0006  .0188  .01271.0061 

.0112.0588.031^.0271 


.0004 


.0136 


.0018  .0469 


.0111.0025 
.0206.0261 


2.20'  .0020     - 

2.11  1.0048.0002 

I 
1.99  .0035.0001 

1.95'  .0025  .0000 

I  1 

1.86  1.0076  .0001 

ij  I 

2.22  1.0083.0000 

2.08 '.0025  .0000  .2167 


1.4 
1.6 
1.6 


*  July  to  November. 
§  March  and  April. 


t  Febmary  to  May. 
II  August  to  December. 


X  September  to  November. 
IT  May  to  October. 


Note  to  Analyses  of  1893;  Iron,  .0307.    Odor,  generally  distinctly  vegetable  and  disagreeable,  often 
becoming  stronger  on  heating.  —  The  samples  were  collected  from  the  pond. 
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NANTUCKET. 

MicroscopiccU  Examination  of  Water  from  Wannacomet  Pond,  Nantucket, 

[Number  of  organisms  per  cabio  centimeter.] 


1808 

* 

Aug. 

Ang. 

Aug. 

Sept. 

Sept. 

Sept. 

Sept. 

Oct. 

Oct. 

Oct. 

Oct 

Nov. 

Dec 

Day  of  examination,  . 

16 

24 

31 

0 

16 

22 

30 

6 

12 

21 

27 

11 

8 

Number  of  sample,    . 

10801 

10874 

10922 

10982 

11026 

11070 

11117 

11146 

11176 

11228 

11263 

11316 

11466 

PLANTS. 

Diatoxnaceee,  Synedra, 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

2 

pr. 

400 

Cyanophyceee,    . 

2,2M 

1,100 

467 

886 

826 

508 

176 

968 

1,749 

800 

448 

5 

0 

Anabnna, 
Anabnna  spores, . 
Microcystis,  . 

2,100 

64 

0 

760 

340 

0 

200 
260 

7 

228 

108 

0 

860 

66 

0 

366 

162 

0 

176 
0 
0 

968 
0 
0 

1,748 
0 
0 

744 

66 
0 

440 
9 
0 

6 
0 
0 

0 
0 
0 

AlgtBf         .... 

16 

2 

9 

1 

25 

10 

0 

0 

0 

1 

9 

86 

14 

Pandorina,    . 
ProtococcQS, 
Scenedesmus, 
dtanrastram, 

10 
0 
4 
2 

0 
0 
2 
0 

1 
3 
2 
3 

1 

0 
0 
0 

0 

26 

0 

0 

0 

10 

0 

0 

0 
0 
0 
0 

0 
0 
0 
0 

0 
0 
0 
0 

0 
0 
0 

1 

7 
0 
2 
0 

0 

1 
34 

1 

0 

12 

2 

0 

Flingrlf  Orenothriz, 

56 

0 

0 

0 

0 

0 

2 

2 

0 

0 

0 

1 

0 

ANIMALS. 

Infusoria, 

8 

9 

20 

2 

0 

0 

0 

2 

10 

8 

21 

854 

16 

Cryptomonas, 
Dinobryon,   . 
Dinobryon  cases, 
Euglena, 
Olenodinium, 
Monaf,  .... 
Peridininm,  . 
Vorticella,     . 

0 
0 
0 
2 
0 
4 
2 
0 

0 
0 
0 
0 
0 
0 
9 
0 

0 
0 
0 
0 
0 
0 
20 
0 

0 
0 
0 
0 
0 
0 
2 
0 

0 
0 
0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 
2 
0 

0 
0 
0 
0 
0 
8 
2 
0 

0 
0 
0 
0 
0 
0 
3 
0 

0 
10 
0 
0 
0 
0 
6 
6 

0 

60 

260 

"'« 

0 

84 

0 

7 
0 

4 

0 
2 
0 
3 
0 

Vermes 

8 

4 

9 

4 

0 

0 

0 

4 

0 

7 

16 

6 

8 

Annrea, 
Monocerca,   . 
Poiyarthra,   . 
RoUtorian  ova,     . 
Botifer, . 

4 
0 
2 
2 
0 

1 

0 
2 
0 
1 

6 
0 
0 

1 
3 

3 
0 
1 
0 
0 

0 
0 
0 
0 
0 

0 
0 
0 
0 
0 

0 
0 
0 
0 
0 

2 
2 
0 
0 
0 

0 

0 
0 

0 

0 

6 
0 
0 

1 
0 

16 
0 
0 
1 
0 

6 
0 
1 
0 
0 

0 
0 
3 
0 
0 

Crustacea,    . 

.08 

0 

.02 

.01 

.10 

.07 

0 

0 

0 

0 

0 

.01 

.04 

Cyclops, 
Dapbnia, 

0 
.08 

0 
0 

0 

.02 

0 
.01 

0 
.10 

.02 
.06 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

.01 
0 

.04 

0 

3fi»cellane(ni9,    . 

144 

76 

200 

0 

.10 

0 

208 

136 

72 

6 

0 

2 

5 

Acarlna, 
ZoOgloea, 

0 
144 

.01 
76 

0 
200 

0 
0 

.10 
0 

0 
0 

0 
208 

.04 
136 

.04 
72 

0 
6 

0 
0 

0 
2 

0 
6 

Total,  .... 

2,466 

1,191 

706 

343 

960 

618 

386 

1.112 

1,830 

817 

497 

404 

438 
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XANTUCKET. 

Chemical  ExamincUton  of  Water  from  Wannacomet  Pond  after  Filtration. 

[Parts  per  100,000.] 


Date  of 

Collection. 

Apprasahcb. 

• 

§ 

PS 

6.50 
7.26 
6.50 
8.40 
7.15 
8.76 
6.35 
6.26 
7.20 

AVMONIA. 

• 

a 

•c 

o 

KiTROOKV 
AS 

Oxygen 

Consamed. 

• 

8 

s 

m 

a 

a 

2; 

• 

S 

u 
a 

H 

■J 

i 

• 

o 

a 

• 

2 

o 
a 

• 

2 

• 

5 

• 

1 

10802 
10876 
10023 
10983 
11026 
11071 
11147 
11177 
11229 

189S. 

Aug.  14 

Aag.  22 
Aag.  29 
Sept.    6 
Sept.  13 
Sept.  20 
Oct.     4 
Oct.   11 
Oct.    18 

None. 
Distinct. 

V.  slight, 

milky. 
Distinct, 
yellow. 
Slight, 

milkv. 
Decided, 

green. 
Slight, 

milky. 
Slight, 

milky. 
None. 

None. 

Slight. 

V.sllght. 

Slight. 

SUght. 

Slight. 

V.sllght. 

V.sllght. 

None. 

0.15 
0.08 
0.10 
0.15 
0.05 
0.60 
0.16 
0.05 
0.02 

.0000 
.0122 
.0206 
.0096 
.0000 
.0098 
.0014 
.0004 
.0000 

.0168 
.0108 
.0212 
.0226 
.0224 
.0516 
.0176 
.0112 
.0066 

1  1.98 
2.04 
2.14 
2.00 
2.04 
1.99 
2.00 

2.18 

.0000 
.0100 
.0020 
.0060 
.0070 
.0030 
.0080 
.0120 
.0100 

.0000 
.0001 
.0001 
.0001 
.0001 
.0001 
.0003 
.0000 
.0001 

.1461 
.1359 
.1659 
.1660 
.1950 
.3649 
.1166 
.1174 
.0912 

1.6 
2.1 
1.6 
2.8 
2.8 
2.5 
1.6 
1.6 
1.3 

1.9 

.0125 
.0090 
.0080 
.0140 
.0100 
.0300 
.0136 
.0070 
.0076 

Av... 

1 
0.16  1 

1 

7.15 

.0060 

.0200 

2.05 

.0058 

.0001 

1 
.1663 

.0131 

Odor,  generally  distinctly  vegetable  and  unpleasant  or  disagreeable. Nos.  10923  and  10983  were 

collected  directly  from  the  filter;  the  remaining  samples,  from  a  faaoet  at  Uie  pamping  station  while 
drawing  water  from  the  filter. 


Microscopical  Examination  of  Water  from  Wannacomet  Pond  after  Filtration. 

[Namber  of  organisms  per  cable  centimeter.] 


189S. 


Aug.      Aug. 


Aug. 


Sept. 


Sept. 


Sept. 


Oct. 


Oct 


Oct. 


Day  of  examination. 
Number  of  sample,  . 

PLANTS. 
Oyanophyceed, . 

Anabnna,  . 
Anabnna  spores, 

Algree,     .      .      .      . 

Pandorlna,  . 
Protococoas, 

Ml9cellanfou9t  Zoogloea, . 
Total, 


16 
10802 


24 
10876 


31 
10923 


9 
10983 


16 

11026 


22 
11071 


6 
11147 


12 
11177 


58 


28 


48 


480 


30 


47 


80 


118 


69 


U 


543 


68 


21 
11229 


36 

4 

80 

30 

11 

63 

38 

101 

36 

3 

80 

28 

11 

60 

38 

101 

0 

1 

0 

2 

0 

3 

0 

0 

10 

18 

0 

1 

5 

0 

0 

0 

10 

18 

0 

1 

0 

0 

0 

0 

0 

0 

0 

0 

6 

0 

0 

0 

6 
0 


0 
0 
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Water  Supply  of  Natiok. 

Chemical  Examination  of  Water  from  Dug  Pond,  Natick, 

[Parts  per  100,000.] 


Date  of  Collection. 

Appbarance. 

Rksid 
Eva  I 

• 

1 

UB  ON 

•OBA- 

3N. 

Ammonia. 

1 

i 

.75 

NiTBOOBM 
AS 

• 

1 

Turbidity. 

Sediment. 

o 

Loss  on 
Ignition. 

« 

Albuminoid. 

• 

m 

s 

. 
«> 

5 

2 

• 

1 

9 

55 

*•* 

•6 

§ 

s 

Sus- 
pended. 

09 

0845 

1808. 1 
Jan.  3 

Slight. 

Slight. 

0.05 

5.35 

0.95 

.0138 

.0178 

.0144 

.0034 

.0050 

.0000 

.1715 

2.5 

9975 

Feb.  6 

V.sllght. 

SUght. 

0.04 

5.45 

1.20 

.0182'.  0190 

.0170 

.0020 

.76 

.0100 

.0001 

.2263 

2.6 

10076 

Mar.  2 

V.  slight. 

Slight. 

0.08 

5.60 

1.75 

.0150 

.0158 

.0134 

.0024 

.68 

.0180 

.0001 

.1908 

2.1 

10206 

Apr.  3 

Slight, 

clayey. 
Slight. 

Slight. 

0.08 

4.80 

1.00 

.0098  .0148 

.0124 

.0024 

.60 

.0450 

.0004 

.2190 

1.8 

10348 

May  2 

SUght. 

0.08 

5.15 

1.05 

.0016*  .0178 

.0146 

.0082 

.66 

.0480 

.0003 

.1971 

1.9 

104n 

June  1 

Slight. 

SUgbt. 

0.10 

5.35 

1.45 

.0034 

.0160 

.0136 

.0024 

.70 

.0500 

.0005 

.8037 

1.9 

10508 

July  5 

Distinct 

Slight. 

0.05 

5.35 

1.80 

.0020 

.0254 

.0220 

.0034 

.71 

.0300 

.0005 

.3397 

1.9 

10725 

Aag.  3 

Distinct. 

Slight. 

0.15 

5.65 

1.65 

.0010 

.0194 

.0158 

.0086 

.74 

.0150 

.0001 

.1591 

2.1 

10945 

Sept.  1 

Distinct. 

Slight. 

0.08 

5.40 

1.85 

.0000 

.0220 

.0166 

.0054 

.70 

.0000 

.0001 

.2646 

2.1 

11130 

Oct.  2 

Distinct. 

Slight. 

0.05 

5.30 

1.55 

.0006 

.0238 

.0192 

.0046 

.72 

.0000 

.0000 

.2233 

2.3 

11281 

Nov.  1 

Slight. 

Oons. 

0.12 

5.05 

1.30 

.0038 

.0220 

.0164 

.0056 

.78 

.0030 

.0005 

.3080 

2.1 

11442 

Dec.  4 

'  V.sllght. 

Slight. 

0.12 
0.08 

4.95 

1.10 

.0054 
.0062 

.0168 
.0192 

.0144 
.0158 

.0024 
.0034 

.72 
.71 

.0080 
.0193 

.0004 
.0003 

.2106 

2.2 

Av.. 

5.28 

1.39 

.2345 

2.1 

Averages  of  Analyses  of  Previous  Tears, 


1887* 

- 

- 

0.14 

1 
5.25 

1888 

- 

- 

0.13 

5.24 

1889 

- 

- 

0.16 

'  5.51 

1 

1890 

- 

- 

0.14 

'  5.85 

1891 

- 

- 

0.09 

5.71 

1 

1892 

- 

- 

0.06 

;  6.38 

1893 

- 

- 

0.08 

5.28 

1.21 

1 
j.0039 

.0215 

- 

- 

.70 

.0050 

- 

- 

1.09 

.0070 

.0228 

- 

- 

•66 

.0197 

.0003 

- 

1.22 

1.0044 

.0242 

.0196 

.0046 

.71 

.0289 

.0004 

- 

1.36 

.0027 

.0199 

.0166 

.0033 

.72 

.0227 

.0002 

- 

1.45 

.0085 

.0207 

.0167 

.0040 

.69 

.0326 

.0003 

- 

1.24 

.0068 

.0173 

.0135 

.0088 

.72 

.0323 

.0001 

- 

1.39 

.0062 

.0192 

.0158 

.0034 

.71 

.0193 

.0003 

.2345 

2.7 
2.4 
2.4 
2.1 


•  June  to  December. 


NoTB  to  analyses  of  1893;  Iron,  .0074.    Odor,  generally  distinctly  vegetable  and  nnplc^Miuit,  often 
disagreeable. The  samples  were  collected  from  a  faucet  at  the  pumping  station. 
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KATICK. 


Microscopical  Examination  of  Water  from  Dug  Pond^  Natick. 

[Number  of  organisms  per  cubic  centimeter.] 


189S. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

June. 

July. 

Aug. 

Sept 

Oct 

Nov. 

Dec 

Day  of  examination, 
Number  of  sample,   . 

5 
9845 

7 
9075 

3 
10076 

4 
10206 

8 
10348 

2 
104n 

7 
10808 

4 
10726 

2 
10946 

3 
11180 

3 
11281 

6 
11442 

PLANTS. 
Diatomaceed, 

Asterionella, 
Oyclotella,   . 
Melosira, 
Synedra, 
Tabeliaria,  . 

Cyanophycees,  . 

Clatbrocyetis,      . 
Microcystis, 

Alg€B,       ...       * 

Oblorococcns, 
Closterium, . 
Qlcsocystis, . 
Protococcus, 
Raphidlum, 
Zoospores,  . 

Fungrl*  Orenotbrlx, 

494 

68 

338' 

48 

40 

0 

pr. 

24 

2 
3 
0 
14 
5 
0 

1 

8 

0 
3 
0 
0 
0 

0 

0 
0 

0 

0 
0 
0 
0 
0 
0 

0 

9 

0 
0 
9 

0 

0 
0 

pr. 

0 

0 
0 
0 

pr. 

30 
pr. 

26 
3 
0 

0 

0 
0 

pr. 
0 

0 
0 
0 

2 

778 

68 

78 

600 

42 

0 

0 

0 
0 

50 

0 
0 
0 
4 
0 
46 

0 

18 

0 
7 
5 
0 
1 

0 

0 
0 

10 

0 
0 
0 
10 
0 
0 

0 

105 

0 

68 

29 

0 

8 

0 

0 
0 

187 

0 

1 

86 

100 

0 

0 

0 

146 

0 
144 
0 
1 
0 

8 

8 

0 

12 

1 

1 
0 
10 
0 
0 

0 

89 

0 
1 
86 
2 
0 

11 

4 
7 

21 

0 

1 
2 
16 
2 
0 

0 

10 

6 
0 
0 
1 

4 

0 

0 
0 

14 

14 
0 
0 
0 
0 
0 

8 

482 

36 

24 

360 

0 

12 

2 

0 

2 

188 

12 
14 

7 

100 

0 

0 

pr. 

1,465 

720 
80 

640 

2 

28 

0 

0 
0 

24 

0 
24 
0 
0 
0 
0 

0 

ANIMALS. 
Bhizopoda,  Difflugia, . 

Infusoria,     . 

Dinobryon  cases, 
Monas, 
Perldlnium, 
Trachelomonas,  . 
Vortioella,  . 

Vermes,  Anurea,  . 

1 
pr. 

0 
pr. 
pr. 

pr. 

0 
pr. 

0 
0 

pr. 

pr. 
0 

pr. 

pr. 

0 

0 
0 
0 
0 
0 

0 

0 

pr. 

0 
0 
pr. 
0 
0 

0 

0 

4 

1 

0 

2 

pr. 

0 

pr. 
pr. 

0 
0 
0 

0 

0 

58 

62 

1 

pr. 

0 

0 

0 

0 
0 
0 
0 

0 

1 

0 

8 
0 

1 

2 
0 
0 

5 

0 

0 

0 
0 
0 
0 
0 

0 

0 

15 

14 

1 
0 

0 

0 

4 

8 
0 
1 
0 
0 

0 

MitcetlaneouSt   . 

Aoirina, 
ZoSglcea,      .       • 

18 

0 
18 

0 

0 
0 

12 

0 
12 

0 

0 
0 

2 

.01 
2 

0 

0 
0 

8 

0 
3 

28 

0 
28 

10 

0 
10 

98 

.32 

98 

9 

.01 
9 

2 

0 
2 

Total, 

638 

8 

21 

82 

834 

23 

298 

180 

89 

126 

601 

1,406 
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Table  showing  Heights  of  Water  in  Dug  Pond  on  Dates  when  Samples  of  Water 

toere  collected  for  Analysis, 

Note.  —  High-water  mark  Is  13.0  feet. 


DATS.- 1898. 

Height  of 
Water. 

DATS.  — 180S. 

Height  ol 
Water. 

Jan.    3, 

Feb.    « 

Mar.  2, 

AprU  3, 

May    6 

Jane  1, 

Feet. 
8.76 

8.83 

10.83 

13.29 

U.OO 

13.00 

July    6, 

Aag.  8 

Sept.  U 

Oct.    2. 

Nov.   ], 

Dec.   4 

Feet. 
11.68 

10.26 

9.76 

8.92 

8.60 

8.83 

Water  Supply  of  Needham. 

Chemical  Examination  of  Water  from  the  Well  of  the  Needham  Water  Works, 

[Parta  per  100,000.] 


Date  of 

CoUectlon. 

Appbaramos. 

Residue  on 

Evaporation. 

Ammonia. 

• 

1 

s 

NiTBOOBN 
AS 

Oxygen 

Consumed. 

• 

ao 

C 

& 

• 

1 

a 

a 

• 

1 

i 

a 

• 

« 

£ 

Albu- 
minoid. 

• 

I 

Nitrites. 

« 

9 

2 

180S. 

10036 

Feb.  20 

None. 

• 

None.  - 

0.0 

4.80 

.0000 

.0012 

.68 

.1300 

.0000 

.0277 

2.5 

.0000 

10486 

May   23 

None. 

None. 

0.0 

6.90 

.0000 

.0002 

.78 

.2000 

.0000 

.0460 

1.9 

.0000 

10866 

Aug.  21 

None. 

None. 

0.0 

6.60 

.0000 

.0000 

.66 

.0760 

.0000 

.0735 

1.6 

.0000 

11329 

Nov.  14 

None. 

None. 

0.0 

6.10 

.0000 

.0018 

.68 

.1000 

.0000 

.0664 

1.8 

.0000 

11603 

Dee.  18 

None. 

None. 

0.0 
0.0 

6.00 

.0000 

.0004 

.69 

.63; 

.1100 
.1230 

.0000 

.0486 

1.6 
1.9 

.0000 

Av.. . 

6.28 

.0000 

.0007 

.0000 

.0622 

.0000 

Odor,  none. Nos.  10436  and  11508  were  collected  from  faucets  in  the  village;  the  remaining 

samples  either  directly  from  the  well  or  from  a  faacet  at  the  pumping  station  while  pumping. 


Microscopical  Examination, 

An  insigniflcant  number  of  organisms  was  found  in  all  but  one  of  these  samples. 
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nbw  bedford. 

Water  Supply  of  New  Bedford. 

Chemical  Examtnalion  of  Water  from  the  Conduit  of  the  New  Bedford  Waitr  Works. 

{PiMt  per  IO(I,OW,] 


Averages  of  Analyses  of  Previous  Tears 

- 

IBSTt 

- 

1  ai'  s  IS 

1.9* 

■.OKI    -OMN.      -         . 

"i 

.0137 

- 

- 

- 

18«B 
IBM 

1.18:  5.19 

2.31 

.0011    .02W     -        - 

.0103 

■ 

.COM 

- 

- 

iroo 

- 

,.«;.. .0. 

2.41 

'.0013!   .0232.0191.0037'. 15 

.0125 

- 

lUl 

oj    3.»0 

1.81 

.OOOSJ   .OlBjl.0171  .0026   .« 

.0103 

.0000 

O.B 

- 

IBW 

- 

1.10    4.8T 

!.» 

.0001 

1.0 

ins 

2.3* 

|.O022;   .0£M  .0180  .0035    .51  :.0QS1 

.0001 

I.OIWI.O 

■  Kxduilvo  or  Ho.  109W.  t  June  10  December. 

NoT«io  Annlrieiior  ISM;  Iron.  .0223.    Odor,  veKoUblo  and  griMy  oriweelieh. The  >M 

vers  colkcted  Itom  the  conduH  at  lu  enlrKDCc  to  (he  receiving  rercrvDlT.    Wit«[  from  I.lUIe  Qull 
Pond  wsudnwD  IntotbeglomgB  rHcrroIr  from  July  23  loibaut  Oct.  I.  1803. 
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NEW  BEDFORD. 

Microscopical  Examination  of  Water  from  the  Conduit  of  the  New  Bedford 

Water  Works, 

[Number  of  organisms  per  cubic  centimeter.] 


180S. 

Jan. 

Mar. 

Mar. 

May. 

June. 

July. 

Aug. 

Sept.    Oct. 

Nov. 

Dec 

Day  of  examination, . 
Number  of  sample,    . 

31 
0050 

2 
10063 

30 
10186 

24 
10438 

27 
10563 

26 
10606 

29 

10806 

30 
11115 

24 
11235 

28 
11808 

10 
11506 

PLANTS. 

Diatomaceee, 

Asterionella, 

Synedra 

Cyanophyceed,  . 

Clathrocystis, 
Merismopedia,     . 

Algw,  Protococcns, 

Fungri*  Cren^thriz, 

0 

0 
0 

0 

0 
0 

0 
pr. 

0 

0 
0 

0 

0 
0 

pr. 

pr. 

3 

1 
2 

0 

0 
0 

0 

1 

28 

8 
20 

0 

0 
0 

0 

16 

1 

0 
1 

0 

0 
0 

0 
3 

1 

0 
1 

110 

6 
104 

58 
2 

1 

0 
1 

16 

0 
16 

12 
28 

0 

0 
0 

0 

0 
0 

0 
0 

1 

0 
1 

0 

0 
0 

0 
8 

1 

0 

1 

0 

0 
0 

0 
0 

2 

0 
2 

0 

0 
0 

0 

0 

ANIMALS. 
Inftisoria,     .... 

Dinobryon,  .... 
Dinobryon  cases, 
Peridininm, 
Trachelomonas,  . 

5 

5 
pr. 

pr. 

0 
pr. 
pr. 

0 

10 

3 
pr. 

0 

1 

0 

1 

0 
0 

0 

0 
0 
0 
0 

0 

0 
0 
0 
0 

2 

0 
0 

1 
1 

0 

0 
0 
0 
0 

0 

0 
0 
0 
0 

pr. 

0 
0 

pr. 

pr. 

0 

0 
0 
0 
0 

Mi9ceUaneoxt9t  Zodgloea,  . 

126 

44 

20 

28 

24 

36 

92 

28 

8 

2 

18 

Total,        .... 

131 

44 

34 

73         28 

1 

207 

151 

28 

12 

3 

15 

Chemical  Examination  of  Water  from  Little  Quittacas  Pond,  Lakeville, 

[Parts  per  100,000.] 


• 

Appkarahck. 

Residub  on 

EVAPORA- 

Ammonu. 

NlTKOOKM 

AS 

a 
« 
s 

1 

1 

TIOM. 

1 

• 

Albnmlnoid. 

c 
Z 

a 

a 

Ha 

d 
'S 
2 

• 

a 

d 

a 

1 

• 

1 

o 

§1 

• 

• 

1 

Dissolved.. 

Sus- 
pended. 

i  Chlorine. 

1 

• 

• 

5 

6 

s 

c 

a 

1808. 

10195  Mar.  31 

Slight. 

Cons. 

0.10 

2.55 

0.80 

.0064 

.0136 

.0120 

.0016 

1.46 

.0030 

.0001 

.27741  0.6 

106691  July  12 

1  V.  slight. 

V.  slight. 

0.10 

2.75 

1.30 

.0000 

.0162 

.0120  .0042 

.48 

.0000 

.0000 

.2701:  0.5 

10706  July  26  ;  V.  slight. 

Slight. 

0.1-2  1  3.90 

1.65 

.0008  .0182 

.0140  .0042 

1.43 

.0030 

.0000 

.3330;  0.5 

10772  Aug.  9 

Distinct. 

Slight. 

0.12 

!  3.05 

1.40 

.0004 

.0160 

.0126  .0034   .48  1 

.0000  .0000, 

.2962   0.5 

10046  Aug.31 

;  Slight. 

Slight. 

0.10 

1  2.90 

1.06 

.0000 

.0160 

.0130 

.0030!. 50  1 

.0050 

.0000 

.3397 

0.7 

1 

brown. 

10084 

Sept.  6 

Slight. 

Slight. 

0.10 

2.75 

1.10 

.0000  .0176 

.0152 

.0024 

.47 

.0000 

.oooo; 

.2652   0.3 

11116  Sept.28| 

V.  slight. 

Slight. 

0.10 

3.20 

1.10 

.0000  .0148 

.0124 

.0024 

.48 

.0050  .oooo: 

'.2541,  0.6 

11506 

Dec.  17 

V.  slight. 

Slight. 

0.15 
0.11 

3.25 

1 
3.02 

1.55 
1.23 

.0006 
.0015 

.0148 
.0156 

.0124 
.0128 

.0024 
.0028 

.49 

.48 

.0080 
.0025 

.0000 
.0000 

.2956 
.2004 

0.6 

Av.* 

1 

0.6 

i 

*  Where  more  than  one  sample  was  collected  in  a  month  the  mean  analysis  for  that  monUi  has  been 
used  in  making  the  average. 

Iron,  .0032.  Odor  of  No.  10706,  distinctly  vegetable;  of  No.  11506,  faintly  vegetable;  of  the  remain- 
ing samples,  none.  — —  The  samples  were  collected  from  the  pond  generally  about  five  feet  beneath 
the  aurfaoe. 
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NEW  BEDFORD. 

Microscopical  Examination  of  Water  from  Little  QuiUac€i8  Pond,  LakeviUe. 

[Number  of  organiBms  per  cubic  centimeter.] 


• 

189S. 

AprU. 

July. 

July. 

Aug. 

Sept. 

Sept 

Sept. 

Dec 

Day  of  examination, 
Number  of  sample, 

4 
10195 

15 
10659 

28 
10706 

11 
10772 

2 
10946 

9 
10984 

30 
11116 

19 
11506 

PLANTS. 
DlatoznaceeB, 

Aiterionella 

Oyclotella,        .... 

Meloslra 

Bynedra, 

Tabellaria 

OyanophyceeB,  Meriamopedia, 

Algee,  Protoooccus, 

208 

3 
5 
2 

188 
5 

0 
23 

14 

0 
14 
0 
0 
0 

0 
6 

12 

0 
10 
2 
0 
0 

0 
11 

26 

0 

24 
0 
0 
2 

5 

0 

26 

0 

20 
3 
3 
0 

0 

0 

21 

0 

20 

0 

1 

pr. 

0 

• 

0 

0 

0 
0 
0 
0 
0 

0 

• 
0 

18 

2 
9 
0 
2 
0 

0 
0 

ANIMALS. 
Inftisorla, 

Dinobryon  cases,     . 

Peridinium 

Trachelomonas, 

460 

450 
0 
0 

* 

2 

0 
2 
0 

0 

0 
0 
0 

0 

0 
0 
0 

0 

0 
0 
0 

1 

0 
0 
1 

0 

0 
0 
0 

0 

0 
0 
0 

MitcellancouSt  ZoSglcea, 

182 

22 

36 

32 

1|800 

42 

46 

t 

Total 

868 

44 

59 

63 

1,826 

64 

46 

15 

Table  showing  Heights  of  Water  in  Acushnet  Reservoir  and  Little  Quittacas  Pond 
on  Dates  when  Samples  of  Water  were  collected  jor  Analysis, 


Acaihnet 
Reservoir. 

Little  Quit- 
tacas Pond. 

Acushnet 
Rescnrolr. 

Little  Qoit- 
tacas  Pond. 

Distance  be- 
low HiKh- 
water  Mark. 

Distance  l>e- 
low  High- 
water  Mark. 

Distance  be- 
low High- 
water  Mark. 

Distance  be- 
low High- 
water  Mark. 

1893. 

Jan.  30,    . 

Feet. 
1.4 

Feet 
2.6 

1898. 

Aug.  88,  .... 

Feet. 
2.6 

Feet. 
0.6 

Mar.    1,    .       .       .       . 

0.0 

1.75 

Sept.  28,  .... 

3.04 

1.25 

Apr.  29,    .       .       .       . 

0.0 

0.8 

Oct.  23 

2,8 

2.8 

May  28,    ...       . 

0.0 

1.0 

Nor.  27 

2.6 

a.o 

June  26,    .... 

0.0 

1.2 

Dec.  17 

2.9 

0.7 

July  25,    . 

0.9 

1.6 
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Water  Supply  of  Newburyport.  —  Newburyport  Water 

Company. 

The  use  of  water  from  the  Merrimack  River  by  the  Newburyport 
,  Water  Company  for  the  supply  of  the  city  was  the  subject  of  a  com- 
munication from  the  State  Board  of  Health*  to  the  company  in  No- 
vember, 1892,  pointing  out  the  danger  of  infection  from  typhoid  fever 
incurred  by  the  use  of  this  source  and  advising  that  a  further  supply 
of  pure  water  be  obtained  without  delay.  The  continued  use  of  the 
river  water  was  the  apparent  cause  of  an  epidemic  of  typhoid  fever 
in  Newburyport  in  January  and  February,  1893,  which  led  the  Board 
to  send  a  lettefr  relative  to  this  subject  to  the  mayor  of  the  city  early 
in  March,  a  copy  of  which  may  be  found  on  page  43  of  this  volume. 
The  city  of  Newburyport  subsequently  applied  to  the  State  Board 
of  Health  for  advice  relative  to  the  use  of  water  from  the  Artichoke 
River,  either  directly  or  after  filtration,  for  the  supply  of  the  city, 
and  the  reply  of  the  Board  may  be  found  on  page  44. 

The  Newburyport  Water  Company  increased  its  ground-water 
supply  in  1893  by  taking  the  Jackman  Spring,  so  called,  and  pro- 
viding a  temporary  pump  and  pipe  to  pump  and  convey  the  water 
from  this  spring  to  the  present  works.  It  also  constructed  a  well 
about  fifty  feet  in  diameter  and  fourteen  or  more  feet  in  depth,  a 
short  distance  from  its  present  wells,  and  near  the  edge  of  the  small 
reservoir  by  the  pumping  station.  The  works  as  enlarged,  however, 
are  not  likely  to  furnish  a  sufficient  supply  for  the  city  of  Newbury- 
port. 

It  will  be  noticed  by  reference  to  the  table  of  analyses  on  page 
242  that  a  very  unusual  amount  of  chlorine  was  at  times  present  in 
the  water  supplied  by  the  company  to  the  city.  This  result  is  due 
to  the  use  of  water  from  the  Merrimack  River  which  contained  a 
small  amount  of  sea  water. 

Analyses  of  water  from  the  Artichoke  River,  and  from  other 
sources,  examined  in  connection  with  the  investigation  of  new  sources 
of  water  supply  by  the  city,  will  be  found  in  tables  which  follow. 

*  Report  of  the  State  Board  of  Health  for  the  jear  1892,  page  37. 
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N3EWBUBYPOBT. 

Chemical  Examination  of  Water  from  the  Small  Storage  Reservoir  of  the 

Newburyport  Water  Company. 

[Parti  per  100,000.] 


tUecUon. 

Appkasamck. 

Ursidck  on 

EVAPOBA- 
TIOM. 

1 

1            Ammohia.            I 

1 

NiTSOOKH 
A8 

• 

a 

a 
c 

Albuminoid. 

• 

5     i 

• 

•3 

a 

a 

• 

• 

o 

!l 

n 

o 

• 

• 

► 

• 

1 

1 

S 

• 

3 

• 

S 

5 

• 

• 
o 
a 

1 

•2 

3 

o 

1 

i 

1 

1 

si 

1 

5 

5 

"2 

5* 

Q 

H 

« 

o 

H 

1.4 

h 

H 

Q 

oo 

^ 

'A 

o 

a 

1898. 

1 

11387 

Nov.  26 

Distinct, 

Slight, 

0.10 

6.00 

0.70 

.0000 

.0036 

.0020  .0016 

.44 

.0180 

.0005 

.1720 

2.7 

1 

clayey. 

clayey. 

1 

1 

Iron,  .0350.    Odor,  distiocUy  vegetable. The  sample  was  collected  from  the  reservoir  near  the 

pamping  station. 

Microscopical  Examination, 

Diatomacen,  Cyclotella,!;  Meridional;  Synedra,  IS,    Alg»,  Oon/erooti.   Fangi,  CVenotAHx,  4. 
Infusoria,  Peridinium,  1.    Miscellaneous,  Zooglaa,  4.    Total,  26. 


Chemical  Examination  of  Water  from  a  Faucet  in  Newburyport,  supplied  from 

the  Works  of  the  Newburyport  Waler  Company, 

[Parts  per  100,000.] 


u 
« 


a 
o 


^5 

« 


1893. 


0881 

Jan. 

16 

9905 

Jan. 

19 

9940 

Jan. 

23 

9970 

Feb. 

6 

10086 

Mar. 

7 

10212 

Apr. 

5 

10364 

May 

8 

10490 

June 

7 

10609 

July 

6 

10756 

Aug. 

9 

lion 

Sept. 

11 

11159 

Oct. 

9 

11306 

Nov. 

8 

Appkasanck. 


2 


e 
§ 


Av.. 
Av... 


1893 

1887-88* 


None. 
None. 


Slight, 

clayey. 
V.  slight. 

Distinct, 
clayey. 

Decided, 
clayey. 

V.  slight, 
clayey. 

V.  slight. 

Distinct, 
clayey. 
Slight. 

V.sllKht. 

Distinct. 


None. 
V.  slight. 

V.  slight. 

V.  slight. 

Slight. 

Slight, 

earthy. 
Slight. 

Slight. 


0.02 
0.10 

0.08 

I 
0.08 

I 
0.20, 

0.30 
I 
0.10  I 

I 
0.05 


o 
«-> 

I* 

m 
« 


V.slight.   0.20 
Slight.      '0.10 


10.00 
6.10 

31.95 
5.55 
5.50 
6.30 
5.30 
6.00 


Ammonia. 

•d 

o 

s 

i 

i's 

-■i 

.0016 
.0012 

.0062 
.0012 
.0018 
.0022 
.0004 
.0004 


.0096 
.0030 

.0102 
.0012 
.0058 
.0072 
.0052 
.0040 


None. 
None. 


0.05 


6.50  li.OOOO  :.0040  I,      .46 

;l  I  il 

7.30     .0000    .0038       1.29 
5.50  iJ.OOOO    .0010 


0.08,1     6.00 


0.11 


8.50 


.0000  1.0024 


0.03       5.39 


.0013 
.0004 


.0048 
.0032 


NiTROOKN 

• 

AS 

a 

3 
« 

a 

1 

.2175 

• 

S 

s 

1 

S5 

i 

• 

8 

.0300 

.0000 

3.0 

.0200 

.0300 

.0000 

.1825 

2.2 

.0125 

.0090 

,.0150 

.0350 

.0003 

.2445 

7.3 

.0180 

.0001 

.1584 

2.2 

.0170 

.0001 

.1241 

1.9 

.0126 

.0150 

.0000 

.1934 

1.9 

.0150 

1 .0150 

.0000 

.1606 

2.2 

.0120 

.0180 

.0000 

.0730 

2.1 

.0120 

'.0070 

.0000 

.1343 

2.2 

.0200 

.0070 

.0000 

.0936 

2.7 

.0200 

.0150 

.0000 

.0192 

2.2 

.0200 

.0180 

.0000 

.0680 

2.3 

.0180 

,.0178 

.0000 

.1391 

2.7 

.0164 

'.0312 

.0001 

- 

- 

- 

*  June,  1887,  to  May,  1888. 

Odor,  vegetable,  frequently  none.  ^—>  The  samples  were  collected  from  a  faucet  at  No.  2  State 
Street. 
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NEWBTJBYPOBT. 

Microscopical  Examination  of  Water  from  a  Faucet  in  Newburyporty  supplied 

from  the  Works  of  the  Newburyport  Water  Company, 

[Namber  of  organlsnas  per  cubic  centimeter.] 


1808. 

1 

Jan. 

Jan. 

Jan.  Feb. 

1         1 

Mar. 

1 
Apr.   May. 

1 

June. 

July. 

Aug. 

Sept. 
13 

Oct. 

Nov. 

Day  of  examination, . 

17 

21 

- 

■ 

7 

8 

7 

9 

9 

7 

10 

10 

10 

Namber  of  sample,    . 

9881 

9905 

9940 

9970 

10086 

10212 

10364 

10490 

10609 

10756 

11011 

11159 

11306 

PLANTS. 

DiatomaceeB, 

84 

0 

- 

4 

1 

1 

460 

8 

pr. 

800 

6 

5 

0 

Diatoma,      .... 

Fragllaria 

Synedra,      .... 
Tabellaria,  .... 

1 

0 

7 

26 

0 
0 
0 
0 

- 

0 

0 
4 
0 

0 
0 

1 

0 

0 
0 

1 

0 

0 

7 

480 

3 

0 
2 

1 
0 

0 

0 

pr. 

0 

300 
0 
0 
0 

0 
0 
2 

4 

0 
5 
0 
0 

0 
0 
0 
0 

Fungrl*  Crenothrix, 

0 

0 

- 

0 

1 

0 

0 

0 

0 

0 

36 

0 

0 

ANIMALS. 

• 

Infusoria 

t 

0 

- 

pr. 

0 

0 

78 

60 

2 

1 

168 

pr. 

0 

Dinobryon 

Dioobryon  cases, 

Monas, 

Perldiniam, 

0 
2 
0 
0 

0 
0 
0 
0 

- 

0 
pr. 

0 
0 
0 
0 

0 
0 
0 
0 

0 

8 

68 

2 

0 

0 

60 

0 

0 

0 
2 
0 
0 

0 
0 
0 

1 

0 

168 

0 

1 

0 

0 

0 

pr. 

0 
0 
0 
0 

Mi9cellaneofU9f  Zodgloea,  . 

84 

0 

- 

8 

232 

6 

16 

0 

0 

82 

10 

76 

Total, 

120 

0 

- 

12 

234 

1 

674 

79 

2 

301 

303 

15 

f6 

Chemical  Examination  of  Water  from  Tubular  Test  Wells  at  Newburyport. 

[Parte  per  100,000.] 


Date  of 

Collection. 

Appkabanck. 

• 

1 

il 

s 

Ammonia. 

i 
i 

2.58 
2.12 
1.59 

NITBOGKM 
AS 

Oxygen 

Consumed. 

• 

8 

S 

Komber. 

6 

1 

g 

a 

o 

CO 

• 
O 
O 

o 

b4 

• 

•o 

o 

o 

< 

.0006 
.0002 
.0004 

.0004 

1 

• 

s 
s 

'  2 

5*5 

• 

^ 

11388 
11380 
U^3 

1898. 

Nov.  25 

Nov.  25 
Nov.  29 

Sllffht, 
clayey. 

None. 
1 

Distinct, 
clayey. 

Cons., 

sand. 
None. 

Cons., 
clayey. 

0.0 
0.0 
0.0 

0.0 

19.80 
19.80 

24.70  1 

1 

.0006 
.0010 
.0012 

.0009 

.0300 
.0000 

.0000 

1 

1 

1       _     . 

.0100 

.0008 
.0000 
.0000 

.0001 

.1032 
.0731 
.1435 

.3259 

11.8 

10.7 

9.0 

1.05 

.0020 
.0100 
.1140 

Av... 

21.43 

2.10 

.0420 

Odor,  none. The  first  sample  was  collected  from  a  tubular  test  well  just  below  Frost's  ice  pond  in 

the  valley  of  a  tributary  of  Little  River,  about  one  mile  southwest  of  the  centre  of  the  city  of  Newbury- 
port; the  second  sample  from  a  tubular  test  well  located  on  the  northerly  side  of  Little  River  just  below 
the  point  where  it  is  crossed  by  the  Byfield  road,  about  on  the  line  between  Newburyport  and  Newbury ; 
the  last  sample,  from  a  tubular  teat  well  in  the  valley  of  Little  River,  about  half  a  mile  or  more  north- 
west of  the  well  last  described. 

Microscopical  Examination, 

No.  11388.    No  organisms. 

No.  11390.    Miscellaneous,  ZoSglcBOf  1. 

No.  11423.    Diatomacess,  Synedra,  1.    ICiscellaneous,  Zodglaa,  1.    Total,  2. 
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NEWBUBYPORT. 

Chemical  Examination  oj  Water  from  the  Artichoke  River  in  West  Newbury, 

[Parte  per  100,000.] 


u 

9 
jO 

a 

a 
525 


a 
o 

i 

O 

O 

o 
«i 

48 

a 


I  18»3. 
102651  Apr.  18 

11467  Dec.   7 
11389  Nov.  25 

11468  Dec.    7 


Appbaaancb. 


a 


V.  slight.  V. Blight. 
None.       I  None. 
V.  Blight.  V.  slight. 


Av. 


None. 


V.  Blight. 


u 
o 

6 


0.55 
0.55 
0.70 

0.50 

I 

0.58 


Rbbiddr^ok 
Evapora- 


tion. 


o 


a 
o 
•a 

§  = 


5.50 
6.60 
7.70 
6.60 

6.60 


Ammonia. 


Albuminoid. 

• 

• 

> 

• 

• 

g 

a  o. 

C<4 

H 

Q 

oo 

2.25  .0000 

1.00  .0000 

2.55  l'.0008 

1.20  .0000 


1.76 


.0254  .0214 
.0182  .0162 
.0240.0222 


.0040 
.0020 
.0018 


.0162  .0144  .0018 


.0002.0210.0186.0024 


o 

e 

•c 
o 


.59 
.68 
.82 
.67 


.69 


NlTBOOBM 
AS 


^ 

I 


.0030 
.0050 
.0000 
.0030 


.0028 


.0000 
.0002 
.0165 
.0001 


•o 
e 

s 

3 
m 
S 

6 

s 
«> 

K 

3 


e 

8 


.0042 


.6206 

.5109 

'  .9116 

|.4T19 

1.6287 


2.1 
2.ft 
3.5 
S.6 


2.7 


Iron,  of  the  first  Bampie,  .0055;  of  the  second,  .0120;  of  the  last  two.  .0110.    Odor  of  the  first  two 

samples,  faintly  vegetable;  of  the  Inst  two,  distinctly  vegetable. The  first  two  sampIeB  were  collected 

from  the  Artichoke  River,  about  two  miles  above  its  mouth,  at  the  Quaker  Church  Koad  crosslag;  the 
last  two  samples  from  the  west  branch  of  the  Artichoke  River  at  the  first  road  crossing  above  its  Juoo- 
tion  with  the  main  stream. 

Microscopical  Examinalion. 

The  total  number  of  organisms  found  in  each  of  these  samples  was  as  follows  :  — 
No.  10265,  42;  No.  11467,  3;  No.  11389, 12;  No.  11468,  8. 


Water  Supply  of  Newton. 

Chemical  Examination  oj  Water  from  a  Faucet  at   the  Newton  Water  WorkM 

Pumping  Station. 

[Parts  per  100,000.] 


a 
o 

Appbabancb. 

i 

• 

s 
o 

Ammonia. 

Nitroobn 

• 

1 

- 

a 

A8 

a 

« 

^  S 

s 

• 

1 

1 

5 

1808. 

• 

'        2 

Sediment 

1 

a 

u 
o 

6 

1 

Residue  on 
Evapoi 

Albu- 
minoid. 

• 

i 

6 

• 

m 

s 

• 

1 

1 

Oxygen 
Com 

• 

8 

« 
c 

« 
n 

* 

e 
8 

1 

9912 

Jan.   23 

None. 

None. 

0.00, 

6.05 

.0000 

.0012 

.41 

.0260 

.0000 

.0401 

2.2 

.0050 

10149 

Mar.  22 

Slight. 

Cnns. 

0.10 

4.65 

.0010 

.0034 

.40 

.0120 

.0000 

'.1548 

2.2 

.0200 

10406 

May   17 

Slight. 

V.  slight. 

0.03 

6.45 

.0000    .0020 

.40 

.0350    .0000  1 

.0474 

2.2 

.0110 

10630 

July  10 

V.  slight. 

V.  Blight. 

0.00 

6.20 

.0008    .0022 

.31 

.0250 

.0000 

.0511 

2.1 

.0050 

11354 

Nov.  21 

None. 

Slight. 

0.02 
0.03 

1 

5.05 

!.0000    .0008 

.38 

.0000 

.0000 
.0000 

.1344 
|.0856 

2.6 
2.8 

.0125 

Av.. . 

5.08 

.0004 

.0019 

.38 

.0194 

.0110 

Averages  of  Analyses  of  Previous  Years. 


. 

1887* 

. 

. 

1888 

. 

• 

1889 

. 

-. 

1890t 

1          „ 

- 

1891 1 

- 

— 

1892 

— 

- 

1893 

1 

0.00 

4.97  ' 

.0005 

.0070 

.38 

i.0047 

_ 

„ 

« 

0.01 

4.64 

.0009 

.0111 

.35 

.0072 

.0001 

• 

• 

0.00 

3.93 

.0002 

.0061 

.80 

.0126 

.0001 

• 

• 

0.00 

. 

.0000 

.0014 

.32 

.0250 

.0001 

. 

• 

0.00 

4.25 

.0002 

.0072 

.31 

.0260 

.0000 

. 

1.8 

0.02 

6.13 

.0006 

.0028 

.36 

.0190 

.0001 

. 

2.4 

0.03 

6.08 

.0004 

.0019 

.88 

.0194 

.0000 

.0866 

2.8 

June  to  December. 


t  February. 


.0119 


Notb  to  analyses  of  1893;  Odor  of  10149,  very  faintly  vegetable;  of  the  remaining  samples,  none. 

The  samples  were  collected  from  a  faucet  at  the  pumping  station,  and  represent  the  water  ••  H 

comes  from  the  covered  filter-gallery. 

Analyses  for  the  years  1887  to  1890,  incluBive,  represent  water  drawn  from  an  open  fllter-basln.  In 
1890  the  works  for  collecting  ground  water  were  enlarged  bv  the  construction  of  a  long  wooden  filter- 
gallery,  reinforced  by  tubular  wells.  A  portion  of  this  gallery,  seven  hundred  and  Uilrty>two  feet  in 
length,  replaced  an  equal  portion  of  the  old  open  filter  basin.  In  1892  the  remaining  portion  of  the  open 
filter-baBin  was  replaced  by  an  extension  of  the  filter- gallery,  and  after  December  of  tbat  jetr  tbo 
water  pumped  for  the  supply  of  the  city  was  not  exposed  to  light  at  any  point. 


No.  34.]     EXAMINATION  OF  WATER  SUPPLIES.  245 


NEWTON. 

Microscopical  Examination  of  Water  from  a  Faucet  al  the  Newton  Water  Works 

Pumping  Station, 

[Namber  of  organlBins  per  cubic  centimeter.] 


189S. 


January. 


March. 


Hay. 


July. 


November. 


Day  of  examination, 
Number  of  eample,  . 

PLANTS. 
DiatomaceeB, 

Cyclotella 

Fragilaria,  .  .  .  . 
Meloaira,  .  .  .  . 
Bynedra,      .       .       .       . 

AlgSO, 

Closterium, .       .       .       . 

Protococcus, 

Zoospores,  .       .       .       . 

Fungri*  Orenoihrix, 

ANIMALS. 
InfuBOria,  Traehelomonas, 

JffiscellaneauSt  ZoSgloea,  . 
Total,        .       .       .       . 


24 
9912 


23 
10149 


18 
10406 


13 
10630 


22 
11354 


0 
0 
0 
0 


0 
0 
0 


0 
0 
0 
0 


pr. 


0 
0 


pr. 


pr. 


0 
6 
1 


0 
0 
6 


16 

12 
3 
0 
3 


6 

3 
3 
0 


26 


0 
0 
0 
0 


0 
0 
0 


pr. 


pr. 


82 


18 


32 


99 


68 


Chemical  Examination  of  Water  from  the  Covered  Distributing  Reservoir  of  the 

Newton  Water  Works, 

[ParU  per  100,000.] 


Date  of 

Collection. 

Appbabakck. 

Residue  on 
Evaporation. 

Ammonia. 

Chlorine. 

NiTROGKN 
AS 

Oxygen 

Consumed. 

• 

f 

• 

1 

i 

a 

i 

• 

6h 

Albu- 
minoid. 

• 

• 

m 

• 

1 

1 

1808.    1 

9911 

Jan.   23 

1 

None. 

v.  Blight. 

0.00 

5.55 

.0000 

.0016 

.40 

.0200 

.0000 

.0438 

2.5 

.0000 

10148 

Mar.  22 

Slight. 

Cons., 

0.10 

6.35 

.0000 

.0040 

.42 

.0150 

.0001 

.0504 

2.9 

.0525 

10405 

May  17 

None. 

earthy. 
Slight. 

0.02 

6.95 

.0000 

.0030 

.39 

.0400 

.0000 

.0511 

3.0 

.0060 

10629 

July  10 

V.  Blight. 

Slight, 

0.02 

7.00 

.0000 

.0024 

.32 

.0200 

.0000 

.0511 

3.5 

.0176 

11355 

Nov.  21 

V.aUgfat. 

rusty. 
V.  Blight. 

0.06 
0.04 

6.15 

.0000 

.0026 

.38 

.0160 

.0000 

.1428 
.0678 

3.0 
3.0 

.0220 

Av 

6.40 

.0000 

.0027 

.38 

.0220 

.0000 

.0106 

Odor  of  No.  10148,  very  faintly  vegetable;  of  No.  10405,  faintly  unpleasant;  of  the  remaining 
MunpI^B,  none.  The  odor  of  No.  11356  became  distinctly  unpleasant  after  standing  in  the  laboratory 
one  day. The  samples  were  collected  from  the  reservoir. 


246 


STATE  BOAED  OF  HEALTH.         [Pub.  Doc. 


NEWTON, 

Microscopical  Examination  of  Water  from  the  Covered  Distributing  Reservoir  of 

the  Newton  Water  Works, 

[Number  of  organisms  per  cable  centimeter.] 


189S. 

January. 

March. 

Hay. 

July. 

November. 

Day  of  examination 

Number  of  sample, 

24 
9911 

23 
10148 

18 
10406 

13 
10020 

22 
11865 

PLANTS. 
DlatomacesB,  Meloslra,     . 

0 

3 

0 

0 

0 

Mi»c€llaneou9t  Zoogloea,  .... 

0 

182 

11 

80 

ft 

Total, 

0 

185 

11 

30 

22 

Chemical  Examination  of  Water  from  the  Main  Underdrain  of  the  Hyde  Brook 

Division  of  the  Newton  Sewerage  System. 

[Parts  per  100,000.] 


I 


0873 
10603 
10714 
10737 

10804 
11246 
11663 


Av.* 


o 
o 


o 

m 
Q 


1898. 

Jan.   10 

July  5 
July  81 
Aug.    7 

Aug.  28 
Oct.  24 
Dec.  80 


Appkaramck. 


i? 

€ 


a 

§ 


o 


None. 
None. 
None. 
Distinct. 

None. 

Slight, 

milky. 
None. 


y.  slight. 

V.sUght. 

Slight. 

sandy. 
Oons., 
earthy  & 
floccul't. 
Slight, 

fibrous. 
Cons., 

fibrous. 
Slight. 


0.00 
0.00 

o.po 

0.02 

0.00 
0.15 
0.00 

0.03 


B 
O 

«« 

9 

M 


22.70 
26.10 
26.70 
32.70 

26.40 
27.30 
21.20 


Ammohia. 


i 


s 

o 
a 

a 


25.43 


.0074 
.0020 
.0100 
.0130 

.0056 
.0360 
.0112 

.0140 


.0024 
.0028 
.0030 
.0026 

.0020 
.0060 
.0050 

.0037 


p 

•c 

o 


^  2.60 

'  2.66 

2.80 

2.67 

I 

I  2.70 

I  2.36 
I 
2.20 

2.48 


KiTROOKH 
AS 


I 

S 


1.0000 

.3000 

1.2000 

1.2000 

1.2600 

1.0500 

.7600 

.9650 


.0006 
.0010 
.0012 
.0016 

.0018 
.0060 
.0006 


.0018 


i 

a 

a 
« 
a 

s5 


i 

e 

1 

n 


_ 

11.2 

.0438 

9.9 

.0000 

8.0 

.0338 

9.6 

.0316 

9.6 

.1786 

8.7 

.0231 

8.7 

.0640 

0.4 

.0030 
.0000 
.0100 
.0360 

.0100 
.0160 
.0060 


.0099 


*  Where  more  than  one  sample  was  collected  in  a  month  the  mean  analysis  for  that  month  has 
been  used  in  making  the  average. 

Odor  of  No.  10714,  faintly  earthy,  disappearing  on  heating;  of  No.  10737,  distinct,  becoming  dis- 
agreeable on  heating;  of  No.  11246,  decidedly  musty,  disappearing  on  heating;  of  No.  11668,  none, 

becoming  faintly  musty  on  standing  one  day  in  the  laboratory;  of  the  remaining  samples,  none. 

The  samples  were  collected  from  the  underdrain  at  Its  outlet. 
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NEWTON. 

Microscopical  Examination  of  Water  from  the  Main  Underdrain  of  the  Hyde 

Brook  Division  of  the  Newton  Sewerage  System, 

[Number  of  organisms  per  cubic  centimeter.] 


1808. 


Jan. 


July. 


Jaly. 


Aug. 


Aug. 


Oct 


Day  of  examination, 
Number  of  sample, 

PLANTS. 
DlatomaceeB,  . 

Melosira,  .        .       .       . 
Synedra,  .       .       .       . 

AlfiTCB,  Pediastrum, 

Funerl* 

Orenothrix, 

Molds 

ANIMALS. 
Infusoria,  Monas^     . 

Mi»cellaneou9t  Zoogloea, 

Total,     .       .       .       . 


14 
9873 


7 
10603 


31 
10714 


8 
10787 


20 
10694 


25 
11246 


1894. 


0 

pr. 

0 

25 

0 

0 

0 

0 

0 

5 

0 

0 

0 

pr. 

0 

20 

0 

0 

0 

0 

0 

15 

0 

0 

0 

12 

6 

13 

0 

1 
8 

0 

0 

0 

7 

0 

3 

0 

12 

6 

6 

0 

5 

Jan. 


1 

11563 


0 
0 


28 

28 
0 


pr. 


14 


pr. 


6 


14 


pr. 


26 


12 


67 


96 


32 


Chemical  Examination  of  Waier  from  Main  Underdrain  o/  (he  Cheesecake 
Brook  Division  of  the  Newton  Sewerage  System, 

[Parts  per  100,000.] 


Date  of 

Collection. 

Appbabancb. 

• 

1 

«  at 
0  ► 

sw 

1 

13.10 
1  14.20 
14.40 
20.40 
16.50 

Ammonia. 

Chlorine. 

NiTROOBN 

j              AS 

Oxygen 

Coninmed. 

a 

1 

0 

55 

• 

1 

• 

s 

a 

o 

a 

• 

2 
o 

o 

is 

< 

i 
1 

1  ^ 

• 

s 

• 

a 
S 

10713 
10736 
10895 
11245 
11564 

1898. 

July  31 

Aug.    7 
Aug.  28 
Oct.    24 
Dec.  80 

1 

Distinct. 

Decided. 

Distinct. 

Distinct, 

milky. 

Distinct. 

Cons. 

Cons., 

rusty. 
Heavy. 

Cons., 

fibrous. 
Heavy. 

0.03 
0.05 
0.10 
0.18 
0.01 

0.08 

.0076 
.0038 
.0072 
.0050 
.0120 

.0018 
.0008 
.0014 
.0012 
.0022 

1.40 
1.66 
1.50 
1.58 
1.59 

.4000 
.3000 
.2500 
.2900 
.3250 

.0004 
.0004 
.0002 
.0010 
.0008 

.0000 
.0000 
.0502 
.0494 
.0077 

.0217 

4.8 
5.6 
5.6 
6.6 
7.4 

.0200 
.0700 
.0800 
.0650 
.0480 

Av.* 

15.83 

.0075 

.0016 

1.51 

.3225 

.0006 

6.0  '.0520 

1 

*  Where  more  than  one  sample  was  collected  in  a  month  the  mean  analysis  for  that  month  has  been 
used  in  making  the  average. 

Odor  of  the  first  sample,  faintly  mouldy;  of  the  second,  none,  becoming  faintly  earthy  on  heating; 

of  the  last  sample,  none,  becoming  faintly  vegetable  on  heating;  of  the  remaining  samples,  none. 

The  samples  were  collected  from  the  underdrain  at  its  outlet. 
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NEWTON. 

Microscopical  Examination  of  Water  from  the  Main  Underdrain  of  the  Cheese- 
cake Brook  Division  of  the  Newton  Sewerage  System. 

[Number  of  organlsma  per  cubic  centimeter.] 


1898. 

July. 

August 

August 

October. 

January. 

Day  of  examination,  ...               ... 

Number  of  eample,     ...              ... 

31 
10713 

8 
10786 

29 
10895 

25 
11245 

1 
11564 

PLANTS. 
FunflTli  Orenothriz 

1,000 

3,840 

840 

1.8t0 

2,680 

ANIMALS. 
Infusoria,  Monaa, 

0 

1 

0 

0 

0 

JiiiceUaneoM,  Zodgloea, 

180 

80 

82 

15 

2 

Total, 

1,180 

3,921 

872 

1,985 

%9f!Z 

Chemical  Examitwiion  of  Water  from  the  Main  Underdrain  beneath  the  Laundry 

Brook  Valley  Sewer ^  Newton, 

[ParU  per  100,000.] 


Date  of 

Collection. 

Appkasakcb. 

* 

i! 

3 

03 

1 

17.90 
15.90 

i 

a 

Turbidity. 

a 
« 

ao 

6 

11247 
11562 

1998. 

Oct.    24 

Dec.  30 

SUgbt, 

milky. 
Distinct. 

Cons., 

fibrous. 
Cons. 

0.15 

0.01 , 

1 

Ammovia. 


.0092 
.0072 


.0024 
.0028 


e 
a 

I 


1.87 
1.66 


KlTSOOKM 

▲8 


3       8 


.4000 
.3000 


.0010 
.0008 


a 

r 


I 

a 


.0988 
.06n 


6.6 
7.6 


[.0650 
.0400 


Odor  of  tbe  first  sample,  faintly  vegetable;  of  tbe  last,  none. ^^ The  samples  were  oolleeted  from 
the  underdrain  at  its  outlet. 


Microscopical  Examination, 

No.  11247.    Fungi,  Crenoikrix,  920.    Miscellaneous,  ZoSglaUt  40.    Total,  960. 
No.  11562.    Fungi,  Crenothrix,  2,240. 
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northampton. 
Water  Supply  of  Northampton. 

Chemical  ExamincUion  of  Water  from  the  Upper  and  Lower  Storage  Reservoirs 
of  the  Northampton  Water  Works  on  Roberts^  Meadow  Brook. 

[ParU  per  100,000.] 


• 

g 

1 

o 

e 

Appbabamcs. 

Rbsiddb  on 

EVAPORA- 
TIOM. 

AXXOMIA. 

1 

1 

g 
.11 

Smtoomv 

AS 

« 
a 

8 

C 

g 

M 

o 

1 

1 

u 

o 

§ 

• 

Loss  on 
Ignition. 

1 

Albaminoid. 

V 

s 

• 

i 

1 
1 

Sus- 
pended. 

• 

j 

10886 

189S. 

Aag.16 

None. 

y.  slight. 

0.05 

6.40 

1.60 

.0000 

.00S8 

.0028 

.0010 

.0070 

.0000 

.1404 

1.0 

10887  Ang.16 

Distinct. 

Slight. 

0.12 

5.66 

1.70 

.0000 

.0140 

.0076 

.0064 

.12 

.0000 

.0000 

.2028 

1.0 

Iron  in  the  first  sample,  .0040;  in  the  last,  .0166.  Odor  of  the  first  sample,  none,  becoming  dis- 
tinctly vegetable  on  heating;  of  the  last  sample,  none. The  first  sample  was  collected  from  the 

upper  reservoir  at  Roberts'  Meadow ;  the  last  from  the  lower  reservoir  at  Leeds. 

Microscopical  Examination, 

No.  10836.  DiatomaoesB,  Fragilaria,  6;  Oomphonemati;  Synedra,  1.  Miscellaneous,  ZoSglcuit  28. 
Totftl,  88. 

No.  10837.  Dlatomacen, (Vctote//a, 2 ;  Diatoma^2\  EpUhemiat^',  FragilariOtU;  Oomphonemat2; 
MeloHrOt  4;  Kavieula,  1;  Pinnularia^  8;  Synedrat  7,360;  Tabellariat  1.  Inftisorla,  PeHdinium,  2. 
Vermes,  Polyarthrat  2.    Miscellaneous,  Zodgloeot  36.    Total,  7,431. 

North  Andover. 

The  advice  of  the  State  Board  of  Health  to  the  town  of  North 
Andover  with  reference  to  taking  a  supply  of  water  for  the  town 
from  Great  Pond  may  be  found  on  page  44  of  this  volume.  The 
following  analysis  of  a  sample  of  water  from  Boston  Brook  in 
North  Andover  was  made  during  an  investigation  for  a  new  source 
of  water  supply  for  Melrose. 


Chemical  Examination  of  Water  /rom  Boston  Brook,  North  Andover, 

[Parts  per  100,000.] 


Jl 


9041 


a 

o 


8 

o 
Q 


1S9S. 

Jan.  26 


Appsabamck. 


5 


*3 

a 


a 


V.  slight. 


Slight. 


1.70 


Rbsiddb  on 

EVAPOBA- 
TIOK. 


2 

o 


e 


7.20 


3.40 


Ammomia. 


Albaminoid. 

• 

•d 

• 

J: 

i 

o 

2 

m 

-1 

s  o. 

b 

H 

o 

00 

.0042 


.0264 


.0208 


.0046 


.39 


MlTBOOBK 
AS 


S 

s 


s 

I 

2 


.0070 


.0001 


«> 

a 

a 

o 
o 

e 

g 

o 


n 


1.6133  2.6 


Iron,  .0100.    Odor,  faintly  vegetable.  —^  The  sample  was  collected  from  the  brook  ]ast  below  the 
point  where  It  Is  crossed  by  the  Salem  and  Lawrence  tampike,  near  Boston  HiU.  q 

Microscopical  Examination, 

Diatomaces,  Diatomat  9;  Meridion,  8;  ITavicula,  1.    Fungi,  OrenothriXt  1*    Total,  10. 
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north  attx.bborough. 

Water  Supply  of  North  Attleborough. 

Chemical  Examination  of  Water  from  the  Well  of  the  North  Attleborough  Water 

Works. 

[Parts  per  100,000.] 


Date  of 

Collection. 

Appbarakck. 

Residue  on 
Evaporation. 

Ammonia. 

Chlorine. 

NlTROOKN 
AS 

Oxygen 

Consamcd. 

• 

m 

a 

1 

i 

SB 

• 

i 

Sediment. 

i 

6 

1 

Albu- 
minoid. 

1 

2 

Nitrites. 

• 

a 
Z 

10188 
10046 

1898. 

Mar.  29 

July  11 

V.sUght. 

V.  slight, 
milky. 

None. 
None. 

0.0 
0.0 

6.65 
6.10 

.0000 
.0006 

.0000  ' 
.0010 

.67 
.62 

.0400 
.0600 

.0001 
.0000 

.0210 
.0000 

2.6 
3.0 

.0000 

.0080 

Averages  of  Analyses  of  Previous  Years, 


1887* 

- 

- 

0.0 

6.28 

.0001 

.0011 

.50 

1 
.0290 

- 

- 

- 

1888 

- 

- 

0.0 

6.27 

.0002 

.0018 

.50 

.0288 

.0000 

- 

- 

1880t 

- 

- 

0.0 

6.09 

1.0000 

.0012 

i  .65 

.0414 

.0000 

- 

- 

1892t 

- 

- 

0.0 

5.95 

.0008 

.0018 

.53 

.0416 

.0000 

- 

8.0 

1893 

- 

- 

0.0 

6.88 

.0003 

.0005 

.60 

1 

.0450 

.0000 

1 

.0100 

2.8 

1 

.0040 


*  June  to  December.  f  Janaary  to  May.  X  April  to  December. 

NoTB  to  analyses  of  1808 :  Odor,  none.  —  The  samples  were  collected  from  a  faucet  at  the  pumping 
station. 

Microscopical  Examination, 

No.  10188.    Miscellaneous,  Zodglata,  9. 
No.  10046.    Miscellaneous,  Zoogkeot  1. 


Chemical  Examination  of  Water  from  Faucets  in  North  Attleborough,  supplied 

from  the  North  Attleborough  Water  Works. 

[Parte  per  100,000.] 


• 

a 

1 

Appbahamcb. 

• 

1 

Ammonia. 

NiTBOOXN 
AS 

a 

a 

. 

1 

0 

Date  of 
Coll 

• 

I 
a 
H 

«2 

1 

Residue  oi 
Kvapo 

• 

Albu- 
minoid 

6 

g 

• 

s 

• 

Oxygen 
Com 

• 

• 
e 

1 

n 

• 

a 
8 

189S. 

1 
1 

10180 

Mar.  29 

Decided, 
yellow. 
None. 

Cons  , 
iron  rust. 

0.03. 

6.90 

.0000 

.0006 

.56 

.0400 

.0001 

.0620 

2.9 

.2400 

10647 

July  11 

None. 

0.00 ; 

6.00 

.0006 

1 

.0016 

.62 

.0700 

.0000 

.0438 

2.6 

.0070 

Odor,  none. The  first  sample  was  collected  from  a  dead  end  which  had  not  been  flushed  for  & 

month  or  more.    The  second  sample  was  collected  from  a  faucet  near  the  center  of  the  town. 

Microscopical  Examination, 

No.  10189.    Miscellaneous,  Zo6glc$a,  824. 

No.  10647.    Diatomacen,  Stauroneitt  1*    Algso,  Pedtaitrum,  1.    Tolal,  2. 
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NOBTHBOBOUGH« 

Water  Supply  of  Northborough. 

Chemical  ExamincUion  of  Water  from  the  Northborough  Water  Works, 

[ParU  per  100,000.] 


ate  of  Collection. 

AmARkxoz, 

Rbsidus  on 
EvAPoaA- 

TIOH. 

Ammowia. 

• 

e 
e 
"C 
o 

i3 

NiTBOosir 

AS 

• 

1 

0 

1 

e 

m 

1 

« 

s 

1 

1 

1 

OSS  on 
Ignition. 

i 

Albnminold. 

• 

1 

• 

8 

S 

B 

s 

i 

DS- 

pended. 

ii 

1 
1 

^ 

Q 

H 

a 

o 

H 

J 

b 

H 

Q 

00 

u 

% 

^ 

o 

ts 

1898. 

1 

10305 

May  15 

Slight. 

SUght. 

1.60 

3.16 

1.65 

.0002 

.0204 

.0186 

.0018 

.16   1.0160 

.0001 

.9453 

0.8 

1103A 

Sept.  17 

Distinct. 

SUght. 

0.60  i  4.70 

2.05 

.0000 

.0348 

.0200 

.0048 

.38  jl.OOOO 

( 

.0000 

.6162 

1.2 

green. 

11037 

Sept.  17 

Decided, 

Cons., 

0.40 

4.60 

1.05 

.0000 

.0276 

.0156 

.0120 

.28 

.0060 

.0000 

.4914 

0.9 

10386 

May  15 

green. 
Slight. 

1 

yellow. 
V.  slight. 

0.90 

3.00 

1.65 

.0000 

.0162 

.0124 

.0028 

.12 

.0070 

.0001 

.5013 

0.8 

Iron  in  the  upper  reservoir,  .0075;  in  the  lower  reservoir,  .0130.    Odor,  vegetable. The  first  two 

■ample*  were  coUeeted  from  the  upper  reservoir;  the  third,  from  the  lower  reservoir,  and  the  last  from 
a  faacet  in  the  town. 


Microscopical  Examination  of  Water  from  the  Northborough  Water  Works. 

[Number  of  organisms  per  cubic  centimeter.] 


189S. 


May.       ;  September. 


September. 


May. 


Day  of  examination, 
Kofflber  of  sample,  . 

PLANTS 
Diatomacesd,    . 

Asterionella, 

Cyclotella, 

Diatoma,    .... 

Eplthemia* 

Fragilaria, 

G-omphonema,  . 

Meloslra,    .... 

Navicula,  .... 

Pinnularla, 

Surlrella,   .... 

Svnedra 

Tabellaria, 

Cyanophycesd,  Nostoo,  . 

Alfiree* 

Chlorocooons,   . 
Cosmarium, 
Scenedesmus,    . 
Stanrastmm,     . 
Zoospores, 

FonfiTii  Crenothriz, 


17 
10395 


19 
11036 


19 
11037 


17 
10306 


1 
0 
0 
0 
2 
pr. 

pr. 

1 

0 

60 

4 


0 
0 

0 

4 


pr. 


44 


6 

0 
0 
0 
0 
0 
0 
0 

1 

0 
0 
8 
2 


0 
0 
0 
0 
0 


2,095 

0 

28 

200 

1 

0 

1 

260 

1 

1 

2 

1 

1,600 


21 

18 
0 
0 
0 
3 


63 

2 
0 
0 
0 
0 
0 

26 
0 
0 
0 

84 
1 


8 

0 
1 
2 
0 
0 
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NORTHBOROUGH. 

Microscopical  Examination  of  Water  from  the  Northborough  Water  Works 

—  Concluded. 

[Namber  of  orgaDismB  per  onbio  centimeter.] 


ANI&CALS. 
Bhizopoda,  DifUngia, 

IxiAiBorla>   .... 

Perldlniam, 
Trachelomonas, 

Vermes,      .... 

Anarea.     .... 
Polyarthra» 
Rotatorlao  ova, 

OruBtaoea, .... 

Daphnla,   .... 
Bntomostracan  ova, .       . 

JiltcelianeoMt  ZolSgloea,        .    . 
Total,      .... 


0 

0 

I 

2 

10 

87 

2 

9 

M 

0 

1 

1 

0 

8 

18 

0 

6 

12 

0 

1 

8 

0 

2 

8 

0 

0 

0 

0 

0 

0 

0 

0 

0 

1 

0 


0 

0 
0 


.ot 

.01 
.01 


28 


146 


20 


2,172 


er 


Water  Supply  of  North  Brookfield. 

Desanption  of  Works. — The  works  are  owned  by  the  town  and 
were  completed  in  1893.  The  sources  of  supply  are  Doane  Pond 
and  North  Pond,  formerly  known  as  Horse  Pond,  supplemented  by- 
water  diverted  into  it  from  North  Brook.  Water  is  pumped  by- 
water  power  at  a  station  near  Doane  Pond  to  a  distributing  reservoir 
on  Bell  Hill  and  thence  distributed  to  the  town. 

Water  can  be  drawn  from  either  pond,  but  it  is  proposed  to  draw 
the  supply  for  domestic  use  from  Doane  Pond,  using  the  surplus 
water  from  Doane  Pond,  in  connection  with  the  water  from  North 
Pond,  to  furnish  power  for  pumping. 
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The  areas  of  watersheds  (including  the  water  surfaces)  of  sources 
controlled  by  the  town,  as  determined  by  actual  survey,  are  as 
follows : 

North  Brook, 487.9  acres. 

Side  Hill  Canal  from  North  Brook,      .        .        ,        .        .      25.0      " 

North  Pond, .  195.6      »» 

DoanePond, 899.7      " 

Total, 1,608.2      »' 

The  size  of  the  Doane  Pond  watershed,  as  given  in  the  table, 
includes  the  whole  of  Stoddard  Brook,  which  has  a  watershed  of 
425.8  acres.  Provision  has  been  made  by  which  the  water  of 
nearly  all  of  this  brook  can  be  turned  into  North  Pond  when  it  is 
desirable  to  do  so. 

With  the  exception  of  a  portion  of  the  watershed  of  North  Brook, 
which  rises  in  New  Braintree,  the  watersheds  of  the  sources  of 
supply  are  within  the  limits  of  North  Brookfield. 

North  Pond  has  an  area  of  69.6  acres  and  a  capacity  of  about 
350,000,000  gallons.  It  has  been  used  for  many  years  as  a  storage 
reservoir  to  supply  power  to  a  mill  situated  just  below  Doane  Pond. 
A  new  dam  six  feet  higher  than  the  old  one  has  been  constructed  by 
the  town  about  500  feet  down  stream  from  the  old  dam,  thus  greatly 
increasing  the  area  and  storage  capacity  of  the  pond.  It  is  said  that 
the  pond  is  thirty  feet  deep  in  some  places  and  may  average  eigh- 
teen feet.  The  water  of  North  Pond  is  conveyed  to  the  pumping 
station,  situated  just  below  Doane  Pond,  by  means  of  a  canal,  with- 
out passing  through  Doane  Pond. 

Doane  Pond  is  an  artificial  reservoir  constructed  many  years  ago 
for  use  as  a  mill  pond.  Since  its  acquisition  by  the  town  as  a  source 
of  water  supply  the  dam  has  been  raised  three  feet,  increasing  its 
area  to  30.9  acres  and  its  capacity  to  53,800,000  gallons. 

A  filter  entirely  surrounded  by  water  has  been  constructed  at 
Doane  Pond  near  the  dam,  by  building  two  concentric  walls  having 
an  annular  space  five  feet  wide,  filled  with  gravel,  between  them. 
In  the  centre  is  a  filtered-water  well  fifteen  feet  in  diameter  and 
fifteen  feet  deep..  Water  for  the  supply  of  the  town  is  drawn  from 
this  well. 

The  distributing  reservoir  is  rectangular  in  shape,  159  by  117  feet 
at  the  foot  of  the  slopes  and  222  by  180  feet  at  the  top  of  the  slopes 
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inside.  It  is  nineteeD  feet  in  depth  from  the  top  of  the  embank- 
ments and  when  filled  to  a  depth  of  fifteen  feet  will  contain  about 
2,950,000  gallons  of  water.  The  slopes  are  lined  with  clay  puddle 
four  feet  in  thickness,  covered  with  a  six-inch  layer  of  broken  stone, 
upon  which  is  laid  a  stone  paving  one  foot  in  thickness.  The  bottom 
is  covered  with  broken  stone  and  binding  material  to  a  depth  of  six 
inches. 

Water  enters  the  reservoir  at  the  bottom  on  the  north  side  and  is 
drawn  out  about  one  foot  from  the  bottom  on  the  south  side.  An 
arrangement  has  been  made  whereby  water  may  be  sprayed  into  the 
reservoir  from  a  pipe  near  its  centre.  It  is  intended  to  pump  all 
water  to  the  distributing  reservoir,  but  a  direct  connection  has  been 
made  whereby  water  may  be  pumped  directly  to  the  town  in  case  of 
emergency.     The  distributing  mains  are  of  cast-iron. 


Chemical  Examination  of  Water  Jrom  Faucets  in  North  Brookfield^  supplied  from 

the  North  Brookfield  Water  Works. 

[Parts  per  100,000.] 


Date  of  Collection. 

Appbabancb. 

Rbsidcs  OS 

EVAPOIU- 
TION. 

Ammonia. 

1 
§ 

.13 

KiTROOBN 
AS 

1 

a 

1 
1 

• 

e 

»: 

o 

6 

• 

1 

Loss  on 
Ignition. 

1 

Albuminoid. 

• 

V 

• 

m 

9 

■c 

§ 

• 

a 

0 

o 

« 

•a 
> 

« 

5 

Sus- 
pended. 

e       « 

M 

o     a 

10394 

1898. 

May  15 

Slight. 

Cons., 

0.30 

3.45 

1 
1.00 

.0048 

.0210 

.0176 

.0034 

.0090 

i 

.0001 

.3942 

1.4 

11038 

Sept.  18 

Diatinct. 

i 

green. 
SUght, 
yellow. 

1 
0.90 

4.40 

2.00 

.0006 

.0260 

.0230 

.0030 

.16 

.0070 

.0001 

.6396 

1.8 

Iron,  .0433.    Odor  of  the  first  sample,  distinctly  vegetable  and  unpleasant;  of  the  last  sample,  none. 

Microscopical  Examination, 

No.  10394.  Dlatomacen,  AiteHoneUa^  8,240;  TabellariOt  7.  Algro,  Zodaporea^  18.  Infusoria,  Dino- 
bryon  ca«e«,  9;  Euglena,  1;  Peridiniunit  78.    Miscellaneous,  Zooglaa^  3.    Total,  8,356. 

No.  11038.  Dlatomacen,  Atterionella^  3,840.  AlgsB,  Conferva^  1;  Ootmariumt  1;  OloiocyitiM^  1; 
Protococcu»t  80;  Stauraatrum,  1;  Xanthidiunit  1;  Zodsporfa,  1.  Infusoria,  Dinobryon  co«««i  1. 
Total,  3,927. 

Water  Supply  of  Norwood. 

The  organism  Uroglena^  which  was  present  in  large  numbers  in 
the  water  of  Buckmaster  Pond  in  1892,  reappeared  in  much  smaller 
numbers  for  a  short  time  in  the  early  part  of  1893,  and  also  in  very 
small  numbers  toward  the  end  of  the  year.  A  description  of  this 
organism  and  an  account  of  its  eflfect  upon  the  taste  and  odor  of 
water  may  be  found  in  the  annual  report  of  the  State  Board  of 
Health  for  1891,  pages  645-658. 
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Chemical  Exomiinalion  of  Water  from  Buckmasier  Pond^  Dedham, 

[Parts  per  100,000.] 


• 

e 

i 

» 

1 

Appxaxancb. 

Rksidujc  on 

1     KVAPOBA- 
1          TIOM. 

Ammonia. 

1 
1 

• 

1 

.40 

NiTBOQBN 
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e 

S 
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Ignition. 

1 

Albuminoid. 

1 

• 

1 

1 

• 

1 

Sus- 
pended. 

• 

3 

1 

1 

• 

1 

OS 

9884 

1808. 

Jan.  16 

Slight. 

Slight. 

0.05 

2.90 

1.15 

.0084 

.0182 

.0156 

.0026 

.0030 

.0000 

0.8 

0891 

Jan. 18 

Distinct. 

Slight. 

0.05 

- 

" 

- 

- 

- 

- 

- 

- 

- 

- 

- 

0933 

Jan.  25 

V.sUght. 

V.sUght. 

0.05 

- 

- 

- 

- 

- 

- 

- 

- 

- 

- 

9985 

Feb.   8 

V.sUght. 

V.sUght. 

0.05 

2.75 

0.90 

.0140 

.0244 

.0206 

.0038 

1 

.44 

.0050 

.0000 

.2268 

0.8 

10078  Mar.  6 

Slight. 

Slight. 

0.08 

2.80 

0.80 

.0150 

.0156 

.Oils  .0038 

.82 

.0070 

.0001 

.1605 

0.9 

10211 

Apr.  4, 

V.sUght. 

V.sUght. 

0.10 

2.90 

0.80 

.0184 

.0148 

.0136 

.0012 

.30 

.0070 

.0000 

.2299 

0.8 

10384 

May  10 

Slight. 

Slight. 

0.12 

2.55 

1.00 

.0026 

.0184 

.0104 

.0080 

.32 

.0030 

.0000 

.2555 

0.5 

10479 

Jane  5 

Slight. 

Slight. 

0.15 

2.40 

0.80 

.0004 

.0258 

.0186 

.0072 

.31 

.0050 

.0000 

.3525 

0.8 

10697 

July  5 

V.  slight. 

SUght. 

0.08 

1 

2.45 

1.40  . 

.0014 

.0240 

.0194 

.0046 

.30 

.0000 

.0000 

.3139 

0.5 

10760 

Ang.  8 

Slight. 

SUght. 

0.05 

2.55 

1.50 

.0000 

.0158 

.0136 

.0022 

.36 

.0000 

.0000 

.2146 

0.6 

10970 

Bept.  5 

Slight. 

Slight. 

0.08 

2.45 

1.20 

.0000 

.0202 

.014-'  .0060 
1 

.84 

.0000 

.0000 

.3240 

0.8 

11134 

Oct.    2 

Slight. 

SUght. 

0.05 

2.75 

1.50 

.0014 

.0150 

.0128 

.0022 

.38 

.0000 

.0000 

.2288 

0.6 

11291 

Nov.  6 

V.sUght. 

V.sUght. 

0.05 

2.85 

0.80 

.0000 

.0284 

.0210 

.0074 

.20 

.0080 

.0000 

.8237 

0.6 

11448 

Deo.  5 

V.sUght. 

SUght. 

0.03 
0.07 

2.d0 

1.05 

.0050 
.0052 

.0178 
.0199 

.0150 
.0156 

.0028 
.0043 

.34 
.33 

.0000 
.0028 

.0003 
.0000 

.1911 
.2544 

0.6 

Av.. 

2.62 

1.08 

0.7 

1 

Averages  of  Analyses  of  Previous  Years, 


1887* 

1888 

1889 

1890 

1891 

1892 

1893 


- 

0.09 

1 
2.64 

1.06 

- 

0.15 

2.66 

0.95 

- 

0.11 

2.43 

0.78 

- 

0.05 

2.59 

0.99 

- 

0.06 

2.48 

0.97 

- 

0.07 

2.88 

1.24 

0.07 

2.62 

1 

1.08 

.0058 
.0060 


.0212 
.0248 


.0025  .0196 


.0015 
.0014 


.0180 
.0166 


.0019  .0219 


.0052 


.0199 


.0172.0024' 


.0147 


.0033 


.0140  .0026 


.0172,. 0047 1  .82 


.30 
.29 
.30 
.30 
.26 


.0156'.  0043 


.33 


1          1 
.00181    - 

1 

.0065  .0001 

- 

.0070  .0001 

- 

.0075.0000 

1 

- 

.0075  .0000 

- 

.0067  .0000 

- 

.0028.0000 

.2544 

1.0 
0.7 
0.7 
0.7 


*  Jnne  to  December. 

NoTB  to  analyses  of  1898 :  Iron,  .0057.  Odor  of  the  first  sample,  faintly  vegetable,  becoming  faintly 
oily  on  standing  or  on  heating;  of  the  second  sample,  faintly  vegetable,  becoming  strongly  oily  on  heat- 
ing; of  the  third  sample,  none,  becoming  faintly  oily  on  heating;  of  the  remaining  samples,  generaUy 

faintly  vegetable,  frequently  none,  rarely  mouldy  or  grassy. The  samples  were  collected  from  the 

pond  generaUy  from  five  to  eleven  feet  beneath  the  surface. 
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Microscopical  Examination  of  Water  from  Btcckmaster  Pond^  Dedham. 

[Namber  of  organisms  per  oubio  centimeter.] 


1808. 

Jan. 

Jan. 

Jan. 

Feb. 

Mar. 

Apr. 

May.  June.  July. 

Aug 

Sept  Oct. 

Hot. 

Dec 

Day  of  examination, 

17 

10 

26 

0 

7 

7 

12 

6 

6 

10 

8 

4 

8 

7 

Number  of  sample, . 

9884 

0801 

0083 

0086 

10078 

10211 

10884 

10470 

10507 

10750 

10070 

11184 

11291 

11448 

PLANTS. 

Dlatomaoen,    . 

58 

0 

21 

pr. 

8 

63 

89 

917 

20 

5 

40 

151 

188 

28 

Asterionella,     . 
C^olotella, 
Melosira,    . 
Synedra,    . 
Tabellaria, 

14 
2 
0 
1 

41 

0 
0 
0 
0 
0 

15 
0 
0 
4 
2 

0 

0 

0 

0 

pr. 

8 
0 
0 
0 
0 

50 
1 
2 
0 
1 

34 
2 
0 

228 

610 

0 

1 
78 

0 

20 

0 

^'o 

0 
2 
0 

1 
2 

81 
2 
6 
1 
0 

183 

0 

15 

1 

2 

108 

5 

23 

1 

1 

21 

8 

0 

2 

pr. 

Oyanophyceee, 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

8 

12 

47 

0 

CbroSoocens,     . 
Microcystis, 

0 
0 

e 

0 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

0 
8 

12 
0 

7 
40 

0 
0 

Algeo,     .... 

0 

0 

0 

0 

0 

0 

4 

57 

5 

66 

9 

0 

87 

0 

Protococcus, 
Kaphidlnm, 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

2 
2 

57 
0 

5 
0 

56 
0 

5 
4 

0 
0 

84 
13 

0 
0 

ANIBCAL8. 

Bhizopoda,  Difflugla, 

0 

0 

0 

0 

1 

0 

0 

0 

0 

0 

0 

0 

8 

pr. 

Infusoria,   . 

40 

0 

3 

0 

1 

pr. 

pr. 

pr. 

8 

104 

20 

1 

1,003 

48 

DiDobryon  cases, 
Perldinium, 
Traohelomonas, 
Uroglena,  . 

38 
pr. 

0 
0 
0 
0 

3 
0 
0 
0 

• 

0 
0 
0 
0 

1 

0 
0 
0 

0 
pr. 

0 

pr. 

0 

0 

0 
pr. 

^'6 

0 
8 
0 
0 

0 

104 

0 

0 

0 

20 

0 

0 

0 
0 

1 

0 

1.000 
.02 

48 
0 

Vermes,  Annrea, 

pr. 

0 

0 

0 

0 

0 

0 

pr. 

pr. 

0 

0 

0 

pr. 

0 

Mi9cellaneou9i  Zo'dglosa, 

0 

0 

0 

0 

8 

8 

24 

22 

12 

40 

52 

144 

22 

8 

Total, 

08 

0 

24 

pr. 

18 

66 

67 

006 

40 

205 

124 

308 

I 
1.315     77 
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Chemicdl  Examination  of  Water  from  Faucets  in  Norwood^  supplied  Jrom 

Buckmaster  Pond. 

[Parti  per  100,000.] 
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.0050  .0000   .2263 
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Iron,  .0146.    Odor  of  the  first  sample,  faintly  vegetable,  becoming  distinctly  vegetable  and  oily  on 
heating;  of  the  remaining  samples,  none,  becoming  faintly  vegetable  on  heating. 


Microscopical  Examination  of  Water  from  Faucets  in  the  Village  of  Norwood^ 

supplied  from  Buckmaster  Pond. 

[Number  of  organisms  per  onbio  centimeter.] 


1808. 


January. 


January. 


Day  of  examination,     • 
Number  of  sample, 

PLANTS. 

l5iatoxnace8B,  .      .      .      . 

Asterionella,  .  .  .  . 
Cyclotella,  .  .  .  . 
Tabellaria,       .       .       .       . 

ANIMALS. 
Infusoria, 

Dlnobryon  cases,    . 
Uroglena 

Total, 


17 

0883 


19 
0800 


January. 


26 
9034 


February. 


9 
0986 


14 

7 
8 

4 


0 

0 
0 
0 


8 

8 
pr. 


0 
0 
0 


40 

40 
0 


0 
2 


0 
0 


54 


8 


0 
0 
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Table  showing  Heights  of  Waier  in  Buckmaster  Pond  once  each  Month  in  1893. 

[Distance  below  crest  of  dam.] 


Jan.  1, 
Feb.  2, 
Mar.  2, 
Apr.  3, 
May  2. 
June  t. 


Date.  — 1808. 


Datb.  — 1898. 


July    8, 


Dec.    1, 


Feet. 


1.06 


Aag.  22, I  2.34 

Sept.    1, 3.47 

Oct.     3, 4.92 

Nov.    1, 6.60 


6.2B 


Water  Supply  of  Orange. 

Description  of  Works. — Population  in  1890,  4,568.  The  works 
are  owned  by  the  town,  and  water  was  introduced  near  the  end  of 
1893.  A  portion  of  the  town  had  been  supplied  for  a  number  of 
years  previous  to  this  time  with  water  from  small  works  owned  by 
the  New  Home  Sewing  Machine  Company,  the  supply  being  partly 
from  Miller's  River  and  partly  from  springs.  The  new  sources  of 
supply  are  Coolidge  Brook  and  North  Pond  in  the  south-westerly 
part  of  Orange. 

The  new  works  consist  of  a  collecting  reservoir  on  Coolidge  Brook, 
a  storage  reservoir  formed  by  raising  North  Pond,  a  second  reservoir 
on  Coolidge  Brook,  located  a  little  less  than  a  mile  below  the  col- 
lecting reservoir,  built  to  furnish  power  for  pumping,  and  known  as 
the  Greenhalge  Reservoir,  a  pumping  station  located  just  below  the 
Greenhalge  Reservoir,  a  distributing  reservoir,  and  a  system  of  dis- 
tributing pipes  in  the  town.  North  Pond,  though  situated  in  a  dif- 
ferent watershed,  lies  so  near  Coolidge  Brook  and  at  such  an  elevation 
that  it  was  feasible  to  use  it  as  a  storage  reservoir.  The  surplus 
water  of  the  brook  is  diverted  into  the  pond  by  gi'avity  through 
a  pipe  leading  from  the  collecting  reservoir,  and  the  water  of  the 
pond  will  flow  by  gravity  into  the  Greenhalge  Reservoir. 

The  total  drainage  area  of  Coolidge  Brook  and  North  Pond  at  the 
Greenhalge  dam,  including  water  surfaces,  is  about  2.16  square 
miles.  It  is  proposed  to  take  water  for  domestic  purposes  from  the 
collecting  reservoir  on  Coolidge  Brook  whenever  it  will  furnish  a 
sufficient  quantity,  because  the  quality  of  the  water  is  more  satis- 
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fectory  than  that  from  other  portions  of  the  works,  and  to  use  the 
surplus  water  not  needed  for  the  supply  of  the  town  to  furnish 
power  for  pumping ;  but  an  auxiliary  steam  plant  has  been  provided 
at  the  pumping  station  for  use  at  times  when  the  supply  of  water  is 
insu£Bcient  to  furnish  the  power  needed. 

Coolidge  Brook  is  a  small  tributary  of  Miller's  River  from  the  south 
which  joins  the  river  at  a  point  about  one  and  one-half  miles  below 
the  village  of  Orange.  The  collecting  reservoir  is  located  just 
above  the  point  where  the  brook  is  crossed  by  the  Holshire  road, 
about  one  and  three-quarters  miles  from  its  mouth.  The  drainage 
area  of  the  brook  at  this  point  is  estimated  to  be  about  1.38  square 
miles.  The  reservoir  covers  an  area  of  about  0.72  acre,  and  it  is 
said  to  have  a  capacity  of  2,045,000  gallons  when  filled  to  the  crest 
of  the  overflow,  which  is  three  feet  below  the  top  of  the  dam.  The 
loam  and  sub-soil  are  said  to  have  been  removed  from  all  of  the  area 
flowed.  The  water  which  passes  the  overflow  is  conveyed  through 
a  48-inch  pipe  two  hundred  and  fifty  feet  in  length  and  discharged 
into  North  Pond. 

Provision  has  been  made  for  filtering  the  water  drawn  from  Cool- 
idge Brook  for  the  supply  of  the  town,  by  constructing  on  the  up- 
stream side  of  the  dam  a  rectangular  filter-chamber  of  rubble  masonry, 
10  feet  long,  7.5  feet  wide,  and  of  a  height  equal  to  that  of  the  dam. 
The  filter,  which  is  on  the  up-stream  side,  is  5  feet  6  inches  in  width 
and  of  the  same  height  as  the  walls  of  the  chamber ;  the  filtering 
material,  consisting  of  sand  or  gravel,  is  four  feet  in  thickness,  and 
is  retained  between  perforated  wooden  planks  lined  with  copper  wire 
screens. 

It  is  the  intention  to  have  the  top  of  the  chamber  closed  tightly  in 
order  that  water  may  be  run  back  through  it  under  pressure  so  as 
to  wash  the  filter.  All  matter  forced  out  of  the  filter  in  this  way 
will  mingle  with  the  water  in  the  reservoir.  A  10-inch  waste  pipe 
is  laid  beneath  the  dam  to  provide  for  emptying  the  reservoir  when 
necessary,  and  to  waste  the  dirty  water  at  times  when  the  filter  is 
being  cleaned. 

North  Pond  is  located  at  the  head  of  the  middle  branch  of  the 
Swift  River,  and  originally  had  an  area  of  about  sixty  acres.  The 
area  and  storage  capacity  of  the  pond  have  been  greatly  increased 
by  the  construction  of  two  dams,  raising  the  surface  of  the  pond  to 


260  STATE  BOARD  OF  HEALTH.         [Pub.  Doc. 

ORANGE. 

a  level  ten  feet  above  the  former  high-water  mark.  One  of  the 
dams  is  located  at  the  natural  outlet  of  the  pond,  and  the  other  at 
the  northerly  end  at  a  low  place  in  the  divide  between  the  Swift  and 
Miller's  rivers,  over  which  water  would  otherwise  pass  into  Coolidge 
Brook. 

The  present  area  of  the  pond  at  high  water  is  132  acres,  and  the 
increase  in  its  storage  capacity,  obtained  by  raising  the  level  ten 
feet,  is  said  to  amount  to  357,000,000  gallons.  The  drainage  area 
of  the  pond,  including  water  surfaces  and  exclusive  of  Coolidge 
Brook,  is  estimated  to  be  0.66  of  a  square  mile.  By  increasing  the 
height  of  the  water  in  the  pond,  a  considerable  area  of  swamp  land 
has  been  flooded,  which  was  prepared  for  flowage  only  by  the  removal 
of  the  trees. 

Water  from  North  Pond  is  drawn  through  a  canal,  the  bottom  of 
which  at  its  upper  end  is  about  11.41  feet  below  high- water  mark, 
to  Coolidge  Brook,  and  flows  in  the  channel  of  the  brook  to  the 
Greenhalge  Reservoir,  at  a  distance  of  a  little  less  than  a  mile  from 
the  pond. 

Greenhalge  Reservoir  covers  an  area  of  about  1.9  acres  and  is 
said  to  have  a  capacity  of  1,058,000  gallons.  It  was  originally  a 
mill  pond,  and  after  its  purchase  by  the  town  was  enlarged  by  the 
construction  of  a  new  and  higher  dam. 

The  pumping  station  is  located  in  the  valley  of  the  brook  just 
below  the  Greenhalge  Reservoir,  and  from  this  point  water  is  pumped 
to  a  distributing  reservoir  situated  on  Walnut  Hill,  about  a  mile 
south-west  of  the  village  of  Orange  and  between  it  and  the  pumping 
station. 

The  distributing  reservoir  has  the  form  of  a  rectangle,  except 
that  one  end  is  semi-circular;  it  is  162  feet  6  inches  in  length  by 
^0  feet  in  width  on  the  bottom,  and  20  feet  in  depth  from  the  top 
of  the  embankment.  When  filled  to  high-water  mark,  which  is  five 
feet  below  the  level  of  the  embankment,  it  contains  2,125,000  gal- 
lons. The  slopes  are  lined  with  clay  puddle  four  feet  in  thickness, 
covered  with  a  six-inch  layer  of  broken  stone,  upon  which  is  laid  a 
stone  paving  one  foot  in  thickness.  The  bottom  is  also  of  puddle 
four  feet  in  thickness,  covered  with  a  six-inch  layer  of  broken  stone. 
Water  enters  the  reservoir  through  a  pipe  laid  along  its  bottom, 
and  is  drawn  out  at  the  opposite  end.     Provision  has  been  made 
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for  shutting  off  the  reservoir  from  the  rest  of  the  system  and  pump- 
ing water  directly  to  the  town  if  necessary.  The  distributing  mains 
are  of  cast  iron ;  service  pipes  are  of  galvanized  iron. 


Chemical  Examination  of  Water  from  Coolidge  Brook,  Orange. 

[ParU  per  100,000.] 
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Iron,  .0160.    Odor,  very  faintly  vegetable. The  sample  was  collected  from  a  faucet  in  Orange, 

supplied  from  Coolidge  Brook. 


Miscellaneons,  Zodglcea,  1. 


Microscopical  Examination, 


Chemical  Examination  of  Water  from  North  Pond,  Orange, 

[Parts  per  100,000.] 
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Iron,  .0140.    Odor,  very  faintly  vegetable. The  sample  was  collected  from  the  pond. 


Microscopical  Examination, 

DiatomacesBt  A»terionella,  04;  Cocconemat  1;  Cyclotella^  13;  Diatoma,  1;  Epithemia,  1;  Gyro- 
tigma,  1;  MeloHra^  292;  MeridUm,  1;  Synedra,  6;  TabellariOt  14.  Cyanophycess,  Meritmopedia,  10. 
Algse,  Cbf^«rva,  1;  0>«maHum,  1;  Protococcust  20;  Haphidium,  10;  StauraHrumt  3.  Infusoria, 
JHnobrjfon  oa«e«,  8.  Vermes,  ^nurea,  1.  Crustacea,  Daphnia,  .01.  Miscellaneous,  Zcdgkta,  84. 
Total,  666. 
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Water  Supplt  or  Palmer  Fire  District,  Palmer.  —  Palueb 

Water  Compant. 
Chemical  Examination  oj  Water  from  the  Works  of  the  Palmer  Water  Company. 

[Porta  per  100.000.] 


< :  the  lut.  frODi  Iba  i 

Microscopical  Examination. 

No.  10635,  DlalomBFeie.  Dialoma,  116;  Oompltontma,  i;  MeloHra,t;  ShHaila,l;  Sfntdra,  lit; 
Tabelliiria,  1.  Cy>nopliyceiB,  iferlimapfdia,  IS.  AJgn,  Omfina,  2;  CoimartJm,  1;  Btaacajua.  S; 
ftdiattrunt,^:  Sctnedtima-.l;  UUjthrU,\;  ZooiporM.l.  Infasoris,  ftrtdtniam,  S*.  HlHiellaasDiu, 
Za5plaa.M.    ToUl.SM. 

Ha.  10811.  Dlntomaiien,  Oacconima,  1;  Cyelottlla,  1;  platama,  «;  Xilnitra,  34;  Synedra,  »; 
TMeUaria,  i.  AlgB,  Ctotmorlum.  1;  PfdSatlrum,  3;  Scrntdetmwi,  1.  Fungi,  Craiothrix.  1.  Intn. 
aorta.  Jiinobryoa  eaten,  108;  PerldMum,  12.    Vermel,  Palgart/ira,  1.    UlicBlliaeoui,  ZodgU^,  6i. 


Chemical  Examination  of  Water  from  Little  Sandy,  Sletson''s,  Oldham  and  Furnace 
Ponds  and  Silver  Lake,  i 


from  Oldhom 
1  Silver  Lake,  t 
,  an  iDveillgatl 
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PEMBROKE. 

Microscopical  Examination  of  Water  from  Little  Sandy,  Stei8on\  Oldham  and 

Furnace  Bonds  and  Silver  Lake,  Pembroke, 

[Namber  of  organisms  per  cubic  centimeter.] 
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Total, 
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40 

179 
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plymouth. 

Water  Supply  of  Plymouth. 

In  the  early  part  of  1893  the  organism  Uroglena^  which  was 
present  in  considerable  numbers  in  1892,  made  its' appearance  in  the 
water  of  Little  South  Pond,  and  was  very  abundant  in  the  first  part 
of  February.  It  had  entirely  disappeared  by  the  end  of  March  and 
is  said  not  to  have  been  noticed  again  during  the  remainder  of  the 
year.  A  description  of  this  organism,  and  its  effect  upon  the  taste 
and  odor  of  water,  was  given  in  the  Twenty-third  Annual  Beport  of 
the  State  Board  of  Health,  pages  645-658. 

Chemical  Examination  of  Water  from  Little  SotUh  Pond^  Plymouth. 

[Parts  per  100,000.] 
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Iron,  none.    Odor  of  the  first  sample,  distinctly  oily,  becoming  decidedly  oily  on  heating,  and  strongly 

oily  after  standing  one  day  in  the  laboratory;  of  the  last  sample,  none. The  samples  were  collected 

from  the  pond. 

Microscopical  Examination, 

No.  0068.    Infusoria,  Vroglena,  very  abundant. 
No.  10170.    Miscellaneous,  ZodgloBa,  4. 


Water  Supply  of  Provincetown. 

Population  in  1890,  4,624.  The  works  are  owned  by  the  town, 
and  were  completed  in  1893.  The  supply  is  taken  f^om  a  system 
of  six  tubular  wells  located  about  three-fourths  of  a  mile  north  of  the 
centre  of  the  village.  The  wells  are  five  inches  in  diameter,  average 
twenty-eight  feet  in  depth,  and  are  the  same  that  were  used  during 
a  pumping  test  made  in  1892.  The  material  in  which  the  wells  were 
sunk  is  loose  sand,  which,  like  other  sand  in  this  region,  contains 
more  or  less  organic  matter.  The  extreme  wells  are  about  four  hun- 
dred feet  apart  in  an  easterly  and  westerly  direction,  and  two  hun- 
dred feet  in  a  northerly  and  southerly  direction.  Water  from  the 
wells  is  pumped  to  a  covered  iron  tank  twenty-eight  feet  in  diameter 
and  one  hundred  feet  high,  and  is  distributed  thence  to  the  town. 
In  order  to  aerate  the  water,  the  force  main  is  carried  vertically  up 
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inside  the  tank  to  its  top,  and  is  provided  with  a  wide  flange  over 
which  the  water  falls  in  a  thin  sheet.  The  distributing  mains  are  of 
cast  iron ;  service  pipes  of  wrought  iron  lined  with  cement. 

Extended  references  to  the  character  of  this  water,  which  diflfers 
from  other  ground  waters  in  the  State,  may  be  found  in  the  annual 
report  of  the  State  Board  of  Health  for  1892,  pages  41-44  and 
214-218. 

Chemical  ExamincUion  of  Water  from  the  Tubular  Wells  of  the  Provincetoton 

Water  Works, 

[Parts  per  100,000.] 
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Odor,  of  No.  11406,  faintly  vegetable :  of  the  remaining  samples  none ;  on  beating  the  odor  of  all 
the  samples  was  faintly  vegetable. Tne  samples  were  collected  from  a  faacet  at  the  pumping  station. 


Microscopical  Examination  of  Water  Jrom  the  Tubular  Wells  of  the  ProvinceUnun 

Water  Works, 
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*  Iron  mst  very  abandant. 
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QUINCY. 


Water  Supply  of  Quincy. 


Chemical  EzamincUion  of  Water  from  Town  Brook  Just  above  the  Storage 

Beservoir  of  the  Qutncy  Water  Works. 

[Parts  per  100,000.] 
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1.81 

.7928 

0.8 

Averages  of  Analyses  of  Previous  Years. 


1 

1887* 

- 

- 

0.50 

5.80 

1.50 

.0000 

.0133 

1888t 

- 

- 

0.45 

3.64 

1.05 

.0001 

.0122 

1889 

- 

- 

1.21 

4.61 

1.87 

.0013 

.0239 

1890 

- 

- 

0.73 

5.22 

2.17 

.0024 

.0187 

1891 

- 

- 

0.72 

4.22 

1.50 

.0004 

.0156 

1892 

- 

- 

0.87 

4.57 

1.56 

.0041 

.0191 

1893 

1                              1 

- 

- 

0.03 

4.53 

1.81 

.0014 

1 

^0168 

- 

- 

.65 

- 

- 

.54 

.0203.0036 

.48 

.0155  .0032 

.52 

.0132 

.0024 

.49 

.0159'.  0032 

.55 

.0140 

.0028 

.57 

.0080 
.0070 
.0073 
.0125 
.0112 
.0114 
.0110 


- 

- 

.0003 

- 

.0001 

- 

.0002 

- 

.0001 

- 

.0001 

- 

.0001 

.7208 

1.8 
O.T 
0.8 
0.8 


*  October. 


t  November  and  December. 


NoTX  to  analyses  of  1893;  Iron,  .0153.    Odor,  generally  distinctly  vegetable  and  often  grassy  or 

sweetish,  becoming  somewhat  stronger  on  heating. The  samples  were  collected  from  the  brook 

above  the  reservoir. 

Microscopical  Examination. 

The  greatest  number  of  organisms  per  cubic  centimeter  found  in  any  of  the  samples  collected  ia 
1893  was  198,  in  April;  the  smallest  number,  1,  in  March;  and  the  average,  62. 
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QUINCY. 

Chemical  ExamincUion  of  Water  from  the  Storage  Reservoir^  Quincy. 

[Parts  per  100,000.] 


• 

1 
I 

Appbabavob. 

t  Rksidub  on 

EVAPOBA- 
TION. 

Amxomia. 

• 

» 

e 

1 

.65 
.65 
.53 
.52 
.46 
.60 
.64 
.63 
.63 
.66 
.69 
.65 

.61 

NiTBOOBX 
AS 

i 

a 

s 
m 

I 

e 

s 

5 

• 

1 

e 
« 

a 

1 

1 

\ 

i 

1 

3 

• 

Albuminoid. 

• 

s 

1 

2: 

• 

S 

1 

1 

•6 

1 

Q 

• 

•o 

a 

• 

1 

S3 

9956 

looeo 

10194 
10618 
10451 
10562 
10608 
10900 
11094 
11249 
U895 
11533 

189S. 

Jan.  30 

Feb. 28 
Mar.30 
Apr.25 
May  25 
Jane26 
Jnly25 
Ang.28 
8ept.25 
Oct.  23 
Nov  .27 
Dec.  20 

V.sUght. 

None. 

Slight. 

SUght. 

Decided. 

Decided. 

1  Distinct. 

Decided, 

green. 

Distinct. 

Distinct. 

Distinct. 

SUght, 
clayey. 

V.sUght. 

V.sUght. 

SUght. 

Cons. 

Oons. 

Oons., 

yellow. 
Cons., 

green. 
SUght, 

rusty. 
Oons., 

brown. 
Cons., 

green. 
SUght. 

SUght. 

0.65 
0.50 
0.30 
0.45 
0.60 
0.80 
0.76 
0.80 
0.60 
0.43 
0.48 
0.40 

0.56 

5.10 
4.00 
3.80 
3.60 
3.15 
3.50 
3.55 
3.95 
3.15 
4.70 
3.80 
3.95 

1.90 
1.60 
1.15 
1.35 
1.60 
1.25 
1.50 
1.90 
1.25 
2.05 
1.26 
1.35 

.0140 
.0002 
.0024 
.0028 
.0004 
.0010 
.0000 
.0014 
.0000 
.0026 
.0240 
.0140 

.0052 

.0196 
.0102 
.0180 
.0148 
.0218 
.0324 
.0304 
.0238 
.0254 
.0244 
.0276 
.0178 

.0218 

.0172 
.0074 
.0106 
.0106 
.0184 
.0224 
.0248 
.0186 
.0218 
.0178 
.0214 
.0150 

.0172 

.0024 
.0028 
.0024 
.0042 
.0034 
.0100 
.0056 
.0052 
.0036 
.0066 
.0062 
.0028 

.0046 

.0600 
.0220 
.0150 
.0100 
.0180 
.0060 
.0030 
.0000 
.0030 
.0050 
.0050 
.0090 

.0104 

.0001 
.0000 
.0001 
.0000 
.0000 
.0001 
.0001 
.0000 
.0001 
.0001 
.0003 
.0001 

.0001 

.5476 
.5865 
.3858 
.4270 
.5512 
.5727 
.5032 
.5609 
.5658 
.3724 
.5031 
.5362 

.5052 

1.7 
1.1 
0.5 
0.8 
0.6 
0.9 
0.9 
0.6 
0.6 
0.8 
0.6 
0.5 

At.. 

3.81 

1.51 

O.ft 

Averages  of  Analyses  of  Prevwus  Tears. 


1 
1888* 

- 

1889 

- 

1890 

- 

1891 

- 

1892 

- 

1893 

- 

0.50 

1 

1  3.95 

1.13 

0.92 

3.76 

1.19 

0.70 

4.56 

1.76 

0.70 

3.97 

1.60 

0.62 

4.07 

1.41 

0.56 

3.81 

1.51 

I 


.0030 


.0178 


.0116  .0303 
.0086  .0249 


.0027 
.0051 


.0274 
.0237 


.0052  .0218 


.0132 
.0238 
.0178 


.0046 
.0065 
.0071 


.0178  .0096 


.0175 
.0172 


.0062 
.0046 


.68 
.53 
.54 

.50 
.61 
.61 


.0150 
.0087 
.0166 
.0100 
.0008 
.0104 


.0003 
.0003 
.0002 
.0000 
.0001 
.0001 


1.8 

0.7 
0.9 
.50521  0.8 


*  November  and  December. 


Note  to  analyses  of  1893;  Iron,  .0265.    Odor,  vegetoble  and  occasionally  unpleasant  or  mouldy,  be- 
coming somewhat  stronger  on  heating. The  samples  were  collected  from  the  reservoir  near  the  siir< 

face  in  the  vicinity  of  the  gate-house.    Many  dead  fish  came  ashore  in  June. 
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QUINCY, 

Microscopical  Examination  oj  Water  from  the  Storage  Reservoir^  Quincy. 

[Number  of  organisms  per  cubic  centimeter.] 


1808. 

Feb. 

Mar. 

Apr. 

Apr. 

May. 

June. 

July. 

Aug. 

Sept. 

Oct. 

Not. 

Dec 

Day  of  examination, 
Number  of  sample, . 

2 
0056 

1 
10060 

1 
10104 

27 
10318 

26 
10461 

27 
10662 

26 
10608 

30 
10000 

28 
11004 

26 
11240 

28 
11305 

23 
11588 

PLANTS. 
Diatomsceed,    . 

Asterionella,     • 
Oydotella, . 
Synedra,    .       •       • 
Tabellaria, 

OyanophycesB, 

Anabflsna,  . 
Olathrocystis,    . 

Alg^Sd,     •      .       •      • 

Pandorina, 
Baphidium, 
Btaurastrum,     . 
Zoospores, 

FunfiTif  Crenothrlz, 

pr. 

0 
0 

0 

0 
0 

0 

0 
0 
0 
0 

pr. 

2 

0 
2 
0 
0 

0 

0 
0 

0 

0 
0 
0 
0 

0 

4 

0 

0 

pr. 

0 

0 
0 

14 

0 

0 

0 

14 

0 

188 

7 
52 
48 
26 

0 

0 
0 

1 

0 
0 

1 

0 
0 

149 

3 

0 

24 

122 

88 

32 
4 

8 

0 
0 

1 

5 
14 

1,108 

24 

1 

0 

1,080 

78 

60 
18 

298 

206 
0 
0 
0 

0 

88 

72 
0 

4 
0 

16 

0 
16 

4 

0 
0 
3 

1 

0 

8,001 

8,000 
0 
0 

1 

100 

82 
68 

0 

0 
0 
0 
0 

0 

2,402 

0 

2 

0 

2,400 

0 

0 
0 

0 

0 
0 
0 
0 

0 

8,880 

0 

0 

0 

3,680 

8 

0 
3 

6 

0 
0 
4 

1 

0 

167 

18 

0 

128 

11 

0 

0 

0 

8 

0 
8 
0 
0 

0 

1,087 

3 

0 

1,080 

0 

0 
0 

68 

0 
84 

0 

1 

0 

ANIBfALS. 
Bhizopoda, 

Actinophrys,     . 
DiiBugla,   . 

InAisoria,  . 

Ciliated  infusorlan,  . 
Dinobryon, 
Dinobryon  cases, 
Glenodininm,    . 
Monas,                      • 
Peridinium, 
Bynura,      ... 
Tracbelomonas, 
Vortieella, . 

Vermes, 

Polyarthra, 
Sacculus,  • 

28 

25 
0 

68 

0 
0 
0 
68 
0 
0 
0 

0 

0 
0 

1 
1 

0 

8 

0 
0 
0 
0 
0 
8 
0 
0 
0 

pr. 

0 
pr. 

1 

0 

1 

89 
0 

11 

0 
0 
0 
28 
0 
0 
0 

0 

0 

0 

0 

0 
0 

9 

0 
0 
0 
0 
0 
0 

0 

pr. 

0 
pr. 

2 

0 
2 

188 

2 
104 

28 
0 
1 
1 

80 
0 
2 

1 

0 
1 

8 

0 
8 

18 

0 
0 
0 
0 
0 
2 
0 
4 
10 

0 

0 
0 

1 
1 

0 

221 

0 
0 
0 
0 
0 
220 
0 
1 
0 

2 

2 
0 

1 

1 

0 

218 

0 
0 
0 
0 
0 
212 
0 
4 
0 

0 

0 
0 

1 

0 
1 

16 

0 
0 
0 
0 

1 

11 

0 
3 
0 

0 

0 
0 

0 

0 
0 

12 

0 
0 
0 
8 
0 
4 
0 
0 
0 

0 

0 
0 

0 

0 
0 

21 

1 

0 
0 
0 
0 
20 
0 
0 
0 

0 

•  0 
0 

0 

0 
0 

8 

0 
0 
0 
0 
0 
6 
0 
0 
0 

0 

0 
0 

MUcellaneout,  Zodgloea, 

8 

0 

42 

170 

0 

0 

480 

800 

180 

128 

6 

112 

Total, 

86 

11 

100 

318 

376 

1,408 

788 

8,018 

2,678 

8,828 

187 

1,260 

No.  34.]     EXAMINATION  OF  WATER  SUPPLIES. 
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QUIXCY. 

Cfiemical  ExamincUion  of  WcUer  from  the  Surface  and  frwti  near  the,  Bottom  of  the 

Quincy  Storage  Reservoir, 

[Parts  per  100,000.] 


I 


I 

o 

9. 


10190 
10600 


1898. 

Jane  8 

Jane  8 


Appbasamob. 


t 


«3 

a 

9 

a 


a 


DisUnot. 
Distinct. 


Oons. 
Cons. 


0.60 
0.80 


BBaiDUB  ON 

EVAPOKA- 

TZOM. 


g 


(3'a 


3.66 
4.00 


1.60 
1.60 


Ammonia. 


Albuminoid. 

• 

1 

• 

1 

1 

1 

s 

a 

£ 

H 

Q 

oo 

.0000 
0342 


.0232 
.0260 


.0186 
.0162 


.0046 
.0008 


.60 
.68 


NiTBOOBN 
AS 


s 


.0080 
.0060 


.0002 
.0012 


a 

o 
« 

e 

6 

M 

O 


I 
I 

0 


.4024 
.4321 


0.8 
0.6 


Iron  in  the  first  sample,  .0116;  in  the  second  sample,  .0500.  Odor,  faintly  vegetable,  becoming 
mach  stronger  on  heating.^— The  samples  were  collected  from  the  reservoir  abont  fifty  feet  from  the 
gate-hoose  at  a  point  where  the  water  was  aboat  thirty  feet  deep;  the  first  sample  was  collected  near 
the  surface  and  the  last  near  the  bottom. 

Microscopical  Examifiaiion, 

No.  10400.  DltitomtMea,  AHerionella,  16;  Tabellaria,2i0.  CyanophycesB,  Cto<Arocy«M«,  22 ;  Oaifo. 
apharium,  1.  Algas,  Ohlorococbut  6;  Pediasirumt  1;  Scenedesmtu,  1;  Staw^itrumt  1;  Zod$pore$t  1. 
Infusoria,  Dinohryon  coast,  14;  Jfonas,  1;  Peridinium,  2;  S]/nura,  7;  VorHcella,  8.  Miscellaneoas, 
Zodglcea,  7.    Total,  827. 

No.  10500.  Dlatomaoe«,  TabellaHa,  4.  Fangl,  Orenothrix,  3.  Infusoria,  Dtnobryon  catet,  4; 
Maruu,  1.    Miscellaneous,  Zodglcta,  68.    Total,  70. 


Table  showing  Heights  of  Water  in  the  Storage  Reservoir  oj  the  Quincy  Water 
Works  on  Dates  when  Samples  of  Water  were  collected ^or  Analysis, 

[High-water  mark  is  86.71  feet  above  city  base.] 
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RANBOLPH  AXD  HOLBBOOK. 

Water  Supply  of  Randolph  and  Holbrook. 

Chemical  Examination  of  Water  from  Great  Fond  in  Randolph  and  Braintree. 

[Parts  per  100,000.] 


• 

a 

1 

I 

03 

1 
Appbarakgk. 

Rebiduk  on 
Evapora- 
tion. 

Ammonia. 

• 

0 

B 
g 

.60 
.54 
.50 
.60 

.58 

NiTBOOKN 

AS 

• 

a 

0 

m 
S 
0 
w 

>» 

M 
0 

• 

00 

• 

s  ■ 

o    1 

o  1 

• 

B 
0 

§1 

1 

i 

Albuminoid. 

* 

OB 
« 

c 

• 

m 

5 

i 

a 

9 

as 

1 

Q 

"2 

QQ 

3 

a 

m 

9932 
10298 
10699 
11252 

1898. 

J(in.  24 
Apr.  24 
July  25 
Oct.  25 

Slight. 
V.  slight. 
V.  Blight. 
V.  slight. 

None. 
V.  slight. 
None. 
V.  slight. 

0.60 
O.55I 
0.38; 
0.40' 

4.80 
3.65 
4.15 
6.30 

4.73 

1.65 
I.IO 
1.80 
2.90 

.0068^0416 
.0000  .0116 
.0000  .0186 
.0000  .0184 

.0278 
.0098 
.0156 
.0172 

.0138 
.0018 
.0080 
.0012 

.0050 

.0030.0000 
.0090.00011 
.0050  .0000! 
.0030'. 0000 

.0050   nnnn. 

.6351    1.7 

.4562  0.8 

;.4S66  1.1 

.4940  0.9 

Av.. 

0.48' 

1.84  1 

.0017  -n99«'_ni7ft 

.6055    l-l 



I 

Iron,  .0090.    Odor  of  the  first  two  samples  distinctly  vegetable;  of  the  last  two,  faintly  vegetable. 
'-•     -    ■  -         p. 

Microscopical  Examination, 


The  first  sample  was  collected  directly  from  Oreat  Pond,  the  remaining  samples  from  fauoots  In 
Randolph  and  Holbrook. 


The  total  number  of  organisms  per  cubic  centimeter  found  in  these  samples  varied  from  none  to  23 
and  averaged  7. 

Water  Supply  of  Reading. 

Chemical  Examination  of  Water  from  the  Filter-gallery  of  the  Beading  Water  Works, 

[Parts  per  100,000.] 


Date  of 

Collection. 

Appbaranci. 

Resldoe  on 

Evaporation. 

Ammonia. 

• 

• 
0 

5 

NiTROQBN 
AS 

Oxygen 

Consnroed. 

« 

8 

B 

1 

33 

«: 
1 

• 

1 

a 

Q> 

a 

■3 

0 
§ 

2 

U4 

< 

• 

m 

• 

m 

• 

i 

^4 

0869 

9984 

10082 
10225 
10377 

10491 
10610 

10759 

11001 

11156 

11320 

11464 

1898. 

Jan.   10 

Feb.     7 

Mar.    6 
Apr.  10 
May    10 

June    7 
July     6 

Aug.    0 

Sept.  11 

Oct.     0 

Nov.    9 

Dec.     6 

Decided, 

milky. 

Distinct. 

Decided. 

Slight. 

Distinct, 

milky. 
V.  slight. 
SUght, 

milky. 
Slight, 

milky. 
Distinct. 

milky. 
Distinct, 

milky. 
Distinct, 

milky. 
Distinct, 

rusty. 

Heavy, 

rusty. 
Cons., 

rusty. 
Cons. 
V.  Blight. 
Slight, 

rusty. 
V.  slight. 
V.  Blight. 

V.  slight. 

Slight, 

rusty. 
Oons. 

Cons., 

white. 
Heavy, 

rusty. 

0.60 

0.65 

0.60 
0.75 
1.00 

0.65 
0.65 

0.40 

0.60 

0.60 

1 

1.30 
0.80  I 

1 
0.30 

8.60 

8.80 
7.10 
7.60 

7.30 
8.00 

7.30 

8.80 

0.20 

22.60 

16.60 

.0046 

•0036 

.0038 
.0032 
.0026 

.0036 
.0036 

.0032 

.0046 

.0034 

.0000 

.0048 

.0066 

.0134 

.0086 
.0076 ' 
.0102  1 

.0120, 
.0086 

.0066; 

.0058 

.0034  1 

.0154 

.0066 

.62 

.62 

.64 
.47 
.44 

.40 
.52 

.70 

.66 

.68 

.56 

.60 

.0120 

.0050 

.0120 
.0030 
.0030 

.0030 
.0000 

.0000 

.0000 

'  .0000 

.0000 

.0000 

1 

.0000 

.0000 

.0000 
.0002 
.0002 

.0901 
.0000 

.0000 

.0001 

.0000 

.0002' 

.0001 

1 

.8020 

.4599 

.3744 
.8832 
.6110 

'  .4891 
.4161 

.3318 

.1716 

.1848 

,  .3071 

.1765 

8.6 

3.1 

3.8 
2.6 
2.6 

2.5 
8.1 

2.2 

3.6 

8.1 

0.7 

6.7 

.1260 

.0025 

.1700 
.0525 
.1200 

.0230 
.0330 

.0100 

.0460 

.0800 

.6400 

.2100 

Av. . . 

O.M 

10.08    1  .OO.'U 

.0087' 

.56 

.0032 

.0001 '    .3407 

3.0  '-12&1 

1 

Averages  0/  Analyses  oj  Previous  Years. 


0.13 

12.96 

.0016 

.0063 

.43 

.0004 

.0001 

.. 

6.1 

0.44 

9.25 

.0042 

.0073 i 

.54 

.0071 

.0001, 

— 

3.4 

0.64 

10.08 

.0034 

.00871 

.56 

.0032 

.0001' 

.3407 

3.9 

.1261 


Note  to  analyses  of  1893;  Odor  faintly  mouldy  or  unpleasant,  often  none;  in  June  and  July  dia> 
igreeable. The  samples  were  collected  from  a  faucet  at  the  pumping  station. 
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READING. 

This  water  offers  a  good  instance  of  the  effect  of  a  marshy  soil  on 
the  character  of  the  water  percolating  through  it.  The  organic  mat- 
ter of  the  soil  consumes  the  free  dissolved  oxygen  in  the  water  and 
reduces  the  insoluble  iron  salts  to  the  condition  of  protoxide,  so  that 
iron  passes  into  solution  in  the  water.  On  exposure  of  the  water  to  the 
air  the  iron  is  again  oxidized,  forming  first  a  precipitate  which  gives  the 
water  a  milky  appearance  and  ultimately  settles  as  a  rusty  sediment. 
Conditions  in  some  respects  similar  to  those  at  Reading  are  found  in 
Provincetown,  Bradford  and  Watertown,  and  were  found  in  the  test 
wells  at  Attleborough  (see  Twenty-third  Annual  Report,  1891). 

The  determinations  of  turbidity  and  color  in  waters  of  this  kind 
do  not  have  the  same  significance  as  in  surface  waters,  but  they  are, 
nevertheless,  of  interest  as  showing  a  condition  which  the  water  may 
assume,  and  are  therefore  given  in  the  table. 

Microscopical  Examination  of  Water  from  the  Filter-gallery  of  the  Beading 

Water  Works, 

[Nnmber  of  organisms  per  cubic  centimeter.] 


1898. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

June. 

July. 

Auk. 

Sept. 

Oct. 

1 
Nov.      Dec, 

Day  of  examination, 
Nnmber  of  sample, . 

12 
9809 

9 
9984 

8 
10082 

12 
10225 

11 

10377 

1 

9 
10491 

8 
10610 

10 
10759 

12 
11001 

10 
11166 

11 

11320 

9 
11464 

PLANTS. 
PHinsrlt   •      <      •      « 

Crenothriz, 
Molds, 

* 

* 
0 

o'l    S 

0 

0 
0 

728 

728 
0 

2,120 

2,120 
0 

pr. 

0 
pr. 

6 

0 
6 

730 

730 
0 

15,200 

15,200 
0 

31 

31 

0 

1 
76      320 

76  1    320 
0  '        0 

1 

JUscellaneout^  ZoiSgloaa, 

0 

0 

17,160 

1 
0          0 

0 

0 

3      400 

80  '4,000    1,360 

'          1           ' 

Total, 

* 

4,364  17,160 

728 

2,120 

pr. 

6 

733 

16,600 

111  '  4,076    1,680 

1 

*  Crenothrix  too  fine  and  too  abundant  to  ooant. 


Water  Supply  of  Revere  and  Winthrop.  —  Revere  Water 

Company. 

This  company  obtains  part  of  its  supply  from  wells  in  Revere  and 
part  from  wells  in  Saugus.  During  the  year  1893  there  was  a  sud- 
den and  very  decided  increase  in  the  quantity  of  chlorine  present  in 
the  water  of  the  wells  located  at  Revere,  as  shown  by  the  analyses  on 
the  following  page,  accompanied  by  a  corresponding  increase  in  resi- 
due on  evaporation  and  in  hardness.     This  deterioration  in  the  char- 
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acter  of  the  water  is  due  to  the  presence  of  a  small  amount  of  sea 
water  in  the  water  of  these  wells,  which  are  located  only  a  com- 
paratively short  distance  from  salt  water. 

Chemical  ExamincUion  of  WcUer  from  the  Wells  oj^  the  Revere  Water  Company^ 

at  Revere. 


[ParU  per  lOO.OOO-l 

• 

§ 
1 

Appbarancb. 

• 

c 
o 

a 

Ammonia. 

1 

KITROOBK 
A8 

1 

i 

^§ 

• 

a 

_• 

^1 

i 

c 

4 
e 
•c 

1 

• 

m 

s, 

• 

5^ 

* 

i 

a 

Jzi 

5 

1 

1 

1 

is 

< 

i 

S 

1 

1 

• 

189S. 

10009 

Feb.  14 

NoDe. 

None. 

0.00 

26.70 

.0000 

.0032 

4.20 

.0900 

.0025 

.0897 

15.6 

.0000 

10268 

Apr.  14 

None. 

None. 

0.00 

28.76 

.0000 

.0006 

3.49 

.0700 

.0025 

.0292 

12.1 

.0040 

10524 

June  15 

None. 

None. 

0.00 

29.60 

.0000 

.0032 

4.68 

.1500 

.0016 

.0000 

13.0 

.0060 

10848 

Aug.  16 

SUght. 

Slight. 

0.02 

31.80 

.0012 

.0062 

6.12 

.0900 

.0002 

.0780 

11.7 

.0000 

11205 

Oct.    16 

None. 

None. 

0.00 

76.60 

.0000 

.0000 

24.60 

.0900 

.0016 

.0202 

31.2 

.0000 

11288 

Nov.    2 

None. 

None. 

0.00 

71.30 

.0000 

.0000 

23.22 

.0460 

.0035 

.0680 

86.6 

.0100 

11495 

Dec.     6 

None. 

None. 

0.00 
0.00 

93.40 

.0000 

.0000 

25.19 

.1000 

.0013 

.0720 

40.5 

.0000 

Av-  -  - 

60.29 

.0002 

.0019 

13.05 

.0907 

.0019 

.0489 

23.0 

.0086 

Averages  of  Analyses  of  Previous  Years, 


1887* 

0.0 

22.17 

.0002 

.0016 

3.37 

.1670 

1888 

. 

. 

0.0 

22.60 

.0001 

.0022 

3.49 

.1288 

.0022 

• 

. 

1889t 

. 

. 

0.0 

22.72 

.0000 

.0016 

8.28 

.1330 

.0027 

. 

. 

1890t 

. 

. 

0.0 

. 

.0008 

.0012 

1    3.39 

.1760 

.0024 

. 

. 

1898 

■• 

" 

0.0 

50.29 

.0002 

.0019 

1 13.05 

.0907 

.0019 

.0430 

23.0 

.0060 


*  June  to  December. 


t  January  to  May. 


X  March. 


Note  to  analyses  of  1893 :  Odor,  of  No.  10848,  unpleasant;  of  the  remaining  samples,  none. The 

samples  were  collected  from  a  faucet  at  the  pumping  station  at  Revere  and  represent  water  from  tlM 
wells  at  Revere  only. 


Microscopical  Examination  of  Water  from  the  Wells  of  the  Revere  Water 

Company,  at  Revere. 

[Number  of  organisms  per  cubic  centimeter.] 


1808. 

Feb. 

Apr. 

June. 

Aug. 

Oct. 

Nov. 

Dec. 

Day  of  examination,      • 

16 

16 

16 

18 

19 

4 

15 

Number  of  sample. 

10009 

10258 

10524 

10848 

11905 

11288 

11405 

PLANTS. 

Diatomacees.  . 

pr. 

0 

0 

405 

6 

0 

0- 

Pinnnlaria, 

Bynedra,  .... 

Tabellaria, 

0 

0 

pr. 

0 
0 
0 

0 
0 
0 

6 
296 
104 

0 
0 
6 

0 
0 
0 

0 
0 
0 

Funfirii  Orenothrix,     . 

5 

0 

0 

0 

7 

t 

0 

No.  34.]     EXAMINATION  OF  WATER  SUPPLIES. 
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Microscopicai  Examination  of  Water  from  the  Wells  of  the  Revere  Water  Company^ 

at  Revere  —  Concluded. 

[Number  of  orgmnisms  per  cubic  centimeter.] 


1898. 

Feb. 

Apr. 

Jane. 

Aug. 

Oct. 

Nov. 

Dec. 

ANIMALS. 

Inftisoria,  .... 

0 

0 

0 

488 

0 

pr. 

0 

Bionas 

Peridinium,      . 

0 
0 

0 
0 

0 
0 

40 
448 

0 
0 

^'6 

0 
0 

Vermes,     .... 

0 

0 

0 

5 

0 

0 

0 

Anuiea.    .... 
Botatorian  ova, 

0 
0 

0 
0 

0 
0 

4 
1 

0 
0 

0 
0 

0 
0 

MUeellaneau*,  ZoOglosa, 

14 

0 

0 

0 

4 

8 

0 

Total,     .... 

10 

0 

0 

898 

17 

10 

0 

Chemical  Examination  of  Water  from  Tubular  Wells  of  the  Revere  Water  Com- 

pany^  at  Cliflondale,  Saugus, 

[Parts  per  100,000.] 


Data  of 

Collection. 

APPIARAKOa. 

Kesldae  on 
Evaporation. 

AmiOKIA. 

• 

KITBOOIM 
AS 

Oxygen 

Consumed. 

• 

oa 

•2 

Q 

1 

s 
»5 

• 

1 

c 

o 

•o 

1 

1 

• 

2 

"S 

a 

< 

• 

1 

1      S 

• 

m 

1 

• 

e 
£ 

10006 
10254 
10525 
10847 
11206 
11496 

1898. 

Feb.    13 
Apr.  13 
June  15 
Aug.  16 
Oct.    14 
Deo.     7 

None. 

None. 

V.  slight. 

Slight. 

None. 

None. 

V.  slight. 

None. 

Slight. 

Slight. 

V.  slight 

None. 

0.00 
0.00 
0.01 
0.00 
0.00 
0.00 

0.00 

10.40 
12.20 
13.00 
14.10 
12.80 
13.10 

.0000 
.0000 
.0004 
.0010 
.0000 
.0000 

.0020 
.0012 
.0022 
.0004 
.0000 
.0000 

1.66 
1.12 
1.74 
1.13 
1.18 
1.11 

.0480 
.1000 
.1000 
.0760 
.1000 
.1000 

.0100 

.0125 

.0090 

.0032 

.0065  1 

.0060 

.0322 
.0182 
.0167 
.0078 
.0445 
.0820 

6.8 
5.7 
6.1 
6.7 
6.9 
6.0 

6.4 

.0000 
.0040 
.0000 
.0100 
.0080 
.0000 

Av... 

12.60 

.0002 

.0010 

1.32 

1 

.0872 

.0079 

.0252 

.0037 

Averages  of  Analyses  of  Previous  Tears, 


1891* 

. 

0.00 

11.50 

.0018 

.0014 

0.88 

.0100 

.0000 

. 

5.3 

1892 

. 

_ 

0.01 

11.65 

.0000 

.0003 

1.16 

.0123 

.0035 

. 

6.0 

1803 

- 

- 

0.00 

12.60 

.0002 

.0010 

1.32 

.0872 

.0079 

.0252 

6.4 

.0116 
.0087 


*  September. 

NoTB  to  analyses  of  1803:  Odor,  none.    In  June  a  faintly  unpleasant  odor  was  developed  on  heat- 
ing.  The  samples  were  collected  from  a  faucet  at  the  pumping  station  at  Cliftondale,  Saugus. 


Microscopical  Examination, 

No.  10008.    Fungi,  Crenothrix,  4. 

No.  10526.    MisoellaneouB,  ZoSgloea,  3. 

No  organisms  were  found  in  the  remaining  samples. 
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BOCHi:STEB. 


Rochester. 


Chemical  Examinalion  oj  Water  jrom  SnipcUuU  Pond^  Rochester. 

[ParU  per  100,000.] 


• 

e 
1 

•s 

Appbaxakcb. 

KB8IDUK  ON 

EVAPOBA- 

TIOM. 

Ammokia. 

« 
.48 

NlTKOaSM 
AS 

t 

a 

a 
« 
s 

a 

a 

1 

i 

• 

1 

o 
H 

Loss  on 
Ignition. 

1 

i 

fa 

Albnmlnoid 

1 

3 

1 

t 

> 

1 

5 

Sus- 
pended. 

• 

1 

1 

10661 

1898. 

July  12 

V.  slight. 

V.  Blight. 

1.20 

4.05 

2.35 

.0000 

.0236 

.0216 

.0020 

.0000 

.0000 

.9344 

0.3 

Iron»  .0035.    Odor,  none. The  sample  was  collected  from  the  pond  about  two  feet  beneath  the 

surface,  in  connection  with  an  investigation  for  an  additional  water  supply  for  New  Bedford. 


Microscopical  Examination, 


Miscellaneous,  Zodgkutt  3. 


Water  Supply  of  Rockland. 

(See  Abingion.) 

Water  Supply  of  Rockport. 

The  advice  of  the  State  Board  of  Health  with  reference  to  Cape 
Pond  and  Mill  Pond  Brook  as  sources  of  water  supply  for  the  town 
of  Rockport  may  be  found  on  page  45  of  this  volume. 


Chemical  Examination  of  Water  jrom  Cape  Pondf  Rockport. 

[Parts  per  100,000.] 


• 

§ 

Appbahamok. 

Rbsidub  on 
Evapoba- 

Ahmokia. 

NriBOOBH  , 
AS 

led. 

TION. 

a 

A 

Albuminoid.     1 

1              1 

m 
o 

is 

a 

o 

o 
o 

O 

• 

S 
J 

• 

"3 

3 

Loss  on 
IgnlUoi 

• 

« 

• 

3 

o 

us-          ! 
pended. I 

4 

1 

Itrates. 
Itrltes. 

o 

I 

M 

• 

8 
S 

!Q 

Q 

H 

«         u 

e- 

u. 

^ 

Q 

3Q 

w 

^       s    1 

o 

3 

1898. 

0093 

Feb.  8 

Slight. 

V.  slight. 

0.08 

14.60 

1 

2.05 

.0004.0180.0164 

!         '          i 

.0026 

6.10 

.0030.0000^ 

1          1 

.2044 

2.3 

Iron,  .0050.    Odor,  none,  becoming  faintly  vegetable  on  heating. The  sample  was  oolleoted  from 

the  pond  about  three  hundred  feet  from  the  shore,  near  the  outlet. 

Microscopical  Examination. 

DiatomacesB,  Diatoma^  72;  Synedra^  4.    Infusoria,  Dinobryon  caaeSt  1.    Total,  77. 
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SAIiEM  AND  BEVERLY. 

Water  Supply  of  Salem  and  Beverly. 

The  advice  of  the  State  Board  of  Health  to  the  city  of  Salem, 
with  reference  to  increasing  the  joint  water  supply  of  Salem  and 
Beverly,  by  diverting  the  waters  of  Longham  Meadow  Brook  and 
of  the  brook  flowing  from  Beaver  and  Norwood's  Ponds  into  Wen- 
ham  Lake,  may  be  found  on  page  47  of  this  volume.  Analyses  of 
samples  of  water  collected  from  the  proposed  sources  are  given  in 
the  tables  on  pages  277  and  278. 


Chemical  Examination  of  Water  from  Wenham.  Lake,  in  Beverly  and  Wenham, 

[Parts  per  100,000.] 


2 

S 

a 


o 
o 


o 


9864 
10106 


1898. 

Jan. 10 

Bfar.  9 


10222  Apr.  7 


10868 
10482 
10635 
10803 
10096 
11135 
11289 
11455 


Av. 


May  8 
June  6 
July  10 
Ang.l5 
Sept.  9 
Oct.  4 
Nov.  6 
Dec.  6 


Appkakanci. 


I 


a 

00 


Slight. 

V.  slight. 

Distinct, 
green. 
SUght. 

Slight. 

Slight, 

green. 
Distinct. 

SUght. 

Slight. 

Slight. 

Slight. 


Slight. 

V.  slight. 

Slight. 

Blight. 

Slight. 

Slight. 

Slight, 

green. 
Slight, 

green. 
Slight. 

SUght. 

SUght. 


0.02 
0.04 
0.03 
0.03 
0.08 
0.05 
0.02 
0.02 
0.05 
0.03 
0.03 


0.04 


Rrsidue  oh 
Evapora- 
tion. 


o 
H 


5.20 
5.25 
5.05 
5.60 
5.55 
5.40 
5.00 
5.55 
5.85 
5.76 
6.20 


§ 


s-s 


5.49 


1.00 
1.60 
0.75 
1.20 
1.35 
1.90 
1.45 
1.35 
1.00 
1.00 
1.25 


AimoiOA. 


Albnmlnold. 

• 

> 

z 

-a 

s 

i>% 

hm 

o 

D0. 

b 

H 

a 

CO 

1.26 


.0000 
.0050 
.0052 
.0016 
.0020 
.0024 
.0000 
.0022 
.0024 
.0096 
.0060 

.0033 


.0120 
.0099 
.0158 
.0098 
.0136 
.0116 
.0172 
.0148 
.0116 
.0156 
.0112 


.0130 


.0104 
.0084 
.0128 
.0068 
.0112 
.0100 
.0102 
.0104 
.0102 
.0114 
.0078 


.0100 


.0016 
.0014 
.0030 
.0030 
.0024 
.0016 
.0070 
.0044 
.0014 
.0042 
.0034 


.0030 


o 


.80 
.84 
.74 
.75 
.79 
.76 
.76 
.75 
.76 
.77 
.76 


.77 


NiTROQBK 

AS 


S 


OQ 

4) 

5 


.0150 
.0090 
.0100 
.0120 
0100 
0000 
.0000 
.0000 
.0000 
.0030 
.0020 


.0000 
.0001 
.0003 
.0000 
.0000 
.0000 
.0000 

.ooool 


•g 

a 

s 

§ 

o 

a 
« 
bo 

M 

o 


8 

« 

a 


.0000  .1540 


.1680 
.0900 
.1460 
.1423 
.2518 
.1898 
.1833 
.1326 


.0055 


.0001 


.0001  .1131 


.1950 


.0001 


.1605 


2.8 
2.7 
2.8 
2.2 
2.8 
2.6 
2.6 
2.6 
2.7 
2.9 
2.7 

2.6 


Averag 

es  of  Analyses  of  Previous  Years. 

- 

1887* 

- 

- 

0.05 

4.73 

0.82 

.0025  .0135 

- 

- 

1 
!.72 

.0019 

,1 

- 

1888 

- 

- 

0.05 

4.67 

0.97 

.0020 

.0146 

- 

- 

.73 

.0058 

.0001       - 

-" 

- 

1889 

- 

- 

0.06 

1 

4.23 

1.06 

.0014 

.0173 

.0138 

.0035 

.72 

.0052 

.0002,1     - 

1 

-^ 

- 

1890 

- 

- 

0.05     4.57 

0.90 

.0016 

1 

.0154 

.0125 

.0029 

.74 

.0104 

.0001 

- 

2.5 

- 

1801 

- 

- 

0.07 

4.70 

1.12 

.0006 

.0147 

.0113 

.0034 

.72 

.0125 

.ooool 

- 

1.9 

- 

1892 

- 

- 

0.03' 

1 

4.85 

1.10 

.0016 

.0137 

.0103 

.0034 

.75 

.0077 

.0000      - 

2.2 

- 

1803 

- 

0.04 

5.49 

1.26 

.0033 

.0130 

.0100  .0030 '.77 

1 

.0055 

.0001    .1605 

2.6 

*  Jane  to  December. 

NOTB  to  analyses  of  1893 :  Iron,  .0052.  Odor,  vei^etable  and  freqaently  unpleasant,  becoming  stronger 
on  heating  and  sometimes  mouldy. The  first  two  samples  were  collected  from  faucets  at  the  pump- 
ing station;  the  remaining  samples  from  the  lake  near  the  inlet  pipe  of  the  Salem  Water  Works. 
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SAL.EM  ANB  BEVEBLT. 

Microscopical  Ezaminalion  of  WaUrJrom  Wenham  Lake^  in  Beverly  and  Wenham. 

[Number  of  orgaDitms  per  cubic  oentinieter.] 


Day  of  examination, . 
Number  of  sample,   . 


18»S. 


Jan. 


Mar. 


Apr. 


May. 


June. 


July. 


Aug. 


Sept 


11 
9864 


10 
10106 


8 
10222 


0 
10358 


7 
10482 


18 
10636 


16 
10808 


12 
10096 


Oct. 


Not. 


8 


11135 ,  11289 


Dec 


7 
11465 


PLANTS. 

Dlatomaoees, 

Asterlonella, 
Cydotella,   . 
Fragilaria,   . 
Meloaira, 
Stephanodlaoua,  . 
Synedra, 
Tabellaria,  . 

OysnophyceaB,  . 

Anabnna,    . 
MiorocysUc, 


AlffflB, 


OhIorocooouB, 

GlCBOCTBtls,  . 

Hyalotneca, 

Protococcus, 

Stauraatrum, 


1,858 

446 

1,518 

2,120 

81 

109 

1,588 

748 

2,608 

1,215 

1 

1 

64 

1,700 

0 

30 

0 

88 

2,856 

800 

120 

80 

56 

158 

80 

40 

1 

1 

10 

0 

0 

5 

0 

2 

0 

20 

228 

15 

0 

14 

0 

7 

68 

188 

0 

6 

0 

88 

176 

200 

1 

0 

0 

36 

0 

0 

0 

0 

0 

200 

0 

2 

0 

86 

1 

pr. 

0 

1 

0 

pr. 

1,236 

400 

1,830 

0 

pr. 

18 

1,300 

600 

61 

1 

0 

0 

0 

0 

4 

0 

124 

82 

5 

6 

0 

0 

0 

0 

4 

0 

124 

92 

0 

2 

0 

0 

0 

0 

0 

0 

0 

0 

5 

3 

84 

t 

4 

pr. 

5 

6 

7 

88 

616 

17 

0 

0 

4 

0 

0 

0 

0 

0 

612 

17 

0 

0 

0 

0 

0 

1 

7 

8 

0 

0 

5 

0 

0 

0 

0 

0 

0 

0 

4 

0 

28 

2 

0 

0 

5 

2 

0 

76 

0 

0 

1 

0 

0 

pr. 

0 

3 

0 

2 

0 

0 

884 

84 

200 

0 

17 

24 

8 

6 


0 
0 


112 

112 
0 
0 
0 
0 


ANIMALS. 
Bhlzopoda,  Difflugla,  . 

Infti8oria»     . 

Dinobryon,  . 
Dinobryon  caaea,        • 
Monas, . 
Peridlnlum,. 
Tmchelomonaa,  . 


Vermes, 


Anurea, 
Polyarthra, . 
Rotatorian  ova, 


1 

0 

1 

0 

0 

0 

0 

0 

128 

46 

22 

0 

0 

1 

1 

4 

5 

3 

0 

0 

0 

0 

0 

0 

112 

25 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

1 

0 

0 

0 

0 

16 

0 

0 

0 

0 

2 

6 

17 

6 

0 

0 

0 

1 

2 

0 

0 

0 

0 

0 

pr. 

1 

10 

0 

0 

0 

0 

0 

pr 

1 

7 

0 

0 

0 

0 

0 

0 

0 

1 

0 

0 

0 

0 

0 

0 

0 

2 

10 

0 
0 

1 

6 
8 


0 
0 
0 


pr. 


16 

3 

11 

0 

2  I 


pr. 

pr. 

pr. 

0 


6 
0 
0 
0 
2 


0 
0 

0 


MUceltaneou9,  ZoiSglosa,  • 

0 

88 

0 

16 

0 

38 

84 

56 

128 

28         0 

Total, 

1,516 

580 

1,545 

2,136 

40 

154 

1,806 

991    3,262 

1.281 

463 
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Table  showing  Heights  of  Water  in  Wenham  Lake  at  Times  when  Samples  of 

Water  were  collected  Jor  Analysis. 

[Note.  — High- water  mark  is  30.17  feet.] 


Jan.  10, 
Mar.  0, 
Apr.  7, 
May  8, 
Jnne  6, 
July  10, 


DATS. 


18»S. 


Height  of 
Water. 


Feet. 
20.92 


20.90 
22.60 
23.87 
24.07 
24.31 


Aug.  15, 
Sept.  0, 


Oct. 


Nov.    6. 
Dec.    6, 


Date. 


189S. 


Height  of 
Water. 


Feet. 
28.85 


22.77 
22.00 
21.58 
21.88 


Chemical  Examination  of  Water  from  Beaver  Pond,  Norwood's  Pond,  and 

Longham  Meadow  Brook,  in  Beverly. 

[Parta  per  100,000.] 


a 

O 

m 
Q 


10072 
10078 
10074 
10182 
10183 


18»8. 
Mar.  1 

Mar.  1 

Mar.  1 

Mar.  15 
Mar.  15 


Appsasakcb. 


•3 


a 

a 


I 


SUght. 

Slight. 

Slight. 

Slight. 

Sliffht, 
clayey. 


Cons. 

Slight. 

Gods., 

brown. 
Slight. 

Slight, 
earthy. 


1.20 
1.40 
1.50 
0.70 
0.50 


RiSIDUB  ON 

Evapora- 

tion. 

_i 

• 

a 

it 

i 

m 

5.10 

2.00 

5.50 

2.40 

7.05 

2.05 

4.25 

1.70 

3.25 

1.85 

Ammonia. 


Albuminoid. 


o 


•8 


•8 

•a 
•  S 

ss. 


.0102 
.0098 
.0086 
.0086 
.0056 


.0218 
.0224 
.0828 
.0162 
.0210 


.0180 
.0196 
.0300 
.0140 
.0164 


.0088 
.0028 
.0028 
.0022 
.0046 


NITBOOBN 

^ 

€ 

5 

A8 

1 

1 

B 

6 

.80 

9i 

iz; 

.0030 

.0002 

.70 

.0080 

.0002 

1.00 

.0150 

.0002 

.62 

.0070 

.0000 

.48 

.0000 

.0000 

•2 

a 


e 
o 
u 

a 

M 

o 


a 

I 

n 


.5088 

1.0764 

1.1304 

.6201 

.6238 


1.8 
1.8 
2.2 
1.8 

0.9 


Iron  in  the  first  sample,  .0650;  in  the  next  two,  .0500  each;  in  the  fourth,  .0600;  in  the  last,  .0150. 
Odor  of  the  first  three  samples  distinctly  vegetable  and  of  the  first  one  also  disagreeable.    Of  the  last 

two  samples.  No.  10132  had  a  very  fidntly  vegetable  odor  and  No.  10138  none. Nos.  10072  and  10182 

were  collected  from  the  brook  flowing  from  Norwood's  Pond ;  No.  10078,  from  the  brook  flowing  from 
Beaver  Pond;  Nos.  10074  and  10138,  from  Longham  Meadow  Brook  just  above  the  point  where  it  is 
Joined  by  the  brook  flowing  from  Norwood's  Pond. 
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Microscopical  Examination  of  Water  Jrom  Beaver  Pond,  NorwoocTs  Pond,  and 

Longham  Meadow  Brooke  in  Beverly. 


PLANTS. 
Diatomacees 

Frag^laria, 

Na^cula 

Synedra 

Tabellaria, 

CyanophyceflB,  Nostoo  aporea, 

AlfiTSB,  Zobsporea 

FunfiTit 

Begffiatoa 

Cladothrix, 

ANIMALS. 
Infusoria, 

DinobryoD,  .        .       .        . 

Peridlnium,         .       .       .       . 


[Namber  of  orgaolsma 

per  cable  centimeter.] 

1898. 

March. 

March. 

March. 

March. 

March. 

Day  of  examinatioD 

Number  of  sample, 

3 

10072 

8 
10073 

8 

10074 

17 
10132 

17 
10133 

0 

2 

5 

8 

0 
0 
0 
0 

0 
0 

P'i 

0 

1 

3 
1 

2 
pr. 

0 

0 

0 

0 

1 

2 

0 

0 

2 

0 

0 

18 

2 

0 
0 

0 
0 

0 
18 

2 
0 

IT 

4 
6 
6 
2 


0 
0 


0 
0 


8 

8 

0 

9 

0 

1 

0 

4 

8 

7 

0 

6 

2 
0 


MUcellanfouit  ZocSgloea,  .... 

2,000 

70 

• 

2 

180 

98 

Total 

2,005 

80 

26 

lOT 

n 

Water  Supply  of  Saugus. 

(See  Lynn.) 


SCITUATE. 

The  advice  of  the  State  Board  of  Health  with  reference  to  taking 
a  water  supply  for  the  village  of  Scituate  Harbor  in  the  town  of 
Scituate,  from  the  ground  in  the  vicinity  of  Satuit  Brook,  may  be 
found  on  page  50  of  this  volume.  An  analysis  of  a  sample  of  water 
from  the  flowing  test  well,  referred  to  in  the  communication  of  the 
Board,  is  given  below. 
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ChemiccU  ExamincUion  of  Water  from  a  Tubular  Test  Well  in  ScUucUe, 

[ParU  per  100,000] 


§ 

Appsakanci. 

• 

Akmomia. 

KiTROOBN 

** 

4il 

AS 

s 

a 

Date  of 

CoUw 

• 

1 

• 

1 

1 

Resldae  on 
Evapon 

i 

Albu- 
minoid. 

6 
1 

S 

i 

1 

M 

o 

• 

i 

c 

• 

i 

18»8. 

10017 

Feb.  14 

None. 

None. 

0.02 

i 

8.35 

.oooe 

.0010 

1.74 

.0800 

.0000 

.0472 

3.1 

.0000 

Odor  none. The  sample  was  collected  from  a  flowing  test  well  in  a  meadow  near  Willow  Street 

about  three  handred  feet  east  of  the  railroad. 

Microscopical  Examination, 

No  organisms. 

Water  Supply  of  Sharon.  —  Sharon  Water  Company. 

The  reply  of  the  State  Board  of  Health  to  an  application  of  the 
Board  of  Health  of  Sharon  for  advice  with  reference  to  the  possible 
pollution  of  the  water  supply  of  the  town  under  existing  conditions, 
and  as  to  the  best  practicable  method  of  assuring  its  purity  in  the 
future,  may  be  found  on  page  51  of  this  report. 

Chemical  Examination  of  Water  from  the  Well  of  the  Sharon  Water  Company, 

[ParU  per  100.000.] 


• 

% 

Appkaramok. 

• 

1 

AmfomA. 

NiTBOOBN 
AS 

• 

s 

1 

teof 
CoUe< 

rbldlty. 

s 

•: 

o 

sidae  on 
Evapon 

. 

• 

s 

i 

1 

• 

• 

s 

• 
8 

1 

• 

g 

as 

I         a 

K 

5 

ai 

1 

< 

8 

S 

i 

5 

a 

& 

18»8. 

10041 

Aug.  31 

None. 

1 

None. 

0.0 

10.70 

.0000 

.0000 

.91 

.8760 

.0000 

.0168 

2.8 

.0100 

Odor,  none. The  sample  was  collected  from  a  faucet  at  the  pnmping  station. 

Microscopical  Examination, 

No  organisms. 

Water  Supply  of  Somerville. 

(See  Boston,  Mystic  Works.) 


Water  Supply  of  Southbridge.  —  Southbridge  Water  Supply 

Company. 

The  advice  of  the  State  Board  of  Health  to  the  Southbridge 
Water  Supply  Company  relative  to  increasing  its  supply  by  the 
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construction  of  an  additional  storage  reservoir  about  one  mile  south 
of  the  present  upper  reservoir,  and  as  to  improving  the  existing 
supply;  also,  at  a  subsequent  date,  with  reference  to  increasing 
its  supply  by  taking  water  from  a  proposed  storage  reservoir  on 
Hatchet  Brook,  may  be  found  on  pages  51-53  of  this  volume. 
Analyses  of  samples  of  water  collected  from  the  present  sources  of 
supply  and  from  Hatchet  Brook  and  its  tributaries  are  given  in  the 
following  tables. 

Chemical  Examination  of  Water  from  the  Lower  Reservoir  of  the  SotUhbridge 

Water  Company, 

[ParU  per  100,000.] 


2 


B 
O 
S 

I 

o 


S 


11082 


18»8. 

Sept.  16 


Apfbasahcs. 


«5 

s 


Decided. 


Oonfl. 


0.15 


Rbsidus  on 
Evapora- 
tion. 


& 


a 
o 

§1 


5 


8.76 


1.65 


Ammonia. 


Albnmlnold. 

% 

• 

• 

► 

^ 

1 

1 

1 

sl 

fa 

H 

Q 

00 

.0062 


.0654 


.0176 


.0878 


« 
p 


.S2 


NlTBOOKN 


5 


.0080 


.0002 


1 

E 

a 
m 

I 

B 

o 


i 


.3042 


l.ft 


Iron,  .0160.    Odor,  none,  becoming  distinctly  vegetable  and  graaay  on  beating. The  sample  was 

collected  from  the  lower  reservoir  at  a  time  when  it  was  nearly  empty. 

Microscopical  Examination. 

DiatomaoesB,  Oycloiellatl9&;  Oymbetlatl;  ZHotoma, 260;  Epiihemia,!;  CfomphonematZ;  Ifavicula, 
2;  Pinnularia,  A;  Surirellat2;  Synedra,  160;  Tabellaria^  VI,  Alg»,  ^rMnxfetmtM,  1 ;  Pedicftrvmt 
7;  Scerudesmus,  6;  StaurogeniUt  4.  Infusoria,  EugUna^  112;  Jlionat,  2;  J'leridinium,  48.  Vermes, 
Anurea,  1;  Polyarihra,  2.    Miscellaneous,  Zodgloea,  60.    Total,  086. 


Chemical  Examination  oj  Water  from  Olover  Spring^  Souihbridge, 

[ParU  per  100,000.] 


I 


11088 
11268 


c 

I 

S 


]8»8. 

Sept.  14 

Oct.    26 


Appsasanob. 


I 


a 
« 

a 


s 
S 


None. 
V.  slight. 


None. 
V.  slight. 


0.00 
0.08 


a  ► 


I 


10.76 
12.00 


Ammonia. 


s 

o 

• 

i 

h 

< 

.0000 
.0000 


.0002 
.0030 


e 


.80 
1.00 


KlTROOSN 
AS 


8 


» 


.4000 
.4860 


.0001 
.0000- 


s 

B 


.1060 
.0190 


8.8 
8.9 


.0076 
.0020 


Odor  of  the  first  sample,  none ;  of  the  second  sample,  distinctly  unpleasant,  disappearing  on  beat* 

ing. The  first  sample  was  collected  from  a  faucet  in  Sontbbrldge  supplied  from  the  spring;  the  last, 

directly  from  the  spring.  The  spring  is  located  a  short  distance  below  the  lower  reservoir  of  the  South- 
bridge  Water  Company,  in  the  valley  of  the  brook  upon  which  the  reservoirs  of  this  company  are  built* 
and  Lb  used  as  a  source  of  supply  for  several  families. 


Microscopical  Examination, 

No.  11083.    A\g9bt  Raphidiumt  2.    Miscellaneous,  ^0(7(^taK>i  1.    Total,  8. 
No.  11268.    Miscellaneous,  ZoSgUxot  I, 
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SOUTHBBIIKSE. 

Chemical  Examination  of  Water  jrom  Ealchet  Brook  and  one  of  its  Tributaries  in 

Southbridge. 

[Pans  per  100,000.] 


• 
a 

I 
1 

Appkisaxck. 

RE8IDDK  ON 

£VAPORA< 

TICK. 

AXMOSflA. 

6 

a 

1 

.21 

NiTROOKN 

▲a 

m 

1 

a 

6 

1 

a 

a 

8 

i 

Lots  on 
Ignition. 

1 

Albnminold. 

i 
1 

• 

1 

"C 

1 

a 

• 

• 

1 

1 

5 

Sus- 
pended. 

3 

n 

11031 

1S98. 

Sept.  14 

V.aUght. 

V.  slight. 

0.10 

4.65 

0.80 

.0000 

.0042 

.0030 

.0012 

.0000 

.0000 

.1404 

1.7 

11256 

Oct.  26 

V.iUght. 

Slight. 

1.60j 

8.05 

8.60 

.0000 

.0242 

.0214 

.0028 

.88 

.0000 

.0000 

1.2616 

1.0 

11358 

Nov.  20 

Slight. 

Slight. 

0.80 

4Jt5 

1.25 

.0000 

.0118 

.0106 

.0012 

.20 

.0050 

.0000 

.5208 

1.4 

11350 

Nov.  20 

None. 

V.  slight. 

0.50 

0.60 

1 

4.65 

1.40 

.0006 
.0002 

.0128 
.0133 

.0110 
.0115 

.0018 

.0018 

.20 

.25 

1 

.0000 

.ooir 

.0000 
.0000 

.6762 

1.4 

Av.  • 

5.40 

1.76 

.6408 

1.6 

1 

Iron  in  the  first  sample,  .0060;  in  the  second,  .0070;  in  the  third,  .0050;  in  the  last,  .0020.    Odor  of 
the  first  sample,  none;  of  the  remaining  samples,  very  faintly  vegetable,  becoming  stronger  on  heating. 

The  first  sample  was  collected  from  Hatchet  Brook  at  a  road  crossing  about  three-fourths  of  a  mile 

from  its  month;  the  second  and  last  samples,  from  the  brook  at  site  of  proposed  dam  of  the  Southbridge 
Water  Company,  about  half  a  mile  above  the  point  where  the  first  sample  was  collected ;  the  third  sam* 
pie,  from  a  small  tributary  which  enters  Hatchet  Brook  from  the  west,  about  half  a  mile  above  the  site 
of  the  proposed  dam. 


Microscopical  Examination  of  Water  from  Hatchet  Brook  in  Southbridge, 

[Number  of  organisms  per  cubic  centimeter.] 


1898. 

September. 

October. 

November. 

November. 

Day  of  examination, 

16 

28 

22 

22 

Number  of  sample, 

11031 

11256 

11358 

11359 

PLANTS. 

Diatomsceao 

8 

1 

4 

8 

Meridion 

Synedra 

Tabellaria, 

0 
0 
8 

0 
1 
0 

2 

2 

pr. 

1 

2 
0 

Fungri*  Crenothriz, 

t30 

27 

22 

7 

ANIMALS. 

Vermes,  Anurea 

0 

1 

0 

0 

1 

MUctllaneouBt  ZoiSgloea, 

0 

8 

14 

1 

TOTAI., 

233 

82 

40 

11 
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SOtTTHBRrDGB. 

Chemical  Examinalion  of  Wtzter  from  Hatchet  Pond  in  Woodstock^  Conn,^  Just 
South  of  Uie  Boundary  between  Massachusetts  and  Connecticut, 

[Parts  per  100,000.] 


• 

1 

Appbabajtci. 

Kksidux  on 

EVAPOBA- 
TIOW. 

Ammokia. 

XlTBOGSy 
AS 

« 

1 

s 

s 

6 

e 

g 

• 

B 

Albuminoid.     ' 

1 

D 

»5 

o 

o 
S 

5 

• 

D 

o 

g 

1 

• 

Loss  on 
Ignltto 

• 

« 
fa 

• 

1 

o 

m 
m 

s 

si 

• 

o 

c 

i 
6 

• 

• 

3 

a 
33 

1898. 

11257 

Oct.  20 

Slight. 

Slight. 

0.15 

2.10 

0.65 

.0000  .0142 

.0102'. 0040 

.16 

.0000 

.0000 

.3192 

0.6 

11360 

Nov.  20 

Slight. 

Slight. 

0.02 

2.10 

0.70 

.0022 

t 

.0148 

.0126  .0022 

1 
.15 

.0050 

.0000 

.2620 

0.8 

Iron,  .0025.    Odor  of  the  first  sample,  faintly  vegetable,  becoming  distinctly  vegetable  and  un- 
pleasant on  heating;  of  the  second  sample,  very  faintly  vegetable,  disappearing  on  beating. The 

samples  were  collected  from  the  pond  which  is  located  at  the  head  of  Hatchet  Brook. 

Microscopical  Examinalion, 

No.  11257.  DiatomacesB,  Synedra,  1.  CyanophycesB,  AnafxBnat  4;  CceloKph€triuin,  1;  MerismO" 
;j}edia,  480.    Algae,  Chlorococ4M9, 10.    Fangi,  OrenothrtXt  38.    Miscellaneous,  ZooglcM^  4.    Total,  638. 

No.  11360.  DiatomHceae,  Navicuta,  1.  Cyanophycese,  MeriamopediOt  19.  Algae,  Protococcu$t  2; 
Haphidium,2.    Total,  24. 


Water  Supply  of  South  Hadley  Falls  Fire  District,  South 

Hadley. 

'Chemical  Examinalion  of  Water  from  a  Faucet  in  South  Hadley,  supplied  from 

Buttery  Brook  Reservoir, 

[Parts  per  100,000.] 


• 

o 

1 
§ 

« 

Appbabamcb. 

Kbsiodb  on 

EVAPOBA- 
.      TION. 

Ammomia. 

B 

•c 
.15 

NlTBOOBN 
AS 

1 

1 

1 

M 

o 

6 

1 

1 

• 

« 

Loss  on 
Ignition. 

• 

Albuminoid. 

• 

1 

2 

1 

a 

1 

• 

•a 

1 

Sus- 
pended. 

1 

11558 

1A9S. 

Dec.  27 

Slight. 

Slight. 

0.10 

3.20 

0.00 

.0008 

.0030 

.0014 

.0016 

1 

.0250 

.0000 

.laoo 

0.8 

Iron,  .0125.    Odor,  none,  becoming  faintly  vegetable  on  heating. 


Microscopical  Examination. 


Miscellaneous,  Zodglaa,  14. 
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Wateb  Supply  op  Spencer. 

Chemical  Examination  of  Water  from  Shaw  Pond^  Leicester. 

[PartB  per  100,000.] 


• 

a 
o 

1 

§ 

O 

2 

m 
Q 

Appbarancb. 

Rksidub  on 

EVAPOKA- 
TION. 

Ammonia. 

• 

c 

1 

.22 
.12 
.13 
.11 
.14 
.14 

.14 

NiTROOBN 
A8 

• 

s 

a 

1 

1 

J? 

o 

6 

1 

ft. 

s 

G 
1 

i 

a 

0.05 
0.02 
0.02 
0.08 
0.03 
0.05 

0.03 

• 

1 

• 

1 
J 

fa 

Albuminoid. 

• 

•a 

e 

• 

a 

s 

• 

• 

•c 
© 

m 

s 

-3 
4) 

il 

• 

o 

el 

9994 
10174 
10815 
10387 
10789 
10961 

1898. 

Feb.   8 

Mar.  27 
Apr.26 
May  14 
Aog.lS 
Sept.  4 

V.  Blight. 

Slight. 

None. 

None. 

V.  Blight. 

Slight. 

V.  Blight. 
Slight. 
None. 
V.  Blight. 
V.  Blight. 
Slight. 

2.85 
1.55 
1.90 
2.05 
3.00 
2.25 

0.85 
0.45 
0.40 
0.35 
1.10 
0.60 

.0048 
.0034 
.0000 
.0004 
.0004 
.0018 

.0018 

.0202 
.0086 
.0060 
.0084 
.0136 
.0192 

.0127 

.0148 
.0060 
.0038 
.0066 
.0102 
.0166 

.0097 

.0054 
.0026 
.0022 
.0018 
.0034 
.0026 

.0  30 

.0070 
.0050 
.0070 
.0030 
.0000 
.0030 

.0042 

.0001 
.0001 
.0000 
.0000 
.0000 
.0000 

.0000 

.1131 
.0912 
.1058 
.0803 
.1382 
.1480 

1.1 

0.5 
0.3 
0.9 
1.0 
0.7 

Av. . 

2.27 

0.63 

1 
.1128'  «  ** 

1 

Iron,  .0033.   Odor  of  the  firBt  four  BampIeB,  faintly  vegetable ;  of  the  laBt  two  BampleB,  none. The 

first  two  Bamplea  and  the  last  were  collected  from  the  pond;  the  remaiDlng  samplesi  from  a  faucet  Id 
the  town. 


Microscopical  Examination  of  Water  from  Shaw  Pond,  Leicester, 

[Number  of  organiBmB  per  cubic  centimeter.] 


1898. 


Feb. 


March. 


April. 


May. 


Aug. 


Sept. 


Day  of  examination,        . 
Number  of  Bample,  .       • 

PLANTS. 
Dlatomaoeao,     . 

ABterlonella, 
Meloaira,     . 
Synedra,     . 

AlgtB,      •       •       .       . 

Botrycoccufl, 
Protococcua, 


11 
9994 


29 
10174 


27 
10315 


16 
10387 


15 
10789 


6 
10961 


3 

4 

5 

1 

14 

0 

1 

2 

0 
0 

4 

4 
0 
1 

0 
0 

1 

0 

14 

0 

0 

0 

0 

0 

106 

0 
0 

0 
0 

0 
0 

0 
0 

0 
106 

28 

14 

13 

1 


60 

60 
0 


284 


STATE  BOARD  OF  HEALTH.         [Pub.  Doc. 


SPENCER. 

Microscopical  Examination  of  Water  from  Shaw  Pond,  Zetccs^er  — Concluded. 

[Kumber  of  organisras  per  cubic  centimeter.] 


1898. 


Feb. 


March. 


April. 


3fA7. 


Aug. 


Sept. 


ANIMALS. 
Infiisoria»    . 

DlDobryon, 
DinobryoQ  cases, 
TrachelomoDas, . 


26 

9 

11 

0 

0 

0 

8 

0 

0 

0 

26 

6 

11 

0 

0 

pr. 

1 

0 

0 

0 

0 
0 
0 


1 

Minceiianeouat  ZoiSglcea,         ...               0 

1 

48 

0 

5 

18 

60 

Total, 

29 

61 

16 

6 

138               148 

Water  Supply  of  Springfield. 

During  the  suiumer  and  autumn  of  1893  the  amount  of  water 
furnished  by  the  Ludlow  Receiving  Basin  and  its  tributary  canals 
was  insufficient  for  the  supply  of  the  city,  and,  to  make  up  the 
deficiency,  water  was  taken  from  the  old  Ludlow  Reservoir  and 
from  Chapin  Pond,  which  is  situated  near  the  main  pipe  leading  to 
the  city.  It  happened  somewhat  inopportunely  that,  with  a  view  to 
improving  the  character  of  the  water,  the  old  Ludlow  Reservoir 
had  been  drawn  off  during  the  latter  part  of  1892  and  was  empty 
on,  and  for  several  months  after,  the  first  of  January,  1893.  While 
the  reservoir  was  empty,  a  new  waste-gate  was  put  in  at  the  Cherry 
Valley  dam  in  order  to  make  it  possible  to  waste  water  from  the 
bottom  of  this  reservoir  in  the  future,  when  desirable,  and  at  the 
completion  of  this  work  on  May  9,  1893,  the  filling  of  the  reservoir 
was  begun  again ;  but  the  amount  of  water  collected  during  the 
remainder  of  the  year  was  so  small  that  the  water  in  the  reservoir 
did  not  rise  high  enough  to  flow  through  the  pipe  beneath  the  cut-off 
dam  into  the  Ludlow  Receiving  Basin,  and  in  order  to  use  the  water 
which  had  accumulated,  for  the  supply  of  the  city,  it  was  necessary 
to  pump  it  into  the  basin.  Pumping  was  begun  on  Aug.  22,  1893, 
and  continued  until  October  24,  the  total  quantity  pumped  being 
63,000,000  gallons. 

Chapin  Pond  is  located  in  a  sandy  plain  in  the  southwesterly 
part  of  Ludlow,  and  is  said  to  have  an  area  of  about  thirty  acres 
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and  a  considerable  depth.  It  has  no  visible  inlet  or  outlet  and  is 
supplied  with  water  which  percolates  into  it  from  the  sandy  territory 
by  which  it  is  sun-ounded.  The  lowering  of  the  water  in  the  pond 
by  pumping  doubtless  makes  available  a  considerable  quantity  of 
water  stored  in  the  ground  about  it.  Between  Aug.  7  and  Oct.  28, 
1893,  a  total  of  164,000,000  gallons  of  water  were  pumped  from 
this  source.  An  analysis  of  the  water  of  Chapin  Pond  is  given  with 
the  analyses  of  samples  of  water  from  the  other  sources  of  supply 
in  the  tables  below. 


Chemical  ExamincUion  of  Water  from  the  Receiving  Basin  of  the  Springfield 

Water  Works^  at  Ludlow, 


[Parte  per  100,000.] 


B 

a 


a 
o 


1S93. 

0850  Jan.    9 

W79  Feb.   7 


10091 
10216 
10370 
10489 
10605 
10835 
10974 
11140 
11208 
11444 


At. 


Mar.  7 
April  5 
May  8 
June  6 
July  5 
Aag.l6 
Sept.  7 
Oct.  4 
Nov.  7 
Dec.  5 


Appkarahob. 


A 
u 


s 


o 
o 


Slight. 

Slight. 

V.  slight. 

Slight. 

Slight. 

Distinct. 

Distinct, 

green 

Distinct. 

Decided, 
green. 
Slight. 

V.  slight. 

V.  slight. 


V.  slight. 

Slight. 

white. 
V.slight. 

Slight. 

Cons., 

green. 
Cons., 

brown. 
Cons., 

brown. 
Slight. 

Cons., 

yellow. 
Cons., 

green. 
Slight. 

Slight, 
enrthy. 


0.50 
0.50 
0.40 
0.40 
0.45 
0.50 
0.40 
0.60 
0.40 
0.28 
0.80 
0.70 


0.40 


Residcb  on 

UVAFORA,- 
TIOM. 


o 


4.35 
4.10 
3.85 
2.25 
2.55 
3.00 
3.55 
4.40 
4.25 
3.95 
4.70 
4.20 


3.76 


1.35 
1.35 
1.10 
0.70 
0.65 
1.25 
1.10 
2.20 
2.00 
1.80 
1.70 
1.45 


1.39 


Ammonia. 


Albuminoid. 

• 

i 

> 

•2 

•o 

• 

s 

V 

et 

1  Z 

t 

O 

3 

So. 

Ei. 

H 

a 

QO 

.0000 
.0032 
.0042 
.0000 
.0000 
.0014 
.0002 
.0008 
.0000 
.0004 
.0008 
.0000 


.0194 


.0131 


.0182.0152 


.0072 


.0052 


.0102  .0084 
.00841.0072 


.0168 
.0194 
.0244 
.0550 
.0264 
.0204 
.0188 


0009.0204 


.0132 
.014« 
.0208 
.0232 
.0190 
.0174 
.0168 


.0146 


.0060 
.0030 
.0020 
.0018 
.0012 
.0036 
.Q046 
.0036 
.0318 
.0074 
.0030 
.0020 


c 


.18 
.17 
.16 
.09 
.07 
.18 
.10 
.14 
.14 
.17 
.26 
.16 


.0058  .15 


NiTROOKK 
AS 


O 


5Z3 


.0070 
.0030 
.0090 
.0030 
.0000 
.0030 
.0000 
.0000 
.0000 
.0000 
.0030 
.0030 


.0000 


S 

o 

c 

3 

s 

M 
>> 
K 
O 


•B 
O 

e 

•E 

CS 

a 


.5360 


.0001   .5037 


.0000 
.0001 
.0000 
.0001 
.0001 
.0000 
.0000 
.0000 


.3348 
.3942 
.5584 
.4526 
.3942 
.5772 
.5640 
.3734 


.0002   .7560 


.0001 


.7137 


1.6 
1.7 
1.4 
0.2 
0.5 
0.8 
0.9 
1.0 
1.8 
1.3 
1.6 
1.1 


.0026 


.0001  1.5132\  1.2 


Iron,  .0102.    Odor,  generally  distinctly  vegetable,  frequently  grassy,  sometimes  none.    In  September 

the  odor  was  strongly  vegetable  and  mouldy. The  snmplts  wore  collected  from  the  ba§ln  in  the 

vicinity  of  the  gate-house.    When  the  September  and  October  samples  were  collected  water  was  being 
pamped  into  this  basin  from  Ludlow  Reservoir. 
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Microscopical  Examination  of  Water  from  the  Beceiving  Basin  of  the  Springfield 

Water  Works^  at  Ludlow, 

[Number  of  organisms  per  cable  eentlmeter.] 


1898. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

Jane. 

July. 

Aug. 

Sept 

Oct 

Nov. 

Dec 

Day  of  examination, 

11 

0 

8 

8 

10 

0 

7 

17 

8 

5 

10 

T 

Number  of  sample,  . 

0850 

9070 

10001 

10210 

10370 

10480 

10605 

10835 

10074 

11140 

11296 

11444 

PLANTS. 

Diatomacess, 

6 

7 

4 

13 

903 

49 

850 

47 

53 

180 

28 

24 

Aeterlonella, 

0 

0 

0 

3 

870 

1 

0 

0 

0 

0 

5 

0 

Cyclotella.   . 

2 

pr. 

0 

0 

1 

1 

88 

4 

82 

0 

1 

0 

DIatoma, 

0 

1 

pr. 

0 

0 

0 

0 

2 

0 

0 

0 

4 

Fragllarla,   . 

0 

0 

2 

0 

0 

2 

15 

8 

0 

1 

0 

0 

MeloBirn, 

0 

1 

1 

1 

27 

11 

240 

26 

20 

64 

16 

0 

Meridion,     , 

0 

2 

pr. 

2 

pr. 

1 

0 

0 

0 

1 

0 

3 

Navlcula,     , 

3 

pr. 

1 

1 

pr. 

7 

0 

1 

0 

2 

1 

3 

Pinnularia,  . 

0 

0 

0 

0 

1 

1 

0 

3 

0 

0 

0 

1 

Sv-nedra, 
Tabellaria,  . 

1 

3 

pr. 

6 

8 

24 

1 

8 

1 

112 

5 

10 

0 

pr. 

0 

1 

1 

1 

6 

1 

0 

0 

0 

8 

Cyanophycess,  . 

0 

0 

0 

pr. 

0 

1 

84 

13 

280 

128 

4 

0 

Anabapna,    . 

0 

0 

0 

pr. 

0 

0 

64 

2 

200 

44 

0 

0 

A  naheeDR  spores, 

0 

0 

0 

0 

0 

0 

0 

0 

80 

0 

0 

0 

Chrobooccus, 

0 

0 

0 

0 

0 

1 

0 

11 

0 

0 

0 

0 

Merismopedla,    .       . 

0 

0 

0 

0 

0 

0 

0 

0 

0 

84 

4 

0 

AlfiTSS 

0 

16 

pr. 

5 

5 

2 

10 

81 

0 

817 

18 

0 

Chlorococcus,     . 

0 

0 

0 

pr. 

0 

0 

0 

15 

0 

244 

0 

0 

ClOAteriura, .        .        . 

0 

16 

pr. 

6 

2 

0 

0 

0 

0 

0 

0 

0 

Nephrocytlum,   . 

0 

0 

0 

0 

0 

0 

0 

8 

0 

0 

0 

0 

Protococcus,       .       , 

0 

0 

pr. 

0 

2 

0 

4 

8 

0 

0 

12 

0 

Raphidium,         .        . 

0 

0 

0 

0 

0 

0 

0 

0 

0 

5 

5 

0 

Scenedeemus, 

0 

0 

0 

0 

0 

2 

1 

0 

0 

68 

1 

0 

Zubspores,  •       • 

0 

0 

0 

0 

1 

0 

6 

0 

0 

0 

0 

0 

Fungi.  Crenotbrlx, 

9 

0 

0 

pr. 

0 

0 

0 

0 

0 

9 

7 

0 

ANIMALS. 

Infusoria,     . 

n 

89 

8 

1 

2 

125 

1 

42 

0 

4 

22 

1 

Dlnobryon, 

8 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

Dlnobryon  oases, 

0 

0 

0 

0 

0 

124 

0 

0 

0 

0 

20 

0 

Monae,          .        •        . 

0 

1 

0 

0 

1 

pr. 

0 

1 

0 

1 

3 

1 

Peridlninro, 

U 

38 

3 

1 

1 

0 

1 

40 

0 

2 

0 

0 

Tracbelomonas,  .       . 

0 

0 

0 

pr. 

0 

1 

0 

1 

0 

1 

0 

0 

Mitcellaneoua^  ZoOglma,  . 

82 

74 

2 

0 

24 

100 

86 

68 

86 

160 

49 

72 

Total, 

60 

1 

186 

1 

0 

10 

034 

277 

461 

201 

360 

708 

110 

97 
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Chemical  Ezaminalion  of  Water  from  Ludlow  Reservoir, 

[Parts  per  100,000.] 


s 

Appkabanob. 

Kbsidub  on 

EVAPORA- 

AmioinA. 

KiTROOBK 
AS 

• 

1 

Q 

TION. 

1 

e 

£ 

9 

1 

a 
o 

^ 

3 

1 
g 

1 

• 

• 

1 

Loss  on 
Ignition. 

1 

Albuminoid. 

m 

1 

• 

2 

1 

a 

• 

3 

i 
1 

Q 

Sus- 
pended. 

1 
1 

n 

1S98.  1 

10398 

May  15 

Decided. 

Heavy, 
earthy  & 
floccui't. 

0.85 

3.00 

1.25 

.0032 

.0194 

.0148 

.0046 

.08 

.0030 

.0002 

.5256 

0.8 

10488 

Jane  6 

Distinct, 
white. 

Cons., 
white. 

0.45 

8.30 

1.05 

.0044 

.0230 

.0172 

.0058 

.18 

.0030 

.0001 

.5402 

1.3 

10604 

July  5 

Decided, 
green. 

Heavy, 
green. 

0.80 

4.85 

2.25 

.0000 

.0526 

.0348 

.0178 

.11 

.0030 

.0000 

.7008 

1.1 

10834 

Aug.l6 

Decided, 

Slight, 

0.45 

0.55 

3.95 

.0002 

.0522 

.0300 

.022 J  .13 

.0030 

.0000 

.7176 

1.3 

green. 

yellow. 

10976 

Sept.  7 

Decided, 
green. 

Cons., 
yellow. 

0.50 

4.90 

3.00 

.0004 

.0532 

.0422 

.0110 

.13 

.0030 

.0001 

.7320 

1.6 

11141 

Oct.    4 

Slight. 

Cons., 
green. 

0.30 

3.50 

1.75 

.0000 

.0384 

.0260 

.0124 

.12 

.0000 

.0000 

.4928 

1.1 

11299 

Nov.  71 

Distinct. 

Cons., 
green. 

0.28 

3.70 

1.80 

.0008 

.0344 

.0220 

.0124 

ao 

.0000 

.0001 

.5160 

1.3 

11445 

Dec.  6 

SUght. 

Slight. 

0.15 
0.47 

8.05 

1.20 

.0000 
.0011 

.0270 
.0375 

.0204 
.0259 

.0066 
.0116 

.17 
.14 

.0000 
.0019 

.0002 
.0001 

.3978 
.5779 

0.9 

Av.> 

4.11 

2.03 

1.2 

Averages  of  Analyses  of  Previous  Years, 


1876-77* 

- 

- 

- 

4.86 

- 

.0139 

.0426 

.0296 

.0130 

- 

- 

- 

- 

1887 1 

- 

- 

0.24 

8.63 

1.65 

.0030 

.0486 

- 

- 

.15 

.0019 

- 

- 

1888 

- 

- 

0.13 

2.91 

1.20 

.0019 

.0832 

T 

- 

.12 

.0047 

.0001 

- 

1889 

- 

- 

0.11 

2.42 

1.07 

.0028 

.0461 

.0237 

.0224 

.10 

.0a33 

.0002 

- 

1890 

- 

- 

0.15 

2.96 

1.54 

.0029 

.0387 

.0210 

.0177 

.10 

.0065 

.0001 

- 

1891 

- 

- 

0.31 

8.27 

1.20 

.0011 

.0225 

.0147 

.0078 

.09 

.0049 

.0001 

( 

- 

1892t 

- 

- 

0.25 

3.41 

1.41 

.0006 

.0277 

.0189 

.0088 

.13 

.0049 

.0001 1 

- 

1893§ 

- 

- 

0.47 

4.11 

2.03 

.0011 

.0375 

.0259 

.0116 

.14 

.0019 

.0001. 

.5779 

0.9 
1.0 
1.0 
1.2 


*  These  analyses  were  made  by  Prof.  William  R.  Nichols,  for  the  city  of  Springfield,  from  samples 
collected  about  once  a  week,  between  July  1, 1876,  and  Sept.  30, 1877. 

t  June  to  December.  X  January  to  September.  §  May  to  December. 

Note  to  analyses  of  1893;  Iron,  .0133.    Odor,  vegetable,  rarely  mouldy  or  unpleasant ;  on  heating 

the  odor  Is  generally  stronger. The  samples  were  collected  from  the  reservoir  at  depths  of  one  to 

six  feet  beneath  the  surface,  generally  near  the  outlet.  In  July  and  August  the  samples  were  collected 
near  the  center  of  the  reservoir. 

This  reservoir  was  empty  at  the  beginning  of  the  year  and  began  to  fill  again  on  May  9.  For  record 
of  heights  of  water  on  dates  when  samples  of  water  were  collected  for  analysis,  see  page  289. 
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Microscopical  Examination  of  Water  from  Ludlow  Reservoir. 

[I7umber  of  organisms  per  cabic  centimeter.] 


1898. 

May. 

Jane. 

July. 

Aug. 

Sept. 

Oct 

Nov. 

Dec 

Day  of  examination, 

17 

9 

7 

17 

8 

6 

10 

7 

Namberof  sample, 

10398 

10488 

10604 

10834 

10976 

11141 

11299 

11446 

PLANTS. 

Diatomacess 

489 

159 

56 

239 

466 

184 

276 

7 

Asterionella,     .... 

8 

1 

0 

0 

0 

0 

1 

0 

Cyclotella, 

0 

2 

0 

8 

76 

0 

1 

0 

Diatoma,    ..... 

0 

0 

0 

6 

0 

0 

4 

0 

Fmgilaria,         .... 

0 

6 

0 

0 

0 

1 

0 

0 

GompfaoD«ma,  .... 

0 

0 

0 

2 

1 

0 

1 

0 

Melosira, 

896 

148 

56 

104 

196 

114 

260 

0 

Kavicula, 

3 

1 

0 

0 

0 

1 

0 

0 

Synedra 

Tabellaria,        .... 

80 

2 

0 

124 

192 

68 

8 

1 

2 

0 

0 

0 

1 

0 

1 

e 

Cyanophyceas, 

0 

6 

0 

180 

6 

29 

4 

0 

Anabaena, 

0 

6 

0 

124 

6 

0 

0 

0 

Cbroococcufl,     .... 

0 

0 

0 

6 

0 

0 

0 

0 

Merismopcdla,  .... 

0 

0 

0 

0 

0 

29 

0 

0 

Microcystis,      .... 

0 

0 

0 

0 

0 

0 

4 

0 

Algree, 

142 

114 

8,926 

861 

402 

121 

89 

8 

Botrycoccns,     .... 

0 

0 

0 

64 

96 

0 

0 

0 

Chlorococcus,    .... 

0 

46 

0 

0 

0 

22 

0 

0 

Closterinra 

0 

1 

3 

0 

0 

0 

0 

0 

CoDlastrum,        .... 

0 

0 

8,840 

0 

0 

0 

0 

0 

Cosmarium,       .... 

0 

0 

0 

4 

0 

0 

0 

1 

Pandorlna 

1 

7 

0 

0 

0 

0 

0 

0 

Pediastrum,       .... 

0 

4 

8 

0 

2 

8 

2 

0 

Protococcus,     .... 

9 

0 

4 

0 

10 

0 

80 

0 

Raphidiuro 

0 

0 

2 

62 

8 

8 

0 

0 

Bcencdesmus,    .... 

92 

38 

64 

640 

240 

88 

6 

s 

Borastrum,         .... 

0 

3 

0 

0 

4 

0 

0 

0 

Btaurastmre,     .... 

82 

7 

4 

200 

40 

0 

1 

0 

Tetraspora,        .... 

0 

6 

0 

0 

0 

0 

0 

0 

Zoospores,         .... 

8 

2 

1 

1 

2 

0 

0 

0 

Fungi, 

0 

1 

4 

0 

1 

0 

21 

0 

Crenotbrlz,        .... 

0 

1 

4 

0 

1 

0 

1 

0 

Molds, 

0 

pr. 

0 

0 

0 

0 

20 

0 

ANIMALS. 

Infusoria, 

8 

26 

0 

100 

21 

6 

9 

140 

Ciliated  Infusorian,  . 

1 

0 

0 

0 

0 

0 

0 

0 

MonaM, 

5 

6 

0 

48 

0 

0 

1 

0 

Peridioiom,       .... 

1 

1 

0 

0 

1 

8 

7 

140 

Synara, 

Trachelomonas, 

1 

0 

0 

0 

0 

0 

0 

0 

0 

20 

0 

62 

20 

8 

1 

0 

Vermes, 

1 

1 

8 

0 

2 

1 

0 

s 

Anurea,     ..... 

0 

1 

0 

0 

2 

1 

0 

0 

MoDocerca,        .... 

0 

0 

3 

0 

0 

0 

0 

0 

Rotatorian  ova,         •       .       . 

1 

0 

0 

0 

0 

0 

0 

1 

Rotifer, 

0 

0 

0 

0 

0 

0 

0 

2 

Crustacea,  Cyclops, . 

0 

0 

0 

.04 

0 

0 

0 

0 

Ml9C€llaneou9t  ZoSgicea, 

0 

58 

0 

104 

60 

120 

108 

83 

Total, 

640 

866 

8,989 

1,434 

968 

461 

467 

186 

No.  34.]     EXAMINATION  OF  WATER  SUPPLIES. 


289 


SPRINGFIELD. 

Table  shotoing  Heights  of  Water  in  Ludlow  Reservoir  at  times  when  Samples  of 

Water  were  collected  for  Analysis  in  1893. 

Note.  —  Height  of  railway,  83  1  feet  above  bottom  of  reservoir. 


Datk. 

Height  of 
Water  at>ove 

Bottom 
of  Keservolr. 

Datb. 

Height  of 
Water  above 

Bottom 
of  Reservoir. 

1898. 

May  15 

June  6, 

July   5 

Aug.  10f       ••.... 

Feet. 
10.00 
11.00 
14.50 
14.65 

1898. 

DOpt.   7,          •          •          •          •          •          . 

Oct.    4,        •        •        •        •        ■        • 
Nov.  7 

Feet. 
14.50 
14.00 
14.70 
15.50 

Note  —  The  height  of  water  In  this  reservoir  In  previous  years  has  been  given  with  reference  to 
the  bottom  of  the  main  pipe  leading  to  the  city,  which  is  twenty-three  feet  below  the  rollway  and  10.1 
feet  higher  than  the  bottom  of  the  reservoir  at  the  dam. 


Chemical  Examination  of  Water  from  Chapin  Pond,  Ludlow, 

[Parts  per  100,000.] 


>: 

£ 


a 
o 

1 

6 


3 


11531 


1M93. 

Dec.  20 


Appsarakos. 


•S 

a 

H 


V.  Blight. 


a 

a 


V.  slight. 


0.01 


Rbsidub  on 
Evapora- 
tion. 


I 


c 
o 

OS! 


3 


3.20 


0.76 


Ammohia. 


Albuminoid. 

• 
• 

• 

1 

1 

i 

1 

8 

3l 

b4 

H 

Q 

00 

.0114 


.0110 


.0090 


.0020 


o 
o 


.12 


NlTROOBN 
AS 


3 


5 

•c 


.0030  .0000 


•2 
s 

D 
m 

I 

e 

s, 

M 

o 


.1863 


8 

a 

•s 


0.6 


Iron,  .0025.    Odor,  unpleasant. The  sample  was  collected  from  the  pond  fifty  feet  from  shore  and 

three  feet  beneath  the  surface. 


Algn,  Scenedesmua,  420. 


Microscopical  Examination, 


Water  Supply  of  Stockbridge — Stockbridge  Water  Company. 

Chemical  Examination  of  Water  from  Lake  Averic,  Stockbridge. 

[Parts  per  100,000.] 


• 

a 
o 

Appbasakob. 

Rksiddb  on 
Evapora- 

Ammonia. 

NlTROOBN 
AS 

• 

"2 
s 

s 

OS 

1 

e 
& 

M 

O 

1 

3 

tion. 

• 

« 

c 

1 

• 

•a 

1 

1 

a 

1 

Loss  on 
Ignition. 

1 

Albuminoid. 

m 

1 

• 
• 

r 
2 

1 

a 

• 

1 

• 

1 

Sus- 
pended. 

1 

1898. 

10421  May  20  ' 

Slight. 

Slight. 

0.08 

5.85 

1.20 

.0242 

.0134 

.0112 

.0022 

.06 

'.0120 

.00601 

.0487 

3.9 

10886  Aug.  22 

Slight. 

Slight. 

0.C6 

6.25 

1.60 

.0028 

.0192 

.0156 

.0036 

.07 

.0050.0000,  .3565 

4.1 

11364 

Nov.  21 

V.slight. 

Slight. 

0.05 
0.06 

6.35 

1.55 

.0006 
.0002 

.0170 
.0165 

.0144 
.0137 

.0026 
.0028 

|.08 
.07 

.0030 
.0067 

.0000'}.  3696 
.0020   .2670 

4.3 

Av.. 

6.15 

1.45 

4.1 

Iron,  .0069.    Odor,  of  the  first  sample,  none,  becoming  distinctly  vegetable  on  heating;  of  the  sec. 
end  and  Inst  samples,  distinctly  vegetable  and  unpleasant ;  of  the  third  sample,  faintly  vegetable.    The 

odors  of  the  last  three  samples  were  unchanged  by  heating. The  first  and  last  samples  were  collected 

from  faucets  in  the  pumping  station,  and  represent  water  from  the  lake;  the  second  sample,  directly 
from  the  lake  near  the  pumping  station. 
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Microscopical  Examination  of  Water  from  Lake  Averic^  Stockbridge. 

[N'nmber  of  organiBmB  per  cable  ceotimeter.] 


May. 


1898. 


Auff. 


Not. 


Day  of  examination, 
Namber  of  sample, 


PLANTS. 


DiatomaceaB, 

Atterionella, 
Fratfilaria,    . 
Navicula, 
Bynedru, 


AlfiTCBf  Protocoecuft 
Fungi,  Crenothrix, 


23 
10421 


25 
10S86 


1 

1 

0 
0 
0 

1 

0 

0 

pr. 

0 

4 

532 

0 

22 
11364 


in 

« 

2 
0 


0 

0 


ANIMALS. 


Infusoria, 


DinobryoD,  . 
DinobryoD  cases, 
Peridinium,  . 
Trachelomonas,  . 


Vermes,  Anarea, 


M 

0 

0 

0 

28 


21 

0 

0 

18 

8 


800 

200 

100 

0 

0 


Miacetlaneou9t  Zo5gIoBa, 


8 


TOTAIi 


681 


82 


406 


Water  Supply  of  Stoneham. 

(See  Wakefield.) 


Water  Supply  of  Stoughton, 

Description  of  Works.  —  Population  in  1890,  4,852.  The  works 
of  the  Stoughton  Water  Company,  from  which  the  town  was  for- 
merly supplied,  were  purchased  by  the  town  in  June,  1892,  and 
new  works  for  taking  water  from  another  source  were  completed  by 
the  town  in  1893. 

The  new  source  of  supply  is  a  well  located  near  Muddy  Pond 
Brook,  about  a  quarter  of  a  mile  below  Muddy  Pond  and  about  a 
mile  and  a  half  in  a  south-westerly  direction  from  the  centre  of  the 
village  of  Stoughton,  supplemented  by  water  taken  from  the  brook 
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near  the  well.  The  watershed  of  the  brook,  above  a  point  opposite 
the  well,  has  an  area,  as  measured  from  the  State  map,  of  1.83 
square  miles.  Of  this  area,  fully  one-third  contributes  to  the  supply 
of  Muddy  Pond.  This  portion  of  the  watershed  is  an  elevated  and 
generally  level  gravelly  tract,  which  contains  a  great  many  depres- 
sions from  which  there  is  no  outlet,  and  the  portion  of  the  rainfall 
which  is  not  evaporated  sinks  into  the  ground  and  reappears  in  and 
around  Muddy  Pond  in  the  form  of  springs.  The  remainder  of  the 
watershed  drains  through  Leonard  Brook  and  enters  Muddy  Pond 
Brook  a  short  distance  below  the  pond. 

The  pond  is  about  three  hundred  feet  in  diameter  and  is  surrounded 
by  swampy  land,  at  the  edge  of  which  most  of  the  springs  appear. 

The  well  is  six  feet  in  diameter  and  is  said  to  bo  thirty-nine  feet 
in  depth.  It  is  lined  with  brick  work,  the  portion  near  the  bottom 
being  laid  without  mortar.  Just  below  the  well  a  puddle  cut-off 
wall  was  constructed  across  the  valley  of  the  brook,  two  hundred 
and  forty  feet  in  length  and  forty  feet  in  depth.  The  excavation  for 
this  wall  is  said  to  have  been  through  six  feet  of  clay,  thirty  to 
thirty-two  feet  of  gravel,  and  two  to  four  feet  of  hard  pan.  On  the 
upper  side  of  the  wall,  just  above  the  hard  pan,  six  lines  of  four-inch 
tile  pipes  were  laid  to  the  collecting  well.  Between  the  well  and 
Muddy  Pond,  at  a  point  five  hundred  to  six  hundred  feet  above 
the  well,  a  dam  was  constructed  to  flow  an  area  of  34.3  acres 
to  an  elevation  about  twelve  feet  above  the  level  of  the  brook  at  the 
collecting  well.  The  pond  and  swampy  land  before  mentioned  were 
included  in  the  area  to  be  flowed.  It  was  thought  that  this  reservoir 
would  increase  the  supply  from  the  well,  but  as  it  was  found  upon 
trial  that  it  did  not,  and  the  water  was  of  such  character  t^at  it  was 
not  suitable  for  use  if  taken  directly  from  the  reservoir,  it  was 
abandoned. 

From  the  collecting  well  a  twelve-inch  cast-iron  pipe,  4,263  feet 
in  length,  conveys  the  water  to  a  pump  well  at  the  pumping  station, 
which  is  located  on  the  right  or  easterly  bank  of  the  brook,  just 
above  Central  Street.  The  pipe  is  turned  down  at  both  ends  and 
was  intended  to  act  as  a  siphon  when  the  water  in  the  collecting  well 
was  lower  than  the  pipe.  The  pump  well  is  a  water-tight  wrought 
iron  tank,  six  feet  in  diameter  and  twenty-six  feet  in  depth,  and 
from  it  water  is  pumped  to  the  town  and  to  the  open  iron  tank  for- 
merly used  in  connection  with  the  old  source  of  supply. 
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With  a  view  to  filtering  the  water  taken  from  the  brook,  a  small 
filter,  having  an  area  of  about  one  hundred  square  feet,  was  con- 
structed near  the  collecting  well.  The  filter  contains  five  feet  in 
depth  of  sand  and  gravel  of  various  degrees  of  fineness,  the  coarser 
material  being  at  the  bottom  of  the  filter  and  the  finer  at  the  top. 
Water  from  the  brook  can  be  turned  upon  the  filter  to  a  maximum 
depth  of  two  feet. 

After  it  was  found  that  the  collecting  well  would  not  furnish 
enough  water  for  the  town,  application  was  made  to  the  State  Board 
of  Health  for  advice  relative  to  taking  a  new  source  or  devising 
some  method  of  obtaining  a  larger  supply  from  the  present  plant. 
The  reply  of  the  Board  to  this  application  may  be  found  on  page  55 
of  this  volume. 


Chemical  Examination  of  Wetter  from  the  Stoughton  Water  Worhi, 

[Parts  per  100,000.] 


• 

§ 

Appbaranob. 

Uesidur  on 

1     EVAfOUA- 

Ammonia. 

NiTROOBM 

AS 

B 

s 
• 

§ 

1 

!           TIOJJ. 

• 

e 

Albuminoid. 

a 

a 

o 

O 
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1 

• 

o 

Loss  on 
Jgnltlo 

• 

o 

> 
1 

.  1 

1  c 

a  o. 

• 

c 
o 

• 
• 

a 
c 

• 

• 
« 

5 

8 

a 

• 
• 

e 

^i 

Q 

H 

CO 

u 

t- 

fih 

H 

Q 

cc 

u 

2: 

ie, 

o 

— 

t 

1803. 

1 

11547 

Dec.  25' 

v.  Blight. 

Slight. 

0.70 

4.05 

1 

1.05 

.0024 

.0116 

.0084 

.0032 

.36 

'.02("  .0001 

1        1 

.6720   0.6 

1 

IroD,  .0065.    Odor,  distinctly  vegetable. The  iiampie  was  collected  from  a  faucet  at  the  ramping 

station,  at  a  time  when  water  was  being  talicn  from  the  broolc. 

Microscopical  Examination, 

Dlatomaceie,  3ffridion,  1;  PinnulariOt  1;   St/nedra,  20.     Fangi,  CrenolhriXt  3.     MlsccllaDeoaa, 
Zodglaea.Z,    T^ul,  28. 


Water  Supply  of  Swampscott  and  Naiiant  —  Marblehead 

Water  Company. 

The  great  variation  in  the  quantities  of  chlorine,  total  residue,  and 
hardness  in  this  water,  is  due  to  the  presence  of  a  small  quantity  of 
sea  water,  at  times,  in  the  water  of  some  of  the  wells  from  which 
the  supply  of  this  company  is  drawn. 
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SWAMPSCOTT  AND   NAHANT. 

Chemical  Examination  of  Water  from  the  Wells  of  the  Marblehead  Water  Com- 
pany^ Swampscott, 

[Parts  per  100,000] 


• 

1 

Appkarakcb. 

§  1 

Ammohu. 

NlTBOOXll 

13 

? 

a   1 

A8 

a 

e& 

• 

a 

1 

teof 
CoU 

• 

1 

a 

i 

ia  1 
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i 

1 
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is 

1 

i 
35 

• 
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in 

• 

s 

• 

B 

s 

Q 

9 

1 

a 

& 

z 

< 

e 

» 

2 

s 

5 

£ 

1898 

• 

9861 

JaD. 

0 

Noue. 

None. 

0.00 

39.80 

.0000 

.0028 

11.08 

.5000 

.0000 

.0400 

12.4 

.0010 

9001 

Feb. 

8| 

None. 

None. 

0.00 

43.50 

.0000 

.0026 

1 11.00 

.4250 

.0001 

.0547 

11.6 

.0000 

10104 

Mar. 

81 

None. 

None. 

0.00 

28.90  . 

.0000 

.0006 

6.30 

.4500 

.0000 

.0252 

13.6 

.0040 

10226 

Apr. 

11 

Slight. 

V.ilight. 

0.12 

9.20 

.0002 

.0052 

1.60 

.1000 

.0000 

.2299 

3.6 

.0120 

10378 

May 

0 

None. 

Slight. 

0.03 

18.70 

.0000 

.0040 

2.98 

.2500 

.0000 

.0547 

8.1 

.0000 

10404 

June 

7 

None. 

None. 

0.00 

46.80 

.0000 

.0026 

11.60 

.4000 

.0001 

.0657 

12.4 

.0070 

10606 

July 

6 

None. 

None. 

0.00 

52.00 

.0000 

.0012 

13.24 

1 

.3500 

.0000 

.0803 

5.0 

.0000 

10767 

Aug. 

1. 

None. 

None. 

0.00 

74.80 

.0000 

.0000 

20.60 

.7500 

.0000 

.0632 

18.4 

.0100 

10997 

Sept. 

10 

None. 

None. 

0.00 

76.80 

.0000 

.0022 

19.84 

.7000 

.0000 

.0858 

17.2 

.0050 

11176 

Oct. 

0 

None. 

None. 

0.00 

70.20 

.0000 

.0012 

'20.84 

.7000 

.0000 

.0972 

80.6 

.0100 

11313 

Nov. 

8 

V.  Blight. 

V.  slight. 

0.02 

52.40 

.0000 

.0018 

'  14.61 

.0900 

.0002 

.0760 

25.4 

.0120 

11457 

Dec. 

6 

Slight. 

V.  alight. 

0.00 
0.01 

1 

44.40 

.0000 

.0022 

11.80 

.4000 

.0000 

.0234 

21.8 
14.7 

.0120 

Av.. 

46.42 

.0000 

.0022 

12.12 

.4263 

.0000 

.0747 

.0061 

Averages  of  Analyses  of  Previous  Years, 


- 

0.03 

23.88  ' 

- 

0.00 

25.16 

1 

- 

0.00 

j  26.20 

- 

0.00 

44.00 

j 

- 

0.00 

38.61 

- 

0.00 

54.94  j 

- 

0.01 

46.42 

.0032 
.0007 


.0028 
.0035 


.0006    .0033 
.0006    .0010 


.0018 
.0000 


.0010 
.0010 


.0000,  .0022 


2.94 

.5302 

- 

- 

- 

3.26 

.4477 

.0003 

- 

- 

3.80 

.4390 

.0002 

- 

- 

8.30 

.6250 

.0001 

- 

21.2 

7.73 

.9909 

.0002 

- 

18.0 

14.53 

.7437 

.0000 

- 

22.0 

12.12 

.4263 

.0000 

.0747 

14.7 

.0061 


*  June  to  December. 


t  January  to  May. 


t  October. 


Note  to  analyses  of  1893;  Odor,  of  No.  10226,  faintly  earthy;  of  No.  10378,  faintly  disagreeable» 

becoming  fainter  on  beating;  of  the  remaining  samples,  none. The  samples  were  collected  from  a 

faucet  at  the  pumping  station. 

Microscopical  Examination, 

A  very  few  organlHms  were  found  in  the  samples  collected  In  April,  May,  June,  October  and 
November.    In  the  remaining  samples  no  organisms  were  found. 
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Water  Supply  of  Taunton. 

Works  were  nearly  completed  during  the  past  year  for  taking  an 
additional  supply  of  water  for  the  city  of  Taunton  from  Elder's  and 
Assawompsett  ponds  in  Lakeville.  The  design  of  the  new  works 
was  governed  to  a  large  extent  by  a  desire  to  utilize  the  more  valu- 
able features  of  the  existing  works,  consisting  of  a  pumping  station, 
in  which  a  new  pump  had  recently  been  placed,  on  the  bank  of  the 
Taunton  River,  above  Taunton,  and  a  filter-basin  near  the  river. 
The  direct-pumping  system  is  used  in  suppl3ing  the  city. 

The  principal  features  of  the  new  works  are  a  thirty-inch  cast- 
iron  pipe  about  seven  miles  long  for  conveying  the  water  by  gravity 
from  Elder's  Pond  to  the  old  pumping  station,  and  a  new  pumping 
stiition  and  a  twenty-four-inch  cast-iron  force  main  nearly  6,000  feet 
in  length  for  lifting  and  conveying  water  from  Assawompsett  Pond 
into  Elder's  Pond. 

Elder's  Pond  has  an  area  of  145  acres,  a  maximum  depth  of  54.5 
feet,  and  a  practically  unpopulated,  sandy  watershed  of  195  acres, 
exclusive  of  the  pond.  Its  surface  is  about  eighty-six  feet  above 
high  tide  at  Taunton,  seventy-two  feet  above  the  sill  of  the  old 
pumping  station,  and  thirty-five  feet  higher  than  Assawompsett 
Pond. 

Assawompsett  Pond,  with  the  exception  of  the  Watuppa  lakes  the 
largest  body  of  fresh  water  in  the  State,  has  an  area  of  2,691  acres, 
and  is  the  lowest  of  a  chain  of  ponds  comprising  also  Long,  Great 
Quittacas  and  Elder's  Pond.  The  total  area  of  the  four  ponds  is 
5,652  acres.  The  area  of  the  watershed  above  the  outlet  of  Assa- 
wompsett Pond,  exclusive  of  the  water  surfaces  of  the  ponds,  is  39.8 
square  miles. 

The  water  of  Assawompsett  Pond  ranks  next  to  that  of  Elder's 
Pond  in  quality,  and  the  arrangement  of  the  works  by  which  this 
water  would  be  turned  into  Elder's  Pond  before  being  sent  to  the 
city  is  thought  to  insure  its  improvement,  both  by  mingling  with  the 
better  water  in  Elder's  Pond  and  by  the  opportunity  afibrded  it  for 
bleaching  while  stored  in  this  pond.  A  suggestion  with  regard  to 
the  further  improvement  of  the  water  of  Assawompsett  Pond  by 
filtering  it  through  the  natural  ground  before  it  entered  Elder's 
Pond  is  contained  in  the  advice  of  the  Board  to  the  city  of  Taunton 
relative  to  these  sources  of  additional  supply,  which  may  be  found 
in  the  annual  report  of  the  State  Board  of  Health  for  1891  (page  32). 
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Provision  has  been  made  at  the  pumping  station  for  conveying 
the  water  of  Elder's  Pond  directly  to  the  pumps,  to  the  filter-basin 
or  to  the  old  twenty-inch  force  main  leading  to  the  city.  By  means 
of  the  connection  last  mentioned  water  could  be  supplied  under  ,a 
light  pressure  to  portions  of  the  city  by  gravity  in  the  event  of  any 
accident  to  the  pumps.  A  twenty-inch  blow-off  discharging  into 
the  Taunton  River  has  also  been  provided. 

When  the  new  works  are  put  in  operation  the  use  of  the  Taunton 
River  as  a  source  of  supply  will  be  discontinued,  although  water 
may  still  be  drawn  from  the  filter-basin.  It  is  proposed,  however, 
to  retain  the  pipe  connecting  with  the  river  for  use  in  cases  of 
emergency. 


Chemical  Examination  of  Water  from  the  Filter- Basin  of  the  Taunton  Water 

Works. 

[ParU  per  100.000.] 


I 
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I 
i 

o 


9052 
10067 
10176 
10317 
10440 
10677 
10605 
10915 
11086 
11234 
11392 
11618 


Av. 


1898. 

Jan.  30 
Feb.  28 
Mar.  28 
Apr.  26 
May  23 
Jane29 
July  25 
Aag.29 
Sept.25 
Oct.  23 
Nov.  27 
Dec.  18 


Appkasanob. 


I 


g 


v.  Blight, 
v.  Blight. 
None. 
Nooe. 
V.  Blight, 
v.  alight. 
V.  Blight. 
V  Blight. 
Slight. 
V.  Blight. 
V.  Blight. 

DistlDCt. 


V.  Blight. 
V.  Blight. 
V.  Blight. 
V.  Blight. 
V.  Blight. 
V.  Blight. 
Slight. 
Slight. 
V.  alight. 
Slight. 
V.  Blight. 
V.  slight. 


0.90 
0.60 
0.60 
0.85 
1.90 
1.10 
0.60 
1. 10 
0.65 
0.60 
0.63 
0.96 


0.82 


Residue  on 
Evapora- 
tion. 


6.80 
6.00 
3.96 
6.86 
4.96 
6.20 
6.10 
6.60 
6.80 
6.00 
6.46 
6.76 


6.41 


s 
o 

©6 


1.06 
1.45 
1.20 


2.70 


1.82 


Ammonia. 


Albaminoid. 

• 

1 

p 

§ 

si 

c 

H 

Q 

00 

.0062 
.0008 
.0008 
.0000 
.0018 
.0004 
.0000 
.0004 
.0022 
.0076 
.0078 
.0032 


.0026 


.0212 
.0096 
.0002 
.0042 
.0218 
.0160 
.0160 
.0190 
.0140 
.0164 
.0146 
.0190 


.0149 


.0168 


.0164 


.0064 


,0026 


NiTBOOBN 

■ 

« 

e 

1 

g 

.57 

AS 

■ 

as 
« 

1 

• 

I 

.0120 

.0001 

.56 

.0100  .0001 

.46 

.0150 

.0000 

.56 

.01001.0000 

.46 

.0050.0000 

.49 

.0100  .0000 

.62 

.0070  .0001 

.57  , 

.0150 

.0000 

.66  I 

.0180.0000 

.66  j 

.0050 

.0002 

.68  ! 

.0200 

.0002 

.61 

.0100 

.0000 

.57 

.0114 

.0001 

m 

a 


I 

M 

O 


.8103 
.4672 
.4708 
.3248 

1.2487 
.7939 
.4662 
.9322 
.4879 
.3914 
.6761 

1.0575 


.6763 


1.7 
1.0 
0.0 
1.6 
0.6 
1.1 
1.4 
1.2 
1.7 
1.7 
1.8 
1.4 

1.4 


Averages  of  Analyses  of  Previous  Tears, 


1887* 

. 

. 

0.29 

6.66 

. 

.0017 

.0092 

.60 

.0167 

. 

1888 

. 

• 

0.47 

6.40 

• 

.0010 

.0120 

. 

. 

.53 

.0160  .0001 

. 

1889 

. 

. 

0.29 

6.12 

. 

.0012 

.0073 

• 

_ 

.57 

.0185'. 0001 

. 

1890 

. 

. 

0.33 

6.91 

- 

.0012 

.0087 

• 

. 

.57 

.0227. 0001 

. 

1891 

• 

• 

0.36 

6.26 

3.76 

.0014 

.0073 

. 

- 

.55 

.0212'. 0000 

_ 

1892 

. 

• 

0.60 

6.63 

8.88 

.0006 

.0124 

• 

• 

.68 

.0147 

.0001 

_ 

1893 

■• 

~ 

0.82 

6.41 

1.8t 

.0026 

.0149 

" 

•• 

.57 

.0114 

1 

.0001 

.6763 

1.0 
1.7 
1.5 
1.4 


*  June  to  December. 


Note  to  analyses  of  1893;  Iron,  .0278.    Odor,  dtatinctly  vegetable  and  grassy,  very  rarely  nnpleaBant. 

The  Bamplos  were  collected  from  a  faacet  ot  the  pumping  station  while  pumping.    Water  from  the 

Taunton  River  is  admitted  directly  to  the  flller-basin  whenever  the  yield  of  the  latter  is  insufflclent  for 
the  supply  of  the  city. 
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TAUNTON. 

Microscopical  ExamincUion  of  Water  from  the  Filler-Basin  of  the  Taunton  Water 

Works, 

[Number  of  organisms  per  cubic  centimeter.] 


• 

1898. 

Jan. 

Mar. 

Mar. 

Apr. 

May. 

June. 

July. 

Aug. 

Sept 

Oct. 

Not 

Dec 

Day  of  examination, 
Number  of  sample, . 

31 
0952 

1 
10057 

29 
10176 

27 
10317 

24 
10440 

80 
10577 

26 
10695 

31 
10915 

27 
11086 

24 
11234 

28 
11392 

11518 

PLANTS. 
Diatomacess,    . 

Diatoma,    .       • 
Fragilarla,         • 
Meloaira,    . 
Navicula,   . 
Synedra,    . 

OyanophycesB, 

Oscillaria,  . 
Fungrii  Crenothrix, 

4 

0 
0 
2 
2 
pr. 

0 
pr. 

8 

0 
0 
0 
2 
4 

192 

25 

2 
12 
6 
3 
3 

0 
1 

5 

0 
0 
0 
2 
3 

2 

0 

2 

0 
0 
0 
0 
2 

pr. 
8 

2 

0 
0 
0 

1 
1 

0 
10 

8 

0 
0 
0 
2 

1 

2 

60 

1 

0 
0 
0 
0 

1 

0 
48 

22 

0 

20 

0 

1 

1 

2 

12 

1 

0 
0 
0 
0 

1 

8 
28 

18 

5 
0 
7 
pr. 
1 

2 

pr. 

t 

0 
0 
0 
0 
3 

0 

7 

ANIMALS. 
Infusoria,    . 

Dinobryon  cases, 
Peridinium, 

1 

0 

1 

2 

6 

2 
4 

0 

0 
0 

0 

0 
0 

0 

0 
0 

0 

0 
0 

1 

0 

1 

0 

0 
0 

0 

0 
0 

pr. 

0 
pr. 

0 

0 
0 

Mi9cellaneou9t  Zo'dglcsa, 

5 

72 

82 

12 

0 

0 

6 

28 

5 

0 

2 

8 

Total, 

10 

272 

64 

19 

10 

12 

71 

78 

41 

33 

17 

17 

Chemical  ExaminatioJi  of  Water  from  the  Taunton  River  at  Taunton, 

[Parts  per  100,000.] 


Si 

a 

a 


a 
o 


o 
o 


9951 
10056 
10175 
10316 
10439 
10576 
10694 
10914 
11087 
11233 
11391 
11517, 


1808. 

Jan.  30 
Feb.  28 
Mar.  28 
Apr.  26 
May  23 
June  29 
July  25, 
Aug.29 
8ept.2d  I 
Oct.  23  ' 
Nov.  27 1 
Dec.  18 


Av. 


Appbabancb. 


Slight. 

Slight. 

Sllgbt. 

V.  Blight. 

Slight. 

None. 

V.  slight. 

V.  slight. 

Slight. 

Slight. 

Slight. 

Distinct. 


Blight. 

Slight. 

Slight. 

Slight. 

Cons. 

Slight. 

Slight. 

Slight. 

Slight. 

Slight. 

Slight. 

Cons. 


8 


1.20 
1.10 
1.10 
1.30 
2.50 
1.80 
1.20 
2.20 
0.90 
0.90 
1.00 
1.35 


1.3S 


Rksidub  om 

EVAPOKA.- 
TION. 


I 


6.05 
4.95 
3.55 
4.55 
4.95 
5.20 
5.05 
6.65 
5.15 
6.70 
5.55 
5.60 


6.33 


I 


2.20 
1.95 
1.80 
2.15 
2.45 
2.95 
2.00 
3.55 
1.70 
2.55 
2.05 
2.35 


2.31 


AMMOmA. 


Albuminoid. 

> 

• 

IB 

1 

1 

a  o. 

bi 

H 

Q 

00 

.0064 
.0010 
.0006 

.ooool 

.0022 
.0006' 
.00181 
.0018 
.01161 
.0212 
.0008 
.0030 


.0244.0208 
.0184  .0142 
.0172.0136 
.0212.0190 
.0290.0264 
.02841.0246 
.0268.0236 
.0348  .0318 
.02001.0176 
.0238'. 0160 
.0220  .0202 
.0294  .0262 


o 
o 


.0036  .62 
.0042 '.57 


.0043  .0246  .0212 


.0036 
.0022 
.0026 
.0038 
.0032 
.0030 
.0024 
.0078 
.0018 
.0032 


.0034 


.46 
.88 
.49 
.61 
.52 
.67 
.70 
.72 
.54 


.56 


NlTBOGBH 
AS 


8 

S 


.0090 

.0090 

.0100 

.0050 

!.0050 

.0070 

1.0070 

.0080 

1.0120 

'.0030 

1.0100 

.0080 


.0001 
.0001 
.0000 
.0001 
.0000 
.0001 
.0001 
.0001 
.0002 
.0005 
.0004 
.0001 


.0078  .0002 


1.2045;o.« 

1.6087:0.6 

1.24030.9 

.73260.8 

1. 761711. 0 

.64761.8 

.68201.8 

1. 1206^1. e 

1.8365il.l 


1.0820 


1.1 
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TAUNTON. 

Chemical  Examination  of  Water  from  the  Taunton  River  at  Taunton — Concluded. 

Averages  of  Analyses  of  Previous  Years, 


• 

a 
o 

1 

1 

Appbabakcb. 

BESIDUK  i)N 

EVAPORA- 

TIOM. 

Ammohia. 

• 

9 

a 

6 

.59 

KiTHOOBN 
A8 

• 

a 

a 
• 

1 

a 

1 

6 

1 

1 

1 

1.29 

1 

Lois  on 
Ignition. 

1 

Albuminoid. 

• 

m 

1 

• 

2 

1 

s. 

1 

1 

Sus- 
pended. 

i 

c 
i 

« 
3 

- 

1887* 

- 

6.84 

2.00 

.0030 

.0285 

- 

- 

.0097 

- 

- 

• 

- 

1888 

mm 

- 

1.51 

6.25 

2.28 

.0016 

.0294 

«» 

- 

.44 

.0086 

.0001 

- 

- 

- 

1889 

- 

- 

1.67 

4.50 

2.17 

.0015 

.0304 

.0270 

.0034 

.45 

.0085 

.0001 

- 

- 

- 

1890 

- 

- 

1.31 

5.36 

2.27 

.0016.0264 

.0225 

.0029 

.48 

.0118  .0001 

- 

1.8 

- 

1891 

- 

- 

1.12 

4.77 

1.08 

.0006.0220 

.C107 

.0023 

.47 

.0095  .0001 

- 

1.0 

- 

1892 

- 

- 

1.08 

5.27 

1 

2.20 

.0012 

.0225 

.0198 

.0027 

.54 

.0093.0001 

- 

1.1 

- 

1898 

- 

- 

1.88 

6.38 

2.31 

.0043 

.0246 

.0212 

.0034 

.56 

.0078  .0002 

1.08201.1 

1 

*  June  to  December. 

NoTB  to  analyaes  of  1893;  Iron,  .0302.    Odor,  decidedly  vegetable  and  Bweellth,  rarely  moaldy  or 

unpleaaant. The  samples  were  collected  from  the  river  opposite  the  fllter-baelD  of  the  Taunton 

Water  Works. 

Microscopical  Examination  of  Water  from  the  Taunton  River  at  Taunton, 

[Number  of  orgaoisms  per  cubic  centimeter.] 


1898. 

Jan. 

Mar. 

Mar. 

Apr. 

May. 

June. 

July. 

Aug. 

Sept. 

Oct. 

Nov. 

Dec 

Day  of  examination, 

31 

1 

29 

27 

24 

80 

26 

31 

27 

24 

28 

20 

Number  of  sample, 

9961 

10066 

10175 

10316 

10439 

10576 

10694 

10914 

11087 

11233 

11391 

11517 

PLANTS. 

Dlatomacess,    . 

t 

11 

21 

145 

7 

6 

6 

7 

t 

3 

13 

6 

Fragllaria, .       .       • 
Mflosira,    . 
Merldion,  .        .        • 
Navlcula,   .       • 
Rvnedra,    . 
Tabellaria, 

0 

1 
0 
0 

1 

pr. 

4 

1 

1 

4 

1 

pr. 

6 
1 
8 
pr. 
6 
0 

0 
4 

2 

1 
134 

4 

0 
3 
1 
0 
1 
2 

0 
0 
0 
0 
8 
3 

0 
0 
0 
1 
4 
1 

0 
0 
0 
2 
5 
0 

0 
0 
0 

1 

0 

1 

0 
0 
0 

1 

2 
0 

0 

1 

0 
0 
3 
9 

0 
0 
0 
2 

4 
0 

Funfirl*  Crenothrlx, 

4 

1 

8 

82 

84 

5 

5 

80 

t 

2 

4 

9 

ANIMALS. 

Infosoria,   . 

1 

4 

17 

0 

0 

0 

0 

1 

0 

1 

2 

0 

Dlnobryon, 
Dinobryon  cases,     . 
Perldlnlnm, 

0 
0 

1 

8 
pr. 

11 
2 
4 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 
0 

0 
0 

1 

0 
0 
0 

0 
0 

1 

0 

2 

pr. 

0 
0 
0 

MUeellaneoMt  Zobgloaa, . 

15 

5 

42 

108 

30 

24 

13 

88 

24 

10 

2 

56 

Total, 

22 

21 

83 

285 

101 

35 

24 

176 

28 

\" 

1" 

1  " 
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TATTNTON. 


Chemical  Examination  of  Water  from  Elder''s  Pond,  LakevUle. 


[Parts  per  100,000 

■] 

• 

§ 

§ 

« 

Q 

Appbabanok. 

Krsidck  om 
Evapora- 
tion. 

Amuohia. 

• 

• 
e 

i 

S 

.42 
.37 
.39 

j.39 

KiTBOOBK  ' 
AS 

• 

•a 

a 

o 

1 

c 

s 

if 

•3 

1 

t 
s 

•a 

a 

0.01 
0.02 
0.00 

0.01 

• 

1 

• 

e 

i 

Albuminoid. 

• 

1 

1 

• 

1 

• 

1 

9 

1 

i 
1 

m 

s 

• 

1 
si 

OQ 

• 

1 

as 

10186 
10581 
11520 

1S98. 

Mar.  29 
JuDe30 
Dec  18 

Slight. 
V.  Blight. 
V.  Blight. 

Slight. 

Cona. 

Blight. 

2.05 
1.75 
1.85 

1.00 
0.45 
0.75 

.0000 
.0000 
.0000 

.0000 

.0152 
.0206 
.0168 

.0175 

.0148 
.0138 
.0152 

.0146 

.0004 
.0068 
.0016 

.0029 

.0070.0000 
.0000.0000 
.0030.0000 

.0033  Annn 

.1241 
.1580 
.1498 

0.6 
0.8 
0.2 

Av. . 

1.88 

0.78 

.1440 

i 

0.3 

1 

Iron,  .0008.    Odor  of  the  first  sample,  none;  of  the  others,  vegetable. The  samples  were  col- 
lected from  the  pond  in  the  vicinity  of  the  gate  house  of  the  Taunton  Water  Works. 


Microscopical  Examination, 

The  total  nnmber  of  organisms  per  cubic  centimeter  found  in  each  of  these  samples  waa 
Jlows:  No.  1U186, 19;  No.  10581, 135;  No.  1152U,  19. 


fol. 


Chemical  Examination  of  Water  from  Assawompsett  Pond,  LakevUle, 

[Parts  per  100,000.] 


a 

a 


e 
o 

V 

w 

a 

8 
•s 

s 

« 

Q 


1898. 

101«7  Mar.  20 


105601 
11619 


Av. 


.June30 
Dec.  18 


Appbabakcb. 


o 


Distinct. 
V  Blight. 
Slight. 


a 

a 


§ 


Slight.  0.60 
V.  Blight.  0.30 
V.  slight.  0.12 


0.81 


Kki*iuuk  on 

EVAPORA- 

TIOX. 

• 

I 

Loss  on 
Ignition. 

3.10 

1.35 

3.35 

1.70 

2.55 

1.00 

3.00 

1.35 

Ammonia. 


Albiiralnold. 

i 

• 

o 

• 

> 

1 

m 

Q 

i 

.0000 
.0000 
.0006 

.0200 
.0148 
.0168 

.0172 

.0130 
.0122 
.0156 

.0136 

.0070 
.0026 
.0012 

.0002 

.0036 

i 


.47 
.44 
.55 


NlTBOQBK 
AS 


2 

c 

5: 


■c 
7. 


.49 


.0050 


.0000 


.0050.0000 


i 

a 

9 

OS 

O 

8 

• 

8 

a 

S 

£. 

1 

o 

a 

K.tQ«> 

A     ■ 

.0030 


.0043 


.0000 


.0000 


.56091  0.3 
.4131   0.3 


.4074 


0.4 


Iron,  .0060.    Odor,  distinctly  vegetable. 
Aonfaoe  and  300  to  40u  feet  from  the  Bhore. 


The  samples  were  collected  from  the  pond  near  the 


Microscopical  Examination, 

The  total  number  of  organisms  per  cubic  centimeter  found  in  each  of  these  samples  was  as  follows : 
JSo.  19187,  362,  chiefly  Dinobryon;  No.  10580,  51,  chiefly  Mthaira;  No.  11519, 105,  chiefly  AnterionfUa, 


Water  Supply  of  Uxbridge, 

The  advice  of  the  State  Board  of  Health  to  the  town  of  Uxbridge 
with  reference  to  an  additional  water  supply  which  it  was  proposed 
to  take  from  either  Seagrave  or  Cold  Spring  Brook  in  Uxbridge  or 
from  Mendon  Pond  in  Mendon,  together  with  the  opinion  of  the 
Board  as  to  the  relative  merits  of  these  sources,  can  be  found  on 
page  57  of  this  volume.  Further  reference  to  Mendon  Pond  as  a 
source  of  water  supply  for  Mendon  and  Uxbridge  can  be  found  on 
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ITXBBIBOE« 

page  39  of  this  volumey  and  on  page  46  of  the  annual  report  of  the 
Board  for  1892. 

Analyses  of  samples  of  water  from  these  sources  are  given  in  the 
following  tables. 

Chemical  Examination  of  Water  from  Cold  Spring  and  Seagrave  Brooks  ^  Uxhridge. 

[Parts  per  100,000.] 


• 

Appkaranob. 

Rksidub  oir 
Evapora- 

Ahmokia. 

NiTROGBM 

1 

tion. 

• 

1 

s 

s 

« 

a 
o 

1 

5 

2 

1 

i 

•3 

• 

i 

o 

Losaon 
Ignition. 

§ 

Albuminoid. 

• 

1 

• 

s 

e 

s 

1 
s 

pcnded. 

• 

C9 

a? 

Q 

H 

m 

o 

H 

h 

H 

Q 

00 

S 

» 

^ 

o 

a: 

1A93. 

10159  Mar.  25' 

None. 

V.  Blight. 

0.60 

2.40 

1.16 

.0002 

.0070  .0050 

.0020 

.14 

.0000 

.00001 

.4590 

0.6 

10160  Mar.  25 

None. 

Slight. 

0.68 

2.46 

0.76 

1 

.0000  .0084.. 0066 

.0018 

.16 

.0000 

.0000 

.4891 

0.1 

Iron  in  the  first  sample,  .0000;  in  the  last,  .0060.    Odor  of  the  first  sample,  distinctly  vegetable;  of 

the  last,  faintly  vegetable,  becoming  stronger  on  heating The  first  sample  was  collected  from  Cold 

Spring  Brook  at  the  point  where  it  is  crossed  by  the  Old  Doaglas  road,  between  Uxbridge  and  East 
Douglas;  the  last  sample,  from  Seagrave  Brook  at  the  point  where  it  was  proposed  to  divert  the  water, 
a  little  less  than  a  mile  above  its  Junction  with  Emerson  Brook. 

Microscopical  Examination, 

No.  10169.    DiatomacesB,  Jferidion,  2.    Miscellaneous,  ZooglceOf  26.    Total,  28. 
No.  10160.    Diatomaceee,  DkUoma,^;  Fragilariat^',  Gomphonema^^',  Jderidion,  2Q;  iravicula,1; 
Synedra,  2.    Miscellaneons,  Zodgloaa,  20.    Total,  68. 


Chemical  Examination  of  Water  from  Mendon  Pond,  Mendon. 

[Parts  per  100,000] 


B 

s 


o 

S 

n 


10468 
10676 
10664 
10665 
10928 
10929 
10930 
11095 
11251 
11404 
11539 


Av.* 


1898. 

May  30 

Jniie29 
July  14 
July  14 
Aug.30 
Aug.  30 
Aug.30 
8ept.26 
Oct.  24 
Nov.  27 
Dec.  21 


Appbaravob. 


if 

o 
H 


a 

a 


V.  slight. 

None. 

None. 

V.  slight. 

Distinct. 

Blight. 

Slight. 

Slight. 

V.  slight. 

Distinct. 

Slight. 


V.  slight. 

V.  slight. 

V.  slight. 

Slight. 

Slight. 

Slight. 

Slight. 

V.  slight. 

Slight. 

Cons. 

Cons. 


a 


0.08 
0.03 
0.03 
0.05 
0.03 
0.03 
0.03 
0.08 
0.10 
0.08 
0.05 


0.06 


RBsiuns  CM 
Evapora- 
tion. 


I 


2.70 
1.65 
2.00 
2.00 
2.20 
2.86 
2.36 
2.86 
3.06 
2.10 
2.05 


2.39 


e 


1.10 
1.05 
1.05 
0.85 
1.10 
1.80 
1.20 
1.00 
1.80 
0.85 
0.85 


1.10 


Ammonia. 


Albuminoid. 

t 

"S 

> 

ft> 

t 

o 

1 

us- 
pend 

bH 

t- 

f  ^ 

QO 

.0000 
.0000 
.0000) 
.0010 
.0000 
.0000 
.0000 
.0000 
.0008 
.0006 
.0004 


.0096 

.0134 

.01501 

.0162' 

.0114! 

.01261 

.0108 

.0110 

.0136 

.0140 

.0164 


.0003 


.0132 


.0080 
.0110 
.0126 
.0132 
.0094 
.0090 
.0090 
.0090 
.0108 
.0114 
.0134 


.0107 


.0016 

.0024 

.0024 

.0030 

.0020! 

.0036 

.0018 

.0020 

.0028 

.0026 

.0030 


.0025 


a 


.26 
.23 
.25 
.24 
.25 
.26 
.24 
.23 
.24 
.21 
.23 


.24 


NiTROGBN 
AS 


m 
o 

s 

4-) 


s 


.0000 

.0000 

.00301 

.0030' 

.00301 

.0000 

.OOOO! 

.0000' 

.0030' 

.0030 

.0000 


s 

a 
m 
a 


a 

M 

O 


.0000 
.0000 
.0000, 
.00001 

.0000; 

.00001 

.0000 

.00001 

.0000 

.0000. 

.0000 I 


.0013  .0000 


.2550 
.2093 
.1460! 
.1638 
.2528 
.2646 
.2528 
.2337 
.1710 
.2193 
.2511 


a 

I 


0.3 
0.3 
0.1 
0.1 
0.2 
0.2 
0.2 
0.8 
0.2 
0.8 
0.5 


.2189,  0.4 


*  Where  more  than  one  sample  was  collected  in  a  month  the  mean  analysis  for  that  noonth  has  been 
used  in  making  the  average. 

Iron,  .0048.    Odor,  generally  fnintly  vegetable  or  none,  rarely  mouldy  or  dlsasreeable ;  on  heating, 

the  odor  is  comewhat  stronger  and  frequently  monldy. The  samples  were  collected  from  the  pond 

within  three  feet  of  the  surface,  with  the  exception  of  Nos.  10665  and  10930,  which  were  collected  at 
depths  of  fourteen  and  one-half  and  twelve  and  one-half  feet  respectively  beneath  the  surface. 
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TJXBBIBGE. 

Microscopical  Examination  of  Water  from  Mendon  Pond,  Mendon. 

[Number  of  organisms  per  cable  centimeter.] 


• 

18»8. 

June. 

Jane. 

July. 

Jaly. 

Aug. 

Aug. 

Aog. 

Sept. 

Oct. 

Nov. 

Dec 

Day  of  examination, . 

1 

80 

15 

15 

81 

81 

81 

28 

25 

28 

2S 

Number  of  sample,    . 

10459 

10575 

10664 

10665 

10028 

10020 

10030 

11005 

11251 

11404 

11539 

PLANTS. 

DiatomsceeB, 

7 

10 

8 

6 

1 

15 

26 

71 

420 

1|990 

1,687 

Asterionella, 

Synedra,      .... 

Tabellaria,  .... 

0 

4 
8 

0 

10 

0 

0 
0 
8 

0 
0 
6 

0 
pr. 

12 
0 
8 

15 

0 

11 

56 

1 

14 

27 

18 

380 

870 

20 

1,600 

47 

10 

1,840 

Oyanophyceee, 
Merismopedla,    . 

0 

0 

0 

0 

6 

4 

10 

0 

0 

0 

0 

Al8r»t 

83 

11 

0 

8 

22 

26 

21 

194 

15 

10 

0 

Botrycoccns, 

Chlorocoecus, 

Protococcus, 

Baphldium, .... 

Staurastmm, 

0 

8 

09 

11 

pr. 

0 
0 
0 
2 
pr. 

0 
0 
0 
0 
0 

0 
0 
0 
5 
8 

12 
0 
0 
0 
1 

5 
0 
5 
14 
2 

10 
0 
0 

11 

pr. 

0 
0 
0 
192 
2 

0 
4 
10 
0 
1 

0 
0 
0 
0 

1 

0 
0 
0 
0 
0 

ANIMALS. 

Bhizopoda,  Aotinophrys,  . 

It 

0 

0 

0 

12 

4 

2 

0 

8 

1 

0 

Infusoria,     •      .      .      . 

0 

86 

40 

190 

pr. 

8 

8 

8 

0 

8 

0 

IHnobryon  eases, 

Mooas, ..... 

Peridioium,. 

0 

0 

0 

36 

0 

0 

40 

184 
0 
6 

0 

0 

pr. 

6 
^'8 

1 
0 
2 

0 

1 
2 

0 
0 
0 

8 
0 
0 

0 
0 
0 

Vermes,  Polyarthra,    . 

0 

0 

0 

0 

0 

0 

pr. 

1 

0 

0 

0 

Orustaoea,  Cyclops,    . 

0 

0 

0 

0 

0 

.03 

.04 

0 

0 

0 

.02 

JlitceltaneoM,    .... 

8 

16 

0 

20 

80 

82 

44 

82 

1 

5 

0 

A  carina,       •       •       •       . 
Zodgloea,      .       .       •       • 

0 
3 

0 
16 

0 
0 

0 
20 

0 
80 

.06 
82 

.08 
44 

0 
82 

0 

1 

0 
5 

0 
0 

Total, 

105 

73 

48 

224 

71 

00 

106 

801 

480 

2,014 

1,607 
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UXBBEDGE. 

Chemical  ExamincUion  of  Water  from  Meadow  Brook,  Mendon. 

[ParU  per  100,000.] 


J 


a 

I 

a 

o 
S 
a 


10161 


18»8. 

Biar.  25 


Appbahancb. 


a 


a 

§ 


_2 

o 


None. 


V.sllght. 


0.88 


Rksidub  on 
Evapora- 
tion. 


I 


a 


I 


2.40 


0.80 


Ammonia. 


Albuminoid. 

• 

• 

• 

^ 

t 

1 

1 

si 

h 

H 

s 

09 

0008.0102 


.0074  .0028 


.00 


KiTSOQBN 
Afl 


I 


I 


,0030 


.0001 


a 

a 

s 

o 
a 

I 

o 


i 


.3660 


0.5 


Iron,  .0000.    Odor,  decidedly  vegetable  and  grassy. The  sample  was  collected  from  the  brook, 

which  is  the  outlet  of  Mendon  Pond,  at  Robinson's  saw  mill,  about  a  mile  below  the  pond. 


Microscopical  Examination. 


Miscellaneous,  Zodglaa,  20. 


Chemical  Examination  of  Water  from  Mumford  River,  at  Uxbridge. 

[Parts  per  100,000.] 


• 

a 

1 

o 

S 

m 

a 

Appbabancb. 

Rrsidub  on 
Evapora- 
tion. 

Ammonia. 

• 

a 

i 

S 

.24 

NlTBOOBN 
AS 

• 

■53 

a 

s 
m 

1 

a 
o 

6 

«w4 

1 

1 

• 

5 

Lobs  on 
Ignition. 

• 

i 

Albuminoid. 

i 
1 

• 

^ 

sq 

• 

1 

* 

•a 

• 

•8 

d 

• 

m 

s 

a 

1 

10716 

1893. 

Aug.  2 

Slight. 

Slight 

0.45 

2.75 

1.00 

.0000 

.0172 

.0148 

.0024 

.0050 

.0001 

.2590 

1.1 

Iron,  .0350.    Odor,  distinctly  mouldy  and  disagreeable,  becoming  stronger  on  heating. The 

sample  was  collected  from  Oapron's  Pond,  a  mill  pond  on  the  Mumford  River,  in  the  village  of 
Uzbridge. 

Microscopical  Examinalion, 

Dlatomaceffi,  ir/>t7A«m<a,  1 ;  StauroneiHt  1;  Synedra,  Q&i  Tabellaria,  S*  Cyanophyceee,  i/irritmo- 
pediOt  4.  Algffi,  Comnarium,  1 ;  Raphidium,  4.  Fungi,  Crenothrlz,  8.  Infusoria,  TraehelomonaSt  1. 
Miscellaneons,  ZodgUxa,  156.    Total,  212. 


Water  Supply  of  Wakefield  and  Stonbham  —  Wakefield 

Water  Company. 

The  advice  of  the  State  Board  of  Health  to  the  Wakefield  Water 
Company,  with  reference  to  obtaining  an  additional  water  supply 
from  the  valley  of  Saugus  River  and  its  tributaries,  wnthin  the 
limits  of  the  town  of  Wakefield,  may  be  found  on  page  58  of  this 
volume. 
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■WAKEFIELD  AND  STOXEHAM. 

The  advice  of  the  Board  to  the  city  of  Lynn  with  reference  to 
taking  an  additional  supply  of  watei'  from  the  valley  of  the  Saugus 
River  and  its  tributaries,  may  be  found  on  page  25. 

CStemictU  Examination  of  Water  from  Crystal  Lake,  Wakefield. 


Averages  of  Analyses  of  Previous  Tears. 


- 

]8i7t 
18881 

IMOII 

ISM 

- 

o.m 
o.n 

1.W 

i.n 

.OOM 

-ocot 

.omg 

.0011 

.01*1 

.1.11 
..1« 

'_ 

.oiw 

.01» 
■  OlSB 

.0021 
.0081 

.oos.ll 

.SI 

.48 
4S 

.0108' .000! 

.tm 

l.B 

1.S 

r  J  ana  to  n«c«nl 
II  Tbrae  In  Oclolx 


Notl  lo  UHlfia  o 
dluirmbla;  on  beslln) 
or  flihy. TbBllnt*! 


no;  Iran.  .0108.  Odor,  ganeraUf  fslDily  TfgeUitilc.  ranly  none; 
10  odor  la  KeiEmlly  conildeHlily  ■ironior,  ind  In  lbs  April  umpli 
|g  wu  colloeted  from  tb«  popd ;  lb«  ramtlnlDS  Mimplct,  fram  fuie 


No.  34.]     EXAMINATION  OF  WATER  SUPPLIES. 


303 


WAKEFIEIiD  AND  STOXEHAM. 

Microscopical  Examination  of  Water  from  Crystal  Lahe^  Wakefield, 

[I7amber  of  organiBtna  per  enbie  centimeter.] 


1898. 


Feb. 


April. 


June. 


Aog. 


Oct. 


X/€Ce 


Dec 


Day  of  examination,     .       •       .       . 
Number  of  sample,       .... 

PLANTS. 
Diatomcusees, 

Asterlonella, 

Cyclotella 

Diutoma, 

Fragllarla, 

Meloolra, 

Bynedra,  .       .  -      . 

Tabellaria, 

CyanophyceeB,      .      .      .      . 

Anabeena, 

Anabiona  epores,     .... 

Chrobooccus 

Ctathrocyetli, 

Microcystla, 

AliTflBf 

Pandorina,       .       .       .       .       • 

Protococcus 

Scenedeemua, 

Fungrif  Orenotbriz,     .... 

ANIMALS. 
Bhizopoda,  Arcella,        •       •       . 

Infusoria, 

Dlnobryon, 

Dlnobryon  cases,     .... 

EugleoH, 

Peridlnium, 

Synura, 

Trachelomonas,       .       .       .       . 

MltcellaneouB,  ZoSgloea, 

Total, 


15 
10007 


14 
10250 


15 
10518 


19 
10864 


17 
11190 


13 
11479 


19 
11607 


0 

7 

1,199 

18 

514 

275 

0 

1 

0 

0 

64 

68 

0 

1 

44 

1 

86 

28 

0 

0 

0 

0 

12 

0 

0 

0 

84 

0 

80 

25 

0 

0 

1 

8 

80 

0 

0 

8 

1,120 

0 

0 

2 

0 

2 

0 

14 

842 

152 

0 

0 

14 

104 

11 

0 

0 

0 

14 

28 

0 

0 

0 

0 

0 

20 

0 

0 

0 

0 

0 

0 

4 

0 

0 

0 

0 

28 

0 

0 

0 

0 

0 

28 

7 

0 

0 

0 

82 

124 

0 

0 

0 

0 

4 

0 

0 

0 

0 

0 

54 

124 

0 

0 

0 

0 

24 

0 

0 

0 

0 

0 

0 

0 

5 

1 

132 

53 
47 
0 
0 
0 
0 
82 


0 
0 
0 
0 
0 


0 
0 
0 


0 

2 

0 

0 

0 

0 

0 

7 

2 

8 

83 

0 

0 

0 

0 

4 

5 

0 

0 

0 

0 

0 

8 

0 

0 

0 

0 

1 

0 

0 

0 

7 

pr. 

1 

0 

0 

0 

0 

2 

0 

0 

0 

0 

0 

0 

2 

20 

0 

52 


20 


26 


28 


16 


0 
0 
0 
0 
0 
0 


52 


86 


1,323 


282 


579 


279 


182 


Walpole. 

The  advice  of  the  State  Board  of  Health  to  the  town  of  Walpole 
with  reference  to  taking  a  water  supply  from  the  ground  near  the 
Neponset  River,  or  tributaries  thereof,  within  the  limits  of  the  town, 
may  be  found  on  page  60  of  this  volume.  Analyses  of  samples  of 
water  collected  from  tubular  test  wells  near  the  Neponset  River  are 
given  in  the  following  table. 
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"WAT-POIiE. 

Chemical  Examinalion  of  Water  from  Tubular  Test  Wells  near  tM  Neponset 

Biver,  in  Walpole, 

[Parts  per  100,000.] 


• 

Appkaranck. 

• 

Amxoxia. 

KITBOOBN 

• 

r  ft 

A 

A8 

a 

K 

• 
«4 

• 

s 

• 

a 
c 

• 

s 

1 

c 

1 

i 

6 

s  ► 

1 

1 

Alba- 
mlno 

« 

o 

i 

• 

• 

Oxygen 
Co 

s 
1 

a 

• 

1893. 

10270 

Apr.  19 

None. 

None. 

0.02 

4.00 

.0002 

.0004 

.33 

.0100 

.0000 

.0000 

0.8 

.0020 

10271 

Apr.  19  1 

None. 

Cons., 
sand. 

0.00 

6.70 

.0002 

.0004 

.36 

.1000 

.0000 

.0146 

1.1 

.0110 

Odor,  none. The  tarnplee  were  collected  from  tubular  test  wells  on  the  ea»terly  side  of  the 

Neponset  River  about  one  mile  south  of  the  village  of  Walpole.  The  first  sample  was  collected  from 
Well  No.  1,  twenty  feet  in  depth,  located  about  seventy-five  feet  from  the  Neponset  River  and  about  seven 
hundred  and  fifty  feet  down  stream  (northerly)  from  the  mouth  of  Low  Brook;  the  last  sample,  from 
Well  No.  2,  thirty  feet  in  depth,  located  abput  ninety  feet  from  the  Neponset  River  and  about  flftetn  fe«t 
northerly  from  Low  Brook. 


Microscopical  Examinalion, 

No.  10270.    No  organisms. 

No.  10271.    BiatomacesB,  Sj/nedra,  1. 


Water  Supply  of  Waltham. 

Much  trouble  has  been  caused  in  recent  years  by  the  rapid  growth 
of  certain  low  forms  of  vegetation  in  the  filter-basin  and  well  of  the 
Waltham  water  works,  and  with  a  view  to  preventing  this  growth 
the  filter-basin  and  well  were  covered  in  the  autumn  of  1893.     The 

4 

work  was  completed  before  the  November  and  December  samples 
were  collected,  and  the  improvement  in  the  quality  of  the  water  may 
be  seen  by  examining  the  tables  of  analyses  which  follow.  Reference 
is  also  made  to  the  character  of  the  well  water  in  a  reply  of  the 
State  Board  of  Health  to  the  Water  Commissioners  of  Waltham, 
which  can  be  found  on  page  61  of  this  volume.  The  distributing 
reservoir  has  not  been  covered,  so  that  the  quality  of  the  portion 
of  the  water  supply  of  the  city  which  passes  through  it  is  afiected 
as  in  the  past  by  the  abundant  growths  of  microscopic  organisms. 

The  filter-basin  before  being  covered  had  the  shape  of  a  rectangle 
with  one  corner  cut  off,  and  an  area  of  about  ten  thousand  square  feet. 
The  well,  which  is  located  in  the  centre  of  the  filter-basin,  is  forty 
feet  in  diameter  and  is  covered  with  a  dome  made  of  flat  tiles  laid  in 
Portland  cement.  The  portion  of  the  filter-basin  outside  of  the  well 
is  covered  with  a  series  of  brick  arches.  The  shape  and  size  of  the 
filter-basin  were  not  materially  changed. 
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WAIiTHAM, 

Chemical  Examination  of  Water  from  i?ie  Well  and  Filter-Basin  of  the  Waltham 

Water  Works. 

[ParU  per  100,000.] 


Date  of 

Collection. 

Appkabahob. 

• 

a  ^ 

1 

Ahmoiiia. 

• 

• 

1 

NiTROOKN 
AB 

B 

a 
« 
B 

1 

• 

a 

1 

• 

1 

^ 

i 

6 

b4 

Albu- 
minoid. 

1 
S 

• 

• 

1 

9863 

1893. 

Jan.   10 

None. 

None. 

.00 

6.95 

.0048 

.0082 

.48 

.0180 

.0000 

.0720 

3.5 

.0000 

9930 

Jan.   24 

Slight. 

Cons. 

.02 

6.85 

.0072 

.0098 

.60 

.0220 

.0001 

.0657 

3.4 

.0160 

10006 

Feb.   13 

None. 

None. 

.02 

6.30 

.0036 

.0032 

.51 

.0200 

.0000 

.0620 

3.6 

.0000 

10046 

Feb.  28 

None. 

None. 

.02 

6.95 

.0024 

.0026 

.48 

.0100 

.0000 

.0763 

3.5 

.0000 

10109 

Mar.  13 

None. 

None. 

.00 

6.25 

.0020 

.0034 

.57 

.0180 

.0003 

.0688 

3.8 

.0000 

10171 

Mar.  27 

None. 

V.  alight. 

.02 

6.65 

.0026 

.0018 

.46 

.0180 

.0001 

.0657 

3.2 

.0000 

10236 

Apr,  11 

None. 

V.  Blight. 

.00 

6.45 

.0030 

.0026 

.41 

.0250 

.0000 

.0876 

3.0 

.0030 

10323 

Apr.  26 

None. 

None. 

.00 

6.65 

.0014 

.0012 

.45 

.0180 

.0000 

.0620 

8.1 

.0000 

10391 

May   15 

None. 

None. 

.00 

6.90 

.0038 

.0016 

.47 

.0180 

.0000 

.0474 

3.0 

.0000 

10514 

June  13 

V.  Blight. 

None. 

.00 

7.20 

.0034 

.0018 

.50 

.0800 

.0000 

.0368 

3.1 

.0000 

10652 

July   12 

None. 

None. 

.00 

6.80 

.0048 

.0022 

.46 

.0120 

.0000 

.0365 

8.5 

.0025 

10805 

Aug.  15 

None. 

None. 

.00 

6.80 

.0022 

.0010 

.44 

.0200 

.0000 

.0592 

3.2 

.0000 

11020 

Sept.  13 

None. 

None. 

.00 

6.76 

.0032 

.0024 

.46 

.0200 

.0000 

.0624 

3.4 

.0000 

11161 

Oct.    10 

None. 

None. 

.03 

7.45 

.0060 

.0022 

.48 

.0070 

.0000 

.0462 

3.8 

.0050 

11331 

Nov.  U 

None. 

V.  Blight. 

.00 

7.05 

.0030 

.0010 

.48 

.0180 

.0000 

.1360 

8.4 

.0060 

11474 

Dec.  12 

None. 

None. 

.00 
.01 

6.85 

.0030 

.0008 

.48 

.0150 

.0000 

.0664 

3.5 
3.4 

.0025 

Av.* 

6.86 

.0036 

.0022 

J 

.47 

.0179 

.0000 

.0643 

.0020 

Averages  of  Analyses  of  Frevums  Tears, 


18871 

- 

- 

.00 

6.71 

.0007 

.0038 

.47 

.0250 

- 

- 

- 

1888 

- 

- 

.00 

6.70 

.0009 

.0054 

.46 

.0273 

.0003 

- 

- 

1889^ 

- 

- 

.00 

6.43 

.0006 

.0084 

.48 

.0378 

.0002 

- 

- 

1890§ 

- 

- 

.00 

- 

.0000 

.0012 

.47 

.0380 

.0002 

- 

- 

1892 

- 

- 

.00 

6.81 

.0033 

.0027 

.45 

.0162 

.0000 

- 

3.4 

1893 

- 

- 

.01 

6.86 

.0036 

.0022 

.47 

.0179 

.0000 

.0643 

3.4 

.0020 


*  Where  more  than  one  aample  waa  collected  In  a  month  the  mean  analyaia  for  that  month  haa  been 
used  in  making  the  average. 

t  June  to  December.  X  January  to  May.  §  July. 

Note  to  analyneB  of  1893;  Odor  of  No  9930  none,  becoming  dlBtinctly  aromatic  after  atanding  one 
day;  of  No.  10160,  distinctly  aromatic;  of  No.  10171,  very  faintly  vegoUble;  of  Nob.  10323  to  10652, 
InduBive,  unpleasant  or  disagreeable;  of  all  other  saraplea,  none.    The  odor  in  nearly  every  case  diB> 

appeared  on  heating. The  Bamples  were  collected  either  from  a  faucet  at  the  pumping  station  while 

pumping,  or  from  the  flUer-basin.    The  November  and  December  samples  were  collected  after  the  cover* 
Ing  of  the  Ulter-baain  had  been  completed. 
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WALTHAM. 

Microscopical  Examination  of  Water  from  the  Well  and  Filler-Basin  of  the 

Waltham  Water  Works, 

[I7amber  of  organisma  per  cable  centimoter.] 


18»S. 

• 

s 

• 

a 

• 

« 

&4 

• 

m 

< 

-5 

• 

1 

i 

a 

• 

a 
<< 

« 

1 

1 

• 

1 

Day  of  examl. 
naiiuD,  . 

11 

26 

14 

28 

14 

28 

13 

27 

16 

14 

15 

16 

14 

10 

14 

IS 

Number    of 
sample, . 

9863 

9030 

10006 

10046 

10109 

lOin  10286 

1 

10323 

10391 

10514 

10652 

10805 

11020 11161 

11331 

11474 

PLANTS. 

Diatoma- 
cesB, 

25 

2,928 

6 

16 

21 

1 

21 

23 

15 

11 

0 

0 

4 

2 

0 

0 

Apterfooella, 

Fragilarla,    . 

Molosira, 

MerldloD, 

Navicala, 

Synedra, 

Tttbellaria,    . 

20 
0 
0 
2 
1 
1 
1 

2,506 

34 

0 

0 

0 

240 

148 

0 
0 
0 
0 

1 

3 
2 

0 
0 

8 

6 
pr. 

0 
3 

7 
4 
1 
6 
pr. 

0 

1 

0 

0 

pr. 

0 
7 
7 
1 
2 
4 
pr. 

5 
0 
2 
0 
0 
16 
0 

4 
0 
9 
0 
0 
2 
0 

0 
0 
0 
0 

1 

1 

0 

0 
0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 
0 

0 
0 
8 
0 
0 
1 
0 

0 
0 
2 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 
0 

Oyanophy- 
ceeo,  Ohro- 
ococcua,     . 

0 

8 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

AlgeB,    . 

1 

pr. 

4 

pr. 

4 

pr. 

1 

0 

22 

0 

0 

1 

0 

0 

0 

0 

Pnndorioa,    . 
Bceoedesmus, 

0 

1 

0 
pr. 

0 
4 

0 
pr. 

0 
4 

0 
pr. 

0 
1 

0 
0 

21 

1 

0 

0 

0 
0 

0 

1 

0 
0 

0 
0 

0 
0 

0 
0 

ANIMALS. 

Inftisoria,  . 

0 

0 

0 

0 

1 

0 

0 

0 

234 

0 

1 

0 

0 

0 

0 

0 

Dlnobryon,  . 
DlnobryoD 

caHet,. 
Perldloiam,  . 

0 

0 
0 

0 

0 
0 

0 

0 
0 

0 

0 
0 

0 
0 

1 

0 

0 
0 

0 

0 

0 

0 

0 
0 

54 

180 
0 

0 

0 
0 

0 
0 

1 

0 

0 
0 

0 

0 
0 

0 

0 
0 

0 

0 
0 

0 

0 
0 

JflMcellaneout, 
ZoSglcea, 

1 

28 

0 

0 

1 

12 

0 

0 

6 

1 

0 

1 

0 

13 

0 

0 

Total,      . 

26 

2,964 

10 

16 

27 

18 

22 

23 

277 

12 

1 

2 

4 

15 

0 

0 
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"WA1.THAM. 

Chemical  Examination  of  Waterfront  the  Distributing  Eeservoir  of  the  WaWiam 

Water  Works. 

[Parts  per  100,000.] 


Date  of 

Collection. 

ArPBABAMOS. 

Residue  on 

Evaporation. 

Ammonia. 

4 

c 

•c 

o 
2 

NlTBOOEN 
AS 

Oxygen 

Consumed. 

• 

c 

1 

}Z5 

• 

s 
H 

a 

1 

• 

• 

s 

• 

s 

i 

• 

1 

9862 

Jan.  10 

Distinct. 

Cons. 

.02 

6.70 

.0000 

.0082 

.48 

.0100 

.0001 

.0800 

3.5 

.0000 

9929 

Jan.  24 

None. 

None. 

.00 

7.05 

.0054 

.0024 

.52 

.0180 

.0001 

.0474 

3.5 

.0020 

10005 
10047 
lOllO 

Feb.  13 
Feb.  28 
Mar.  13 

None. 
None. 
Slight. 

Cons., 

dark. 
Cons., 

dark. 
Cons. 

.00 
.03 
.03 

6.45 
6.55 
6.60 

.0026 
.0018 
.0000 

.0056 
.0032 
.0046 

.51 
.49 
.64 

.0250 
.0070 
.0200 

.0000 
.0000 
.0000 

.0803 
.0936 
.1021 

3.2 
3.1 
3.2 

.0000 
.0025 
.0020 

10172 
10237 
10322 

Mar.  27 
Apr.  11 
Apr.  26 

Decided. 
Distinct. 
Slight. 

Cons., 

dark. 
Cons., 

white. 
Cons. 

.03 
.04 
.02 

6.90 
6.70 
5.50 

.0000 
.0000 
.0002 

.0092 
.0124 
.0106 

.41 
.44 

.43 

.0100 
.0220 
.0070 

.0001 
.0000 
.0000 

• 

.1168 
.1022 
.1131 

2.9 
2.7 
2.9 

.0050 
.0025 
.0000 

10390 

May  15 

Distinct. 

Cons. 

.05 

6.65 

.0000 

.0136 

.42 

.0150 

.0000 

.1277 

2.6 

.0000 

10515 

June  13 

Slight. 

Slight. 

.08 

7.20 

.0000 

.0098 

.51 

.0150 

.0002 

.1072 

3.0 

.0000 

10651 

July  12 

Distinct, 

Slight, 

.05 

6.70 

.0012 

.0078 

.46 

.0150 

.0000 

.0730 

8.2 

.0070 

10806 

Ang.  15 

green. 
DiMtinct, 

green. 
Slight, 

.01 

6.60 

.0000 

.0044 

.44 

.0070 

.0001 

.0671 

3.0 

.0025 

11021 

Sept.  13 

green. 
Slight. 

green. 
Slight. 

.03 

6.75 

.0000 

.0066 

.48 

.0180 

.0001 

.0936 

8.4 

.0000 

11160 
11830 
11475 

Oct.  10 
Nov.  14 
Dec.  12 

Slight. 

Slight. 

Distinct, 
green. 

Cons., 

white. 
Cons., 
.  white. 
6Ught. 

.05 
.03 
.03 

6.85 
6.90 
6.70 

.0000 
.0000 
.0000 

.0078 
.0064 
.0048 

.50 
.45 
.48 

.0000 
.0110 
.0120 

.0001 
.0001 
.0001 

.1001 
.1909 
.1120 

3.5 
8.1 
3.2 

3.1 

.0020 
.0020 
.0020 

Av.*. 

.04 

6.72 

.0006 

.0074 

.47 

.0127 

.0001 

.1033 

.0019 

i"'" 

Averages  of  Analyses  of  Previous  Tears, 


1887t 

- 

- 

.00 

6.66 

.0007 

.0061 

.46 

.0197 

- 

- 

- 

1888 

- 

- 

.00 

6.45 

.0003 

.0075 

.46 

.0248 

.0003 

- 

- 

1889t 

- 

- 

.00 

6.21 

.0008 

.0078 

.47 

.0280 

.0003 

- 

- 

1890§ 

- 

- 

.00 

- 

.0000 

.0124 

.47 

.0280 

.0001 

- 

- 

189111 

- 

- 

.00 

6.25 

.0000 

.0044 

.40 

.0200 

.0000 

- 

3.0 

1892 

- 

- 

.01 

6.28 

.0006 

.0082 

.44 

.0119 

.0001 

- 

3.0 

1893 

- 

- 

.04 

6.72 

.0006 

.0074 

.47 

.0127 

.0001 

.1083 

3.1 

.0019 


*  Where  more  than  one  sample  was  collected  in  a  month  the  mean  analysis  for  that  month  has  been 
nsed  in  making  the  average. 

t  June  to  December.  t  January  to  May.  $  February.  ||  May. 

NoTB  to  analyses  of  1893;  Odor,  generally  faintly  aromatic  or  unpleasant  or  none;  on  heating,  the 
odor  is  stronger  and  occasionally  disagreeable  or  fishy. The  samples  were  collected  from  the  reser- 
voir at  the  gate-house,  with  the  exception  of  the  last  two,  which  were  collected  from  the  reservoir  at  the 
side  opposite  the  gatc-honse. 
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WALTHAM. 

Microscopical  Examination  of  Water  from  the  Distributing  Reservoir  of  the 

Waltham  Water  Works, 


[Number  of  organisms  per  cable  centimeter.] 


ll»»3. 


Jan. 


Jan. 


Feb. 


Feb. 


Mar. 


Mar. 


Apr. 


Apr. 


Day  of  examination, 
Kamber  of  sample. 


11 
9862 


26 
9929 


14 
10005 


28 
10047 


14 

10110 


28 
10172 


13 
10237 


27 
10822 


PLANTS. 

Dlatomacees,   .... 

Asterionella,  .... 
Cyclotella,  .... 
Fragilaria,         .... 

Melosira, 

Synedra, 

Tabellaria 

AlfiT^,    ••••.. 

Chlorococcns,  .    '  • 

Protococcut,  .... 

Raphldlum,  .       .       .       . 

Scenedesmus,  .       •       •       • 

Fungrl,  Crenothrlz, 


8,364 

pr. 

299 

194 

4,267 

5,996 

2,920 

0 

246 

168 

8,916 

5,360 

52 

0 

3 

7 

0 

0 

0 

0 

15 

0 

0 

0 

0 

0 

2 

0 

10 

0 

88 

pr. 

11 

18 

836 

636 

804 

0 

22 

1 

5 

0 

149 

pr. 

7 

7 

7 

0 

0 

0 

0 

2 

0 

0 

148 

0 

0 

0 

2 

0 

0 

0 

0 

0 

0 

0 

1 

pr. 

7 

5 

6 

0 

0 

0 

23 

12 

0 

0 

18,944     13,700 


9.544  , 

0  , 
0,400 
0 


9 


1 
0 
0 
8 


5.560 
0 
0 
0 

8,140 
0 


0 
0 
0 
0 


ANIMALS. 
Bhlzopoda,  Actloopbrys, 

Inftisoria, 

DInobryon,  .... 
Dlnobryon  cases,  .  .  . 
Encysted  prutozoa, . 

Monas, 

Peiidinium,  •  ,  .  . 
Uvella, 

Vermes,  Rotatorian  ova,   . 
Jflscetlaneoui,  Zo<5glcea,        •        • 


Total, 


0 

0 

0 

0 

5 

0 

pr. 

0 

5 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

pr. 

0 

0 

0 

0 

0 

0 

0 

0 

0 

pr. 


0 
pr. 


pr. 


0 

0 
0 
0 
0 
0 


0 
0 
0 
0 

1 

0 


12 


44 


3,518 


pr. 


341 


220       4,274  '     6,010 


18,954 


48 

47 
0 
0 
0 
1 
0 


18,753 


Water  Supply  of  Ware. 

The  works  for  collectiDg  water  for  this  town  were  enlarged  in  the 
latter  part  of  1893  by  sinking  twelve  tubular  wells  in  the  valley  of 
Muddy  Brook,  about  600  feet  north  of  the  large  well,  which  was 
previously  the  only  source  of  supply  for  the  town ;  and  by  con- 
structing a  well  nine  feet  in  diameter  and  six  feet  in  depth  at  the 
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WAIiTHAM. 

Microscopical  Examination  of  Water  from  the  Distributing  Eeservoir  of  the 

WaUham  Water  TFbrA:^ —  Concluded. 

[Number  of  organigmi  per  cubic  centimeter.] 


ISM. 


May. 


June. 


July. 


Aug. 


Sept 


Oct 


Not. 


Dec. 


Day  of  examination, 
Number  of  sample, 


16 

14 

15 

16 

14 

10 

14 

10300 

10515 

10651 

10806 

11021 

11160 

11330 

13,460 

231 

1,100 

5,400 

1,140 

888 

14,838 

080 
0 
0 
0 
12,480 
0 

212 
6 
0 
2 
8 
3 

020 

•"i 

0 

180 

0 

4,840 
0 
0 
0 
560 
0 

700 
0 
0 
0 

440 
0 

888 
0 
0 
0 
0 
0 

14,800 
0 
0 

12 
0 

26 

t 

1 

1 

t 

180 

4 

22 

0 
0 
0 
2 

0 
0 
0 

1 

0 
0 
0 

1 

0 
0 
0 
2 

0 

0 

180 

0 

4 

0 
0 
0 

2 

20 

0 

0 

0 

1 

0 

0 

0 

2 

0 

13 
11475 


PLANTS. 
Diatomcusees,   .      .      .      . 

Aiterionella 

Cyclotella 

Fragilaria,         .... 

Melosira, 

Synedra, 

Tabellaria,        .... 

Algee, 

Chlorococcus,  .... 

ProtoooccuB,  .... 

Raphldium,  .        .       .       • 

Scenedesmua,  .... 

Fuxifiri,  Orenothrix,      . 


4,474 

4,400 
0 
0 

4 

2 

68 


0 
0 
0 
0 


ANIMALS. 
Bhizopoda,  Actinophrys, 


Infusoria. 


Dlnobryon, 
Dlnobryon  canes, 
Encysted  protozoa, 
Monas,       .       ^ 
Peridinium, 
Uyella,       . 


Vermes,  Rotatorian  ova,    . 


8 

0 

0 

0 

0 

0 

0 

7 

333 

4 

82 

23 

181 

32 

0 

106 

0 

0 

0 

164 

80 

0 

136 

2 

0 

18 

0 

0 

7 

0 

0 

0 

0 

0 

0 

0 

1 

0 

0 

1 

0 

2 

0 

0 

2 

32 

4 

0 

0 

0 

0 

0 

0 

0 

8 

0 

0 

0 

0 

2 

0 

0 

0 

340 

104 
236 
0 
0 
0 
0 


JiUceUaneou8t  Zooglosa, 

0 

5 

70 

28 

0 

32 

4 

0 

Total, 

13,472 

571 

1,175 

5,464 

1,348 

1,107 

14,896 

4,814 

site  of  a  large  spring  located  near  the  tubular  wells.  The  tubular 
wells  are  located  within  an  area  approximately  150  feet  in  length 
and  somewhat  less  than  100  feet  in  width.  The  depth  of  the  wells 
varies  from  twenty-eight  to  thirty-nine  feet  and  averages  thirty-four 
feet.  Water  from  the  wells  and  spring  flows  by  gravity  through  a 
twelve-inch  pipe  to  the  main  well. 
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WARE. 

Chemical  Examination  of  Water  from  the  Well  of  the  Ware  Water  Works. 

[ParU  per  100,000.] 


Date  of 

Collection. 

Appbabaxob. 

Residue  on 

Evapuratlon. 

Ammonia. 

• 

c 
1 

6 

NiTBOOBM 

Aa 

Oxygen 

Consomed. 

1 

B 

■5 

a 

1 

• 

S 

•s 

i 

i 

• 

Albu- 
minoid. 

Nitrates. 

• 

5 

• 

1 

9908 

1893. 

Feb.  13 

None. 

None. 

0.0 

9.55 

.0004 

.0022 

.96 

.3500 

.0000 

.0657 

3.5 

.0000 

10817 

Aug.  16 

None. 

None. 

0.0 

12.60 

.0000 

.0008 

1.11 

1 

.6000 

.0000 

.0237 

3.9 

.0070 

Averages  of  Analys 

ts  of  Previous  Tears, 

- 

1887* 

- 

- 

0.0 

7.05 

.0001 

.0011 

0.50 

.2663 

- 

. 

- 

* 

- 

1888 

- 

- 

0.0 

7.58 

.0000 

.0011 

1.36 

.3262 

.0002 

- 

- 

- 

- 

1889t 

- 

- 

0.0 

8.14 

.0001 

.0018 

0.89 

..3111 

.0000 

- 

- 

- 

- 

1890t 

- 

- 

0.0 

- 

.0002 

.0014 

0.95 

.3400 

.0000 

- 

mm 

- 

- 

189I§ 

- 

- 

0.0 

11.70 

.0000 

.0000 

1.44 

.7000 

.0000 

- 

3.9 

- 

- 

189211 

- 

- 

0.0 

10.53 

'.0000 

.0008 

1.15 

.5666 

.0000 

- 

3.8 

- 

- 

1893 

- 

- 

0.0 

11.08 

.0002 

.0015 

1.04 

.4750 

1 

.0000 

.0447 

3.7 

.0035 

•  June  to  November. 
$  November. 


t  January  to  June.  %  February. 

II  February,  July  and  December. 


Note  to  analyses  of  1893;  Odor,  none.  ^—  The  samples  were  collected  from  a  faucet  at  the  pumping 
station  while  pumping. 

Microscopical  Examination, 

No.   9998.    No  organisms. 

No.  10817.    Miscellaneous,  Zodgicea,  1. 


Chemical  Examination  of  Water  from  the  Spring  connected  with  the  Ware  Water 

Works, 


[ 

Parts  per  100,000.] 

1 

Appxaranob. 

• 

1 

Ammonia. 

NlTBOGBN 
AS 

• 

a 

. 

• 

a 

Date  of 
Coll 

• 

8 

i 

09 

a 

Residue  oi 
Evapo 

• 

1 

hi 

Albu- 
minoid 

4 

fl 

•c 

o 
g 

Nitrates. 

• 

1 

5 

25 

Oxygen 
Cons 

i 

o 

B 

& 

*m 

1893. 

10666 

July  17 

None. 

Slight, 
sandy. 

0.0 

4.00 

.0004 

.0018 

.18 

.0450 

.0000 

1 

.0390 

1 
1 

1.8 

.0000 

Odor,  none.— The  sample  was  collected  from  the  spring,  which  has  since  been  connected  with 
the  main  well. 


Infusoria,  Ptridinium,  1. 


Microscopical  Examination, 
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watertown  and  belmont. 

Water  Supply  of  Watertown  and  Belmont  —  Watertown 

Water  Supply  Company. 

The  Watertown  Water  Supply  Company  made  extended  investi- 
gations in  1893  with  reference  to  obtaining  an  additional  supply  of 
water  from  the  ground  in  the  vicinity  of  its  pumping  station  and 
examined  other  sources.  The  company  also  made  an  application  to 
the  State  Board  of  Health  for  its  advice  relative  to  the  improvement 
of  its  supply,  and  many  of  the  analyses  given  in  the  following  tables 
were  made  during  the  investigations  of  the  Board,  but  at  the  end 
of  the  year  the  matter  was  still  under  consideration. 

The  investigations  showed  that  the  water  collected  by  the  original 
fiiter-gallery  and  by  a  system  of  tubular  wells  northwesterly  from 
the  pumping  station  was  nearly  the  same  in  character  as  during  the 
earlier  years  of  the  operation  of  the  works,  but  water  collected  from 
the  ground  in  an  easterly  direction  from  the  pumping  station  has  to 
a  greater  or  less  degree  the  usual  characteristics  of  a  water  contain- 
ing iron.  The  most  successful  results  were  obtained  from  some  six- 
inch  wells  located  about  950  feet  southeast  of  the  pumping  station, 
and  about  forty  feet  from  the  river.  A  temporary  pump  was  con- 
nected with  these  wells  in  the  summer  of  1893,  and  durinor  the 
summer  and  autumn  a  material  addition  to  the  water  supply  was 
obtained  from  this  source.  The  last  three  analyses  in  the  table  on 
page  314  are  of  samples  of  water  from  these  wellj?.  It  is  probable 
.  that  most  of  the  water  which  they  supplied  came  by  filtration  from 
the  river,  and  although  it  contained  iron  and  manganese  and  did  not 
show  the  high  degree  of  chemical  purification  which  water  attains 
when  it  filters  a  sufficient  distance  through  the  ground  under  favor- 
able circumstances,  it  was  rendered  very  nearly  pure,  bacterially, 
by  the  filtration. 

The  table  on  page  315  contains  the  analyses  of  water  from  two 
deep  tubular  wells,  one  located  near  the  pumping  station,  and  the 
other  in  the  centre  of  the  main  village  of  Watertown.  Neither  of 
these  deep  wells  furnished  any  large  quantity  of  water  nor  was  the 
quality  of  the  water  satisfactory,  and  no  part  of  the  water  supply 
of  the  town  is  now  taken  from  thera. 
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Microscopical  Examination  of  Water  from  a  Faucet  in  Waiertotvn,  supplied  from 

the  Works  of  the  Watertown  Water  Supply  Company, 

[Number  of  organisms  per  cable  centimeter.] 


ISM. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

Jane 

July. 

Ang. 

Sept, 

Oct 

Nov. 

Dee. 

Day  of  examination, 
Number  of  sample, . 

24 
9018 

24 
10040 

21 
10142 

19 
10260 

18 
10409 

14 
10518 

15 
10M3 

16 

10804 

16 
11035 

90 
11219 

28 
11865 

23 
11684 

PLANTS. 

Cyanophycees,  Rlvu- 
larla,      .       .        •       . 

Fun^rii  Crenothrlx, 

0 
0 

0 
0 

0 
0 

0 

0 

0 
0 

4 
0 

0 
0 

8 

0 

0 
91 

0 

1 

0 
0 

ANIMALS. 
.Infusoria,  Perldinium, 

0 

0 

0 

1 

0 

0 

0 

0 

0 

1 

0 

MUceUan«ou9t  Zodglma, 

0 

10 

530 

0 

0 

1 

0 

0 

56 

pr. 

0 

0 

Total, 

0 

10 

680 

1 

0 

5 

0 

8 

148 

•  * 

2 

0 

^Chemical  Examination  of  Water  from  Tubular  Test  Wells  in  the  Vicinity  of  the 
Pumping  Station  of  the  Watertown  Water  Supply  Company, 

[Parts  per  100,000.] 


• 

g 

Appkarakcb. 

• 

Ammonia. 

KiTROOBR 

• 

•o 

o 

Date  of 

CoUectl 

Kesidae  on 
ETaporatl 

• 

s 

1 

AS 

Oxygen 

Consnm 

i 

a 

1 

a 

1 

0 

at: 

6 

■3 

1 

i 

8 

1 

Alba- 
minold. 

1 

• 

1 

1 

1S98. 

0935 

Jan.   25 

None. 

None. 

0.00 

6.80 

.0000 

.0018 

.62 

.0660 

.0000 

.0292 

3.6 

.0050 

10418 

May    16 

Slight, 
milky. 

Slight, 
rusty. 

0.60 

9.10 

.0240 

.0104 

.68 

.0030 

.0003 

.2093 

8.8 

.O7«0» 

10650 

June  21 

None. 

Slight, 
earthy. 

0.25 

7.80 

.0220 

.0108 

.66 

.0000 

.0000 

.3041 

8.6 

.0100 

10619 

July    8 

Slight, 
milky. 

Slight, 
white. 

0.26 

8.30 

.0196 

.0076 

.66 

.0000 

.0000 

.2336 

4.2 '.0180 

10667 

July  17 

None. 

None. 

0.20 

8.80 

.0230 

.0084 

.66 

.0000 

.0001 

.3120 

3.0  .0820 

11237 

Oct.   23 

V.  slight. 

None. 

0.56' 

1 

8.95 

.0282 

.0162 

.68 

.0000 

.0000 

.3102 

3.0 

0110 

*  This  sample  contained  also  0.1760  part  manganese. 

Odor  of  the  first  three  samples,  none;  of  the  last  three,  mouldy  or  unpleasant;  on  heating,  the  odor 
of  the  second  sample  was  distinctly  yegetable,  and  of  the  last  two.  faintly  vegetable.— —The  first  earn* 
pie  was  collected  from  a  group  of  tubular  wells  located  a  short  distance  northwest  of  the  pumping 
station ;  the  second  and  third,  from  a  flowing  well  two  Inches  In  diameter,  located  about  one  thousand 
feet  southeasterly  from  the  pumping  station  and  about  seventy-five  feet  from  Charles  River;  the  last 
three,  from  six-Inch  tubular  wells,  located  about  nine  hundred  and  fifty  feet  southeast  of  the  pumping 
station  and  about  forty  feet  from  the  river.  Water  was  pumped  from  these  six-inch  wells  into  the  filter- 
gallery  in  the  summer  and  autumn  of  1808. 
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Microscopical  Examination. 

No.  10418.  Diatomacen,  Metosira,  8;  Tctbellaria,  2.  Fungi,  Orenothriz,  84.  Miscellaneons, 
ZodgUxa,  24.    Total,  63. 

No.  10667.    Fungi,  Orenothrix,  10.    Miecellaneons,  Zodglcea,  2.    Total,  12. 
No  organlame  were  found  in  the  remaining  samples. 

Bacterial  Examination, 

Three  samples  of  water  collected  on  June  30  from  the  two-inch  flowing  well  from  which  Nos.  10418 
and  10550  were  collected,  contained  an  ayerage  of  five  bacteria  per  cubic  centimeter,  the  highest  num. 
ber  found  being  seven  and  the  lowest  two. 

Three  samples  of  water  collected  on  July  17  from  the  slzlnch  tubular  wells  contained  an  ayerage 
'    of  four  bacteria  per  cubic  centimeter. 

These  wells  were  examined  again  on  October  28,  two  samples  being  collected,  each  of  which  con- 
tained four  bacteria  per  cubic  centimeter. 

Chemical  Examination  of  Water  from  Deep  Tubular  Wells  in  Waiertown. 

[Parts  per  100,000.] 


Date  of 

Collection. 

Appbakjlvob. 

• 

1 

s  ■ 

S 

M 

AXMOMXA. 

• 

« 
1 

S 

KiTBOOBN 
AS 

• 

1 

1 

• 

1 

n 

1 

a 

S 

1 

i 

5 

1 

Albu- 
minoid. 

a 

1 

• 

• 

a 
8 

18»8. 

1 

1 

10252* 

Apr.  11 

Decided, 
olayey. 

Heavy, 
clayey. 

0.0 

44.50 

.0020 

.0012 

1.34 

.0000 

.0000 

.0255 

17.9 

.0020 

10530 

June  19 1 

Siieht, 
clayey. 

Slight. 

0.0 

22.40 

.0018 

.0000  ; 

1.65 

.0030 

.0000 

.0100 

6.3 

.0000 

earthy. 

*  All  determinations  of  this  sample  were  made  on  the  filtered  water. 

Odor  of  the  first  sample,  faintly  earthy ;  of  the  last,  none. The  first  sample  was  collected  from 

a  tubular  well  eight  inches  in  diameter  and  about  250  feet  in  depth,  located  about  fifty  feet  south  of  the 
pumping  station  of  the  Watertown  Water  Supply  Company ;  the  last,  from  a  deep  tubular  well  located 
near  the  centre  of  the  main  village  of  Watertown  and  near  the  railroad  station.  It  is  said  that  160,000 
gallons  of  water  were  pumped  from  the  latter  well  in  the  twenty-six  houra  previous  to  the  collection 
of  the  sample. 

Microscopical  Examination, 

No  organisms. 


Water  Supply  of  Webster. 

Description  of  Works.  —  Population  in  1890,  7,031.  The  works 
are  owned  by  the  town  and  water  was  introduced  Jan.  1,  1894. 
The  town  had  been  supplied  for  many  years  previous  to  this  time 
from  works  owned  by  H.  L.  Slater,  the  source  of  supply  being 
Lake  Chaubunagungamaug.  The  new  source  of  supply  is  a  well 
twenty-five  feet  in  diameter  and  thirty  feet  in  depth,  located  on  the 
Northwesterly  side  of  the  lake,  about  200  feet  from  the  shore.  The 
wall  of  the  well  is  made  of  stone,  laid  without  mortar,  for  a  height 
of  three  feet  above  the  bottom,  and  above  this  level  also  of  stone. 


316 


STATE  BOARD   OF  HEALTH.         [Pub.  Doc. 


WEBSTEB. 

but  with  an  interior  lining  of  brick  masonry  twelve  inches  in  thick- 
ness. The  ground  about  the  well  is  two  or  three  feet  higher  than 
the  water  in  the  lake.  The  well  is  covered  by  a  conical  roof  to 
exclude  the  light.  Water  is  pumped  from  the  well  to  the  town  and 
to  an  open  iron  tank  thirty  feet  in  diameter  and  100  feet  in  height. 
Distributing  mains  are  of  cast-iron ;  service  pipes  are  of  wrought 
iron  lined  with  cement. 

The  advice  of  the  State  Board  of  Health  to  the  town  of  Webster 
with  regard  to  taking  a  water  supply  from  this  source  may  be  found 
on  page  62  of  this  volume. 

Chemical  Examination  of  Water  from  a  Tubular  Test  Well  in  Webster. 

[ParU  per  100,000.] 


• 

6 
O 

Appkaraucb. 

• 

a 
o 

Ammokia. 

KiTROOBW 

% 

s 

s 

▲8 

a 

• 

Date  of 

Colle< 

• 

9 

• 
*** 

1 

i 
a 

Besidae  on 
Evapon 

• 

Albu- 
minoid. 

4 

• 

1 

s 

Oxygen 
Consa 

• 

S 

« 
a 

1 

1 

1898. 

10618 

Jaly    7 

Slight, 
clayey. 

Cons., 
earthy. 

0.0 

5.80 

.0000 

.0000 

.28 

.0400 

.0000 

.0000 

0.8 

.0150 

Odor,  none. The  aample  waa  collected  from  a  test  well  located  about  1,700  feet  north  of  Lake 

Street  and  two  hundred  feet  from  Lake  Chaubunagungamaug,  near  where  the  large  well  waa  aobee- 
qnently  located. 

Microscopical  Examination. 

No  organisms. 


Water  Supply  of  Wellesley. 

Chemical  Examination  of  Water  from  the  Filter- Oallery  and  Well  of  the  Wellesley 

Water  Works. 

[Parts  per  100,000.] 


i 


i 

I 

& 


10633 
10634 


1898. 

July  11 

July  11 


Appbabanck. 

• 

t 

a 

5 

1 

^ 

a 

1 

I 

None. 
None. 


v.  slight, 
v.  slight. 


0.0 
0.0 


o 
o  ^ 


I 


6.70 
6.90 


AMMO'HIA. 


a 


.0000 
.0000 


.0008 
.0014 


e 


.62 
.60 


NiTBoaav 

AS 


i 
s 


.0600 
.0600 


8 


.0000 
.0000 


8 

a 

r 


.0667 
.0667 


1 

S3 


I 


2.8 
2.3 


.0060 
.0100 


Odor,  none. The  first  sample  was  collected  from  the  fllter-gallery;  the  last,  from  the  well  at 

Williams  Spring. 

Microscopical  Examination, 

No.  10633.    Miscellaneous,  ZodgUea,  1. 
No.  10634.    No  organisms. 


No.  34.]     EXAMINATION  OF  WATER  SUPPLIES.  817 
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Water  Supplt  of  Westborough. 

The  advice  of  the  State  Board  of  Health  to  the  town  of  West- 
borough,  with  reference  to  increasing  the  supply  of  filtered  water 
from  the  Lower  Sandra  Basin  by  facilitating  the  filtration  of  water 
from  the  Upper  Basin  into  it  through  the  intervening  ground  may 
be  found  on  page  63  of  this  volume. 


Water  Supplt  of  Westborough  Insane  Hospital,  West- 
borough. 

Chemical  Examination  of  Water  from  the  Tubular  Wells  al  the  Westborough 

Insane  Hospital, 

[Parti  per  100»000.] 


6 

a 


9036 
1018-2 
10444 
10078 


Av. 


a 
o 

I 

^5 


1898. 

Jan.   25 

Mar.  27 
May  24 

July  18 


APPBABAirCB. 


S 

I 


I 


Slight, 

milky. 
Distinct, 

milky. 
Slight. 

milky. 
Slight, 

milky. 


None. 
None. 
V.ellght. 
V.ellght. 


0.42 
0.80 
0.40 
0.18 


0.83 


I 


11.15 
11.16 
10.05 
11.10 


11.00 


ArnfomA. 

m 

O 

C 

i 

ii 

b* 

< 

.0848 

I 
1.0564 

.0720 

.0900 


.0768 


.0058 
.0068 
.0050 
.0050 


.0056 


I 

Si 


.42 
.41 
.37 
.40 


.40 


KlTBOGKH 
AS 


I 


.0080 
.0280 
.0000 
.0000 


.0078 


.0001 
.0001 
.0000 
.0001 


.0001 


•s 


I 

o 


3 


n 


.1181 
.0847 
.1575 
.1248 


.1200 


6.8 
6.0 
5.4 
5.8 


5.8 


.1300 
.1100 
.0675 
.0780 


.0964 


Averages  of  Analyses  of  Previous  Years, 


1887* 

- 

- 

0.03 

11.29 

.0407 

.0033 

.42 

.0080 

. 

- 

- 

1888 

- 

- 

0.06 

11.27 

.0502 

.0051 

.42 

.0045 

.0000 

- 

- 

1880t 

- 

- 

0.18 

11.41 

.0530 

.0040 

.43 

.0030 

.0000 

- 

- 

18911 

- 

- 

0.60 

11.80 

.0784 

.0100 

.48 

.0040 

.0000 

- 

6.0 

1893 

- 

- 

0.38 

11.09 

.0758 

.0058 

.40 

.0078 

.0001 

.1200 

5.8 

*  Jane  to  December. 


t  January  to  May. 


X  July,  two  aamplee. 


.0064 


NoTB  to  analyBen  of  1893;  Odor  of  the  first  sample,  none,  becoming  distinctly  vegetable  and  grassy 
on  heating;  of  the  second  sample,  ofiCensive,  disappearing  on  heating;  of  the  remaining  samples,  none. 
^^The  samples  were  collected  from  a  faucet  at  the  pumping  station  while  pumping. 

Iron  In  considerable  amount  is  characteristic  of  the  water  of  these  wells.  It  oxidizes  promptly  on 
exposure  to  the  air  and  precipitates,  causing  first  a  milky  turbidity  and  then  a  rusty  precipitate.  Some- 
what  similar  conditions  exist  in  the  water  supplies  of  Beading,  Bradford  and  other  places. 


Microscopical  Examination, 

The  organisms  found  in  these  samples  in  1893  were  chiefly  ZoSgloea,  the  greatest  number,  124,  being 
present  in  January,  and  the  smallest,  6,  In  May. 
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Wateb  Supply  of  Westfield. 


Chemical  Examination  of  Water  from  the  Storage  Reservoir  of  the  Westfield  Water 

Works^  on  Moose  Meadow  Brook,  Montgomery, 

[Parte  per  100,000.] 


• 

§ 
1 

Appsaranob. 

Kesidub  om 

EVAPORA- 
TIOH. 

AXMOKIA. 

1 

.00 

NiTBOQBH 
Afl 

§ 
s 

6 

S 

>? 
M 

O 

1 

1 

CO 

1 

• 

1 

Loss  on 
Ignition. 

i 

Albamlnold. 

• 

1 

• 

s 

5 

1 

0 

• 

1 

1 

Sus- 
pended. 

• 

1 

10942 

1898. 

Aag.31 

DisUoot. 

Slight. 

0.76 

8.00 

1.60 

.0000 

.0222 

.0174 

.0048 

.0000 

.0000  0.6083  0.8 

.0000  1.009210.8 

1 

11260 

Oct.  27 

Slight. 

Cons. 

1.20 

8.40 

1.60 

.0010 

.0220 

.0170 

.0060 

.16 

.0020 

Iron,  .0278.  Odor  of  the  first  sample,  faintly  vegetable,  becoming  stronger  on  heating;  of  the  last, 
distinctly  earthy,  becoming  vegetable  on  heating. The  samples  were  collected  from  the  reservoir. 

Microscopical  Examination, 

No.  10042.  DiatomacesB,  Asterionella,  1,920;  CtocconeUt  40;  Cdcconema,  1;  OjfcloUUa,  2;  DUMtoma^ 
64;  SynedrOtSO,  CyanophycesD,  SporffX,  Algae,  CAtorococcM,  0;  Raphi^um,\\  Staura$trum,  2. 
Fungi,  Crenothrix,  1,  Rhlsopoda,  Arcella,Z;  Dijfflugiat  2.  Infusoria,  Peridinium,  24;  Trctchelomanas^ 
8.    Vermes,  Anurea,  2;  Monocerca,  1;  Polyarihra^  1.    Miscellaneous,  Zodglcea,  84.    Total,  2,244. 

No.  11260.  DlatomacesB,  Aiterionellat  144;  NdviculOt  1;  SyMdrOt  1;  Tabellartat  128.  Algap» 
Scenede»tnu»,l;  Staurcutrum,!;  Zod$poret,l,  Fungi,  OrenotArix,  2i,  Infusoria,  7VacA«lomoita«,  &• 
Miscellaneous,  Zodglcta,  82.    Total,  338. 


Chemical  Examination  of  Water  from  the  Distributing  Reservoir  oj  the  Westfield 

Water  Works,  on  Moose  Meadow  Brook,  Montgomery, 

[Parts  per  100,000.] 


8 

0 


a 


o 


10564 
10943 
11261 


Av. 


1898. 

June24 

Aug.81 
Oct.  27 


Appbababob. 


0 


a 


Slight. 

Distinct. 

Slight. 


Slight. 
Slight. 
V.  slight. 


0.36 
0.90 
0.90 


0.72 


RESIDCB  OB 

EVAPOBA- 

TIOB. 

Akmobia. 

• 

• 

o 

.11 

KlTBOOBB 

AS 

1 

Loss  on 
Ignition. 

i 

Albuminoid. 

i 
s 

• 

s 

• 

1 

1 

• 

it 

2.76 

1.26 

.0014 

.0180 

.0164 

.0026 

1 

.0030 

.0001 

8.46 

1.86 

.0000 

.0174 

.0144 

.0030 

.18 

.0000 

.0000 

3.80 

1.66 

.0006 
.0007 

.0142 
.0166 

.0122 
.0140 

.0020 
.0026 

.28 
.16 

.0000 
.0010 

.0000 
.0000 

8.33 

1.42 

i 

a 

0 


5 


.4661 
.6488 
.0744 


.6948 


i 


o.t 

0.6 
0.6 

0.5 


Iron,  .0098.    Odor  of  the  first  sample,  distinctly  mouldy;  of  the  second,  dlsUnotly  vegetable  and 

sweetish ;  of  the  last,  faintly  vegetable. The  samples  were  collected  from  the  lower  or  distributing 

reservoir  in  Montgomery.  Water  flows  from  the  storage  to  the  distributing  reservoir,  a  distance  of  a 
little  more  than  two  miles.  In  the  open  channel  of  the  brook,  falling  more  than  400  feet  in  lu  course 
from  the  storage  reservoir.  The  lower  reservoir  has  a  drainage  area  of  two  and  one-quarter  square 
miles  In  addition  to  that  of  the  storage  reservoir. 
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Microscopical  Examination  of  Water  from  the  Distributing  Reservoir  of  the 

Westfield  Water  Works, 

[Number  of  organisms  per  cubic  centimeter.] 


1908. 


June. 


September. 


October. 


Day  of  examination,         ... 
Number  of  samploi  .... 

PLANTS. 
Diatomaceeo,      .... 

A^terionella,        .       •       •       • 

Diutoma 

EpUbemia, 

Navicola. 

Plnnolaria,  .       .        •       .       • 

Synedra, 

Tabellaria 

Alff8B, 

Arlhrodesraus,  .... 
Chlorococcus,  .... 
Protoeuccas,  .... 
Btauraelrum,  .... 
Zoospores, 

Fungrit  Crenotbrix,        .       .       • 

ANIMALS. 
Infusoria 

Dinobryon  cases,  •  .  . 
Perldinlum, .  .... 
Trachelomonas,  .... 

MUcelianeouf,  Zooglcea, 

Total, 


27 
10504 


2 
10943 


28 
11201 


182 

82 
8 
2 

pr. 

14 

128 


0 
0 
0 
0 
2 


20 


19 

6 

14 

0 


9 

6 

0 
0 
2 
1 
1 
0 


19 

2 
7 
10 
0 
0 


64 


0 
2 
0 


0 
0 
1 
2 
1 
0 
1 


8 

0 

1 

0 
2 
0 


112 


0 
0 
1 


18 


64 


241 


168 


121 
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Chemical  ExamiruUion  of  Water  from  a  Faucet  in  Westfteld,  supplied  from  ike 

Westfield  Water  Works. 

[Parte  per  100,000.] 


a 

a 
9i 


a 

9 


OS 

a 


10041 
10834 
11561 


Av. 


Feb.  -* 
Apr.  20 
Dec.  20 


APPBAmAKCB. 


I 


e 
i 


a 


V.  alight. 
V.  slight. 
V.  Blight. 


V.  slight. 

Slight. 

Blight. 


0.50 
0.35 
0.40 


0.42 


Residub  oh 

EVAPORA- 
TIOH. 


I 


c 
o 


§■ 


2.76 
1.85 
2.65 


2.42 


0.75 
1.00 
0.90 


0.88 


AMMOinA. 


Albaminoid. 

• 

■ 

•2 

• 

1 

1 

si 

fB. 

H 

Q 

00 

.0014 
.0000 
.0000 


.0005 


.0120  .0084 
.0114.0076 


.0036 
.0038 


0082  .0072  .0010 


.0105.0077.0028 


e 
.2 


.12 
.08 
.18 


.11 


NmooBK 

A8 


s 


.0090.0000 

!   I 

.0050.0001 

I 
.0300.0000 


« 

8 

s 
« 
c 
o 
O 


O 


I 

a 


.0147  .0000 


.4437 
.3723 
.3927 


.4029 


0.9 
0.2 
1.4 


0.8 


*  Received  in  laboratory  February  25. 
Iron,  .0088.    Odor,  faintly  vegetable. The  samples  were  collected  from  a  faucet  in  the  town. 

Microscopical  Examination  of  Water  from  a  Faucet  in  Westfield,  supplied  from 

the  Westfield  Water  Works. 

[Number  of  organisms  per  cubic  centimeter.] 


1898. 


February. 


Day  of  examination, .       .       .       . 
Number  of  sample,    •       .       •       . 

PLANTS. 
Diatomaceeo,      .      .      .      . 

Asterionella,       .       .       .       . 

Oyclotella, 

Diatoma, 

Bpithemia,  .       .       .       •       . 

Meridion, 

Navicula, 

Nitzscbia, 

Synedra, 

Tabellaria, 

AlgreB,  ZoSsporea,  .       .       .       . 

ANiaiALS 
Infusoria 

Dinobryon  cases,        .       .       • 
Peridinium, 

Mlteellaneous,  ZoSgloea,  . 

Total, 


28 
10041 


IS 

1 

8 
2 
0 
2 


14 

0 
14 


119 


May. 


2 
10334 


17 


pr. 

^'i 

4 
2 
0 
1 
6 

18 


44 

4 

40 


84 


1894. 


January. 


1 

115«1 


1 
0 
0 
1 

pr. 

2 

pr. 


0 
1 
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WBST  SFBINGFTEIiB. 

Watbb  Supply  of  West  Springfield. 

The  town  of  West  Springfield  extended  its  works  in  1 893  with  a 
view  to  supplying  water  to  the  village  of  Mittineague,  which  is  sit- 
uated at  too  great  an  elevation  to  be  supplied  with  water  from  the 
existing  works.  The  new  source  of  supply  is  a  well  twenty-five 
feet  in  diameter  and  fourteen  feet  deep,  located  at  the  Craig  Spring, 
a  short  distance  below  the  storage  reservoir.  The  well  is  supplied 
in  part  by  the  numerous  springs  in  its  vicinity,  the  water  of  which 
is  collected  by  means  of  small  pipes  into  a  main  pipe  which  carries 
it  to  a  settling  well  and  thence  to  the  main  well.  Water  is  pumped 
from  this  well  by  means  of  a  windmill  to  a  tank  at  Mittineague. 
The  advice  of  the  State  Board  of  Health  to  the  town  of  West 
Springfield  relative  to  an  additional  water  supply  for  the  town  may 
be  found  on  page  fi5. 


Chemical  Examination  of  Waier  from  Various  Sources,  coUecUd  during  an 
Investigaiion  for  an  Addiiional  Water  Supply  for  West  Springfield, 

[PWU  per  100.000.] 


• 

e 

a 
1 

1 

Appbabavcb. 

Residcb  ov 
Etapora- 

TIOV. 

1               AXMOVIA. 

8         Chlorine.                   1 

KlTBOOEV 

Afl 

• 

1 

• 

1 

e 
I 

• 

I 

1 

1 

1 

Loaton 
Ignition. 

1 

1 

Albamlnoid. 

• 

I 
t 

• 

1 

1 

95 

mm 

• 

1 

a 

1 

n 

1  IMS. 
10403  May  10 

V.tllgbt. 

Slight. 

0.12 

5.60 

1.30 

.0002  .0114 

.0100 

1 
.0014 

.0120  .0000 

1 

.2518 

3.2 

10400  May  16 

1 

None. 

None. 

0.00 

5.80 

— 

.0000.0006 

1          1 

- 

" 

.18 

.0880.0000 

.0328 

8.6 

10401  May  16 

10402  May  16 

,V.  alight. 
V.aUght. 

Cone., 

MUld. 

V.aUght. 

0.04 
0.04 

3.46 
1.10 

0.80 
1.00 

.0000.0024 

.0000.0040 

1 

.0018 
.0082 

.0006| 
.0008 

.21 
.11 

.0800.0000 
.0000.0000 

.0766 
.0040 

1.8 
5.7 

10404  May  16 

V.  slight. 

SUght. 

0.30 :  4.00 

1.55 

.0000  .0006  .0078 

.0018 

.10 

.0070  .0001 

1 

.3759 

1.8 

10443  May  23 

V.aUght. 

SUght. 
dark. 

O.OO'I  5.10 

1 

f 
1.0000 

.0024     - 

- 

.30 

.1800.0000 

.0600 

1.5 

Iron,  .0041.     Odor  of  the  first  and  fonrth  aamples,  diatioctly  yegeUble  and  grasay.  beeomlDg 
faintly  Tegetable  on  heating;   of  the  second  and  third,  none;   of  the  last  two,  Tery  faintly  veget*. 

hie. The  firat  aample  waa  coUeeted  from  Bear  Hole  Brook,  in  the  northwesterly  part  of  West 

Springfield,  n^r  the  Massasoit  Spring,  and  about  two  miles  below  the  outlet  of  Ashley  Pond;  the 
second,  from  the  Massasoit  Spring;  the  third,  from  Leonard  Brook  in  Agawam,  about  half  a  mUe  abore 
iU  month.  This  brook  is  a  very  small  trlbnUry  of  the  Westfleld  River,  and  entera  it  from  the  south 
ftt  the  first  bridge  above  iu  month.  The  fourth  sample  waa  collected  from  Lathrop  Brook  in  West 
Springfield,  a  small  tributary  of  Block  Brook,  entering  it  about  a  mile  and  a  half  from  iU  mouth; 
the  fifth  sample  from  Hyde  Brook  in  West  Springfield,  at  the  point  where  it  Is  crossed  by  a  road  leading 
from  Mittineague  to  Prowpect  Bill;  and  the  last  sample  from  the  Craig  Spring,  which  la  now  used  to 
supply  the  village  of  Mittineague. 
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WEST  SPRINGFIELD. 

Microscopical  Examination  of  Water  from  Various  Sources  colkcled  during  cm 
Investigation  for  an  Additional  Water  Supply  for  West  Springfield, 

[Namber  of  organisms  per  cubic  centimeter.] 


1898. 


May. 


Maj. 


May. 


May. 


May. 


May. 


Day  of  examination,        .       .       . 
Number  of  sample 

PLANTS. 

Diatomaceeo 

Asterionella,  .  •  •  • 
Cocconema,        .       .       .       • 

Cyclotella, 

Cymbella,  .  .  •  .  . 
Dlatoma,     •       •       •       •       • 

Fragilaria 

Melosira, 

MeridioD, 

Navicula,  •  •  •  •  • 
Btauroneis, .  •  •  •  • 
Synedra,  •  •  .  •  • 
Tabellaria, 

AlgrSBi  Staarastmm,      •       • 

Funeri 

Crenotbriz 

Molds 

Mitcellaneoust  ZoQgloea, . 

Total 


18 
10403 


18 
10400 


18 
10401 


18 
10402 


18 
10404 


25 
1044S 


84 

2 

12 

8 

s 

2 

0 

0 

0 

0 

0 

0 

0 

0 

0 

1 

0 

0 

0 

0 

2 

0 

0 

0 

pr. 

0 

0 

1 

1 

1 

1 

0 

0 

0 

0 

0 

1 

0 

0 

1 

8 

0 

2 

0 

1 

0 

0 

8 

pr. 

1 

0 

0 

0 

0 

0 

18 

1 

8 

2 

1 

4 

0 

0 

0 

0 

0 

0 

0 

3 

pr. 

1 

0 

9 

0 

1 

1 

0 

0 

0 

0 

0 

0 

0 

0 

1 

t1 

o 

3 
0 
0 
14 
0 
0 
0 
2 
2 
0 
0 


0 
0 


48 


28 


16 


80 


09 


10 


84 


8T 


Wateb  Supply  op  Weymouth. 

Chemical  Examination  of  Water  from  Faucets  in  Weymouth^  supplied  from  the 

Weymouth  Water  Works. 

[Parts  per  100,000.] 


s, 


1 

a 


10147 
10546 
11077 
11526 

Av. 


t89S. 

Mar.  21 

Jane  21 
8ept.21 
Deo.  10 


AFFBAftASfOB. 


^ 

^ 


I 


o 

a 


None, 
y.  slight. 
V.  slight, 
y.  slight. 


y.  slight. 

Cons., 

dark. 
y.sUght. 

Slight. 


0.00 
1.10 
0.60 
0.55 

0.76 


KssinuK  OH 

EVAPOBA- 
TION. 


4.15 
3.00 
8.70 
3.70 

3.86 


I 

Be 


s 


1.45 
1.90 
1.65 
1.65 

1.66 


AmfOMIA. 


Albuminoid 

• 

1 

■i 

i 

1 

1 

d 

h 

Q 

CO 

.0000 
.0002 
.0006 
.0004 

.0008 


.0146 
.0194 
.0154 
.0158 

.0163 


.0128 
.0160 
.0132 
.0134 

.0139 


.0018 
.0034 
.0022 
.0024 

.0025 


I 

o 


.60 
.52 
.60 
.57 

.57 


KiTBOOBH 
AS 


I 


i 

5 


.0030 
.0000 
.0000 
.0000 

.0008 


.0001 
.0000 
.0000 

.0000 

.0000 


s 

a 

a 

I 


i 


.7452 
.7930 
.5980 
.0010 

.6847 


0.8 
0.8 
0.6 
0.8 

0.6 
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WEYMOUTH. 

Chemical  Examination  of  Water  from  Faucets  in  WeymotUht  etc, —  Concluded. 

Averages  of  Analyses  of  Previous  Years, 

[Parte  per  100,000.] 


I 


a 

i 

a 

o 


1887* 

18881 

1880t 

1892 

1893 


Appsabjuiob. 


I? 

S3 


s 


I 


0.93 
0.88 
1.40 
0.94 
0.76 


RBSIDUB  OH 

EVAPOSA- 

TIOV. 

• 

o 

s 

. 

§1 

3 

8- 

H 

3 

4.08 

1.76 

4.16 

1.94 

8.82 

1.86 

8.86 

1.66 

AmfONXA. 


Albuminoid. 

. 

t 

• 

1 

3 

o 

1 

^1 

d  Pi 

On 

H 

a 

00 

.0007 
.0020 
.0000 
.0000 
.0003 


.0219 
.0225 
.0230 
.0173 
.0163 


.0220 
.0156 
.0139 


.0010 
.0017 
.0025 


J3 


.47 
.48 

.61 
.67 


NiTROOBH 


i 


I 


.0080 
.0074 
.0040 
.0077 
.0008 


.0000 
.0000 
.0000 
.0000 


-2 

a 

m 

I 

I 


s 


.6847 


0.4 
0.5 


*  June  to  December.  f  January  to  May.  X  July. 

NoTB  to  analyses  of  1893;  Iron,  .0182.  Odor  of  the  first  sample,  distinctly  vegetable;  of  the  second 
and  last  samples,  faintly  vegetable;  of  the  third  sample,  none. —— The  samples  were  collected  from 
faucets  in  the  town. 

Microscopical  Examination, 

Very  few  organisms  were  found  in  any  of  these  samples. 

Water  Supply  op  Whitman. 

The  advice  of  the  State  Board  of  Health  to  the  town  of  Whitman, 
with  reference  to  taking  an  additional  supply  of  water  for  that  town 
from  ponds  in  Pembroke,  Hanson  and  neighboring  towns,  may  be 
found  on  page  67  of  this  volume. 

For  analyses  of  samples  of  water  from  the  various  ponds  men- 
tioned in  the  reply  of  the  Board,  see  Abingtoriy  Hanson  and  Pem- 
broke, Analyses  of  samples  of  water  from  the  present  sources  of 
supply  are  given  below. 

Chemical  Examination  of  Water  from  the  Filler- Oallery  of  the  Whitman 

Water  Works, 

[Parts  per  100,000.] 


I 


10178 
10566 
U057 


Av. 


I 

s 

o 

S 

ft 


1898. 
Mar.  28 
Jnne  27 
Sept.  20 


Appkaramcb. 


I 


i 


V.  slight. 

Distinct. 

Distinct, 

milky. 


Slight. 
Slight. 
SUght. 


a 


0.25 
1. 10 
0.18 


0.51 


4 

«  m 
a  >• 


8.50 
6.70 
6.90 


5.70 


Ammonia. 


S 

o 


.0022  .0068 
.0032  .0322 
.0028  .0238 


.0027 


.0200 


4 


.60 
.88 
.09 


.81 


NITBOOXN 

AS 

• 

1 

i 

s 

.0150 

.0000 

.0000 

.0000 

.0050 

.0001 

.0067 


.0000 


•8 

a 

a 

1^ 


.8175 
.8216 
.5248 


.5546 


3 


1.8 
1.0 
2.2 


1.8 


.0260 
.0225 
.0720 


.0402 
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-WHITMAN, 

Chemical  Examinalion  of  W(Uer  from  the  FiUer-OaUery  of  the  Whitman  Water 

Works  ^  Concluded. 

Averages  of  Analyses  of  Previous  Years. 

[Parts  per  100,000.] 


§ 

Appeabamck. 

• 

Ammonia. 

Nitrogen 

• 

-^  — — 

Of 

CoUecti 

aeon 
vaporatl 

6 

A8 

i 

• 

1 

t 

1 

• 

1 

• 

8 

• 

5 

5 

s 

J 

i 

SfiM 

'5 

1 

s'i 

£ 

£ 

s 

S 

•s 

• 

s 

3 

S 

a 
H 

£ 

6 

S 

< 

e 

2 

g 

5 

s 

a 

1887* 

0.85 

7.26 

.0142 

.0267 

.76 

.0195 

_ 

• 

18881 

. 

. 

0.23 

5.87 

.0123 

.0102 

.71 

.0203 

.0006 

. 

. 

— 

• 

1889 

• 

-. 

0.30 

4.66 

.0095 

.0155 

.68 

.0148 

.0004 

• 

• 

. 

. 

1890 

• 

. 

0.26 

5.82 

.0043 

.0142 

.78 

.0177 

.0001 

• 

2.1 

— 

• 

1801 

. 

• 

0.45 

5.64 

.0067 

.0184 

.68 

.0187 

.0001 

• 

1.9 

. 

" 

1803 

• 

~ 

0.51 

5.70 

.0027 

.0209 

.81 

.0067 

.0000 

.5546 

1.8 

.0402 

*  Augiiat  and  October. 


t  July  to  December. 


Note  to  analyses  of  1893;  Odor  of  the  first  two  samples,  vegetable;  of  the  last,  none. The 

samples  were  collected  from  the  filter-gallery. 


Microscopical  Examination  of  Water  from  the  Filter-Oallery  of  the  Whitman 

Water  Works, 


[Number  of  organisms  per  cubic  centimeter.] 

1S98. 

March. 

Jane. 

September. 

Day  of  examination, 

SO 

27 

21 

Number  of  sample, 

10178 

10566 

11057 

PLANTS. 
Diatomaceo, 

4 

0 

2 

Synedra, 

Tabellaria, 

4 
0 

0 
0 

0 
2 

AlgeSt  Protoooccos,        • 

0 

4 

0 

ANI&£ALS. 
Rhizopoda, 

0 

3 

1 

Actinophrys, 

Difflugia, 

0 
0 

8 
0 

0 

1 

Infusoria. 

41 

1 

24 

Dinobryon  cases, 

Peridinium, 

Traehelomonas, 

0 

41 

0 

0 
0 

1 

12 
11 

1 

Vermes, 

0 

2 

0 

Anurea, 

Rotifer  cases, 

0 
0 

1 
1 

0 
0 

MitcellaneouM,  ZoiSgloea 

10 

0 

0 

Total, 

65 

10 

27 
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WHITMAN, 

Chemical  Examinaiion  of  Water  Jrom  HobarVs  Pond,  Whitman, 

[Parts  per  100,000.] 


i 
i 


o 
« 


10177 
10566 
11056 


Av. 


1808. 

Mar.  28 

June27 
Sept.20 


APPBAaAKCB. 


I 


6 


Slight. 

DiBtinot, 
green. 
Slight. 


Slight. 
Slight. 
SUght. 


0.50 
1.10 
0.40 


0.67 


RB8IDDB  ON 
EVAPOHA- 

TION. 

1 

Ignition. 

3.75 

1.15 

6.85 

2.50 

0.25 

2.80 

5.62 

2.15 

AmioiriA. 


Albuminoid. 

i 

• 

1 

1 

•o 

a 

h 

H 

a 

00 

.0008.0174.0146.0028 
OOlo'. 0392! .0380  .0062 


.0008'.  0862' .0340 


.0000.0309.0272 


.0022 


.0037 


NiTBOOBN 

• 

9 

a 
r 

A8 

• 

1 

• 

1 

i 

.61 

6 

1 

.0180 

.0000 

.82 

.0000.0000 

.08 

.0000 

.0000 

.80 

.0060 

.0000 

•a 

§ 

0 

s 


e 
& 

O 


i 


S3 


.4745 
.8176 
.6396 


.6439 


1.1 

1.8 
1.9 

1.6 


Averages  of  Analyses  of  Previous  Years. 


1887* 

- 

- 

1.43 

7.37 

2.48 

.0127 

.0600 

- 

- 

.80 

1888 

- 

- 

1.02 

6.01 

2.20 

.0051 

.0407 

- 

- 

.70 

1889 

- 

- 

0.89 

5.11 

1.80 

.0037 

.0392 

.0327 

.0065 

.71 

1800 

- 

- 

0.57 

6.11 

2.54 

.0027 

.0319 

.0257 

.0062 

.69 

1891 

- 

- 

0.64 

5.34 

2.02 

.0012 

.0834 

.0273 

.0061 

.68 

1893 

- 

- 

0.67 

5.62 

2.15 

.0009 

1 

.0309 

.0272 

.0037 

.80 

.0063 
.0133 
.0089 
.0186 
.0112 
.0060 


.0002 
.0002 
.0002 
.0001 
.0000 


.6439 


2.0 
1.6 
1.0 


*  June,  July,  October  and  Decemher. 

NoTB  to  analytea  of  1803 ;  Iron,  .0188.    Odor,  vegetable,  becoming  unpleasant  in  the  first  two  samples 
on  heating. The  samples  were  collected  from  the  pond  near  the  outlet. 

Microscopical  Examination  of  Water  from  HobarVs  Pond,  Whitman, 

[Number  of  organisms  per  coble  centimeter.] 


189«. 


March. 


June. 


September. 


Day  of  examination, .       .       .       . 
Number  of  sample,    .       .       .       • 

PLANTS. 
Dlatomaceeo,      .      .      .      . 

Diatoma, 

Meloeira, 

kleridion, 

Bynedra, 

Tabeilaria, 

Algeo, 

Chlorococcas,  .  .  .  • 
ProtococcuB,  .  •  .  . 
Stanrastrnm,       •       .       .       . 

Fungri*  Crenothrix, 


29 
10177 


29 

8 

0 

3 

14 

4 

11 

11 
0 
0 


27 
10565 


12 

0 
8 
0 
8 
1 

8 

0 
0 
8 

8 


21 
11056 


0 

0 
0 
0 
0 
0 

44 

1 

43 

0 
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WHITMAN, 

Microscopical  Examination  of  Water  from  HoharVs  Pond —  Concluded. 

[Number  of  organisms  per  cubic  centimeter.] 


March. 


1898. 


June. 


September. 


ANIMALS. 
Rhizopoda, 

Actinophrys,       •       .       .        . 
Difflugia 

Infusoria*     •      .      .      .      . 

Dinobryon  cases,        .       . 
Peridlnlum,         .       .       .       • 
Trachelomonas,  .       .        .       . 

Vermes, 

Anurea,        •       •       •       .       . 
BoUfer  cases,      •       .       .       . 

Mi9cellaneou9t  ZoQglosa, . 

Total, 


0 
0 


1 

84 
1 


0 
0 


32 

82 
0 


20 

11 
8 
1 


14 

7 
7 


S 

0 
8 


8 

2 
1 
0 


0 
0 


12 


58 


140 


60 


Wateb  Supplt  of  Winchester. 

Chemical  Examination  of  Water  Jrom  the  North  Reservoir  of  the  Winchester 

Water  Works. 

[ParU  per  100,000.] 


I 

I 


0851 
10080 
10361 
10022 
10980 
11293 


Av. 


1898. 

Jan.  4 

Mar.  6 
May  8 

July  10 
Sept.  7 
Nov.  6 


APPBAmANCB. 


Slight. 

None. 

Distinct. 

Slight. 

Distinct, 
green. 
Slight. 


£ 


I 


Slight. 

y.  slight. 

Oons., 

green. 
Slight. 

Slight, 

green. 
Oons. 


.03 
.08 
.08 
.08 
.12 
.06 


.07 


Bbsidub  oh 

EVAPOBA- 

TIOB. 

H 

Lesson 
Ignition. 

4.60 

1.80 

5.10 

1.40 

6.86 

1.40 

6.20 

2.00 

6.20 

1.70 

6.80 

1.60 

6.18 

1.02 

AmfONIA. 


Albnminoid. 

t 

i 

• 

1 

h 

H 

H 

00 

.0134 
.0138 
.0022 
.0010 
.0020 
.0008 


.0065 


.0174 
,0400 
.0280 
.0210 
.0268 
.0240 


.0168 
.0186 
.0164 
.0182 
.0200 
.0202 


.0262  .0172 


.0016 
.0264 
.0076 
.0028 
.0058 
.0038 


.0080 


o 


.47 
.60 
.66 
.62 
.61 
.69 


.50 


NrntooKK 

AS 


t 


S 


.0180  .0001 


.0200 


.0002 


.0260.. 0006 

.0050  .0000 


.0030 
.0060 


.0121 


.0001 
.0000 


.0002 


1 

I 


i 


.0668 
.2482 
.2666 
.8820 
.8660 


.2718 


2.3 
2.6 
1.0 
2.8 
3.4 
2.2 


3.3 
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WINCHE8TEB. 

Chemical  Examinaiian  of  Water  from  the  North  Reservoir  of  the  Winchester 

Water  Works — Concluded. 

Averages  of  Analyses  of  Previous  Tears. 

[Parts  per  100,000.] 


• 

g 

Appbaeahob. 

RB8IDUB  OM 
EVAPOBA- 

Ammovia. 

NlTBOOBM 

• 

■2 

1 

TIOM. 

6 
1 

s 

s 

1 

^ 

t 

a 

1 

,; 

• 

• 

1 
§1 

Albuminoid. 

1 

i 

i 

J 

1 

• 

1 

• 

a 

§ 

1 

•fi 

i 

r 

1 

1 

s 

00 

.63 

•c 

S 

1 

1887» 

. 

.11 

6.08 

1.18 

.0016 

.0196 

. 

.0037 

. 

. 

1888 

. 

. 

.16 

4.98 

1.24 

.0046 

.0273     - 

. 

.47 

.0181 

.0003 

. 

• 

m. 

1880 

. 

• 

.18 

4.62 

1.18 

.0022 

.0223!  .0176 

.0047 

.47 

.0106 

.0003 

. 

_ 

« 

1800 

• 

. 

.09 

6.80 

1.81 

.0017 

.0201 

.0160 

.0041 

.62 

.0163 

.0002 

. 

2.7 

. 

1891 

• 

- 

.10 

4.94 

1.89 

.0034 

.0222 

.0169 

.0063 

.51 

.0162 

.0001 

. 

2.1 

• 

1802 

. 

. 

.06 

6.23 

1.69 

.0068 

.0217 

.0177 

.0040 

.60 

.0192 

.0002 

• 

2.6 

■• 

1898 

•" 

■• 

.07 

6.18 

1.62 

.0066 

.0262 

.0172 

.0080 

.69 

.0127 

.U002 

.2718 

2.8 

*  Jooe  to  Deoember. 

Note  to  asalyses  of  1893;  Iron,  .0067.    Odor,  yegetable,  oecMloDally  mouldy  or  ODpleatant. 

The  famplea  were  collected  from  the  North  Beeervolr,  near  the  gate>hoase,  aboat  one  foot  beneath  the 
snrfaoe. 

Microscopical  Examination  of  Water  from  the  North  Reservoir  of  the  Winchester 

Water  Works. 

[Namber  of  organiema  per  cubic  centimeter.] 


189S. 


Jan. 


March. 


May. 


June. 


Sept 


KOT. 


Day  of  examination,        •       .       • 
Number  of  iample 

PLANTS. 
Diatomaceeo,     .      .      •      • 

Aaterionella,      •       .       .       . 

Cyelotella 

Fragilaria, 

Melosira, 

Synedra, 

Tabellaria 

Cyanophyceeo 

AnabflBoa,  .  •  •  •  • 
Chrodooccns,      •       .       •       • 

Clathrocyttia 

Coeloephnriam, .  •  •  . 
Bapalosiptron,  .  .  •  . 
Mlcroeyitis,       .       .       .       . 

AlflTCe, 

Chlorococcna 

Gloat  eriom,  •  .  •  . 
Hyalotheca,  .  .  .  . 
Protocooena,  .  .  .  . 
Raphidlaro,  .  .  .  . 
Btaaraatmm 


6 
0861 


7 
10080 


4 

10861 


11 

10622 


0 
10980 


0 
11293 


42 

2 

0 

0 

1 

0 

0 

0 

0 

2 

1 

0 

40 

0 

1,268 

0 

0 

0 

1,268 

0 

0 

0 

0 

0 

0 

0 

0 

0 

7 

0 

8 

0 

0 

0 

4 

0 

0 

0 

0 

0 

0 

0 

5,764 

2,800 

118 

104 

0 

2,488 
264 

42 

2 
0 
0 
0 
40 
0 

60 

6 
82 

0 
21 

0 

1 


0 
0 
0 
0 
0 
0 

1 

0 
0 

1 

0 
0 
0 

120 

0 
74 

0 
46 

0 

0 


8 


171 


8 

93 

0 

60 

0 

0 

0 

10 

0 

0 

2 

87 

0 

0 

2 

0 

19 

0 

0 

0 

10 

!S 

46 

7 

12 

1 

1 

0 

0 

6 

80 

8 

0 

2 

2 

328 


STATE  BOARD   OF  HEALTH.         [Pub.  Doc. 


VnXCHESTER. 

Microscopical  Examination  of  Water  frmi  the  North  Reservoir  of  the  Winchester 

Water  ITorA*— Concluded. 

[Ifnmber  of  organUms  per  cable  centimeter.] 


189S. 


Juu 


lUrch. 


May. 


June. 


Sept. 


Not. 


ANIMALS. 
Bhisopoda,  Actinophrye, . 

Inftisoria,    .... 
Dinobryon,        ... 


Dinobryon 
Peridlniain, 
TraebelomoiUM, 
Vorticella, . 


Vermes,  Rotifer, 
Crustacea,  Cyclops, . 


JiUctlUuuou9, 

Acarina, 
ZoSfkea, 


8 

0 

4 

• 

• 

7 

8 

ft 

• 

1,148 

0 

1 

0 
0 
0 

0 
0 
0 
8 
0 

66 

3 
IS 

0 
0 
0 
0 
0 

0 

1,130 

1 

28 

0 

0 

• 

• 

1 

8 

0 

.11 

• 

• 

8 

8 

.81 

s 

18     . 

n  ; 

0    ■ 

.01 

.04 

0 

.01    ' 

0 

0 

6 

18 

w   i 

0 
36 

0 
17 
13 


V 

0 

17 


Total, 


1,337    ; 


5,967    i        140 


1454 


348 


Chemical  ExamimUion  of  Water  from  the  South  Reservoir  of  the  Winchester 

Water  Works. 

[PUU  per  100,010.] 


B 

S  I 


I 

a 

s 


s 
I- 


«2 

a 
i 


Si 


MS3  Jaa.  4  SKcM.  SMgkt. 
lOOSl  Mar.  6  V.«.i^c  SligkU 
van  Ma^   3    DiMioct.    Cooa^ 


.a 

.40 


Rksidcb  ox 
Etafoba- 

TIOX. 


c 
«5 


I 


108X3  Jaly  10    DUtiad.    SHgbt,       .U 

freen. 
10081  SepC  7    V.aUckt,  Y.  alight.  .18      4.6S 

irreeo. 
1191  XoT.  <    Slight.       Cooa^        .33      4.90 


3.85  1.0S 

5.35  3-'-«J 

5.15  l.»5 

4.80  S.OO 


l.TO 
1.30 


AmooA. 

4 

c 

1 

.36 

AM 

!i 

1 

e 

S 

M 

o 

1      AlbamlnoU. 

i     i 

.    1     1 

i   1   1  si 

• 

1 

S 

.0U^.O23O.014«,00»4 

• 

.Aisa.oMs 

1.8 

.»^  .03*4  .01^4  .OSS.;- 

.42 

.o:  so  .0000 

.5(SSft 

S.S 

.«w2  .^^2€?  .\rzii  .wMa> 

.34 

.015C*  .0005 

.4562 

1.9 

.0000  .0324  .OSTS  .0846 

.38 

.000^.08811 

.41G 

3,1 

.O0££  .0904  .0X78  .OQS> 

.38 

.0090  .0811 

.5888 

3.1 

.00*^  .oero  .osjs  .««£ 

.38 

.J0&ft.30M 

.S36t5 

S.S 

At 34      4.T8     1.S6     .0061.Q2»1  .OUft .."VTi   .36    .««6C 


.4881    1.1 


Averages  of  Analyses  of  Previous  Tears. 


i»i* 

1»2 

isn 


.60  5.T3  f.C8  .0T15.C4W.XSfl  .^Tt5  .83 
.il  5.17  i.<A  .r=v>.T3«..Vl<.»*4  .38 
.3*      4.T8     l.$6     .X-H.J291  .(ei^.WTi    .38 


.#ll> 


S      -       3,1 

.4381    XA 


*  Aagsat  to 
S<3fn  to  aaa-'yaea  of  19n;  Irom,  .g::T.    Odor. 
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WINCHESTER, 

Microscopical  Examination  of  Water  from  the  South  Reservoir  of  the  Winchester 

Water  Works, 

[Namber  of  organismt  per  cubic  centimeter.] 


189». 


Jen. 


March. 


May. 


July. 


Sept. 


Not. 


Day  of  ezamlnaiion, 
Kamber  of  sample, . 

PLANTS. 
Diatomaceeo,     . 

Asterionella, 
Cyclotella,  . 
Melosira,     . 
BtephanodlacQB, 
Synt-dra,     .       •        • 
Tabellaria, . 

Oyanophyceeo, . 

Anabnna,  .       .       . 
Anabaeoa  aporea,       . 
Clalhrocyatla,     . 
Microcyatia, 
OaclUarla,  •        . 

AiersB 

Cblorococctia,    • 
Cloaterlam,        •       • 
Protococcaa,      . 

ANIMALS. 
Infusoria*    . 

Dead  Infoaoria, . 
Dlnobryon, 
Dinobryon  caaea, 
Buglena,     . 
Peridlninm,        •       . 
Tracbelomonas, 
Vortlcella,  . 

Vermes, 

Anorea, 
Monocerca, 
Itotatorian  ova,  . 
bacculuB,    .       •       . 

JiiaceUaneoui,  ZoSglosa,  . 
Total, 


6 

7 

4 

11 

0 

085S 

10081 

10352 

10«28 

10981 

15 

1 

S24 

pr. 

2 

4 

0 

430 

0 

0 

1 

1 

0 

0 

0 

4 

0 

0 

0 

0 

6 

0 

0 

0 

0 

1 

pr. 

04 

pr 

0 

0 

0 

0 

0 

2 

0 

0 

0 

114 

14 

0 

0 

0 

88 

4 

0 

0 

0 

0 

0 

0 

0 

0 

2 

10 

0 

0 

0 

0 

0 

0 

0 

0 

24 

0 

0 

8 

0 

182 

288 

0 

0 

0 

0 

0 

0 

3 

0 

180 

288 

0 

0 

0 

2 

0 

8 
11292 


1 

4 

181 

0 

148 

0 

0 

2 

0 

0 

0 

0 

178 

0 

0 

0 

0 

1 

0 

144 

0 

0 

0 

0 

0 

1 

0 

0 

0 

2 

0 

4 

pr. 

0 

2 

0 

0 

0 

0 

0 

0 

1 

3 

1 

0 

0 

1 

0 

1 

0 

0 

0 

0 

0 

0 

0 

pr. 

1 

0 

0 

0 

0 

2 

0 

0 

481 

132 
1 
0 
0 
0 

828 


I 

30 
1 

4 
0 


10 

8 
2 
5 


0 
0 
0 
1 
0 
4 
2 


1 

1 
0 
0 


116 


16 


9 


824 


309 


21 


473 


116 


632 
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"WOBUKN. 


Water  Supply  of  Woburn. 


ChemuxU  Examinalion  of  Water  from  the  FiUer-QcUlery  oj  the  Wobum  Water 

Works. 

[Parts  per  100.000.] 


Date  of 

Collection. 

ArrEAKATCB. 

• 

c 
c 

m 

c  5. 

=  > 

as 

AMVOltlA. 

1 

!  i 

•  i 
1   2 

'   NrrsooBX 

AS 

a 

3 

c 

£-5 

EM 

>k 

S 
c 

1 

1 

c 

3 

3 

e 
• 

X 

1 

•I 
c 

■3 

i 

• 

1 

0 
c 

=  1 
< 

e 

2 

• 

m 
0 

2 

s 

1 

1 

1 

1 

9025 

Jan.   24 

None. 

None. 

I  .00 

11.45 

-0030 

.00X2 

2.06 

.0600 

.0001 

.0511 

5.3 

.oow 

10076 

Mar.     3 

Nooe. 

None. 

1 
.00 

1 

11.25 

.0026 

.0008 

2.10 

.0450 

.0000 

.0144 

5.9 

.0000 

10156 

Mar.  22 

None. 

None. 

.00 

11. SO 

.0028 

.0016 

2.15 

.0300 

.0000 

.0000 

5.0 

.0000 

10312 

Apr.  25 

None. 

None. 

\  .00 

lO.SO 

.0016 

.0018 

2.07 

.0450 

.0000 

.0474 

4.9 

.ooco 

[ 

1(453 

May  24 

None. 

None. 

.02 

10.95 

.0006 

.0012 

1.77 

.0^0 

.0000 

.0713 

5.3 

.0000 

10553 

Jane  21 

None. 

None. 

.00 

11.10 

.0018 

.0020 

1.97 

.0600 

.0000 

.0671 

4.7 

.0020 

li«S8 

July  10 

None. 

None. 

.00 

11.50 

.0030 

.0016 

2.00 

.0300 

.0000 

.0000 

5.0 

.0000 

1 

10877 

Aug.  S3 ' 

None. 

None. 

.00 

12.00 

.0034 

.0008 

2.00 

.0400 

.0001 

.0632 

'  5.2 

.0000 

11076 

Sept.  20 

None. 

None. 

'  .00 

11.75 

.0022 

.0012 

2.00 

.0350 

.0000 

.0697 

5.7 

.0000 

11211 

Oct.    17 

None. 

None. 

'  .00 

1 

11.70 

.0024 

.0012 

2.18 

.0250 

.0000 

.0729 

1 
5.4 

.0080 

1137» 

Not.  « 

None. 

None. 

.  .00 

12.10 

.0018 

.0038 

2.14 

.0130 

.0000 

.1176 

5.6 

.0000 

11554 

Dec.  26 

None. 

None. 

■  .00 
.00 

11.55 

.0026 

.0034 

2.07 

.0880 

.0000 

.04e3 

5.0 

.0000 

At... 

11.50 

.0022 

.0018 

2.04 

.0447 

.0000 

.0517 

5.3 

.0004 

1 

Averages  of  Anali/ses  of  Previous  Tears. 


. 

1SS7* 

- 

- 

.00 

12.06 

- 

.002s 

2.40 

.0314 

- 

- 

- 

~ 

- 

18^ 

- 

- 

.00 

12.00 

.0012 

.0032 

2.50 

.0346 

.0000 

- 

1 

- 

- 

1S89 

- 

- 

.00 

10. S4 

.0010 

.0022 

2.07 

.0372 

.0000 

- 

- 

1890 

- 

- 

.01 

11.06 

.0012 

.Ol-JS 

1.91 

.^481 

.0000 

- 

5.0 

- 

- 

1S91 

- 

- 

.00 

10.S5 

.0008 

.0015 

1.79 

.0668 

.0000 

- 

4.9 

- 

1992 

- 

- 

.00 

11.27 

.0012 

.«>24 

1.95 

.0542 

.0000 

- 

5.1 

^ 

- 

1993 

- 

- 

.00 

11.50 

.0022 

.0015 

2.04 

.0447 

.0000 

.0617 

.  5.3 

.0004 

♦  June  to  December. 
Nora  to  analjacB  of  IS^;  Otior,  none. The  Munplea  were  collected  from  the  filter  gallery. 


Xicro^aypical  Exam  i nation. 

No  orgaBiama. 
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WOBUBN. 

CTiemical  Examination  of  Water  from  Horn  Pond^  Wobum. 

[Parts  per  100,000.] 


Date  of  Collection. 

APPSARAXCB. 

Rksiddb  on 

EVAPOBA- 
TIO». 

AMMOiriA. 

6 

c 

1 

o 

NiTKOOEN 
▲S 

Oxygen  Consumed. 

1 

1 

0 
H 

• 

i 
1 

.S 

5 

1 

• 

1 
§1 

■ 

• 

Albuminoid. 

i 
1 

i 

1 

8 

• 

1 

i 

> 

s 

J! 
O 

i 

sr 

• 

1 

B 

n 

1898. 

0924 

Jan.  24 

DiflUnct. 

Heavy, 

.40 

13.60 

8.20 

.0008 

.0842 

.0810 

.0532 

3.03 

.0050 

.0005 

.5402 

8.9 

10155 

&£ar.22 

DisUnct. 

green. 
Slight. 

.40 

4.75 

1.85 

.0134 

.0208 

.0158 

.0050 

0.67 

.0800 

.0000 

.4140 

1.8 

10173 

&£ar.27 

Decided, 

Slight, 

.50 

6.80 

2.40 

.0118 

.0190 

.0164 

.0026 

0.86 

.0800 

.0001 

.4161 

1.9 

10311 

Apr.25i 

green. 
Slight. 

green. 
Heavy, 

.40 

0.85 

2.10 

.0006 

.0484 

.0240 

.0244 

2.20 

.0800 

.0021 

.4848 

2.9 

10452  &£ay24 

Distinct. 

green. 
Cons. 

.50 

8.45 

2.70 

.0076 

.0258 

.0176 

.0082 

1.64 

.0700 

.0009 

.5400 

2.6 

10552 

Jane21 

Distinct. 

Cons., 

.30 

9.40 

8.05 

.0074 

.0338 

.0230 

.0108 

1.97 

.0700 

.0028  '.4503 

2.8 

10687 

July  19 

Decided. 

green. 
Cons. 

.20 

10.25 

2.85 

.0082 

.0858 

.0482 

.0376 

2.08 

.0400 

.0008 

.3996 

3.2 

10876 

AQg.23 

Decided, 

Slight. 

.30 

10.55 

2.75 

.0000 

.0544 

.0268 

.0276 

2.31 

.0050 

.0008 

.4424 

3.3 

11075 

8ept.20 , 

green. 
Decided, 

green. 
Cons., 

.12 

10.05 

2.30 

.0030 

.0660 

.0266 

.0394 

2.19 

.0070 

.0003 

.4264 

3.5 

11210 

Oct.  17 , 

green. 
SUght. 

green. 
Slight. 

1 
.18 

10.75 

2.60 

.0170 

.0314 

1 
.020  >  .0076 

2.43 

.0090 

.0008 

.4131 

3.8 

11378' Nov.  22 

Distinct. 

Slight. 

.15 

10.00 

1.75 

.0004 

.0278 

.0164 

.0114 

2.37 

.0180 

.0009' 

.4704 

3.5 

11558 

Deo.  26 

Slight. 

Slight. 

.33 
.30 

9.80 

2.15 

.0094 
.0061 

.0232 
.0455 

.0182 
.0247 

.0050 
.0208 

2.04 
2.10 

.0700 
.0472 

.oooo' 

.0009 

.4889 
.4530 

3.4 

Av. 

1 

!i 

9.83 

2.51  ^ 

8.2 

1 

1 

t 

1          1 

Averages  of  Analyses  of  Previous  Years, 


1887*  I 
1888  I 
1889 
1890 
1891  I 
1892 
1893  ' 


.44  ' 

13.79 

2.19 

.32 

11.28 

1.71 

.30 

8.87 

2.03 

.27 

10.76 

2.07 

.22 

8.90 

2.06 

.25 

10.57 

2.13  1 

.30 

9.83 

2.51  i 

.0149 
.0186 
.0092 
.0080 


.0480 
.0383 
.0376 
.0868 


.0129  .0453 
.0110  .0358 


.0061 


.0455 


.0216 
.0205 
.0237 
.0216 
.0247 


.0160 
.0163 
.0216 
.0142 
.0208 


r     I     II 

3.74  .0224  .0014  <    - 
2.98". 0398  .00151 


1.981  .0498.0015 


1.91  1. 0581 '.0008      - 

|l 
1.76  .0502.00091    - 

'     '     ! 
2.42;  .0821  .0008   - 


2.10 


.0472  .00091  .4530 


3.4 

2.9 
3.3 
3.2 


*  June  to  December. 


Note  to  analyses  of  1803;  Iron,  .0078.    Odor,  distinctly  vegetable  and  frequently  unpleasant;  on 

heating,  the  odor  is  generally  stronger  and  frequently  also  disagreeable. The  first  two  samples  were 

collected  from  the  pond  about  one  hundred  feet  from  the  shore  near  the  pumping  station  of  the  Wobum 
Water  Works;  the  remaining  samples  from  the  pond  near  its  outlet.  The  samples  were  collected  about 
one  foot  beneath  the  surface. 
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WOBURN. 

Microscopical  Examination  of  Water  Jrom  Horn  Pond,  Wobum, 

[Number  of  orgaoiims  per  cuble  oeDilmeter.] 


1898. 

Jan.  Mar. 

Mar. 

Apr. 

May. 

June. 

July. 

Aug. 

SepL 

Oct. 

Not. 

Dec 

Day  of  ezamlnatlOD, 
Number  of  sample,   • 

26 
9024 

24 
10166 

29 
10173 

27 
10311 

26 
10462 

23 
10662 

21 
10687 

24 
10676 

22 
11075 

19 
11210 

24 
11878 

28 

11668 

1 

PLANTS. 
DiatomaceaB,     . 

AeterioDella, 
Cyolotella,  . 
Diatoma,     . 
Fragilaria,   . 
Melonira, 
MerldioD,     . 
Bynedra, 

CyanophycesB,  . 

AnabflBDa,    . 
Anabaeoa  spores, 
Clatbrocystle, 
Coeloephaerium,  • 

AlfiTSB 

Arthrodesmus,   . 
Cblorococcus, 
Closterlum, . 
Cosmarlum,        . 
OloBOcystis,  • 
Pandorina,  • 
Pediaatram, 
Protococcus, 
Scenedesmas, 
Btauraatrum, 
Zodspores,  . 

Fungri*  Crenothrix, 

122 

112 
0 
10 
0 
0 
0 
0 

0 

0 
0 
0 
0 

0 

0 
0 
0 
0 
0 
0 
0 
0 
0 
0 
0 

0 

1 

1 
0 

s 

1      0 
0 
0 

0 

0 
0 
0 
0 

2 

0 
0 
0 
0 
0 
0 
0 
0 
0 
0 
2 

pr. 

6 

4 
0 
0 
0 

1 

0 

1 

0 

0 
0 
0 
0 

0 

0 
0 
0 
0 
0 
0 
0 
0 
0 
0 
0 

0 

216 

118 
6 
2 
0 
9 
4 
78 

0 

0 
0 
0 
0 

4 
0 

1 

0 
0 
0 
0 
0 
0 

1 

0 
2 

0 

482 

24 

0 

1 

880 

6 

pr. 

82 

1 

0 
0 

1 
0 

81 

0 
0 
0 

1 

0 
0 

1 

0 
28 

1 
pr. 

8 

1,045 

2 
0 
0 
1,040 
0 
0 
8 

1,276 

1,120 

0 

60 

96 

63 

0 
0 
0 
0 
0 
0 
6 
19 
14 
3 
2 

0 

0 

0 
0 
0 
0 
0 
0 
0 

87 

40 
0 

44 
8 

182 

0 
2 
0 
2 

66 
0 
1 

62 
6 

44 
0 

0 

10 

0 

0 

0 

10 

i) 

0 

0 

137 

84 

13 

40 

0 

1,282 

6 
0 
0 

300 
1 
6 
2 
0 

920 

48 

0 

0 

0 

0 
0 
0 
0 
0 
0 
0 

732 

660 

164 

8 

0 

6 

0 
0 
0 
0 
0 
0 
0 
0 
6 
0 
0 

0 

813 

31 

1 

6 

620 

8 

0 

48 

11 

8 

0 
8 
0 

147 

1 
0 
0 
0 
0 
0 
8 
0 
186 
2 
6 

0 

1,486 

320 

0 

2 

61 

0 

060 

162 

0 

0 

0 
0 
0 

60 

0 
44 

0 

1 

0 
0 
0 
0 
6 
0 
0 

2 

224 

10 
0 
0 
8 

20 

1 

176 

18 

1 
0 

1 

16 

26 

0 
8 
6 
0 
0 
0 
0 
14 
S 
0 
0 

8 

ANIMALS. 
Bhizopoda,  . 

Arcella,       • 
DifQugia,     . 

Infusoria,    . 

CrytomoDas, 
MoDat,         • 
PeridlDlum,         •       . 
Synura, 

Tracbelomouas,  . 
Vortloella  stems, 

Vermes, 

Anurea. 

Polyarthra, .       . 
Rotatorlan  ova,  . 

0 
0 
0 

7,624 

^A24 

I 
I 

01 
01 

^1 

0 

0 
0 

5 

6 
0 
0 
0 
0 
0 

pr. 

0 

0 

pr. 

0 

0 
0 

0 

0 
0 
0 
0 
0 
0 

0 

0 
0 
0 

2 

0 
2 

1 

0 
0 

1 

0 
0 
0 

0 

0 
0 

0 

0 

0 
0 

2 

0 
2 
0 
0 
0 
0 

pr. 
0 

0 

0 
0 

8 
0 
0 
0 
3 
0 
0 

0 

0 
0 
0 

0 

0 
0 

5 

0 
0 
0 
6 
0 
0 

24 

0 

0 

24 

0 

0 
0 

0 

0 
0 
0 
0 
0 
0 

2 

0 
2 
0 

0 

0 
0 

0 

0 
0 
0 
0 
0 
0 

0 

0 
0 
0 

2 

2 

0 

2 

0 
0 
2 
0 
0 
0 

0 

0 
0 
0 

4 

0 

4 

7 

0 
0 
2 
0 
6 
0 

1 

1 
0 
0 

6 

0 
5 

18 

8 
0 
0 
S 

8 
6 

8 

1 
0 
8 

Mi9celtaneou8t  Zodglcea,  . 

8  166 

t 

176 

16 

88 

4 

0 

48 

0 

6 

62  1       0 

Total., 

7,666   174 

16S 

280 

667 

2,881 

278 

1 

1.479  I    788 

780 

1.601 

286 
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WOBCESTEB, 

Water  Supply  op  Worcester. 

During  the  past  year  the  raising  of  the  dam  of  the  Holden 
storage  reservoir  has  been  conapleted  and  the  capacity  of  the  reser- 
voir increased  by  nearly  300,000,000  gallons.  The  work  consisted 
of  strengthening  the  dam  on  the  lower  side  by  widening  its  base  and 
increasing  its  height  to  a  level  of  ten  feet  above  the  old  dam,  allow- 
ing the  latter  to  form  a  berme  in  the  completed  structure.  The  area 
of  the  reservoir  is  now  149.5  acres,  and  its  capacity  742,000,000 
gallons.  Its  greatest  depth  is  30.1  feet  and  its  average  depth  about 
li).2  feet.  The  area  newly  flowed  has  been  prepared  by  removing 
the  trees  and  bushes  and  much  other  objectionable  material,  and  by 
covering  the  swampy  places  with  gravel. 

Leicester  Supply — Chemical  Examination  of  Water  from  the  Lynde  Brook 

Storage  Reservoir, 

[Part*  p«r  100,000.] 


I 


f 


0008 
lOUOO 
10130 

10888 
10581 

lOMO 
10672 

11042 

11800 
11352 
11512 


Ay. 


1898. 

J«D.20 
Feb.  14 
Mar.  16 

tfaylS 
JuDelO 

Jaly  17 
Aug.22 

Sept.  18 

Oct.  16 
Nov.  90 
Dee.  18 


Appbasanob. 


i 


6 


Slight. 

DtstlDct. 

Slight. 

cUyey. 
V.  Plight. 
Distinct. 

V.  slight. 
SUght. 

SUght. 

Distinct. 

Slight. 

Slight. 


Slight. 
Slight. 
Slight. 

Slight. 
Cons., 

yellow. 
Slight. 
Slight, 

white. 
Slight, 

yellow. 
Cons. 
BUght. 
V.sUght. 


0.46 
0.80 
0.33 

0.20 

0.20 

I 

0.05 
0.10 

0.15 

0.42 
0.48 
0.20 


0.26 


RBSn>OB  ON 

Etapoba- 

TION. 


I 

§1 


I" 


8.40 
2.70 
2.70 

2.50 
2.35 

2.50 
2.45 

2.60 

2.75 
2.05 
2.35 


2.66 


1.10 
1.10 
1.10 

0.90 
1.00 

1.25 
1.35 

0.15 

1.05 
1.00 
0.75 


0.08 


Ammovia. 


Albamlnold. 

• 

1 

• 

1 

1 

1 

£ 

H 

s 

00 

.0062 
.0010 
.0080 

.0000 
.0014 

.0004 
.0000 

.0004 

.0094 
.0102 
.0072 


.0086 


.0140 
.0240 
.0146 

.0184 
.0232 

.0186 
.0122 

.0158 

.0162 
.0142 
.0116 


.0162 


.01261 
.0138 
.0116 

.0110 
.0168 

.0184 
.0106 

.0180 

.0114 
.0104 
.0100 


.0122 


.0014 
.0102 
.0030 

.0024 
.OOM 

.0052 
.0016 

.0028 

.0048 
.0038 
.0016 


.0039 


I 

e 


.13 
.16 
.15 

.11 
.16 

.15 
.15 

.18 

.14 
.15 
.14 


.15 


NITEOGBM 
AS 


.0050 
.0050 
.0100 

.0150 
.0030 

.0030 
.0000 

.0000 

.0050 
.0070 
.0200 


i 

1>\ 


.0001 
.0001 
.0000 

.0001 
.0000 

.0000 
.0000 

.0000 

.0000 
.0001 
.0004 


% 


a 

a 

a 

w 
te 

M 

o 


.4307 
.4307 
.8348 

.3102 
.3216 

.3042 
.3002 

.3276 

.8100 


0.7 
0.6 
0.6 

0.5 
0.5 

0.8 
0.5 

0.6 

0.5 


.0066 


.0001 


.41681  0.0 
.8159'  0.5 


.3465 


0.6 


Averages  of  Analyses  of  Previotis  Years, 


1887* 

0.30 

3.15 

0.95 

.0057 

.0194 

.15 

.0043 

. 

1888 

• 

. 

0.24 

2.64 

0.85 

.0087 

.0151 

. 

. 

.14 

.0065 

.0001 

• 

. 

• 

1889 

. 

• 

0.24, 

2.54 

0.60 

.0030 

.0167 

.0188 

.0029  1. 15 

.0053 

.0001 

. 

• 

• 

1890 

• 

• 

0.21 

3.07 

1.15 

.0026 

.0132 

.0107 

.0025  .14 

.0078 

.0001 

• 

0.9 

. 

1801 

• 

. 

0.24 

2.88 

1.03 

.0045 

.0126 

.0101 

.0025  .12 

.0074 

.0001 

« 

0.7 

• 

1892 

• 

. 

0.25 

2.99 

1.15 

.0088 

.0190 

.0118 

.0026  .15 

.0105 

.0000 

- 

0.8 

^ 

1893 

^ 

^ 

0.26 

2.66 

0.98 

.0086 

.0162 

.0122 

.0039  .15 

.0066 

.0001 

1 

.M65 

0.6 

*  Jone  to  Deeember. 


Nora  to  anilyses  of  1893;  Iron,  .0219.    Odor,  vegetable,  rarely  nnpleapant,  sometimes  none;  on 

heating,  the  odor  Is  somewhat  stronger  and  frequently  nnpleapant. The  samples  were  collected 

from  the  reservoir  near  the  gate*house  about  one  foot  beneath  the  surface. 
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TVORCESTEB. 

Microscopical  Examination  of  Water  from  the  Lynde  Brook  Storage  Reservoir. 

[N'amber  of  orgaDlsms  per  cubic  oeDtlroeter.] 


1898. 

Jan. 

Feb. 

Mar. 

May. 

June. 

July. 

Aug. 

Sept 

Oct. 

Nov. 

Dw^ 

Day  of  examination, .       . 

21 

16 

21 

16 

21 

10 

24 

19 

17 

22 

20 

Number  of  sample,    . 

9008 

10000 

10189 

10388 

10531 

10669 

10872 

11042 

11200 

11352 

11512 

PLANTS. 

DiatomacesB, 

t3 

pr. 

0 

64 

34 

46 

76 

0 

30 

60 

15 

AsterloDella, 

Cycloiella 

M«floslra,      .... 
Bynedra 

21 
1 
0 
1 

0 

0 

0 

pr. 

0 
0 
0 
0 

34 
0 
0 

80 

5 

28 

0 

1 

0 

48 

0 

0 

0 

76 

0 

0 

0 
0 
0 
0 

0 

4 
25 

1 

10 
9 

30 
1 

14 
1 
0 
0 

CyanophycesB,  . 

0 

0 

0 

0 

235 

pr. 

35 

23 

86 

2 

0 

Anabaena,    .... 
Anabaena  spores, 
Cbroococcus,       .       •       • 
Merismop«'dia,    .       • 
Microcystis,        . 

0 
0 
0 
0 
0 

0 

0 
0 
0 
0 

0 
0 
0 
0 
0 

0 
0 
0 
0 
0 

46 

67 

132 

0 

0 

0 
0 
0 

^^0 

0 
0 
28 
4 
8 

2 
0 
3 
13 
5 

1 

0 

85 

0 

0 

0 
0 
2 
0 
0 

0 
0 
0 
0 
0 

AlfiTflS, 

1 

0 

0 

27 

325 

156 

105 

76 

24 

90 

0 

Botrycoccus, 

Chlorococcus, 

Oocystls,      .... 

ProtococcoB,        ...       • 

Rapbldlum,. 

Bpnaerozosma,     • 

Btaurogenla, 

Zoospores,  .... 

0 
0 
0 
0 
0 
0 
0 

1 

0 
0 
0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 
0 
0 

0 
0 
0 
10 
0 
0 
0 
7 

0 
0 
0 
64 
4 
0 
256 
1 

0 
0 

154 
0 
4 
0 
0 

pr. 

74 
0 
0 
0 

80 
0 
1 
0 

60 
0 
0 
0 
8 
0 

12 
1 

2? 

0 
0 
0 
0 
0 
3 

0 
0 
0 
0 
0 
88 
0 
2 

0 
0 
0 
0 
0 
0 
0 
0 

ANIMALB. 

Bhizopoda,  Actlnophrys,    . 

0 

0 

0 

1 

0 

0 

pr. 

0 

0 

0 

0 

Infusoria*     .... 

t 

30 

pr. 

28 

14 

1 

1 

2 

4 

1 

1 

Dlnobryon  cases,        •       • 
Monas, ..... 
Ferldinlum,. 

0 
0 
2 

0 

0 

30 

0 

0 

pr. 

26 
0 
2 

13 

1 
0 

0 

1 
pr. 

0 
0 

1 

0 
0 
2 

0 
0 

4 

0 
0 

1 

0 

1 

0 

Vermes 

0 

4 

pr. 

0 

0 

0 

0 

0 

0 

0 

0 

Anurea,        .... 
Polyartbra 

0 
0 

2 
2 

^'i 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

0 
0 

• 

0 
0 

3ii9Ctilaneou9t  ZoOgl<Ba,  • 

0 

m 

18 

7 

0 

14 

0 

10 

160 

56 

1 

8 

Total, 

26 

960 

18 

127 

1 

608 

221 

217 

1 

111 

304 

199 

u 
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WORCESTER. 

HOLDEX  SvprhY  ^  Chefnical  Examinalion  of  Water  from  the  Tatnuck  Brook 

Storage  Reservoir, 

[Parte  per  100,000.] 


I 

a 

a 


B 

I 


Q 


9907 
9999 
101S8 
10258 
10389 
10532 
10670 
10878 
11041 
11201 
113S3 
IISIS 


Af. 


180S. 

Jan.  20 

Feb.  U 
l£ar.l« 
Apr.17 
May  15 
Janel9 
July  17 
Aag.22 
B«pt.l8 
Oct.  16 
Nov.20 
Dec.  18 


Appbasamob. 


S 


o 


Slight. 

V.sUght. 

Blight. 

clayey. 
Slight. 

Slight. 

Distinct. 

Slight. 

Distinct, 

green. 

Distinct. 

Distinct. 

Distinct. 

Slight. 


Slight. 

Slight. 

Slight. 

Slight. 

Cons. 

Cons., 

white. 
BUgbt. 

Cons., 

green. 
SIlKht. 

yellow. 
Cons., 

greeo. 
Cons. 

V.  slight. 


0.40 
0.30 
O.SO 
0.15 
0.20 
0.35 
0.30 
0.40 
0.55 
0.60 
0.45 
O.SO 


0.35 


Rbsiddb  cm 
BvAPoaa- 

TION. 

^ 

won 
Ignition. 

H 

J 

2.90 

1.00 

2.90 

0.95 

2.05 

0.80 

2.55 

1.00 

1.95 

0.65 

2.10 

0.75 

2.60 

1.40 

2.65 

1.05 

2.55 

0.80 

2.25 

0.80 

2.30 

0.95 

2.65 

1.05 

2.45 

0.93 

Ammomia. 


Albuminoid. 

• 

1 

1 

1 

1 

1 

a 

b« 

H 

Q 

oo 

.0030 
.0096 
.0024 
.0000 
.0004 
.0042 
.0016 
.0000 
.0008 
.0000 
.0000 
.0016 


.0020 


.0124 
.0150 
.0104 
.0062 
.0176 
.0188 
.0228 
.0198 
.0244 
.0286 
.0222 
.0206 


.0182 


.0108 
.0128 
.0086 
.0048 
.0144 
.0144 
.0210 
.0148 
.0172 
.0196 
.0142 
.0158 


.0140 


.0016 
.0022 
.0018 
.0014 
.0032 
.0044 
.0018 
.0050 
.0072 
.0090 
.0060 
.0048 


.0042 


.11 

.16 
.14 
.12 
.10 
.17 
.14 
.14 
.12 
.16 
.16 
.16 


.14 


NiTRoam 

AS 


I 

•c 


.0100  .0001 
.0070  .0001 
.0070  .0000 
.0070  .0000 


.0000 


.0030 
.0000 

.OOO't 
.0080 


.0000 


.0050.0000 
.0030.0000 
.0030  .0000 


.0049 


.0000 
.0000 
.0000 
.0001 


.0000 


a 

9 

M 
O 


3 

a 

I 


.4380 
.2920 
.2916 
.2774 
.3066 
.3417 
.3666 
.3713 
.3627 
.3807 
.4746 
.4090 


.3594 


0.5 
0.8 
0.5 
0.2 
0.5 
0.5 
0.1 
0.5 
0.6 
1.1 
0.6 
0.5 

0.5 


Averages  of  Analyses  of  Previous  Tears. 


1887* 

- 

- 

0.29 

2.62 

1.01 

.0007 

.0197 

1888 

- 

- 

0.17 

2.23 

0.75 

.0012 

.0157 

1889 

- 

- 

0.19 

2.04 

0.57 

.0003 

.0143 

1890 

- 

- 

0.17 

2.68 

1.24 

.0007 

.0141 

1891 

- 

- 

0.17 

2.30 

0.94 

.0024 

.0143 

1892 

- 

- 

0.20 

2.62 

l.OS 

.0012 

.0142 

1893 

- 

- 

0.85 

2.45 

0.93 

.0020 

.0182 

.0112 
.0102 
,0102 


.0031 
.0039 
.0041 


0113  .0029 


.0140 


.0042 


.14 

.0016 

- 

- 

.12 

.0043 

.0001 

- 

.12 

.0031 

.0001 

- 

.18 

.0078 

.0001 

- 

.11 

.0077 

.ooor 

- 

.12 

.0067 

.0000 

- 

.14 

.0049 

.0000 

.3594 

0.9 
0.4 
0.6 
0.5 


*  Jane  to  December. 


NoTB  to  analyses  of  1893;  Iron,  .0105.    Odor,  generally  faintly  vegetable,  occasionally  nnpleasant, 

frequently  none ;  on  beating,  the  odor  is  much  stronger  and  very  frequently  unpleasant. The  samples 

were  collected  from  the  reservoir  near  the  gate-house,  one  foot  beneath  the  surface. 
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WORCESTER. 

Microscopical  Examination  of  Water  from  the  Tatnuck  Brook  Storage  Reservoir, 

[Number  of  organisms  per  cubic  oentlmeter.l 


1898. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

Jane. 

Jaly. 

Aug. 

Sept 

Oct 

Not. 

Dm:. 

Day  of  examlDatloo, 
Number  of  sample, . 

21 
9907 

16 
9909 

21 
10138 

18 
10268 

16 
10889 

21 
10632 

20 
10670 

24 
10873 

19 
11041 

17 
11201 

22 
11863 

90 

11613 

PLANTS. 
Diatomaoeed,    . 

Asterionella,     . 
Cyclot*  11a, .        . 
MeloMlra,    . 
MeridioD,  .       • 
Navlcuta,   . 
Syuedra,    . 
Tabellaria, 

Cyanophyceed, 

AnabAoa,  . 

Aifir® 

Chloroeoecas,    . 
OomphoupbflBrla, 
Pediastrum, 
Protococrus, 
Boenedesmus,    . 
Staurastrum,     . 

Funffl,  Crenothrix, 

8 

2 
0 
4 
0 
0 
0 
2 

0 

0 

0 
0 
0 
0 
0 
0 

0 

61 

8 
0 

27 
0 
1 
8 

12 

0 

0 

0 
0 
0 
0 
0 
0 

1 

1 

0 
0 
1 
0 

0 
0 

0 

0 

0 
0 
0 
0 
0 
0 
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WORCESTER, 

Chemical  Examiruiiion  of  Water  from  Hermitage  Pond,  Worcester. 

[ParU  per  100,000.] 
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Iron,  .0126.    Odor,  faintly  Tegetabl<«  and  unpleaaaot.  — -  The  sample  was  collected  from  the  pond 
near  the  gate-house,  one  foot  beneath  the  surface. 


Microscopical  Examination, 

ViAtomHcemt  Aatfrionella,  bi;  CycloUlUttX;  EpUhemia^};  Fraffilaria,  6;  JT^toWm,  216;  Svnedra, 
104.  Cyanophycen,  C{atArocy«««,  14.  Algm^  Ctotteriumt  9;  0>«mar<um,  1;  PiedicMtrum,2i;  Scenede^ 
mM^  8;  Staurantrum^  144;  ZootporeSt  1  Infusoria,  Dtnobryon^  36;  Peridinium^  3;  Vorticellat  6. 
Vermes,  Anurea,!;  Pt>lyarihrat  1;  Rotatorian  ora,  2;  Rotifer,  2.  Crustacea,  Cyclop»t  .01.  MIsoel- 
laneoos,  ZodgloM,  80.    ToUl,  707. 
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During  the  year  1893  regular  moDthly  examinations  were  made 
of  the  waters  of  the  Blackstone,  Merrimack,  Nashua  (below  Fitch- 
burg),  Neponset,  Housatonic  and  Taunton  rivers,  and  during  the 
latter  portion  of  the  year,  in  connection  with  the  investigations 
for  a  metropolitan  water  supply,  of  the  Charles  at  South  Natick, 
Deerfield,  Nashua  (above  Clinton),  and  its  tributaries,  the  Quine- 
poxet  and  Stillwater,  Shawsheen  and  Ware  rivers.  A  special 
examination  has  &\»o  been  made  of  the  tidal  portion  of  the  Charles 
River,  which  is  a  repetition  of  the  examination  of  this  stream  made 
in  189*),  and  occasional  examinations  of  other  rivers  in  the  State. 
Most  of  the  results  of  these  examinations  will  be  found  arranged 
alphabetically  by  rivers  in  the  pages  which  follow ;  but  some  of 
them  arc  given  on  preceding  pages  in  connection  with  the  examina- 
tions of  water  supplies,  under  the  names  of  the  towns  where  the 
samples  were  collected,  as  follows :  — 

Paob 

Town  River  (a  tributary  of  the  Taunton)  at  Bridgewater,         .        .  125 

Neponset  River  at  Hyde  Park, 177 

Merrimack  River  at  Lawrence, 181 

Merrimack  River  at  Lowell, 193 

Taunton  River  at  Taunton, 296 

Blackstone  River. 

The  character  of  the  water  of  the  Blackstone  River  is  closely 
related  to  the  disposal  of  the  sewage  of  the  city  of  Worcester,  and 
it  is  therefore  of  interest  to  note  that  during  1893  the  capacity  of 
the  precipitation  works  for  treating  the  sewage  of  this  city  has  been 
greatly  increased  by  the  construction  of  new  precipitation  tanks  and 
other  additions  to  the  works,  which  were  used  for  the  first  time  on 
July  15.  A  full  description  of  the  works  as  originally  constructed, 
and  the  results  of  a  special  examination  of  the  works  and  the  river 
during  one  week  in  1891,  can  be  found  in  the  annual  report  of  the 
State  Board  of  Health  for  that  year  (pages  267-295). 
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Six  precipitation  tanks  were  constructed  at  first,  and  ten  new 
tanks  of  the  same  area  as  the  old  ones  were  added  in  1893.  The 
new  tanks,  however,  are  longer  and  narrower  than  the  others,  their 
dimensions  being  166.67  feet  long,  40  feet  wide  and  5  feet  deep 
below  the  bottom  of  the  inlet  and  outlet  channels.  When  in  opera- 
tion the  tanks  are  filled  to  a  depth  of  about  six  and  a  half  feet,  and 
with  this  depth  they  contain  about  5,000,000  gallons  of  sewage. 

For  the  information  of  those  who  are  not  familiar  with  the  pre- 
vious history  of  these  works  it  m.iy  be  stated  that  the  sewage  of 
•  Worcester  is  not  taken  directly  from  the  sewers  to  the  precipitation 
works,  but  is  first  discharged  into  Mill  Brook ;  and  it  is  the  mingled 
sewage  and  brook  water  which  is  conveyed  to  the  precipitation 
works  and  treated.  Before  the  recent  enlargement  of  the  works 
only  a  small  part  of  the  flow  of  this  brook  could  be  treated,  and  the 
remainder  of  the  sewage  went  directly  into  the  Blackstone  River ; 
but  the  new  works,  which  are  said  to  have*  a  nominal  capacity  of 
15.000,000  gallons  per  day,  and  to  be  capable  of  treating  with  very 
good  results  a  somewhat  larger  quantity,  are  thought  to  be  of  suffi- 
cient capacity  to  take  the  whole  flow  of  the  brook  under  all  ordinary 
conditions. 

The  Worcester  sewage  is  unusual  in  its  character,  both  on  account 
of  its  dilution  by  the  brook  water  and  because  of  the  large  amount 
of  iron  salts  (mainly  sulphate  of  iron)  which  it  receives  from  time 
to  time  every  working  day  from  the  large  iron  and  wire  works  in 
the  city.  Lime  has  been  the  only  precipitant  added  to  the  sewage 
in  18i»3,  and  when  iron  is  present  fn  the  sewage  a  satisfactory  pre- 
cipitation results.  The  sewage,  however,  contains  iron  only  a  part 
of  the  time,  and  it  is  therefore  the  custom  to  store  the  sewage  con- 
taining iron  in  two  of  the  old  precipitation  tanks  so  that  it  can  be 
used  to  mingle  with  the  sewage  subsequently  arriving  and  containing 
no  iron,  and  in  this  way  form  a  satisfactory  precipitate  at  all  times. 

Owing  to  the  increase  in  the  quantity  of  sewage  treated  it  has 
been  necessary  to  increase  the  capacity  of  the  tanks  in  which  the 
chemicals  are  mixed,  and  the  old  mixers  have  therefore  been  re- 
placed by  two  new  iron-lined  mixers,  each  sixteen  feet  long,  eight 
feet  wide  and  three  and  a  half  feet  deep.  Lime  is  turned  into  the 
mixers  from  the  floor  above,  and  the  mixture  with  water  is  accom- 
plished by  means  of  compressed  air  discharged  through  perforated 
pipes  in  the  bottoms  of  the  mixers.     The  lime  mixture  is  conveyed 
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through  six-inch  iron  pipes  to  the  sewer  at  a  point  ninety  feet  above 
the  screens,  instead  of  being  discharged  as  formerly  below  the 
screens.  This  chancre  was  made  in  order  to  insure  a  more  thorou2:h 
mixing  of  the  lime  with  the  sewage  previous  to  subsidence.  The 
amount  of  lime  necessary  to  make  the  sewage  alkaline  is  determined 
by  frequent  tests  with  phenolphthalein. 

The  continuous  process  of  precipitation  is  used,  the  sewage  flow- 
ing through  the  difierent  tanks  in  order,  and  the  effluent  being 
discharged  continuously  from  the  last  one.  The  fall  of  the  effluent  is 
utilized,  by  means  of  a  turbine  wheel,  to  furnish  power  at  night  for 
lighting  the  works  by  electricity,  and  in  the  day  time  for  pumping 
the  sludge  by  means  of  a  Shone  ejector  to  sludge  beds  located  near 
the  Blackstone  River.  These  beds  at  the  present  time  cover  an  area 
of  about  fourteen  acres.  During  1893  nearly  all  of  the  sludge  was 
disposed  of  to  farmers  for  use  as  a  fertilizer. 

During  the  year  ending  Nov.  30,  1893,  1,795,000,000  gallons  of 
sewage  were  treated  and  1 ,105  tons  of  lime  were  used,  making  the 
amount  of  lime  1,232  pounds  per  million  gallons  of  sewage.  The 
amount  of  solid  matter  removed  from  the  water  during  the  year 
amounted  to  2,360  tons. 

The  Worcester  precipitation  works  have  alwaj's  been  very  intelli- 
gently operated  under  the  direction  of  skilled  chemists  and  engineers, 
and  the  following  quotations  from  the  annual  report  of  the  superin- 
tendent of  sewers  for  the  year  ending  Nov.  30,  1893,  will  be  of 
interest  as  indicating  the  manner  in  which  the  work  is  carried  on 
and  the  results  obtained  in  the  treatment  of  sewage  since  the  works 
have  been  enlarged. 

"From  the  first  day  the  plant  was  operated,  June  25,  1890,  continued 
experiments  have  been  made ;  at  first,  these  were  wholly  mechanical  and 
at  random,  but  it  was  soon  found  that  a  systematic  study  of  the  whole 
problem  must  be  made  if  the  work  was  to  be  successful.  Accordingly  a 
well-equipped  chemical  laboratory  has  been  provided  and  the  problems  met 
in  actual  manipulation  are  made  subjects  for  special  investigation.  That 
this  move  has  been  productive  of  good  is  shown  by  the  reduction  of  from 
thirty  to  fifty  per  cent,  in  the  cost  of  chemicals  used  per  million  gallons  of 
sewage  treated. 

Analyses  of  sewage  and  eflflnent  are  made  daily.  The  samples  for  analy- 
sis are  each  composed  of  twenty-four  portions  taken  hourly.  Thus,  by 
averaging  results  for  several  days,  an  efliuent  is  obtained  corresponding  to 
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the  sewage,  and  the  per  cent,  of  impurity  removed  is  easily  calculated. 
This  per  cent,  removed  is  the  indicator  which  shows  the  efficiency  of  the 
treatment. 

Records  of  all  analyses  are  kept  in  two  forms ;  one  simply  the  numerical 
tabulation,  the  other,  a  graphical  illustration  showing  at  a  glance  the  con- 
stitution of  the  sewage  and  efflaent,  as  well  as  the  per  cent,  removed. 

It  will  be  noticed  from  accompanying  table  A,  that  the  sewage  dealt 
with  is  remarkably  strong,  considering  that  about  half  of  it  is  water  coming 
directly  from  North  Pond.  It  is  also  interesting  to  note  that  the  effluent 
contains  only  two  and  one-half  parts  per  100,000  of  matter  in  suspen- 
sion, and  that,  of  this,  only  one  and  one-tenth  parts  are  organic  matter. 
Thus,  by  treatment,  the  organic  suspended  matter  has  been  removed  to  the 
extent  of  90.76  per  cent.  The  total  dissolved  residue  and  the  total  and 
dissolved  fixed  residue  are  negative  results,  undoubtedly  due  to  the  large 
quantity  of  lime  retained  in  solution  in  the  effluent.  From  table  A  the 
result  of  the  treatment  of  the  sewage  since  July  15  can  be  followed  by 
months,  and  the  averages  are  given  for  the  whole  period." 

^^  As  the  total  volatile  residue,  the  total  albuminoid  ammonia  and  the  total 
oxygen  consumed  represent  the  amount  of  organic  matter,  these  only  are 
shown  here : 

Total  volatile  residue, 51.06  per  cent,  removed. 

Total  albuminoid  ammonia,  .        .        .        .        49.19    **       "  •* 

Total  oxygen  consumed,        ....        33.27 


it  tt  u 


The  work  done,  as  shown  by  these  results,  is  very  good,  and  should 
fully  carry  out  the  object  of  the  plant,  viz.,  not  to  transform  sewage  into 
a  potable  water,  but  to  abate  and  finally  terminate  a  nuisance  to  neighbor- 
ing villages  along  the  Blackstone  River." 

The  results  in  1893  are  hardly  as  good  as  those  obtained  during 
the  special  examination  for  a  week  in  1891,  but  the  diflference  is  not 
very  great,  and  the  amount  of  chemicals  used  per  million  gallons 
during  this  year  has  been  much  less  than  during  the  week  referred  to. 

The  regular  monthly  examinations  of  the  water  of  tbe  Blackstone 
River  have  been  continued  as  in  previous  years,  and  the  results 
are  given  in  the  tables  on  pages  346-351.  The  first  two  tables 
contain,  respectively,  the  results  for  each  calendar  year  and  for  the 
six  months  of  each  year  from  June  to  November,  from  the  time 
when  the  examinations  were  first  begun  in  June,  1887,  to  tbe  end 
of  1893. 
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01 

«rf 

• 

«  •  . 

s 

0 

0 

.  •  • 

^ 

0 

... 

C3 

*  •  . 

9 
:9 

•  .  • 

a 
s 

.  •  • 

>» 

m 

-a 

"2 

s  • 

•  •  > 

«  n 

0 
a 

oS 

•    .  a> 

.2     • 

• 

S^ 

-    .  0 

> 

•   0 

•a  2 

9  a  ^ 

H  ^ 

•  5 

•0 
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BliACKSTONE  mVEB. 

Averages  of  Chemical  Analyses  of  Water  from  the  Blackstone  Riter 

FOR  THE  Years  1888  to  1893,  inclusive. 

Blackstone  River  between  Mill  Brook  Channel  and  the  Sewage  PrecipUalion  Works. 

[ParU  per  100.000.] 


KE8IDUB  on 

Ktapoba- 

j              Ammovia. 

MITBOOSK    1 

A8 

Color. 

TIOK. 

Chlorine. 

• 

Lost  on 
Ignition. 

i 

Albuminoid. 

i 
1 

Nitrites. 

TEAR. 

• 

1 

• 

si 

CO 

m 

3 

o 

1 

1888 

0.64 

- 

- 

.2112 

.1040 

- 

- 

1.21 

.0870 

.0029 

- 

1880. 

0.7« 

- 

- 

.2841 

.1198 

.0629 

.0669 

1.06 

.0286 

.0024 

- 

1890,          

0.82 

- 

- 

.1800 

1 

.1024 

.0549 

.0476 

1.03 

.0867 

.0014 

1 

1891 

0.80 

1 

13.54 

4.00 

.8840 

.1563 

.0840 

.0728 

1.78 

1 

.0883 

.0032 

4.6 

1892,          

0.71 

16.28 

4.85 

.2530 

.1262 

.0627 

.0636 

1.84  ' 

.0318 

.0061 

4.0 

1893 

0.68 

17.95 

4.88 

.1429 

.0603 

.0325 

.0277 

1.04  1 

.0180 

.0012 

4.6 

Blackstone  River  below  Sewage  Precipitation  Works 

• 

1888. 

0.64  1 

1 

• 

.2112 

.1040 

- 

- 

1.21 

.0370 

.0029 

1 

1889 

0.76  ' 

- 

- 

.2841 

.1198 

.0629 

.0660 

1.06 

.0236 

.0024 

1 

1890 

0.74 

- 

""    1 

.2253 

.1177 

.0581 

.0506 

1.26 

.0381 

.0016 

1891,         

0.80 

15.62 

4.52  ; 

.4080 

.1803 

.0696 

.0608 

1.01 

.0358 

.0081  ! 

I  4.6 

1892 

0.53 

19.35 

5.29  ! 

.3633 

.1442 

.0737 

.0706 

2.21 

.0278 

.0038 

7.2 

1893 

0.74 

1 

25.65 

6.54 

.3757 

.1447 

.0864 

.0588 

1.98 

1 

.0369 

.0070  ' 

7.4 

! 

Blackstone  River  at  Uxbridge. 

1888.          

0.45 

. 

.0979  '.0284 

- 

- 

1 
0.61 

.0322 

.0008 

- 

0.28 

- 

- 

.0992    .0300 

.0191 

.0109 

0.60 

.0263 

.0009 

- 

1890,          

0.25 

- 

1 

.1168    .0214 

.0152 

.0062  1 

0.66 

.0272 

.0006 

- 

0.27 

8.32 

1.94  j 

.1647 

.0272 

.0197 

.0076 

0.77 

.0886 

.0008 

2.8 

1892 

0.21 

8.59 

1.90 

.2113 

.0222 

.0153 

.0009 

0.82 

.0326 

.0007 

2.8 

0.40 

9.45 

1.91 

1 

.1608 

.0256 

.0167 

.0089 

1.00 

1 

.0424 

1 

.0029 

3.2 

1888 

0.47 

- 

.    1 
1 

.0444 

.0253 

- 

- 

0.44 

1 
.0242 

.0005 

- 

1889,          

0.38    1      - 

1 

1 

.0450 

.0277 

.0206 

.0071 

0.48 

.0160 

.0004 

- 

0.34  ,       - 

"    ( 

.0587 

.0211 

.0162 

.0049 

0.46 

.0240 

.0004 

- 

1891, 

0.32  'l  6.05 
0.85   1  6.03 

1.83 

.0807 

.0293 

.0194 

.0090 

0.65 

.0275 

.0005 

1.0 

1892.          

1.62 

.0896 

.0249 

.0180 

.0069 

0.64 

.0218 

.0004 

1.8 

1893. 

0.40 

i  6.23 

1.53 

1 

.0899 

.0288 

.0225 

.0063 

1 

0.66  1 

1 

.0289 

.0008 

2.0 

No.  34.] 
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BLACKSTONE  BTVER. 

Ay£RA.GES  OF  CHEMICAL  ANALYSES  OF  WATER  FROM  THE  BlACKSTONE  KiVER 

FOR  Six  Months  from  June  to  November,  inclusive,  of  Each  Year 
FROM  1887  to  1893. 

Blackstone  River  between  Mill  Brook  Channel  and  the  Sewage  Precipitation  Works, 

[Parts  per  100,000.] 


MONTHS. 

1 

bk8idub  om 
Evapora- 
tion. 

Ammonia. 

6 

f 

NiTBOOCV 
A8 

1 

1 

Loss  on 
Ignition. 

i 

En 

Albaminoid. 

2 

2 

• 

■c 

J 

1 

1 

■ 

1  c 

00 

« 

e 

Jane-Nov. 

,  1887,  . 

0.91 

mm 

. 

.2686 

.1741 

V 

1 
1.36 

.0160 

^ 

,. 

1888,  . 

0.76 

- 

- 

.2658 

.1112 

.0557 

.0555 

1.50 

.0382 

.0041 

- 

1889,  . 

0.86 

- 

- 

.3980 

.1430 

.0772 

.0658 

1.32 

.0177 

.0026 

• 

1890,  . 

1.14 

9.92 

3.03 

.2107 

.1246 

.0673 

.0573 

1.07 

.0250 

.0015 

2.9 

1891,  . 

1.10 

17.42 

5.59 

.4913 

.1950 

.1127 

.0823 

2.29 

.0192 

.0037 

5.0 

ft 

1892,  . 

0.52 

20.75 

6.30 

.3547 

.1433 

.0708 

.0725 

2.43 

.0227 

.0108 

6.1 

1893,  . 

0.40 

16.98 

4.55 

.1480 

.0588 

.0240 

.0348 

1.01 

.0115 

.0015 

6.3 

Blackstone  River  below  Sewage  Precipitation  Works, 


Jane-Nov 

,  1887,  . 

0.91 

„ 

.. 

.2686 

.1741 

« 

_ 

1.35 

.0160 

« 

_ 

1888,  . 

0.76 

- 

- 

.2658 

.1112 

.0557 

.0555 

1.50 

.0382 

.0041 

- 

1889,  . 

0.86 

- 

- 

.3980 

.1430 

.0772 

.0658 

1.32 

.0177 

.0026 

- 

1890,  . 

0.97 

11.36 

3.10 

.2907 

.1492 

.0722 

.0770 

1.46 

.0270 

.0018 

3.9 

1891,  . 

1.05 

22.25 

6.60 

.6367 

.1508 

.0883 

.0625 

2.61 

.0233 

.0040 

6.2 

1892,  . 

0.63 

26.80 

7.76 

.5240 

.1810 

.0958 

.0852 

3.13 

.0137 

.0050 

10.3 

1893,  . 

0.61 

30.00 

7.13 

.5680 

.1453 

.0900 

.0658 

2.76 

.0286 

.0126 

10.9 

Blackstone  River  at  XJxbridge, 


June-Nov., 

,  1887,  . 

0.39 

. 

. 

.1129 

.0271 

• 

. 

0.79 

.0360 

_ 

. 

1888.  . 

0.38 

6.42 

1.52 

.1165 

.0288 

.0222 

.0066 

0.68 

.0310 

.0007 

- 

1889,  . 

0.32 

- 

- 

.1133 

.0296 

.0102 

.0104 

0.66 

.0383 

.0009 

- 

1890,  , 

0.26 

8.86 

2.12 

.1629 

.0231 

.0174 

.0067 

0.79 

.0259 

.0005 

2.0 

18ul,  . 

0.20 

10.16 

2.61 

.2280 

.*0175 

.0117 

.0058 

1.04 

.0425 

.0007 

3.6 

1892,  , 

0.13 

9.36 

1.88 

.2840 

.0227 

.0162 

.0065 

0.99 

.0313 

.0007 

3.1 

1893,  . 

0.24 

11.74 

2.37 

.1985 

.0207 

.0140 

.0067 

1.20 

.0623 

.0050 

4.2 

Blackstone  River  cU  Millville, 


Jane-Nov., 

,  1887,  . 

0.31 

« 

.. 

.0468 

.0220 

. 

_ 

1 
0.51 

.0210 

» 

.. 

1888,  . 

0.41 

5.22 

1.40 

.0467 

.0296 

.0233 

.0063 

0.50 

.0278 

.0004 

- 

1889.  . 

0.38 

- 

- 

.0499 

.0273 

.0213 

.0060 

0.45 

.0167 

.0003 

- 

1890,  . 

0.26 

6.71 

2.24 

.0736 

.0196 

.0152 

.0044 

0.53 

.0220 

.0003 

2.3 

1891,  . 

0.24 

7.48 

2.35 

.1105 

.0384 

.0234 

.0150 

0.72 

.0308 

.0006 

2.2 

1892,  . 

0.37 

6.70 

1.62 

.1143 

.0294 

.0210 

.0084 

0.63 

.0217 

.0002 

2.0 

1893.  . 

0.23 

7.43 

1.73 

.0677 

.0110 

.0087 

.0031 

0.77 

.0385 

.0011 

2.6 
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BLACKSTONi:  OIVEB. 

Chemicai  Examination  of  Water  from  Blaekstotte  Biver  between 

[P.n.  per  100,000.] 


1 

1 

AFP«I.*KC«. 

1.™...  ..  E,.,.,„,„.,. 

-'■ 

.-»» 

1 

TOIIL  UBlDf.. 

LO»l  0»  ISKlTIOa. 

1 

ii 

4 

1 

j* 

jt 

10 

mi 

mi 
nasi 

Not.     1 

Dfldded. 

Thtct. 

DiKlded.  mllhr. 
D«W,d.mliky. 

Dectded,  milky. 
Dmjlded'. 

DlltlDEl. 

HMTy,  browD. 

Hnvy.  gray. 
Cod*.,  gray. 

Hearyl  brown. 

HeiTjIlron. 
CoDi..  mily. 

ailght.  d«k. 

tiso 
liao 

M.OO 

is!» 

sa.w 

It.EO 

iilso 

i!oo 

S.30 

4!oo 

3.M 

, 

^ 

^ 

^_ 

4.S» 

___ 



No.  lMt3  vu  collBCIed 
aollsclodBt  11.4iF. 


ipt»  were  coll«l 
iDd  tba  rem*  I  u  log  aumplgt 


mining  Hniplei  on  Tbnr«liy.    The  Qnl 


^eniicoZ  Examination  of  Water  from  Blaekalone 
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BliACKSTONB  BIVEB. 

MUl  Brook  Channel  and  the  Worcester  Sewage  Precipitation  Works. 

[Parti  par  100,000.] 


AMMONIA. 

j 

KiTBOOBM  A8 

Iron 

8 

9 

a 

■^^ 

ALBUMINOID 

• 

• 

m 

• 

1 

• 

• 

• 

1 

• 

i 

U4 

"3 

•  C3 

m  « 

a  A 

c 

.8840 

.2820 

.1960 

.0860 

2.28 

.0070 

.0007 

4.4000 

3.4000 

7.0 

1 

.2080 

.1260 

.0820 

.0440 

1.34 

.0300 

.0011 

.3440 

.2200 

1.4 

2 

.0800 

.0820 

.0540 

.0280 

1.00 

.0200 

.0012 

.5400 

.1300 

1.9 

3 

.0510 

.0580 

.0330 

.0250 

.74 

.0250 

.0020 

.3000 

.2400 

2.2 

4 

.0520 

.0400 

.0280 

.0120 

.33 

.0400 

.0007 

.0340 

.0200 

1.6 

5 

.2800 

.2040 

.0600 

.1440 

2.16 

.0300 

.0050 

1.7000 

.7400 

6.1 

6 

.0800 

.0450 

.0240 

.0210 

.76 

.0000 

.0000 

4.6000 

m. 

9.7 

7 

.05«0 

.0240 

.0130 

.0110 

.79 

.0300 

.0012 

.6000 

~ 

3.9 

8 

.2560 

.0540 

.0820 

.0220 

.90 

.0090 

.0014 

.8000 

.1000 

3.7 

9 

.1680 

.0110 

.0090 

.0020 

.85 

.0000 

.0009 

8.1000 

1.0400 

6.0 

10 

.0480 

.0150 

.0060 

.0090 

.60 

.0000 

.0005 

1.8200 

.9400 

9.6 

11 

.0520 

.0360 

.0300 

.0060 

.70 

.0250 

.0003 

.8500 

.1800 

1.9 

12 

.1420 

.0814 

.0472 

.0842 

1.04 

.0180 

.0012 

1.6078 

.5842 

4.6 

13 

Microscopical  Examination, 

No0. 10123  aod  10263  were  not  examined.    The  remaining  samples  conialned  ZoSgloea,  generally  In 
very  large  nambers,  and  only  a  few  of  other  organisms. 


River  below  the  Worcester  Sewage  Precipitation  Works. 

[Parts  per  100,000.] 


Ammonia. 

NiTROGKN  AS 

Iron. 

• 

•a 

M 

« 

e 

■ 

albuminoid 

■ 

• 

S 
s 

• 

1 

5 

•6 

a 

t' 

Si 

i 

1 

1 

A 

h 

H 

fi 

OQ 

» 

S 

D 

C 

» 

.4960 

.4600 

.2420 

.2180 

2.40 

.0070 

.0009 

4.9000 

3.6000 

10.1 

1 

.2160 

.1400 

.  .0820 

.0580 

1.60 

.0400 

.0015 

.4700 

.3000 

3.6 

2 

.0880 

.1020 

.0560 

.0460 

0.96 

.0220 

.0010 

.5200 

.1240 

2.5 

3 

.0450 

.0480 

.0300 

.0180 

0.77 

.1000 

.0020 

.7000 

.2000 

1.8 

4 

.0.=>60 

.0480 

.0280 

.0200 

0.84 

.0400 

.0007 

.0390 

.0200 

1.6 

6 

.2960 

.2640 

.0940 

.1700 

2.52 

.0070 

.0001 

1.3500 

.4400 

3.6 

6 

.2600 

.0620 

.0290 

.0330 

2.17 

.0000 

.0000 

3.9000 

.. 

16.6 

7 

.2320 

.0780 

.0390 

.0390 

1.54 

.0150 

.0100 

.0500 

• 

6.7 

8 

.9600 

.2200 

.1600 

.0600 

3.84 

.OU50 

.0512 

.7600 

.1500 

11.9 

9 

.9600 

.1670 

.1590 

.0080 

4.44 

.0760 

.0085 

.2950 

.0100 

16.1 

10 

.71H)0 

.0810 

.0590 

.0220 

2.02 

.0690 

.0060 

.6000 

.0080 

11.2 

11 

.2000 

.0670 

0590 

.0080 

1.16 

.0A30 

.0018 

.3800 

.2800 

4.6 

12 

.3757 

.1447 

.0664 

.0683 

1.98 

.0369 

.0070 

1.1637 

\   .513^ 

\  '•* 

13 

\ 

Microscopical  Examination. 

Nob.  10124  and  10264  were  not  examined.    The  remaining  saroplea  contained  Zo'dgloea  often  in  very 
large  numbers,  aod  only  a  few  of  other  organisms. 
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BLACKSTONE  BIVEB. 

Chemical  Examination  of  Water  from  Blackstone  River  between 

[Parts  per  100,000.] 


i 

a 

a 

Date  of 

Collection. 

APPEARANCE. 

KKSIDUS  on  EVAPORATIOX. 

Torbldlty. 

Sediment 

m 

a 

TOTAL  &E8IDUR. 

LOSS  ON  IGNITION. 

1 

• 

1 

1*3 

5" 

• 

-1 

• 

1 

•6 
o 

> 

• 

s  a. 

OQ 

1 

2 

3 

4 

6 

6 

7 

8 

9 

10 

11 

12 

9926 
10013 
10123 
10263 
10413 
10538 
10676 
10870 
11062 
11212 
11369 
11624 

1S93. 

Jan.  24 
Feb.   14 
Mar.  14 
April  18 
May   17 
June  20 
July  18 
Aug.  22 
Sept.  19 
Oct.    17 
Nov.  21 
Dec.  19 

Decided. 
Decided. 
Thick. 

Decided,  milky. 
Decided,  milky. 
Decided. 
Decided. 
Distinct,  milky. 
Decided,  milky. 
Decided. 
Decided. 
Distinct. 

Heavy,  brown. 
Heavy,  gray. 
Cons.,  gray* 
Heavy,  yellow. 
Heavy,  gray. 
Heavy,  brown. 
Heavy,  brown. 
Heavy,  iron. 
Cons.,  rusty. 
C'ons.,  rusty. 
Cons. 
Slight,  dark. 

0.90 
0.60 
0.40 
1.40 
1.30 
0.30 
1.80 
0.10 
0.16 
0.08 
0.04 
1.20 

28.60 
16.20 
37.80 
12.60 

9.80 
22.70 
18.60 
10.60 
16.80 
16.10 
18.20 

8.60 

22.60 

11.20 

6.60 

9.00 

6.20 

16.10 

loTso 

16.10 

17.20 

7.90 

6.10 
6.00 
31.20 
3.60 
3.60 
7.60 

6.00 
1.00 
1.00 
0.70 

9.90 
6.80 
6.50 
6.30 
2.60 
8.60 
6.00 
1.00 
4.40 
3.60 
4.20 
2.30 

6.10 
4.00 
1.60 
3.80 
1.40 
3.70 

2.80 
3.S0 
4.00 
2.80 

8.80 
1.80 
3.90 
2.00 
1.10 
4.80 

1.00 
0.30 
0.20 
0.00 

13 

Av.. 

0.68 

17.95 

- 

- 

4.88 

1                                            ***• 

! 

Odor,  offensive. The  samples  were  collected  from  the  river  about  200  feet  below  the  iron  bridge. 

'No.  10413  was  collected  on  Wednesday  and  the  remaining  samples  on  Thursday.    The  tirst  sample  was 
.collected  at  12.45  p.m.,  and  the  remaining  samples  between  2.00  and  3.56  p.m. 


Chemical  Examination  of  Water  from  Blackstone 

[Parts  per  100,000.] 


• 

1 

a 

Date  of 

Collection. 

Appearance. 

Residue  on  Evaporation. 

Turbidity. 

Sediment. 

1 

TOTAL  RB8IDUB. 

LOSS  ON  IONITIOX. 

• 

I 

s 

•6 

si 

00 

1 

• 

« 

1 
si 

90 

) 

I 

2 

3 

4 

6 

« 

7 

8 

9 
10 
11 
12 

9927 
10014 
10124 
10264 
10414 
10539 
10677 
10871 
11053 
11213 
11370 
11625 

1S98. 

Jan.  24 
Feb.  14 
Mar.  14 
April  18 
May   17 
June  20 
July  18 
Aug.  22 
Sept.  19 
Oct.    17 
Nov.  21 
Dec.  19 

Decided. 
Decided. 
Thick. 

Decided,  milky. 
Decided,  milky. 
Decided. 
Decided. 
Decided,  milky. 
Thick,  milky. 
Distinct. 
Decided. 
Distinct. 

Heavy,  brown. 
Heavy,  gray. 
Cons  ,  grav. 
Heavy,  yellow. 
Heavy,  gray. 
Heavy. 

Heavy,  brown. 
Cons  ,  dark. 
Heavy,  rusty. 
Cons.,  rusty. 
Heavy,  rusty. 
Slight,  rusty. 

0.66 
0.70 
0.60 
1.40 
1.40 
1.00 
1.00 
0.40 
0.40 
0.18 
0.10 
1.10 

33.80 
16.40 
88.80 
13.70 
10.00 
24.00 
80.90 
10.60 
34.80 
44.60 
29.20 
16.60 

26.60 

13.80 

6.80 

9.20 

0.00 

14.60 

29.00 
48.60 
24.80 
12.80 

7.80 
2.60 
81.60 
4.60 
4.00 
0.40 

6.80 
1.00 
4.40 
2.80 

11.80 
6.00 
7.20 
6.60 
2.10 
9.40 
6.70 
3.80 
8.60 
8.90 
6.40 
3.70 

7.10 
4.00 
1.80 
8.00 
1.60 
3.70 

6.80 
8.30 
6.00 
3.60 

4.10 
2.00 
6.40 
2.60 
0.00 
6.70 

1.80 
0.60 
1.40 
0.20 

13 

Av. . 

0.74 

26.66 

- 

- 

0.64 

- 

Odor,  offensive. The  samples  were  collected  from  the  river  above  Milibury  and  below  the  point 

where  the  effluent  from  the  Worcester  Precipitation  Works  enters  the  river.  No.  10414  was  collected 
on  Wednesday  and  the  remaining  samples  on  Thursday.  The  samples  were  collected  between  I.OO  and 
3.10  p.m. 
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BliACKSTONE  BIVEB. 

Mill  Brook  Channel  and  the  Worcester  Sewage  Precipitation  Works. 

[ParU  p«r  100,000.] 


AMMONIA. 

KiTBOOBH  A8 

Iron 

ALBUMINOID 

• 

t 

in 

• 

Dis- 
solved. 

Sus- 
pended. 

• 

• 

1 

• 

1 

t 

S3 

« 
§ 

M4 

.8840 

.2820 

.1960 

.0860 

2.28 

.0070 

.0007 

4.4000 

3.4000 

7.0 

1 

.2080 

.1260 

.0820 

.0440 

1.34 

.0300 

.0011 

.3440 

.2200 

1.4 

2 

.0800 

.0820 

.O.VM) 

.0280 

1.00 

.0200 

.0012 

.5400 

.1.300 

1.9 

3 

.0510 

.0580 

.0330 

.0250 

.74 

.0250 

.0020 

.8000 

.24<)0 

2.2 

4 

.0520 

.0400 

.0280 

.0120 

.33 

.0400 

.0007 

.0340 

.0200 

1.6 

5 

.2800 

.2040 

.0600 

.1440 

2.16 

.0300 

.0050 

1.7000 

.7400 

5.1 

6 

.0800 

.0450 

.0240 

.0210 

.76 

.0000 

.0000 

4.6000 

•> 

9.7 

7 

.0560 

.0240 

.0130 

.0110 

.79 

.0300 

.0012 

.6000 

- 

3.9 

8 

.2560 

.0540 

.0820 

.0220 

.90 

.0090 

.0014 

.8000 

.1000 

3.7 

9 

.1680 

.0110 

.0090 

.0020 

.85 

.0000 

.0009 

8.1000 

1.0400 

6.0 

10 

.0480 

.0150 

.0060 

.0090 

.60 

.0000 

.0005 

1.3200 

.9400 

9.6 

11 

.0520 

.0360 

.0300 

.0060 

.70 

.0250 

.0003 

.8500 

.1800 

1.9 

12 

.1429 

.0814 

.0472 

.0342 

1.04 

.0180 

.0012 

1.5078 

.5842 

4.6 

13 

Microscopical  Examination, 

Not.  10123  and  10268  were  not  examined.    The  remaining  samples  coniained  Zo'dgloea,  generally  In 
very  large  numbers,  and  only  a  few  of  other  organisms. 


Eiver  below  the  Worcester  Sewage  Precipitation  Works. 

[Parts  per  100,000.] 


Ammonia. 

i 

NiTBOOKN  AS 

Iron. 

Hardness. 

ALBUMINOID. 

• 

1 
8 

• 

s 

•c 

t 

i' 

Si 

U4 

1 

• 

•2 

i 

CO 

.4960 
.2160 
.0880 
.0450 
.0.=>60 
.2960 
.2600 
.23i0 
.9600 
.9600 
.7000 
.2000 

.4600 
.1400 
.1020 
.0480 
.0480 
.2&t0 
.0620 
.0780 
.2200 
.1670 
.0810 
.0670 

.2420 
.0820 
.0560 
.0300 
.0280 
.0940 
.0290 
.0390 
.1600 
.1590 
.0590 
0590 

.2180 
.0580 
.0460 
.0180 
.0200 
.1700 
.0330 
.0390 
.0600 
.0080 
.0220 
.0080 

2.40 
1.60 
0.96 
0.77 
0.84 
2.52 
2.17 
1.54 
8.84 
4.44 
2.02 
1.15 

.0070 
.0400 
.0220 
.1000 
.0400 
.0070 
.0000 
.0160 
.0050 
.0760 
.0690 
.0630 

.0009 
.0015 
.0010 
.0020 
.0007 
.0001 
.0000 
.0100 
.0512 
.0086 
.0060 
.0018 

4.9000 
.4700 
.5200 
.7000 
.0390 
1.3500 
8.9000 
.0500 
.7600 
.2950 
.6000 
.3800 

3.6000 
.3000 
.1240 
.2000 
.0200 
.4400 

.1500 
.0100 
.0080 
.2800 

10.1 

3.5 

2.5 

1.8 

1.5 

3.6 

16.6 

6.7 

11.9 

16.1 

11.2 

4.6 

1 

2 

3 

4 

5 

6 

7 

8 

9 

10 

11 

12 

.8757 

.1447 

.0664 

.0583 

1.98 

.0369 

.0070 

1.1637 

.6132 

7.4 

18 

Microscopical  Examination. 

Nos.  10124  and  10264  were  not  examined.    The  remaining  samples  contained  ZoogXcea  often  in  very 
large  numbers,  aod  only  a  few  of  other  orgauiams. 
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BliACKSTONE  RIVEB. 

Chemical  Examination  of  Water  from  Blackstone  River  bettceen 

[Parts  per  100,000.] 


S 

a 

izi 

• 

c 
Q 

APPEARAKCE. 

KsaiDUB  ON  EVAPOKATIOX. 

Tnrbldlty. 

Sediment 

a 

TOTAL  llESIDUB. 

LOSS  ON  IGNITIOa. 

• 

1 

• 

1 

1^ 

•o 

D  P. 

• 

1 

Of 

> 

it 

1 

2 

3 

4 

6 

6 

7 

8 

0 

10 

11 

12 

0026 
10013 
10123 
10263 
10413 
10538 
10676 
10870 
11052 
11212 
11360 
11524 

1S03. 

Jan.  24 
Feb.   14 
Mar.  14 
April  18 
May  17 
June  20 
July  18 
Ang.  22 
Sept.  10 
lOct.    17 
I  Nov.  21 
Dec.  10 

Decided. 
Decided. 
Thick. 

Decided,  milky. 
Decided,  milky. 
Decided. 
Decided. 
Distinct,  milky. 
Decided,  milky. 
Decided. 
Decided. 
Distinct. 

Heavy,  brown. 
Heavy,  gray. 
Cons.,  gray* 
Heavy,  yellow. 
Heavy,  gray. 
Heavy,  brown. 
Heavy,  brown. 
Heavy,  iron. 
Cons.,  rusty. 
Cons.,  rusty. 
Cons. 
Slight,  dark. 

0.00 
0.50 
0.40 
1.40 
1.30 
0.30 
1.80 
0.10 
0.15 
0.08 
0.04 
1.20 

28.60 
16.20 
37.80 
12.50 

0.80 
22.70 
18.50 
10.60 
15.80 
16.10 
18.20 

8.60 

22.50 

11.20 

6.60 

0.00 

6.20 

15.10 

10.80 

15.10 

17.20 

7.00 

6.10 
5.00 
31.20 
3.50 
8.60 
7.60 

6.00 
1.00 
1.00 
0.70 

0.00 
5.80 
5.50 
5.30 
2.50 
8.50 
5.60 
1.00 
4.40 
3.60 
4.20 
2.30 

6.10 
4.00 
1.60 
3.30 
1.40 
3.70 

2.80 
3.30 
4.00 
2.80 

8.80 
1.80 
S.90 
2.00 
1.10 
4.80 

1.00 
0.30 
0.20 
0.00 

13 

Av. . 

0.68 

17.05 

- 

- 

4.88 

- 

Odor,  offensive. The  samples  were  collected  from  the  river  about  200  feet  below  the  iron  bridge. 

*No.  10413  was  collected  on  Wednesday  and  the  remaining  samples  on  Thursday.    The  drat  sample  was 
•collected  at  12.45  p.m.,  and  the  remaining  samples  between  2.00  and  8.55  p  jc. 


Chemical  Examination  of  Water  from  Blackstone 

[Parts  per  100,000.] 


i 

a 

s 

Date  of 

Collection. 

Appkaranck. 

Rksidck  on  Evaporation. 

Turbidity. 

Sediment. 

i 

TOTAL  RB8IDUB. 

loss  ok  ionitioii. 

• 

1 

> 

s 

•6 

a 

OQ 

• 

1 
si 

QD 

■ 

I 

2 
3 
4 
h 
« 
7 
8 
0 
10 

11 

12 

0027 
10014 
10124 
10264 
10414 
10539 
10677 
10871 
11053 
11213 
11370 
11525 

Av. . 

1 
1S08.    ; 

Jan.  24 
Feb.   14 
Mar.  14 
April  18 
May   17 
June  20 
July  18  1 
Aug.  22  ) 
Sept.  10 
Oct.    17 
Nov.  21 
Dec.  10 

Decided. 
Decided. 
Thick. 

Decided,  milky. 
Decided,  milky. 
Decided. 
Decided. 
Decided,  milky. 
Thick,  milky. 
Distinct. 
Decided. 
Distinct. 

Heavy,  brown. 
Heavy,  gray. 
Cons  ,  grav. 
Heavy,  yellow. 
Heavy,  gray. 
Heavy. 

Heavy,  brown. 
Cons  ,  dark. 
Heavy,  rusty. 
Cons.,  rusty. 
Heavy,  rusty. 
Slight,  rusty. 

0.65 
0.70 
0.50 
1.40 
1.40 
1.00 
1.00 
0.40 
0.40 
0.18 
0.10 
1.10 

33.80 
16.40 
88.30 
13.70 
10.00 
24.00 
80.00 
16.60 
34.80 
44.50 
20.20 
15.60 

26.50 

18.80 

6.80 

0.20 

6.00 

14.60 

20.00 
43.50 
24.80 
12.80 

7.80 
2.60 
31.50 
4.50 
4.00 
0.40 

5.80 
1.00 
4.40 
2.80 

11.80 
'  6.00 
7.20 
5.50 
2.10 
0.40 
5.70 
3.80 
8.60 
8.00 
6.40 
3.70 

7.10 
4.00 
1.80 
8.00 
1.50 
8.70 

6.80 
8.30 
5.00 
3.50 

4.10 
2.00 
5.40 
2.50 
0.60 
5.70 

1.80 
0.60 
1.40 
0.20 

13 

0.74 

26.95 

- 

- 

6.54 

- 

\ 

................... 

Odor,  offensive. The  samples  were  collected  from  the  river  above  Millbury  and  below  the  potot 

where  the  effluent  from  the  Worcester  Precipitation  Works  enters  the  river.  No.  10414  was  collected 
on  Wednesday  and  the  remaining  samples  on  Thursday.  The  samples  were  collected  between  1.00  and 
8.10  p.m. 
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BI.ACKSTONI:  BIVEB. 

Mill  Brook  Channel  and  the  Worcester  Sewage  Precipitation  Works. 

[Parti  per  100,000.] 


Ammonia. 

■ 

NITBOOBM  A0 

Iron 

8 

9 

a 

1 

■ 

ALBUMINOID 

• 

J 

■ 

1 

c 

1 

a 

^ 

• 

1 

It- 
solved. 

A 

U4 

H 

Q 

09 

ae; 

S 

D 

b* 

M4 

.8840 

.2820 

.1060 

.0860 

2.28 

.0070 

.0007 

4.4000 

3.4000 

7.0 

1 

.2080 

.1260 

.0820 

.0440 

1.34 

.0300 

.0011 

.3440 

.2200 

1.4 

2 

.0800 

.0820 

.0540 

.0280 

1.00 

.0200 

.0012 

.6400 

.1300 

1.9 

3 

.0610 

.0580 

.0830 

.0250 

.74 

.0250 

.0020 

.3000 

.24«)0 

2.2 

4 

.0520 

.0400 

.0280 

.0120 

.83 

.0400 

.0007 

.0340 

.0200 

1.5 

5 

.2800 

.2040 

.0600 

.1440 

2.16 

.0800 

.0050 

1.7000 

.7400 

5.1 

6 

.0800 

.0450 

.0240 

.0210 

.76 

.0000 

.0000 

4.6000 

. 

9.7 

7 

.05«0 

.0240 

.0130 

.0110 

.79 

.0300 

.0012 

.6000 

. 

3.9 

8 

.2560 

.0540 

.0820 

.0220 

.90 

.0090 

.0014 

.8000 

.1000 

3.7 

9 

.1680 

.0110 

.0090 

.0020 

.85 

.0000 

.0009 

8.1000 

1.0400 

6.0 

10 

.0480 

.0160 

.0060 

.0090 

.60 

.0000 

.0005 

1.8200 

.9400 

9.6 

11 

.0520 

.0360 

.0300 

.0060 

.70 

.0250 

.0003 

.8500 

.1800 

1.9 

12 

.1420 

.0814 

.0472 

.0842 

1.04 

.0180 

.0012 

1.5078 

.5842 

4.6 

13 

Microscopical  Examination, 

Nos.  10123  and  10263  were  not  examined.    The  remaining  samples  coniained  Zo'dgloea,  generally  in 
very  large  numbers,  and  only  a  few  of  other  organisms. 


River  below  the  Worcester  Sewage  Precipitation  Works. 

[Parts  per  100,000.] 


Ammonia. 


ALBUMINOID 

• 

• 

•2 

•2 

d 

H 

a 

00 

.4960 
.2160 
.0880 
.0450 
.0560 
.2960 
.2800 
.23i0 
.9600 
.9600 
.7000 
.2000 


.3767 


.4600 

.2420 

.1400 

.  .0820 

.1020 

.0560 

.0480 

.0300 

.0480 

.0280 

.2640 

.0940 

.0620 

.0290 

.0780 

.0390 

.2200 

.1600 

.1670 

.1590 

.0810 

.0590 

.0670 

0590 

.1447 

.0864 

.2180 
.0580 
.0460 
.0180 
.0200 
.1700 
.0330 
.0390 
.0600 
.0080 
.0220 
.0080 


.0583 


2.40 
1.60 
0.06 
0.77 
0.84 
2.62 
2.17 
1.64 
3.84 
4.44 
2.02 
1.15 


1.98 


NiTBOOKN  AS 


s 


8 


.0070 
.0400 
.0220 
.1000 
.0400 
.0070 
.0000 
.0150 
.0050 
.0750 
.0690 
.0A30 


.0369 


.0009 
.0016 
.0010 
.0020 
.0007 
.0001 
.0000 
.0100 
.0612 
.0085 
.0060 
.0018 


Iron. 


.0070 


4.9000 
.4700 
.6200 
.7000 
.0390 
1.3500 
8.9000 
.0600 
.7600 
.2950 
.6000 
.8800 


3.6000 
.3000 
.1240 
.2000 
.0200 
.4400 


.1500 
.0100 
.0080 
.2800 


e 

■2 


10.1 

3.6 

2.6 

1.8 

1.6 

3.6 

16.0 

6.7 

11.9 

16.1 

11.2 

4.6 


1.1637 


.6132 


7.4 


1 
2 
3 

4 

5 

6 

7 

8 

9 

10 

11 

12 


18 


Microscopical  Examination. 

Nos.  10124  and  10264  were  not  examined.    The  remaining  samples  contained  Zooglcea  often  in  very 
large  numbers,  and  only  a  few  of  other  organisms. 
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BliACKSTONE  BIVEB. 

Chemical  Examinalion  of  Water  from  Blackstone  River  at  Uxbridge, 

[Parts  per  100,000.] 


• 

e 
o 
zs 

% 

i 

ha 

o 
« 

a 

Appkaramob. 

Rbsiddr  on 
Evapora- 
tion. 

Ammonia. 

• 

c 

1 

1.20 
0.70 
0.80 
0.46 
0.43 
0.86 
1.00 
1.23 
1.22 
1.64 
1.27 
1.19 

1. 00 

!  NiTBOOBN 
1           -^^ 

a 

B 
« 
S 
O 

o 

B 

I 

K 

o 

• 

•3 

s 

9 

H 

a 
« 

1 

i 

• 

B 
O 

n 

« 
5 

• 

Albuminoid. 

1 

2 

• 

1 

a 

s 

•5 

> 

OB 

c 

t 

a 

oc 

• 
2 
•2 

9899 
10020 
10181 
10281 
10415 
10549 
10691 
10885 
11067 
11227 
11875 
11535 

1893. 

Jan.  19 

Feb.  16 
Mar.  16 
Apr.  20 
May  18 
JaDe23 
Jaly20 
Aug.24 
8ept.21 
Oct.  19 
Nov.23 
Dec.  21 

Distinct, 

milky. 
Distinct, 

milky. 
Decided, 

milky. 
Decided, 

milky. 
Distinct, 

milky. 
Distinct. 

Slight. 

milky. 
Distinct, 

milky. 
Distinct. 

Decided. 

Decided. 

Distinct, 
milky. 

Slight. 

Slight. 

Cons., 

gray. 
Slight. 

Cods., 

rusty. 
Cods. 

Slight. 

Cods. 

Slight. 

Cods. 

V.  slight. 

V.  slight. 

0.05 
0.75 
0.50 
0.90, 
0.65, 
0.20| 
0.03, 
0.40, 
0.30 
0.18 
0.30 
0.50 

0.40 

9.10 

6.70 

4.80 

6.20 

5.00 

8.50 

0.60 

11.80 

11.95 

16.90 

12.80 

12.30 

1.80 
0.85 
1.60  : 

J 

1.15  1 

1 

1.10 
1.90 
2.00 
3.40 
2.15 
2.85 
1.90 
2.20 

.1920 
.0800 
.0620 
.0720 
.0760 
.2080 
.2350 
.1880 
.0600 
.2000 
.3000 
.2600 

.1603 

.0210 
.0410 
.0370 
.0260 
.0300 
.0280 
.0140 
.0170 
.0250 
.0220 
.0180 
.0280 

.0256 

.0160 
.0180 
.0270 
.0160 
.0180 
.0210 
.0090 
.0110 
.0160 
.0140 
.0140 
.0210 

.0167 

.0060 
.0230 
.0100 
.0100 
.0120 
.0070 
.0050 
.0060 
.0100 
.0080 
.0040 
.0070 

.0089 

.0100 
.0250 
.0180 
.0350 
'.0250 
.0350 
.0070 
.0600 
.1200 
.1100 
.0420 

.0220 

f 

.0015 
.0003 

.0001 

1 

.00071 

.ooio' 

.0010 

j 

.0002 

t 

.0056) 
.0170 
.0050, 
.00101 

.0009' 

1 

.2626 
.4822 
.4906 
.3540 
.3212 
.2291 
.1554 
.4700 
.3280 
.2508 
.2226 
.5467 

.3419 

2.7 
1.0 
1.1 
1.7 
1.4 
2.2 
2.8 
3.. 
4.7 
6.8 
6.4 
4.0 

Av»  • 

9.46 

1.91 

.0424  -nn%)' 

8.2 

1 

Iron,  .0474.    Odor,  generally  musty,  occasionally  disagreeable  or  offensive. The  samples  were 

collected  from  the  canal  leading  from  the  upper  dam  of  the  Calumet  Woolen  Compaoy  to  the  mill  just 
before  the  water  passed  the  screeos. 


Microscopical  Examination, 

The  nnmber  of  organisms  found  in  these  samples  varied  from  148  to  3,360  per  cubic  centimeter  and 
averaged  7'^?,  ZuiSgloea  being  by  far  the  most  abundant  and  averaging  724. 
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BI^CKSTONS  BIVER. 

Chemical  Examination  of  Water  from  Blackstone  River  at  Millville,  Blackslone. 

[Parts  per  100,000.] 


a 

o 


e 
o 

I 

O 


0006 
10031 
10134 
10283 
10410 
10668 
10«89 
10887 
11074 
11230 
11381 
11638 


At. 


1S98. 

Jan.  19 

Feb.  16 
Mar.  16 
Apr.  20 
May  18 
Jiine23 
July  20 
Aog.24 
Sept.21 
Oct.  19 
Nov.  23 
Dec.  21 


Appbaeanob. 


1 


OQ 


6 


Slight. 

milky. 
DUtinot, 

clayey. 

DistlDOt, 

milky. 

DlsUnct, 

milky. 

DlBtiDCt, 

milky. 
Dittinct, 

milky. 
DiBtioct, 

milky. 
Slight. 

Slight. 

Distinct, 

milky. 

DittiDct. 

DisUDCt, 
milky 


Slight. 

Slight, 
earthy. 

OOD0., 

gray. 
SUght. 

Cons., 

rusty. 
Slight. 

Cons. 

Slight, 

rusty. 
Cons., 

brown. 
Slight. 

Blight. 

Slight. 


0.60 
0.60 
0.60 
0.66 
0.65 
0.35 
0.06 
0.28 
0.18 
0.20 
0.30 
0.60 


0.40; 


Rbsidcb  on 
Evapora- 
tion. 


3 


a 
o 
s 


S 


6.06 
4.20 
3.36 
4.30 
4.60 
6.10 
7.66 
8.70 
8.76 
8.86 
6.10 
7.70 


6.23 


1.40 
1.40 
1.06 
1.16 
1.70 
1.46 
1.60 
2.70 
1.05 
1.66 
1.16 
1.80 


Ammonia. 


Albuminoid. 

i 

1 

t 

1 

J9 

• 

Em 

H 

Q 

00 

.0694 
.0400 
,0250 
.2200 
.1920 
.0760 
.1930 
.0174 
.0160 
.0280 
.0760 
.1360 


.0230 
.0180 
.0130 
.0920 
.0930 
.0100 
.0170 
.0044 
.0228 
.0100 
.0070 
.0300 


1.63  .0899.0288 


.0246 
.0160 
.0060 
.0720 
.0760 
.0060 
.0140 
.0032 
.0192 
.0070 
.0040 
.0260 


.0226 


.0034 
.0030 
.0080 
.0200 
.0170 
.0060 
.0030 
.0012 
.0036 
.0030 
.0030 
.0060 


9 

a 


.43 
.33 
1.04 
.36 
.30 
.46 
.88 
.97 
.88 
.82 
.60 
.83 


.0063.0.66 


NlTROOBN 
AS 

• 

1 

• 

.0280 
.0180 
.0100 
.0200 
.0160 
.0060 
.0200 
.0600 
.0700 
.0680 
.0280 
.0260 

.0289 

.0003 
.0001 
.0004 
.0005 
.0005 
.0003 
.0002 
.0010 
.0028 
.0017 
.0006 
.0007 

.0008 

"2 

a 

o 
a 

a 

a 

o 


a 

•s 

a 


.3869 


1.9 


.47101  1.1 


.3096 
.3869 
.4124 
.2766 
.1924 
.3631 
.3239 
.3230 
.1612 
.5265 


0.9 
1.1 
1.1 
1.6 
2.6 
2.6 
3.1 
3.0 
2.6 
2.3 


.3603>  2.0 


Iron,  .0452.  Odor,  generally  musty,  frequently  disagreeable  or  offensive. —The  samples  were 
collected  from  the  river  Jost  above  the  dam  in  the  village  of  Millville. 

Microscopical  Examination, 

The  number  of  organisms  found  in  these  samples  varied  from  107  to  946  per  cubic  centimeter  and 
averaged  294,  ZoiSgloea  being  in  most  cases  by  far  the  most  abundant  and  averaging  224. 

Charles  River. 

Regular  monthly  examinations  of  the  water  of  Charles  River 
above  South  Natick  have  been  made  during  the  last  five  months  of 
1893,  and  weekly  examinations  of  the  water  at  JStna  Mills  and  at  a 
point  about  2,000  feet  below  Galen  Street  bridge  in  Watertown 
were  made  from  August  17  to  October  26.  An  examination  of  the 
whole  length  of  the  tidal  portion  of  the  river  by  means  of  a  series 
of  chemical  analyses  of  its  water  at  high  and  low  tide  was  made  on 
August  17,  1893,  during  a  course  of  neap  tides  occurring  at  a  time 
when  the  flow  of  upland  water  was  small.  This  examination  of  the 
tidal  portion  of  the  river  is  a  repetition  of  a  similar  examination  made 
in  1892,  and  fully  described  in  the  annual  report  of  the  State  Board 
of  Health  for  that  year  (pp.  282-289) .  Results  of  all  of  the  analyses 
made  during  1893  are  given  in  the  following  tables :  — 
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CHABIiES  ItrVTER. 

Chemical  Examination  of  Water  from,  the  Charles  River  at  South  Natick. 

[Parts  per  100,000.] 


a 


3 


Q 


10881 
11089 
11242 
11308 
11550 


Av. 


1S98. 

Aug.  23 
Bept.25 
Oct  23 
Nov.  27 
Dec.  27 


Appbabanob. 


6 


None. 
V.eiight. 
V.  Blight. 
V.  slight. 
V.  Blight. 


V.  Blight. 
V  Blight. 
Blight. 
Slight. 
V.  Blight. 


0.60 
0.55 
0.60 
0.70 
0.80 


0.05 


Rbbid 

VSi  ov 

£VAPORA- 

TIOH. 

• 

a 

o 

s 

. 

§1 

t 

1 

5.00 

2.05 

4.76 

1.75 

5.80 

1.80 

5.60 

2.25 

5.10 

2.35 

6.15 

2.04 

Ammonia. 


Albuminoid. 


I 

Q 


a  A 

90 


.0000 
.0000 
.0002 
.0006 
.0004 


.0002 


.0182 
.0242 
.0226 
.0104 
.0156 


.0200 


.0134 
.0226 
.0158 
.0156 
.0184 


.0162 


.0048 
.0016 
.0068 
.0038 
.0022 


e 
C 

o 


.0038 


.48 
.47 
.52 
.52 
.38 


.46 


NrrROOBK 


c 

s 


s 


.0030 
.0050 
.0030 
.0090 
.0150 


.0070 


.0000 
.0000 
.0000 
.0001 
.0001 


.0000 


•2 

a 

o 
e 

a 

a 
O 


I 

a 


.6162 
.6150 
.4940 
.8901 
.8932 


.7017 


1.6 


Iron,  .0204.    Odor,  generally  distinctly  vegetable,  and  in  the  firBt  two  samples  also  mouldy;  in  the 

second  sample  the  odor  was  disagreeable. The  samples  were  collected  from  the  river  above  the  dam 

at  South  Natick. 

Microscopical  Examination, 

Average  number  of  organisms,  59  per  cubic  centimeter. 


Chemical  Examination  of  Water  from  the  Charles  River  at  JEtna  Mills^  Watertown, 

[Parts  per  100,000.] 


I 

a 

a 
SB 


a 
o 


9 

a 

O 


1S98. 

10820  Aug.l7 


10849 
10892 

10949 
10992 

11028 

11078 

11119 

11151 

11197 
11231 
11254 


Av. 


Aug.l7 
Aug.25 

Aug.31 
Sept.  7 

Sept.l4 

Sept.21 

Sept.20 

Oct.    5 

Oct.  13 
Oct.  19 
Oct.  26 


Appbabakcb. 


1 


i 


3 

a 


Slight. 

Slight. 
Slight. 

Slight. 
Slight, 

green. 
Slight. 

Slight. 

green. 
Distinct. 

Distinct. 

Slight. 
Slight. 
Slight. 


Slight. 

earthy. 
Slight. 
Cons.. 

brown. 
Slight. 
Slight. 

yellow. 
Slight, 

rusty. 
Slight. 

Cons.. 

green. 
Cons., 

gray. 
Cons. 
Slight. 

OOUB., 

fibrous. 


0.70 

0.70 
0.60 

0.65 
0.65 

0.50 

0.60 

0.60 

0.48 

0.32 
0.50 
0.53 


0.57 


Rksiddb  on 

EVAPOBA- 
TION. 


5 

o 


7.05 

5.90 
6.10 

7.35 

5.90 

7.80 

6.90 

6.80 
7.40 
9.45 


7.02 


2.05 

1.90 
1.80 

2.80 

1.75 

2.30 

1.80 

2.00 
1.80 
2.05 


2.08 


Ammonia. 


Albuminoid. 

* 

"2 

•s 

► 

•o 

1 

1 

1 

•0  % 

a 

b* 

H 

S 

CO 

.0048 

.0086 
.0166 

.0066 
.0086 

.0006 

.0120 

.0012 

.0062 

.0036 
.0148 
.0158 


.0083 


.0222 
.0262 


.0206 
.0236 


.02261.0196 


.0212  .0190 
.0230  .0202 

.0362 

.0222 

.0810 

.0196 


.0230 

.0196 

.0234 

.0150 

.0254.0222 
.0220.0176 
.0218  .0190 


.0244  .0202 


.0016 

.0016 
.0030 

.0022 
.0028 

.0132 

.0026 

.0076 

.0046 

.0032 
.0044 
.0028 


.0042 


.60 

.58 
.72 

.58 
.69 

.80 

.66 

.81 

.72 

.66 
.71 
.99 


.70 


NlTROOBN 
AS 


S 

s 


t 


.0200 

.0250 
.0300 

.0350 
.0180 

.0200 

.0100 

.0180 

.0850 

.0200 
.0250 
.0450 


.0002 


a 

a 

9 

M 

o 


i 

a 


.6648 


.0002  .6802  . 
.0010  .5617  S.l 


.0242 


.0006 
.0007 

.0010 


.5411 
.5538 


I 


.0005 
.0008 
.0005 
.0002 


.6318  2.0 


.5494 
.7276 
.4466 


1.9 
2.1 


a.4 

8.0 
2.8 

a.3 


.4495 
.0007  .4332  2.3 
.0013  .4712  8.1 


.0006 


.6509 


2.4 


Iron,  .0214.    Odor,  decidedly  vegetable  and  musty  or  mouldy. The  samples  were  collected  from 

the  canal  at  the  .£tna  Mills. 
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CHABLES  lUTER, 

Microscopical  Bxaminaiion  of  Water  from  the  Charles  River  at  Mtna  Mills, 

Waterlown. 


[Namber  of  organisms 

per  cubic  centimeter.] 

1S98. 

Aoff. 

Ang. 

Aug. 

Sept. 

Sept 

Sept 

Sept. 

Oct. 

Oct. 

Oct 

Oct 

Oct 

Day  of  examination, 

- 

- 

29 

2 

9 

16 

23 

2 

7 

10 

21 

27 

Number  of  sample, . 

10820 

10849 

10892 

• 

10949 

10992 

11028 

11078 

11119 

11151 

11197 

11231 

112M 

PLANTS. 

DlatomacecB.    . 

- 

- 

1 

7 

6 

1 

3 

0 

10 

6 

4 

9 

Aateriooella, 
Cyclutella, 
Navicula,   . 
Svnodra,     . 
Tabellaria, 

- 

- 

0 
0 
1 
0 
0 

0 
0 
2 
6 
0 

0 
5 
0 

1 
0 

0 
0 
0 

1 

0 

0 
0 
0 
8 
0 

0 
0 
0 
0 
0 

0 
0 
0 
2 

8 

6 
0 
0 

1 
0 

0 

1 

1 
1 
1 

2 
2 
4 
1 

0 

AlfiTCB,  Protococcaa, 

- 

20 

4 

0 

0 

0 

0 

0 

0 

0 

0 

Funeri 

• 

- 

too 

200 

36 

1,400 

106 

246 

92 

120 

86 

11 

Crenothrix, 
Muldt, 

«» 

- 

200 
0 

200 
0 

86 
0 

1,400 
0 

108 
0 

249 
0 

92 
0 

120 
0 

SO 

6 

11 

0 

ANIMALS. 

Infusoria,   . 

- 

8 

1 

0 

1 

0 

0 

0 

3 

0 

1 

Monat, 

Peridinlum, 

Tracbeloroonaa, 

• 

0 
0 
8 

1 
0 
0 

0 
0 
0 

0 

1 

0 

0 
0 
0 

0 
0 
0 

0 
0 

0 

2 

1 
0 

0 
0 
0 

1 

0 
0 

JtfUcetlaneoui,  Zo'dglcBa, 

- 

m 

76 

36 

40 

24 

48 

140 

48 

10 

48 

Total, 

- 

- 

428 

288 

78 

1,442 

135 

297 

242 

177 

50 

69 
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CHARLES  UIVKR. 

Chemical  Examination  of  Water  from  Charles  River  about  Two  Thousand  Feet 

below  Oalen  Street  Bridge^  Waterlown, 

[Parts  per  100,000.] 


• 

1 

S 

Appbaramcb. 

Kesiddk  on 
Evapora- 
tion. 

Ammokia. 

• 

« 
e 
•c 
o 

0.87 

1.58 

0.73 

0.94 

0.68 

1.80 

0.80 

1.66 

l.io! 

2.81 

1.96 

2.46 

NiTBOOKN 1 
AS 

:i 

■ 

0 
H 

• 

} 

u 

o 

6 

1 

• 

c 

!l 

m 

3 

1 

1 

i 

fat 

Albumlnnld. 

• 

1 

• 

1 

1 

a 

1 

1 

a 
&5 

• 

1 

1 

s 

• 

,  c 

• 

w 
a 

10821 
10850 
10893 
10950 
10993 
11029 
11079 
11120 
11152 
11198 
11232 
11255 

lSf>8. 

Aug.17 

Aug.17 
Aug.25 
Aug.31 
Sept.  7 
Sept.14 
Sept.21 
Sept.29 
Oct.    5 
Oct.  13 
Oct.  19 
Oct.  26 

Distinct. 

Distinct. 

Slight. 

Distinct. 

Slight. 

Distinct. 

Distinct. 

V.  slight. 

Decided 

Decided. 

Distinct. 

Slight. 

Cons., 

floc*nt. 
Cons., 

fibrous. 
Cons., 

brown. 
Cons., 

brown. 
Slight. 

Cons., 

dark. 
Cons., 

fibrous. 
Heavy, 

gray. 
Heavy, 

Cons., 

Cons. 

Cons., 
gray. 

0.75 
0.70 
0.70 
0.60 
0.90 
0.68 
0.60 
0.63 
0.45 
0.55 
0.55 
0.48 

0.63 

7.20 

6.80 

7.70 

18.00 

8.15 

8.40 

9.60 

13.80 

12.10 

12.70 

2.15 
2.60 
3.10 
4.05 
2.40 
2.20 
2.40 
3.25 
2.00 

2.10 

1 

.0024 

.0008 

.0052 

.0048 

.0006 

.0008 

1.0000 

.0020 
1 
.0000 

.0016 

.0042 

.0068 

.0024 

.0320 
.0328 
.0284 
.0246 
.0274 
.0414 
.0304 
.0228 
.0392 
.0378 
.0364 
.0330 

.0322 

.0266 
.0278 
.0226 
.0212 
.0226 
.0274 
.0258 
.0204 
.0224 
.0236 
.0276 
.0240 

.0243 

.0054 
.0050 
.0058 
.0034 
.0048 
.0140 
.0046 
.0024 
.0168 
.0142 
.0088 
.0090 

.0079 

.0100 
.0200 
.0200 
.0150 
.0250 
.0120 
,.0100 
.0200 
1.0150 
.0100 
.0800 
.0290 

.0002 
.0004' 
.00081 
.0004 
.0009 

.0009 

i 

.0005 

.0003, 

1 

.0007 
.0007 
.0013 
.0018 

1.0191   - 

.7488  - 

.6478  2.2 

.54511.9 

.0240  2.5 

'  .64354.1 

1  .60*0  3.1 

1  .48512.0 

.5775'2.« 

.7533  4.7 

.80564.2 

'  .5896  3.8 

1 

Av.. 

9.89 

2.63 

1.46 

.0180 

.0007.   .67aQ's.2 

1 

1 

t 

Iron,  .0318.    Odor,  decidedly  vegetable  and  musty  or  mouldy. The  samples  were  collected  from 

the  river  about  2,000  feet  below  Galen  Street  bridge  in  Watertown,  and  about  400  feet  below  Barker's 
Starch  Works.  The  point  at  which  the  samples  were  collected  Is  in  the  tidal  portion  of  the  river,  but  it 
is  doubtful  if  any  salt  water  ever  flows  up  to  this  point. 

Microscopical  Examination  of  Water  from  Charles  River  about  Two  Thousand 

Feet  below  Oalen  Street  Bridge,  Watertown, 

[Number  of  organisms  per  cubic  centimeter.] 


1803. 

.Vug. 

Aug. 

Aug. 

Sept. 
2 

Sept. 
9 

Sept. 

Sept. 

Oct. 

Oct. 

Oct. 

Oct. 

Oct 

Day  of  examination, . 

- 

- 

29 

16 

22 

3 

7 

16 

21 

27 

Number  of  sample,  . 

10821  10850  10893 

10950 

10993 

11029   11079 

11120 

11152  ,  11198 '  11232 

11255 

PLANTS. 

DiatomacecB,     . 

- 

- 

0 

7 

3 

e 

3 

0 

6 

0 

8 

S5 

Navlcula,     . 
Bynedra, 

- 

- 

0 
0 

2 
5 

1 
2 

1 

8 

0 
8 

0 
0 

0 
8 

0 
0 

2 
6 

1 
24 

OyanophycecB,  Oacil 

. 

~ 

1 

8 

0 

20 

1 

4 

0 

0 

0 

9 

Algeo,  Chlorocooeus, 

- 

- 

0 

0 

0 

0 

0 

0 

1 

4 

0 

0 
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CHARLES  BIVEB. 

Microscopicdl  Examination  of  Water  from  Charles  Biver,  etc.  —  Concluded. 

[Number  of  organtoma  per  oablo  oentlmetor.] 


189S. 

Aug. 

Aag. 

Aug. 

Sept. 

Sept. 

Sept 

Sept 

Oct 

Oct. 

Oct. 

Oct. 

Oct. 

PLANTS— Con, 
Funfiri,    .... 

Beirgiatoa,   . 
Crenothrix, . 

- 

- 

44 

0 
44 

132 

0 
132 

180 

0 
180 

82 

2 
80 

4 

0 
4 

118 

0 
118 

172 

0 
172 

50 

0 
50 

27 

1 
26 

128 

32 
96 

ANI&fALS. 
Infusoria,     . 

Monas, .       •       . 
Pararoa&ciaro, 
Peridiniam,         .        . 
Traeheloraonas, . 

- 

- 

0 

0 
0 
0 
0 

4 

0 
0 
4 
0 

8 

1 

0 
0 
2 

1 

1 
0 
0 
0 

8 

3 
0 
0 
0 

0 

0 
0 
0 
0 

8 

0 
3 
0 
0 

8 

4 
2 
0 
0 

1 

0 

0 

1 

0 

1 

1 
0 
0 
0 

JfUceilaneout,  Zo^gloea,  . 

- 

- 

108 

104 

56 

64 

400 

152 

182 

808 

260 

4«0 

Total, 

- 

153 

256 

242 

176 

411 

274 

876 

808 

296 

603 

Chemical  Examination  of  Water  from  the  Tidal  Portion  of  Charles  River  at  Various 
Points,  during  High  Water  of  Neap  Tides,  Aug,  1 7, 1893, 

[Parti  per  100,000.] 


LOCALITY. 

Apprahamcb. 

Odor. 

AimoviA. 

i 

•> 

•  SI 
e 

•6 

<r4 

«i 

Albamlnold. 

a 

o 

M 

9i 

• 

• 

B 

=5 

s 

s 

1 

1 

• 

i 

o 

i 

• 

o 

> 

1  e 

1 

43 

1 

Si 

55 

H 

o 

o 

a 

i^ 

H 

Q 

CO* 

o 

9i 

o 

10851  Beachwood 

Distinct. 

Cons., 

0.65 

D<*cided, 

Distinct, 

.0120 

.0336 

1          1 
.0270!.  0066 

i            1 

37.18  .0008,  .7521 

Aveouo. 

fibrous. 

1     musty. 

musty.' 

10852 

Opposite  iDistinct. 
Islands.      { 

Slight, 
earthy. 

0.50 

Decided, 
fishy. 

Decided, 
clam 

.0520 

.1104 

.0392 

.0712 

412.1 

.0025'l.3335 

1 

10853 

No.  Beacon  Slight. 

Cons., 

0.30 

Distinct, 

Faintly 

.0784 

.0038 

.0284 

.0402 

774.0. 00341.580O 

Street. 

rusty. 

fishy. 

fishy 
V.fait.tly 

1 

1 

10854 

Western 

Slight. 

SUght. 

0.18 

Distinct. 

.0672 

.0644 

.0160 

.0384 

1156.5.0030  2.1804 

Avenue. 

rusty. 

1 

fishy. 

10855 

Cambridge 

Slight. 

Slight, 

0.20 

DlsUnct. 

Faintly 

.0720 

.0408 

.0216 

.0192  1050.0:. 0028,2. 1804 

Cemetery. 

rusty. 

clam. 

10856 

No.  Harvard 

Slight. 

Slight. 

0.12 

Faint. 

Faintly 

.0776 

.0270 

.0196  .00741,1472.5 

.0038  2.4427 

Street. 

musty. 

1 

10857 

Cambridge 
tJtreet. 

V.  slight.  Slight. 

0.09 

Faint. 

1 

Faintly 
musty. 

.0760  .0460 

.0198 

.0262jl485.0 

.0027  2.4866 

10858 

Essex  St.,  . 

V.  Blight.  Slight. 

0.10 

Faint. 

Decided,   .08401.0330 

.0200 

.0130 

1476.0 

.00262.9952 

1 

dis'g'ble. 

1 

10859 

H  a  rva  r d 

V.  slight.  Slight. 

0.08 

;V.  faint 

Faint. 

.0696  .0296 

.0170  .0126, 

1630.0 

.0027  2.8392 

Bridge. 

<  or  none. 

10960 

W.    Boston  V.  slight. 

V.slight. 

0.04 

None. 

V.  faint 

.0320 

.0154 

.0128 

.0026  1726.0 

.001612.9016 

Bridge. 

1 

or  none. 

i 

10861 

Craigie*s 

V.sllght.  V.slight 

0.04 

None. 

None. 

.0232  .0138 

.0092 

.0046 

1737.0 

.0012  3.1574 

BHdge. 

10862 

Charles  Riv. 
Bridge. 

V.  slight.  V.sllght. 

O.OI 

Faint, 
1    musty. 

Faint. 

.0224  .0114 

.0096  .0018 

1747.0 

.0007  3.6192 

1 
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CHARLES  BIVBB. 

Chemical  Examination  of  Water  Jrom  (he  Tidal  Portion  of  Charles  Sicer  at 
Various  Points,  during  Low  Water  of  Neap  Tides,  Aug.  17,  2893. 


' 

Afr»R.,<c«. 

0«... 

A-1...MA. 



- 

:» 

£ 

t 

1 

1 

1 

i 

1 

i 

Albumhmtd. 

i 

t 

1 

1 

i* 

|1 

J 

lOSM 

z 

10830 
1DS33 

"If? 

C^^bHdge 
CsnibrldgB 

Bridge, 

Cli..l«Rlv. 
Brldgfl. 

Decided. 

DliUncl. 
DliUoel. 

DlMlnel. 

Dtallnct. 
SHgli'- 

SllgW. 

aiieht. 
SJIgbt. 
Slight. 

Com., 

dirk 
Sllgbt. 

Co'oiT" 

Sllg™r" 

Bltgbt. 

Sltgb.. 

Bllgbt, 

Slight. 
Blight. 

•■" 

».« 
0.40 
0.35 

..» 
..u 

0.10 
O.Oi 

D^Ided 
DlHl'ncl. 

™£ 

v.r.ini 

Non«. 

Decided, 
Dlnlncl,' 
nocldrd,' 

"•IS; 

fi"t"ncC 

ES5. 

psouliir. 

"'"«: 

Fuliit. 

.0870 

«M0 

oats 

14« 
OJBi 

<I33« 

OSM 
0401 

0140 
02O9 

0162 

™: 

004 

10. 

431 
103 

0004 

.1«M 

.saw 

.Ml« 

.9704 

.«4«> 

Deerfield  River. 

Chemical  Examination  of  Water  from  the  Deerfield  River  above  Shelbume  Falls, 

[Pans  per  100,000.] 


1 

AfruuHct. 

A....... 

1 

*« 

1 

5 

1 

j 

1 

1 

1 

j 

1 

il 

IDU1 
11119 

Om.  w 

I)M.2« 

3.4t 
8.M 

1.M 

'oooo 

.0002 

0180 

.0090 
.0110 

.0022 

^ 

.BUS 
.MIS 

.taw 

i.e 

- 

,.» 

0100    00.11 

. 

. 







iniplef  *«n  colleclad  from 


Microscopical  Examination. 


No.  34.] 


EXAMINATION  OF  RIVERS. 


357 


HOUSATOXIC  RIVER. 


HousATONic  River. 


Regular  monthly  examinatioDS  of  the  water  of  this  river  were 
made  from  March  to  the  end  of  the  year  with  a  view  to  determining 
the  extent  to  which  the  river  is  polluted  by  the  sewage  of  the  city 
of  Pittsfield  and  other  places  upon  its  watershed.  The  samples 
were  collected  at  New  Lenox,  which  is  distant  about  3.9  miles 
by  the  river  below  the  place  where  the  sewage  of  Pittsfield  is  dis- 
charged into  the  stream.  The  drainage  area  of  the  river  at  New 
Lienox  is  145.6  square  miles,  and  the  population  on  this  area,  by 
the  census  of  1890,  was  23,300,  equivalent  to  a  population  of  160 
per  square  mile.  Of  the  total  population,  17,281  were  in  the  city 
of  Pittsfield. 


Chemical  Examination  of  Waier  from  the  IFousatonic  River  at  New  Lenox, 

[Parts  per  100,000.] 


• 

a 

o 

2 

m 

Appraravcr. 

Rksidue  on 

EVAPO  RA- 
TIOS. 

Ammonia. 

• 

c 
•c 

e 

.10 
.20 
.16 
.21 
.18 
.19 
.14 
.17 
.19 
.10 

.16 

NiTROGBN 

AS 

Oxygen  Consamcd. 

2 

a 

c 

a 

i 

• 

1 

• 

c 
o 

il 

5 

1 

Albuminoid. 

• 

1 

1 

s 
52; 

• 

• 

> 

1 

OS 

• 

a  o> 

s 

10167 
10324 
10462 
10578 
10709 
10807 
11068 
11221 
11384 
11555 

l»93. 

\lnr.27 

Apr.  27 
May  31 
June 29 
July  26 
Aug.28 
8ept.20 
Oct.  17 
Nov.  23 
Dec.  26 

( 

Distinct, 
'     clayey. 
Slight. 

1  Slight. 

Distinct. 

Distinct, 
milky. 
1  Slight. 

Slight. 

Slight. 

1  Distinct. 

Decided. 

Cons., 

earthy. 
Cons. 

Cons. 

Slight. 

Con«., 
dark. 

Slight. 

Slight. 
Slight. 
Cons. 
Heavy. 

0.25 
0.15 
0.2o! 
0.2o' 
0.20 
0.55 
0.40 
0.55 
0.23 
0.25 

0.30 

5.65 
7.80 
10.25 
10.55 
12.40 
11.60 
11.10 
11.15 
10.25 
6.50 

1.60 

2.05 

2.25 

2.15 

2.70 

3.10 

2.70  1 

2.55 

1.45 

1.55 

.0044 
.0052 
.0022 
.0080 
.0078 
.0162 
.0060 
.0056 
.0008 
.0014 

.0058 

.0190 
.0114 
.0122 
.0196 
.0238 
.0202 
.0186 
.0206 
.0126 
.0162 

.0174 

.0142 
.0098 
.0098 
.0142 
.0172 
.0172 
.0166 
.0162 
.0092 
.0094 

.0134 

.0048 
.0016 
.0024 
.0054 
.0066 
.0030 
.0020 
.0044 
.0034 
.0068 

.0040 

.0200 
.0180 
.0200 
.0200 
.0120 
.0230 
.0120 
.0100 
.0200 
.0200 

.0002 
.0001 
.0002 
.0005 
.0020 
.0087 
.0030 
.0004 
.0004 
.0001 

.0014 

.3504 
.3467 
.3000 
!.4305 
.2960 
.7189 
.4346 
.5282 
.4242 
.3503 

.4180 

3.5 
5.6 
7.6 
7.7 
8.1 
8.3 
8.6 
7.7 
8.1 
4.3 

Av.. 

1 

9.73 

2.21 

.0175 

7.0 

Iron,  .0140.    Odor,  generally  decidedly  mouldy  or  musty,  rarely  none. The  samples  wore  col- 

lected  from  the  river. 
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HOUSATOXIC  RIVER* 

Microscopical  Ezamination  of  Water  from  the  Housatonic  River  at  New  Lenox, 

[!7umber  of  orgaDisms  per  cubic  oeotlmeter.] 


Day  of  ezamioatioD,    . 
Knmber  of  sample, 


ISHS. 


Mar. 


Apr. 


Jane. 


July. 


July. 


Aug. 


Sept. 


Oct. 


Not. 


28 


29 


28 


29 


22 


20 


25 


Dee. 


28 


PLANTS. 
Diatomacees, 


Aeterlonella, 

Fragilaria, 

Melosira, 

Navicula, 

Syoedra, 


Alg8B, 


Protococcos, 
Zoo«pures, 


Fungi, 


Crenotlirix, 
Molds,     . 


ANIMALS. 
Rhizopoda,  DifflugU, 


•       •       • 


Infasoria, 


Ciliated  iofusorlan, 
DiuobryoQ,  . 
Euglena,  .  . 
Monas,  .  .  . 
Pararaseclum, 
PeridlDlum,  .  • 
Tintlnnidlum, 


0 
0 
0 
0 
2 
0 
0 


0 
1 
0 

0 
0 


15 

pr. 
12 
0 
3 
0 
0 
0 


8 

0 
0 
1 
2 
0 
0 
0 


8 

0 
0 

1 
1 

0 
8 
8 


0 
0 
0 
0 
0 
0 
0 


0 
0 
0 
0 
0 
0 
0 


0 
0 
0 
0 
0 
0 
0 


0 

7 

137 

1 

86 

2 

8 

9 

31 

0 
0 
0 
0 
0 

0 
0 
0 

1 
0 
4 

132 

0 
0 
0 
0 

1 

0 
0 
0 
0 
86 

0 
0 
0 

1 
1 

0 
0 
0 
0 
3 

0 
0 
7 
0 
2 

20 
0 
6 
2 
3 

0 

0 

12 

2 

7 

0 

0 

0 

0 

0 
0 

0 
0 

10 
2 

0 
2 

6 

2 

0 
0 

0 
0 

0 
0 

0 
0 

0 

pr. 

24 

340 

40 

160 

32 

106 

7 

0 
0 

''i 

24 

0 

340 
0 

40 
0 

160 
0 

32 
0 

10« 
pr. 

6 
2 

0 
0 
0 
0 
0 

1 

0 


75 

8 

10 

0 

1 

M 


0 
0 


73 

48 

25 


1 
0 
0 
3 
0 
1 
0 


JfitcellaneotiMt  Zobglcea, 


80 


78      112 


48 


80 


'14 


108 


m 


Total, 


82 


80  I    300 


894 


171 


168 


85 


129 


147 


2n 


Merrimack  River. 

The  usual  monthly  examinations  of  the  water  of  this  river  opposite 
the  intakes  of  the  Lowell  and  the  Lawrence  Water  Works  have  been 
continued  during  1893,  the  detailed  results  of  which  may  be  found 
on  pages  181  and  193  of  this  volume.  A  comparison  of  the  analyses 
made  at  these  two  places  during  the  year  is  given  in  the  following 
table :  — 
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MEBRIMACE  RIVER. 

Table  comparing  the  Analyses  above  Lowell  wUh  those  above  Lawrence,  1893. 

[Parts  per  100,000.] 


1 

Rksiduk  on 
Evapora- 
tion 

Ammonia. 

• 

« 

i 

NlTHOOXK 
AS 

• 

1 

Loss  on 

Ignition. 

1 

1       (H 

Albuminoid. 

• 

1 

• 

5 

* 

s 

Sus- 
pended. 

• 

1 

at 

a 

Number  of  determioations  com- 
pared,       

12 
0.38 
0.42 
0.09 

12 

12 

12 

12 

12 

12 

12 

12 

12 

12 

• 
Mean  of  analyses  above  Lowell, 

Moan  of  analyses  above  Law- 
rence,      ..... 

3.30 
3.86 

1.18 
1.48 

.0026 
.0067 

.0149 
.0181 

.0120 
.0141 

.0029 
.0040 
.0011 

.167 
.202 

.0083 
.0081 

.0001 
.0002 

1.1 
1.1 

Increase 

0.47 

0.30 

.0031 

1 

1 

.0032 

.0021 

.035 

.0002* 

.0001 

0.0 

1 

In  order  to  compare  these  results  with  similar  ones  obtained  in 
previous  years,  another  table  is  presented,  which  contains  the  in- 
crease in  impurities  as  the  water  passes  from  a  point  above  Lowell 
to  Lawrence,  as  given  in  the  last  line  of  the  above  table,  and  the 
corresponding  increase  in  previous  years  :  — 

Increase  in  the  Amount  of  Impurities  in  the  Merrimack  River  Water,  from  a  Point 
above  Lowell  to  Lawrence,  as  determined  by  the  Regular  Monthly  Examinations 
of  Different  Years, 

[Parts  per  100,000.] 


1 

BKSIDUK  ON 

EVAPOEA- 

TION. 

Ammonia. 

a 
o 

i 

KlTBOOKN 
AS 

• 

"a 

I 

Loss  on 
Ignition. 

• 

Albuminoid. 

• 

g 

S 

B 

DATE. 

• 

1 

> 

s 

m 

s 

Sus- 
pended. 

• 

m 

s 

e 

I 

as 

Increase,  1887-1889,      . 

0.01 

0.23 

0.09 

.0007 

.0027 

.0017 

.0009 

.026 

.0003* 

.0000 

-. 

Increase,  1890, 

0.05 

0.62 

0.22* 

.0016 

.0023 

.0017 

.0006 

.028 

.0020* 

.0000 

0.2 

Increase,  1891, 

0.02* 

0.29 

0.07 

.0021 

.0023 

.0021 

.0002 

.035 

.0030* 

.0000 

0.1 

Increase,  1892, 

0.06 

0.48 

0.12 

.0019 

.0037 

.0037 

1 

.0000 

.039 

.001?.* 

.0000 

0.0 

Increase,  1393,      .       . 

0.09 

0.47 

0.30 

.0031 

.0032 

.0021 

.0011 

.035 

.0002* 

.0001 

0.0 

The  average  flow  of  the  river  at  Lawrence,  per  twenty-fonr  hours,  during  the  days  on  which  samples 
were  collected,  was  for  the  above  periods,  respectively,  at  the  rate  of  9,145,  9,948,  7,931,  5,438,  and 
8,126  cubic  feet  per  second. 


*  Decrease. 
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Nashua  River, 


Chemical  Examination  of  Water  from  ike  North  Branch  of  the  Nashua  River ^ 

below  Fitchburg. 

[Parts  per  100,000.] 


• 

Apprarahcb. 

Uksiduk  on 

EVAPOHA- 

Ammoioa. 

1 
1 

NiTSOOKM 

AS 

:  t 

1 

i 

TIGS. 

• 
V 

f 

ygen  Consan 

• 

1 

«2 

a 

1 

1 

• 

o 

1 

i 

• 

B 
O 

2i? 

i 

Albuminoid.     | 

• 

3 

e 

• 

s 

B 

• 

5 

1 

1 

■  s 

• 

S 

a 

D 

'A 

P. 

"mm 

s 

S 

e 

a  o. 

00 

s 

s 

2 

1   5 

3 

ISHS. 

' 

I 

1 

F 

9019  Jan. 23 

'  Decided. 

Cons  , 

0.40 

12.90 

3.00 

.1088 

.0498 

.0400.0098 

1.19  .0150.0012 

1.15342.9 

gray. 

1 

''1 

!         ( 

10049  Feb.  27  1 

'  Decided. 

Cons., 

0.40 

8.70 

1.30 

.0390 

.0380 

.0210 

.0170 

1.30  .0200.0012 

'  .7632  2.6 

gray. 

ii 

1 

10150 

tfar.20 

Decided. 

Cons., 

0.38 

3.90 

1.55 

.0096 

.0242 

.0132 

.0110 

.32  .0100 

.0001 

1  .88521.3 

gray. 

1 

!          < 

10313 

Apr.  25 

Distinct, 

Cons., 

0.40 

4.45 

1.65 

.0116 

.0242 

.0176  .0066 

.28  .0100  .0004 

.5037  1.1 

milky. 

gray. 

1 

' 

10436 

May  22 

DlsUnct. 

Cons., 

0.00 

4.15 

1.50 

.0280 

.0246 

.0200.0046 

.28  .0250 

.0003 

1   .66620.8 

floc*nt, 

tibrous. 

10534 

JanelO 

1 

Decided, 
milky. 

Heavy, 
brown. 

0.60 

7.26 

1.85 

.0620 

.0336 

.0264 

.0072 

! 

.73 

.0070 

.0013 

.62931.9 

!         i 

10683  July  19 , 

DlsUnct. 

Cuns. 

0.50 

8.75 

2.10 

.0030 

.a388 

.0326.0062 

.92 

.0030 

.0100 

.4884  2.5 

10882  Aag.23' 

Decided. 

Heavy, 

1.00 ''10. 90 

3.30 

.0102!. 0120 

.007u!.00o0 

.87 

.0100 

.0030 

.8927  2.3 

1 

brown. 

1 
1 

1 

1 

11050  Sept.  19 

Decided. 

Cons. 

0.70 

6.50 

2.35 

.0432 

.0408 

.0256 

.0152 

.52 

.0090 

.0021 

.5822,1.8 

112U4 

Oct.  16 

Distinct. 

Cons., 

gn»y- 

0.80 

7.90 

2.40  1 

.0980 

.0730 

.0540 

.0190 

.72 

.0200 

1 

.0009 

.81002.5 

11376 

Nov.  23, 

1 

Decided. 

Heavy, 
gray. 

0.60 

8.60 

2.80 

.0320 

.0450 

.0280  .0170 

.61 

.0090 

.0009 

1.06262.1 

11509  Dec.  18 

Decided. 

Cons., 

0.50 

5.55 

2.70 

.0240 

.0274 

.0228  .0046 

1  .48 

.0030 

.0001 

.5751  1.6 

Av. . 

gray. 

0.57 

.0461 

.0257  .010.^ 

'  .69 

.0118 

.0018 

1  i 
1  1 

2.0 

1 
* 

7.46 

2.16 

.0360 

.6927 

1 i 

1 

Iron,  .0357.    Odor,  musty  or  offensive. The  samples  were  collected  from  the  river  about  half  a 

miltt  below  the  point  where  water  from  the  tail-race  of  the  Faluiah  Paper  Company  enters  the  stream. 


Microscopical  Examination  of  Water  from  the  North  Branch  of  the  Nashua  Biver^ 

below  Fitchburg. 

[Number  of  organisms  per  cubic  centimeter.] 


1S9S. 

Jan. 

Feb. 

Mar. 

Apr. 

May.  June. 

1 

July. 

Aug. 

1 
Sept  1  Oct 

Not. 

Dec 

Day  of  examination, 
Number  of  sample,  . 

25 
9919 

28 
10049 

23 

10150 

26 
10313 

24 
10436 

21 
10534 

21 
10683 

25 
10882 

20 
11050 

17 
11204 

24 
11376 

20 
11509 

PLANTS. 
Dlatomacees, 

Asterionella, 
Cyclotelia,   . 
Gomphonema,     . 
Meloaira, 
Pinnularla,  . 
Synedra, 
Tabellaria,  . 

0 

0 
0 
0 
0 
0 
0 
0 

0 

0 
0 
0 
0 
0 
0 
0 

0 

0 
0 
0 
0 
0 
0 
0 

9 

1 

•"« 

0 
0 
7 

1 

85 

4 
0 
0 

I 

20 
8 

11 

0 

1 
0 
0 
0 
8 
2 

8 

0 
1 
0 
0 
0 
2 
0 

60 

0 
20 
10 
10 
10 
10 

0 

18 

0 
0 
0 
13 
0 
0 
0 

6 

0 
0 
0 
0 
0 
0 
6 

to 

0 
0 
0 
0 
0 
2 
18 

1 

1 
0 
0 
0 
0 
0 
0 
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NASHTTA  RIVER. 

Microscopical  Examination  of  Water  from  the  North  Branch  of  the  Nashua  River, 

below  Fitchburg  —  Concluded. 

[Nnmber  of  organtsms  per  cubic  centimeter.] 


1S9S. 

Jan. 

Feb. 

Mar. 

Apr. 

May. 

Jane. 

July. 

Ang. 

Sept 

Oct. 

Nov. 

Dec. 

PLANTS  — Con. 

Cy  anophy  ceaB, 

Osciilaria,    . 

0 

0 

0 

0 

t 

2 

0 

25 

1 

0 

0 

0 

AlfiTSB,  Protococcns, 

0 

0 

0 

0 

0 

0 

0 

0 

52 

0 

0 

0 

Funffl,     .... 

0 

38 

0 

8 

188 

13 

2 

45 

160 

54 

14 

7 

Begglatoa,    .       . 
Crenotlirix,  . 
Leptothriz,  . 

0 
0 
0 

0 

88 
0 

0 

0 
0 

1 
0 
7 

0 

168 

0 

0 

13 

0 

0 
2 
0 

0 

46 

0 

0 

160 

0 

6 

48 

0 

10 
4 

0 

0 

7 
0 

ANIMALS. 

Infusoria,     . 

0 

0 

0 

1 

15 

0 

0 

10 

14 

25 

4 

3 

DInobryon, 
Dinobryon  cases, 
Bugiena, 
Monas, 
Peridininro, 
Trachelomonas,  . 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 
0 
0 

0 
0 
0 

1 

0 
0 

7 
4 
1 
3 
0 
0 

0 
0 
0 
0 
0 
0 

0 
0 
0 
0 

0 
0 

0 
0 
0 
6 
0 
6 

12 
0 
0 
0 
2 
0 

24 

1 
0 
0 
0 
0 

0 
2 
2 
0 
0 
0 

0 
0 
0 
2 
1 
0 

MitceUaneotis,  Zoogloea,  . 

0 

1,544*  1»132 

200 

820 

320 

172 

4,400 

200 

288 

296 

240 

Total, 

« 

1,582  1,132 

218 

1,039 

346 

177 

4,540 

440 

373 

334 

251 

*  Amorphous  matter  very  abundant. 

ChemiccU  Examination  of  Water  from  the  South  Branch  of  the  Nashua  River 

at  Clinton, 

[Parts  per  100,000.] 


Date  of  Collection. 

Appbarakoi. 

Rbsidcb  on 
Evapora- 
tion. 

AiriroviA. 

1 

O 

.26 

1 

NITBOOBN 
AS 

• 

i 

M 
S 

5 

S 

1 

M 

o 

• 

H 

1 

i 

a 

• 

1 

Loss  on 
Ignition. 

1 

Albuminoid. 

• 

1 

i 

•c 

• 

a. 

JS 

a 

9 

• 

1 

i 
1 

• 

1 
si 

• 

c 
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Iron,  .0084.    Odor,  vegetable. The  samples  were  collected  from  the  river  above  the  dam  of  the 

Lancaster  Manufacturing  Company. 


Microscopical  Examination, 

Average  number  of  organisms,  97  per  cubic  centimeter. 
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NASHUA  BIYER. 

Chemical  Examination  of  Water  from  the  Quinepoxet  Biver  in  ffolden. 

[Pftrto  per  100,000.] 
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Iron,  .0126.    Odor,  vegetable. The  umples  were  collected  from  the  river  at  Smith's  Woolen  Mill 

In  Holden,  aboat  one  thoasand  feet  from  the  line  between  Holden  and  West  Boyiston. 

Microscopical  Examination. 

The  average  nnmber  of  organisms,  per  cubic  centimeter,  found  in  these  samples  was  140;  the  great- 
est number  present  in  any  sample  was  247,  and  the  smallest  number,  78. 


Chemical  Examination  of  Water  from  the  Stillwater  Biver  in  Sterling. 

[Parte  per  100,000.] 
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Iron,  .0088.    Odor,  of  the  first  sample,  none,  becoming  faintly  vegeteble  on  heating;  of  the  remain- 

ing  samples,  distinctly  vegeuble,  unchanged  by  heating. The  samples  were  coUeeted  from  the  river 

at  a  highway  bridge  about  one  mile  abov«  the  line  between  Sterling  and  West  Boyiston. 


Microscopical  Examination, 

Average  number  of  organisms,  119  per  cubic  centimeter. 
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QT7IN£BAUG  BIVEB. 

QuiNEBAUG  River. 

Chemical  Examination  of  Water  from  the  Quinebaug  Biver  at  Southbridge, 

[Parte  per  100,000.] 
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Iron,  .0280.    Odor,  non*. The  Mmple  waa  collected  from  the  river  Jaat  above  the  Litchfield 

Spindle  Company's  dam  at  ShattleviUe,  at  a  time  when  the  water  in  the  river  was  very  low.  The  dam 
at  which  the  sample  was  collected  is  located  abont  one  and  one-half  miles  above  the  main  village  of 
SoQthbridge. 

Microscopical  Examination, 

Dlatomacese,  AiterUmeUat  2;  Kaviculat  5;  Synedra,  4;   Tabellaria,  1.    Algae,  Protococcut,  12. 
Fungi,  Orenothrix,  112.    Mlscellaneoas,  Zodglaa,  11.    Total,  14T. 


Shawsheen  River. 

Chemical  Examination  oj  Water  from  the  Shawsheen  Biver  at  Bedford, 

[Parte  per  100,000.] 
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Iron  in  the  first  sample,  .0180;  in  the  second,  .0110.    Odor,  distinctly  vegetable  and  sweetish. 

The  first  sample  was  collected  from  the  river  above  the  point  where  it  is  Joined  by  Vine  Brook;  the  last 
sample  from  the  river  about  a  quarter  of  a  mile  below  the  mouth  of  Vine  Brook.  These  samples  were 
collected  in  the  vicinity  of  the  upper  end  of  a  proposed  storage  reservoir  surveyed  by  the  city  of  Boston 
in  1888. 

Microscopical  Examination, 

The  totel  number  of  organisms  per  cubic  centimeter  found  in  the  first  sample  was  155,  consisting 
chiefly  of  Crtnothrix  and  Zodglaa;  in  the  last  sample  830  organisms  were  found,  nearly  all  of  which 
were  Orenothrix, 
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SHATVSHEEN  RIVER. 

Chemical  Examination  of  WaUr  from  the  Shawsheen  River  at  Wilmington. 

[Parts  per  100.000.] 


3i 

B 

a 


a 
o 
3 

« 
a 

6 


s 


189S. 

11312  Nov.  8 


Appkaranob. 


•3 

I 


a 


5 

a 


V.  Blight.    CODB. 


1.00 


Rbbidci  oir 

EVAPOHA- 
TIOM. 


B 
O 


6.60 


2.70 


Amkohia. 


Albuminoid. 

• 

1 

• 

•a 

I 

1 

1 

si 

k 

H 

Q 

00 

.0000  .024S  .0234 


.0014 


e 


.54 


XrrsooBir 


.0030 


.0001 


B 

s 
« 

I 

B 
& 

M 

o 


3 

s 
3 


1.0620 


2.2 


Iron,  .0090.    Odor,  faintly  vegetable,  becoming  strooger  on  heating. The  sample  waa  collected 

from  the  river  at  the  point  where  it  was  crossed  by  the  old  Middlesex  Canal,  between  Wilmington  and 
BiUerica,  at  the  location  of  the  dam  of  a  proposed  storage  reservoir. 


Microscopical  Examination, 

Total  number  of  organisms,  17  per  cnblc  centimeter. 


Chemical  Examination  of  Water  from  the  Shawsheen  River  at  North  Andover, 

[Parts  per  100,000.] 
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Iron,  .01351    Odor,  distinctly  vegetable  and  grassy. The  sample  was  collected  from  the  river  a 

short  distance  above  Its  mouth. 


Microscopical  Examination. 

DiatomacesB,  TabeUariat  1*   Fungi,  Crtnothrix,  400.  Infusoria,  JTonot,  2.    Miscellaoeous,  ZodglcM, 
188.    Total,  591. 
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STONY  BBOOK. 


Stony  Brook. 


Chemical  Examination  of  Water  from  Stony  Brook  at  Inlet  to  (he  New  Conduit 

at  Boxbury. 

[Parte  per  100,000.] 
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Iron,  .0137.  Odor  of  the  firat  Bample,  decidedly  vegetable  and  monldy ;  of  the  last,  faintly  vegetable. 

The  aamplea  were  collected  from  the  brook  at  the  gate-hoiue  at  the  entrance  to  the  new  conduit  at 

Bozbury. 

Microscopical  Examination, 

No.  10621.  Diatomacen,  CycloUlla,  16;  IHatoma,  24;  yavicutat  4;  StanronHs,  2;  Sunedra,  1. 
A\g9Bt  CtotUrium^  1 ;  Pediaatrum,\;  Protococcu»t2;  Scened«9muitt22i  Sorastrum^  10;  ZodtporeSfl. 
Fungi.  CrenothriXt  82.    MlscelUneoas,  ZoogUmt  40.    Total.  206. 

No.  10962.  Algae,  Scenedennwi,  1;  Fungi,  CrenothriXt  6;  Mold;  8.  Infusoria,  Peridiniumt  1. 
Miaoellaneous,  ZoogUxa,  24.    Total,  40. 

Taunton  River. 

Regular  monthly  examinations  of  the  Taunton  River  above  Taun- 
ton have  been  made  as  in  previous  years,  and  the  results  are  printed 
in  connection  with  analyses  of  water  of  the  Taunton  water  supply  on 
page  296.  In  the  following  table  analyses  are  given  of  the  water  of 
Mill  River,  a  tributary  of  the  Taunton,  near  its  mouth.  The  sewage 
of  a  portion  of  the  city  of  Taunton  is  discharged  into  this  river. 

Chemical  Examination  of  Water  from  the  MUl  River  at  Taunton, 

[Parte  per  100.000.] 
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Iron,  .0625.  Odor  of  the  first  sample,  decidedly  musty;  of  the  second,  decidedly  vegetable,  becom. 
ing  unpleasant  on  heating;  of  the  last  sample,  decidedly  musty  and  disttgreeable,  becoming  offensive  un 
luAting. '—  The  samples  were  collected  from  the  ilver  at  the  Ingell  Street  bridge  near  ite  mouth. 
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TAUNTOX  RIVER. 

Microscopical  Examination  of  Water  from  the  Mill  River  at  Taunton. 

[Number  of  organisms  per  cable  centimeter.] 
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Ware  River. 

Chemical  Examination  of  Water  from  Ware  River  at  Cold  Brook  Station^  Barre, 

[ParU  per  100,000  ] 
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Iron,  .0160.    Odor,  vegetable. The  samples  were  collected  from  the  river  at  the  railroad  bridge 

near  Cold  Brook  station,  in  the  southeasterly  part  of  the  town  of  Barre. 


Microscopical  Examination, 

Average  number  of  organisms,  58  per  cubic  centimeter. 


SUMMARY 


OF 


WATER  SUPPLY  STATISTICS; 


ALSO 


RECORDS  OF  RAINFALL  AND  FLOW  OF  STREAMS. 
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SUMMARY  OF  WATER  SUPPLY  STATISTICS. 


At  the  end  of  1893  the  State  contained  30  cities  and  322  towns. 
The  towns  of  Medford  and  Everett  became  cities  on  Jan.  2,  1893, 
thus  causing  the  change  in  the  number  of  cities  and  towns  since  the 
previous  year. 

A  public  water  supply  was  introduced  during  this  year  for  the 
first  time  into  the  towns  of  Chester,  North  Brookfield  and  Province- 
town,  increasing  the  number  of  places  supplied  to  146.  In  addition 
to  the  new  supplies  for  the  places  named  above,  new  sources  have 
been  substituted  for  old  ones  in  Attleborough,  Chicopee,  Easthamp- 
ton.  Orange  and  Taunton.  In  many  other  places  additional  works 
of  less  importance  have  been  constructed  to  increase  the  capacity 
of  the  sources  of  supply. 

It  has  been  found  by  experience  that  there  is  unusual  danger 
when  water  is  taken  directly  from  a  running  stream  into  which 
sewage  is  discharged,  and  it  is  therefore  worthy  of  note  that  of  the 
works  constructed  during  the  year  those  at  Taunton,  Chicopee  and 
Orange  were  built  for  the  purpose  of  abandoning  the  use  of  polluted 
streams  as  sources  of  supply,  while  at  Lawrence,  although  the  Mer- 
rimack River  is  still  used  as  a  source,  the  whole  of  the  water  used  is 
filtered  through  a  filter  having  an  area  of  two  and  one-half  acres  to 
remove  the  disease  germs  which  may  be  in  the  river  water. 

At  Lowell  new  works  for  taking  water  from  the  ground  have  been 
constructed,  which  furnish  a  portion  of  the  supply  of  the  city,  but 
the  greater  portion  still  comes  from  the  Merrimack  River. 

The  following  table  gives  a  classification,  by  population,  of  cities 
and  towns  having  and  not  having  public  water  supplies  Dec.  31, 
1893.     The  populations  are  taken  from  the  census  of  1890  :  — 
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Totals 
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85 
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Population 

not  having  a 

Public 
Water  Supply. 


28 

63 

43 

27 

14 

18 

5 

2 

5 

1 


206 


Total 
Population  of 

Places 

In  Preceding 

Column. 


9.772 
48,167 
52.810 
48,382 
80,299 
49.262 
15.890 

7,392 
21.367 

6.138 


289,488 


370 


STATE  BOARD  OF  HEALTH.         [Pub.  Doc. 


From  the  totals  given  in  the  table  it  will  be  seen  that,  although 
but  forty-one  per  cent,  of  the  cities  and  towns  in  the  State  have  a 
public  water  supply,  yet  the  total  population  of  places  supplied 
represents  87.1  per  cent,  of  the  whole  population  of  the  State.  In 
this  estimate  of  the  total  population  of  municipalities  supplied  all  of 
the  inhabitants  in  them  are  included,  and  it  consequently  includes 
rather  more  than  the  actual  number  of  persons  to  whom  a  public 
water  supply  is  available ;  the  difference,  however,  is  not  large. 
There  are  now  but  6  towns  having,  by  the  census  of  1890,  a  popu- 
lation exceeding  4,000,  which  are  not  provided  with  a  public  water 
supply.     These  are  given  in  the  following  table :  — 


Towirs. 

Population  in 
ISHO. 

Towvs. 

PopnlatloD  In 

Blaclcstooe 

Ipswich,* 

Millbary, 

0,138 
4.430 
4,438 

Winchendon, 

Rockport,* 

Barnstable,        ..... 

4,890 
4,087 
4,0SS 

*  WorlEs  for  the  supply  of  Ipswloh  and  Boclcport  were  begun  in  1804. 

In  the  following  table  the  various  water  supplies  are  classified 
according  to  the  dates  when  a  fairly  complete  system  of  supply  was 
first  introduced  into  a  city  or  town :  — 


YBAR8. 

Number  of 

Places 

Supplied. 

TiABS. 

Number  of 

PlaoM 
Supplied. 

Previous  to  1850,        .... 
1850-1859,  inclusive,  .... 

1860-1809,  inclusive 

1870-1879,  inclusive 

1880-1889,  inclusive,  .... 

lo9w,      •*•.... 

e 

4 

10 

44 

68 

6 

1891.    

1892 

1893,    

Total, 

5 
1 
8 

146 

Of  the  30  cities  in  the  Commonwealth,  28,  having  a  total  population 
in  1890  of  1,355,849,  own  their  water  works ;  while  2,  having  a  total 
population  of  38,598,  are  wholly  supplied  by  private  companies.  Of 
the  116  towns  having  public  water  supplies,  69,*  with  a  total  popu- 
lation of  360,260,  are  supplied  from  their  own  works,  while  47,  with 
a  total  population  of  194,748,  are  supplied  by  private  companies. 
The  total  population  in  both  cities  and  towns  owning  their  works  is 
1,716,109,  against  233,346  in  those  supplied  by  private  companies. 

The  following  table  gives  statistics  with  regard  to  the  consumption 
of  water  in  many  of  the  cities  and  towns  in  this  State.  The  popu- 
lations for  1893,  as  given  in  the  table,  were  obtained  in  a  somewhat 

*  The  figures  in  this  paragraph  differ  somewhat  from  correspoDdlog  flguree  on  page  6,  owing  to 
information  received  after  the  first  figures  were  ptlnted  that  the  control  of  water  works  in  two  towns 
had  passed  from  private  companies  to  the  public  authorities. 
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arbitrary  manner  by  adding  three-fifths  of  the  increase  in  population 
from  1885  to  1890  to  the  population  as  determined  by  the  census 
taken  in  the  latter  year.  The  daily  consumption  per  inhabitant, 
obtained  by  dividing  the  average  daily  consumption  by  the  total 
population  of  the  city  or  town  in  1893,  is  less  than  the  amount  per 
coTisumer,  because  there  are  some  in  all  cities  and  towns  who  do  not 
use  the  public  water  supply.  This  difference  between  the  number 
of  inhabitants  and  consumers  accounts,  to  a  large  extent,  for  the  low 
rate,  per  inhabitant,  in  some  towns  where  works  have  been  in  oper- 
ation only  a  short  time,  and  in  consequence  water  has  not  been  gen- 
erally introduced ;  also,  in  towns  where  there  are  villages  to  which 
the  public  water  supply  has  not  been  extended ;  but,  after  making 
all  due  allowance  for  the  varying  proportion  of  water  takers,  there 
is  still  a  very  great  difference  in  the  amount  of  water  used  per  per- 
son in  different  places,  which  it  is  very  difficult  to  account  for. 


Stalistics  relating  U>  ike  Consumption 

of  Water  in  Variout  Cities  and  Toums. 
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Rainfall. 

The  rainfall  for  the  year  1893  was  0.56  inches  in  excess  of  the 
normal,  but  was  very  unevenly  distributed.  The  greatest  excess  of 
rainfall  occurred  in  February,  May  and  December,  while  there  was 
a  deficiency  in  all  the  summer  and  autumn  months  with  the  exception 
of  August,  in  which  there  was  a  slight  excess.  The  effect  of  the 
distribution  was  to  cause  a  very  high  flow  in  the  streams  in  the 
spring  months  and  a  very  low  flow  in  the  summer  and  autumn. 

The  average  annual  rainfall  *  in  Massachusetts,  as  deduced  from 
long-continued  observations  in  various  parts  of  the  State,  is  45.14 
inches.  In  the  following  table  is  given  the  normal  rainfall  for  each 
month  in  the  year,  the  rainfall  for  each  month  in  1893  and  the 
depailures  from  the  normal,  f 


Normal 
Rainfall. 

Inches. 

Rainfall, 
1898. 

Inches. 

Excess  or 
Deficiency. 

Inches. 

Normal 
Kainfall. 

Inches. 

Rainfall. 
1898. 

Inches. 

Excess  or 
Deficiency. 

Inches. 

189S. 

January, 

February,       . 
March,    . 
April,     . 
May,       .       .       . 

3.90 
3.74 
4.06 
3.32 
8.78 
8.30 
8.88 

2.83 
6.84 
3.80 
3.83 
6.38 
2.90 
2.21 

—1.16 
4-3.10 
-0.25 
+0.61 
+1.66 
—0.40 
—1.67 

1893. 

August, 

September,   . 
October, 
November,   . 
December,    . 

Totals,     . 

4.42 
3.31 
3.87 
3.96 
3.67 

4.86 
2.16 
8.81 
2.10 
4.99 

+0.43 
—1.15 
—0.06 
—1.86 
+1.42 

June,      .       . 
July, 

46.14 

46.70 

+0.56 

To  enable  the  condition  preceding  the  collection  of  samples  of 
water  in  any  part  of  the  State  to  be  understood,  the  following  tables 
are  presented,  which  give  the  daily  rainfall  in  inches  at  nine  stations 
scattered  about  the  State  :  — 


*  Inclndtog  melted  snow. 

t  This  and  subsequent  tables  of  rainfall  have  been  prepared  from  the  records  of  the  New  England 
Weather  Servico. 
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Daily  Bainfall  in  Inches  at  Nine  Places  in  Massachusetts,  Oeographically  selected. 

JTiuiaary,  180S.  Febroarx.  1893. 


DAT 

OF 
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1 
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.S 
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• 

s 
1 

'S, 

c 

1 

t 
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OP 
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1 
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0.23 

* 

1,.       . 
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1        1 
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I        1        1 

4,  .        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

4,.        . 

- 

- 

- 

- 

- 

- 

- 

- 

6,  .        . 

o.os'   - 

0.18 

* 

- 

* 

• 

- 

• 

5,  .        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

6,  .        . 

0.150.16 

i 

0.14 

0.95 

0.63 

0.31 

0.59 

0.85 

0.40 

6,  .        . 

0.40 

* 

0.69 

• 

« 

* 

♦   0.26 

* 

7,.        . 

- 

- 

- 

- 

- 

- 

- 

- 

7,.        . 

0.50 

1.17 

0.32 

0.56 

0.54 

0.660.36  0.63 

1.04 

8,.        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

8,  .        . 

- 

- 

- 

- 

- 

- 

- 

- 

9.  .       . 

0.30'    ♦ 

0.19 

* 

0.64 

« 

* 

0.35 

0.50 

9..        . 

* 

- 

- 

* 

« 

* 

- 

* 

* 

10,.        . 

0.350.41 

1 

0.17 

0.60 

- 

0.42 

0.21 

- 

- 

10,  . 

1.10 

2.00 

1.38 

1.16 

1.08 

0.79 

- 

1.38 

1.20 

11,  .        . 

- 

- 

* 

- 

- 

- 

- 

- 

11,.        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

12,  .        . 

- 

- 

0.02 

0.03 

- 

- 

0.01 

0.03 

- 

12,  .        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

13,  . 

- 

- 

- 

0.02 

- 

- 

- 

0.07 

0.80 

13,  .        . 

0.80 

0.81 

0.60 

1.50 

1.44 

* 

* 

• 

* 

14..        . 

- 

- 

* 

- 

- 

- 

- 

- 

14,  .        . 

0.40 

0.52 

0.83 

- 

- 

0.94 

1.47 

1.48 

1.36 

15,  . 

- 

0.08 

0.03 

0.12 

0.10 

0.05 

0.08 

0.40 

0.16 

16,  , 

0.10 

- 

- 

- 

- 

* 

- 

- 

- 

16,.        . 

- 

- 

- 

- 

- 

- 

0.05 

- 

0.03 

16,  . 

- 

- 

0.01 

- 

- 

- 

- 

- 

- 

17,.        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

17..        . 

* 

* 

- 

* 

* 

* 

* 

* 

» 

18.  .        . 

- 

- 

- 

- 

- 

- 

- 

- 

• 

18,  .        . 

1.00 

0.80 

0.71 

1.18 

1.56 

O.W0.8o'l.60 

1.36 

19,.        . 

0.05 

0.03 

- 

- 

- 

- 

- 

- 

- 

19,  .       . 

* 

* 

- 

* 

- 

•   0.06 

• 

* 

20,  . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

20,  . 

0.30 

0.33 

0.20 

0.08 

- 

0.27 

0.12 

0.19 

0.24 

21,.        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

21,.        . 

- 

- 

- 

* 

- 

- 

- 

0.68 

22,  .        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

22,.        . 

0.40 

0.90 

1.10 

1.88 

2.26 

0.67 

1.41 

0.76 

0.37 

23.  .        . 

0.05 

- 

- 

0.03 

- 

0.03 

0.05 

0.08 

0.05 

23,.        . 

- 

- 

- 

- 

- 

* 

- 

- 

- 

24,  .        . 

- 

- 

0.03 

- 

- 

- 

- 

- 

24,.        . 

0.20 

- 

0.32 

0.22 

0.23 

0.,33 

0.32 

* 

0.60 

26,  .        . 

0.30 

0.18 

0.15 

0.07 

- 

0.10 

0.07 

- 

- 

25,.        . 

0.20 

0.22 

0.14  0.31 

0.28 

* 

* 

0.66 

0.,33 

26,  . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

26..        . 

0.10 

- 

- 

- 

- 

0.17 

0.32 

- 

- 

27,  .        . 

- 

- 

- 

- 

- 

- 

- 

- 

27..        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

28.  .        . 

- 

- 

- 

- 

- 

• 

0.40 

- 

28..        . 

0.40 

0.26 

0.25 

0.68 

0.44 

0.40 

0.40 

0.19 

0.49 

29..        . 

0.40 

0.40 

- 

0.28 

0.43 

0.28 

0.35 

- 

0.65 

80,  . 

- 

0.15 

0.31 

- 

- 

- 

- 

- 

- 

81,  .       . 

0.20 

0.23  0.06 

0.02 

- 

0.06 

0.02 

- 

- 

Totals, 

8.40|2.74!2.30  2.93 

2.74 

2.01 

2.19 

3.16 

3.71 

TOTALB, 

6.35  7. 50| 
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1 

PrecipitaUoD  Inoloded  in  that  of  following  day. 


t  Average  of  two  atations. 
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Daily  Rainfall  in  Inches  at  Nine  Places  in  Massachusetts^  (hographically  selected 

—  ContiDued. 

Hareli,  1898.  April,  1888. 
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18.  .       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

18,        . 

0.10 

- 

0.08 

0.08 

- 

- 

* 

0.10 

U,  .       . 

• 

- 

• 

* 

* 

• 

- 

- 

- 

u.      . 

0.16 

- 

0.10 

* 

* 

* 

0.42 

• 

* 

15.  . 

1.00 

0.90 

1.20 

0.97 

1.00 

1.09 

0.78 

0.68 

0.84 

16,         . 

0.65 

0.62 

0.17 

0.71 

0.78 

0.69 

0.42 

0.87 

0.86 

16.  .        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

16.         . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

17..       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

17.         . 

- 

- 

- 

- 

- 

- 

- 

0.02 

18,  . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

18.         . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

19,.        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

19.        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

20,.       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

20.         . 

0.40 

• 

0.18 

• 

• 

• 

* 

• 

* 

21..       . 

0.16 

0.80 

0.04 

0.04 

- 

- 

0.02 

* 

0.06 

21.         . 

0.70 

• 

0.77 

1.00 

1.17 

0.71 

1.20 

0.04 

1.42 

22..       . 

0.10 

• 

- 

• 

• 

- 

- 

• 

* 

22.         . 

0.05 

ti.io 

0.08 

- 

- 

- 

- 

- 

0.08 

28..       . 

0.10 

0.85 

0.02 

0.22 

0.10 

0.02 

0.04 

* 

0.81 

28,        . 

- 

- 

- 

- 

- 

0.06 

- 

- 

- 

24..       . 

0.10 

- 

- 

- 

- 

- 

0.07 

0.41 

0.29 

24,        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

26.  .        . 

0.06 

- 

- 

- 

- 

0.09 

- 

- 

- 

26.        . 

0.10 

(0.10 

0.02 

0.11 

0.14 

O.OT 

0.08 

0.19 

0.21 

26.  . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

26,        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

27..       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

27,        . 

0.80 

% 

0.12 

0.18 

0.17 

0.28 

• 

0.81 

0.87 

28..       . 

- 

- 

- 

- 

- 

- 

- 

- 

0.04 

28.        . 

0.05 

tO.28 

- 

- 

- 

- 

0.18 

- 

- 

29..       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

29.        . 

- 

- 

- 

- 

- 

- 

- 

- 

D.07 

80.  .       . 

0.10 

0.12 

0.01 

- 

- 

- 

- 

- 

0.02 

80,        . 

- 

- 

- 

0.06 

- 

0.02 

- 

- 

0.04 

81.  . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

TOTALl, 

8.70 

3.82 

2.77 

3.68 

8.15 

2.191.96 

6.20 

6.66 

TOTAU, 

3.80  4.06'2.78!8.898.8S'2.84!3.84'8.66  4.68 

II               1        1        1        1 

*  PredpiuUoD  looluded  in  Uut  of  followlog  day.  f  Avenge  of  two  ■Uilone. 

X  Avenge  of  Ladlow.  Amhent  and  Worcetter  atatiooa. 


No.  84.] 
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DaUy  Bainfall  in  Inches  al  Mne  Places  in  Massachusetts,  Geographically  selected 

—  Continued. 

May,  IMS.  jraB«,  IMS. 


DAT 

or 
Month. 

i 

• 
S 

1 

5 

a 

•8 

• 

§ 

c 

i 

t 

Chestnut  HIIU  1 
Boston.         1 

• 

s 

a 
« 

1 

4- 

• 

1 

e 

I 

•2 
1 

S 

DAT 

OP 

Month. 

i 

3 

i 

o 
x: 

• 

be 

B 

1 

i. 
II 

i 

• 

1 

• 

1 

e 
s 

5 

1 
i 

1..       . 
2,.       . 
8.  .        . 
4,.        . 
6.  .        . 
«..        . 
7..        . 
8..        . 
9,.        . 

10,  .        . 

11,  .        . 
12..       . 
18.  .       . 
14.  .       . 
W.  .       . 
18,  .       . 

17,  .        . 

18,  . 

19,  .        . 
20,.       . 
21,.       . 
22..       . 
23..       . 
24..       . 
26..       . 

28,  . 

27,.       . 
2S,  .       . 

29,  .       . 

80,  .       . 

81.  .       . 
TOTAU. 

0.67 
0.26 
0.27 
2.86 
0.10 

0.10 
0.10 

0.16 
0.60 
0.12 

0.10 

0.10 
0.80 
0.10 

0.10 
0.06 
6.26 

0.63 
0.28 
0.33 
1.66 
0.03 

0.09 
0.37 

0.20 
0.80 
0.08 

* 
0.20 

0.21 
4.84 

0.11 
0.11 
0.70 
8.68 

0.04 

0.88 
0.86 

0.60 
1.72 

• 
0.11 

0.60 
8.26 

* 

0.40 
8.61 
0.06 

« 
0.47 

* 

1.66 
0.06 

0.04 

0.06 

* 

0.61 
6.94 

• 
* 
* 

8.36 

0.60 

* 
1.40 

0.08 
0.48 

* 
* 
* 

3.11 
0.06 

* 
0.27 

* 

1.70 
0.11 

• 
0.81 

6.66 

0.08 

0.21 

• 

2.47 
0.01 
0.07 

* 
0.78 

% 

1.61 
0.06 

* 
0.63 

6.76 

* 
* 
• 
3.20 

0.21 

* 
0.27 

* 
1.22 

0.07 

• 
0.07 

0.04 

* 

0.78 
2.12 

0.41 

* 
0.85 

* 
1.23 

0.03 

0.07 

* 
0.06 
0.01 

6.06 

1.  .       . 
2..       . 
8,  .       . 
4..       . 
6,.       . 
6,.       . 

7..       . 

8..       . 

0.  .      . 

10,  . 

11,.    . 

12,.        . 
13,  .       . 
14,.        . 
16,  .        . 
16,  .        . 
17,.        . 
18,.       . 
19,  .        . 
20,.        . 
21,.        . 
22,  .        . 
28,.        . 
24,.        . 
.26.  .        . 
26,.        . 
27,.       . 
28..       . 
29,.       . 
30,  . 

Totals, 

0.06 
0.06 

1.10 
0.10 

0.12 

1.02 
0.27 

0.60 
0.42 

0.10 

3.78 

0.06 
1.96 

0.07 

1.80 
0.16 

« 
0.90 

0.02 

4.46 

0.01 
0.39 

0.06 
0.04 
0.18 

0.46 

1.20 
0.18 
0.06 

0.08 
2.66 

0.29 

* 

* 

0.90 

0.32 

• 
• 

0.94 
0.02 

2.47 

* 

0.65 
0.24 

1.60 
0.04 

2.83 

0.60 

* 
0.20 

* 
0.43 

* 
• 

1.61 
2.74 

0.02 
0.10 

0.04 
0.06 
0.09 

* 
0.84 

0.33 
2.12 
0.21 

3.31 

0.16 

• 
0.20 

* 
0.27 

1.08 
0.69 

2.29 

0.02 
0.04 

* 
0.18 

0.02 
0.41 

0.08 
0.21 

• 

1.27 
0.96 

8.18 

*  PredpltaiioD  Incloded  in  that  of  following  day. 


t  Average  of  two  •tatloni. 
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Daily  Rainfall  in  Inches  at  Nine  Places  in  Massachusetts,  OeographiccUly  selected 

—  Continued. 

Jnlj,  1898.  AnvoBt,  18QS. 


Day 

OF 

Month. 


s 


> 
O 


o 
ja 

o 


S  |S 


cs 

B 

s 

€8 


M  Q 


S 

a 


a 


B 
B 

a 

«8 


1.  . 

2,  . 
8.  . 

4.  . 

5.  . 

6.  . 

7.  . 

8.  . 

9.  . 

10,  , 

11,  . 

12,  . 

13,  . 

14,  . 

15,  . 

16,  . 
17,. 

18,  . 

19,  . 

20,  . 

21,  . 

22,  . 
23.. 

24,  . 

25,  . 

26,  . 

27,  . 

28,  . 

29,  . 
30.. 
31.  . 

TOTALl. 


0.05 


0.02 


0.18 


0.35 


DAT 

OP 
MOBITR. 


• 

a 

» 

i 

o 

5 

S, 

a 

5 

1 

«a 

B 

a 

I 

as  . 

If 

i 

B 

5 

• 

• 

1 

B 
S 
« 

"2 


1.  . 

2,  . 


-  0.36 


0.47 


0.12  0.25 


0.50 


U.06  0.14  0.38  0.24  0.35 
0.500.29 


0.20 


0.19  0.10  0.06.0.07 


0.05 


0.300.180.06  0.12 
0.18 


* 
0.24 


0.47 


0.14 


0.10 


0.08 


* 
0.02 


* 
0.28 


0.87 


0.02 


0.06 


»»  • 

«.  . 
7.. 

8,  . 

9,  . 
10,  . 

11,. 

12,  . 

13,  . 

14,  . 


0.25 
0.05 


0.110.09 
0.04 


1.28 


0.02  0.02 
0.66 


1.65 

0. 

0.19 


421 


* 

1.99 
.48 
0.86 


0.79 
0.18 


0.08 


% 

0.39 
0.18 
0.32 


2.48  2.871.44 
2.87  0.03     - 


-  0.86 


0.77 


0.17 


0.07 


0.03 


0.05 


0.15     - 
-   0.02 


1.49  0.73  0.21 


0.20 


0.220.21 


-   0.24 


0.260.67 


0.08 


0.55 


0.89 


0.06,0.38  0.11 

I  t 

0.12*0.51  0.32 


0.08  0.16  0.41 


0.23  0.10  0.32 


0.210.03 


1.00 


0.99 
0.01 


* 
0.24 


0.66  0.31 


0.17 


0.19 
0.22 


15.  . 

16.  . 

17.  . 

18.  . 

19.  . 

20.  . 
21,. 

22,  . 

23,  . 

24,  . 

25,  . 

26,  . 

27,  . 

28,  . 


0.10  0.20  0.19 
0.240.15  0.04 
-  0.02 
0.100.20  0.20 
0.160.600.61 


0.03 


0.02 
0.62  0.77 


0.10 


0.10 


0.04 
0.10 

0.20 


0.88 


1.91 


« 
1.81 


0.09 
0.04 

« 
1.84 


0.23  0.36 


0.420.18 
0.02 
0.130.02 


0.820.85 


0.95 

♦ 
0.50 


0.03 


1.48 


* 
2.65 


* 
2.74 


0.240.350.36 


0.02 


0.22  0.32  0.05 


0.18 


0.07 


0.08 


0.06 


29.. 
30.  . 


0.78  0.971.04 


0.43 


0.38  0.520.18  0.120.02 


0.02 


1.77 

I 


2.64  1.54 


2.912.10 


3.48 


1.95 


2.10 


1.96 


31,  . 
TOTALB, 


3.103.407.58 


5.38,6.53 


4.68  8.00  0.44  5.22 


PrecipiUUon  Included  in  that  of  following  day. 


t  Average  of  two  ttaliooa. 


No.  84.] 


WATER  SUPPLY  STATISTICS. 


377 


DttOy  Bainfaa  in  Inches  at  Nine  Places  in  MassachuseUs,  OeographicaUy  selected 

—  Continued. 

■«p<«Mher,  IMS.  October,  ISM. 


DAT 

OV 

MOKTH. 

• 

1 

1 

a 
O 

• 

3 
1 

• 

a 

f 

Chestnut  Bin,  1 
Boston.          1 

! 

i 

• 

1 
§ 

• 

1 

DAT 

OF 
HOMTH. 

i 

3 

i 

1 

c 

i 
i 

CbestnntHUl,  1 
Boston.         1 

• 

§ 
5 

i 

4- 

• 

s 
0 

• 

1 

V 

1..          . 

. 

- 

- 

* 

• 

* 

* 

* 

0.72 

1..          . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

2,.       . 

0.06 

- 

0.04 

0.20 

0.86 

0.16 

0.81 

0.66 

- 

2..       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

8,.       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

8..       . 

- 

- 

- 

- 

- 

- 

0.06 

- 

- 

4..       . 

. 

• 

0.02 

- 

. 

- 

- 

- 

- 

4..        . 

- 

- 

0.02 

0.06 

- 

- 

- 

- 

0.04 

6..       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

6..       . 

- 

- 

- 

- 

- 

0.03 

- 

- 

- 

«.  .       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

6..       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

T,  .       . 

0.76 

1.20 

0.68 

0.64 

0.46 

0.88 

• 

- 

0.14 

7..       . 

0.18 

0.88 

0.28 

0.11 

- 

0.17 

- 

0.08 

0.03 

8..       . 

0.28 

- 

0.02 

- 

- 

- 

0.47 

0.18 

- 

8..       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

•.  .        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

«.  .       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

10,  . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

10,.       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

U.  .        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

U.  .       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

M,.        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

12,.       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

18,  . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

18,.       . 

- 

- 

- 

- 

• 

- 

- 

- 

- 

li..        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

14,.       . 

0.04 

1.84 

1.16 

0.78 

1.80 

0.72 

0.68 

0.74 

0.62 

16..        . 

0.34 

0.86 

0.02 

0.08 

0.02 

- 

- 

- 

0.08 

16,  .        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

16,  . 

0.48 

0.660.41 

0.63 

0.66 

0.64 

0.68 

0.70 

0.46 

16,  .        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

17..        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

17,.       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

18,  . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

18..       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

19,.        . 

0.11 

- 

0.16 

0.21 

0.28 

0.00 

0.07 

0.23 

0.47 

10,.       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

20..        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

20,  .       . 

- 

- 

- 

- 

- 

- 

.. 

- 

- 

21..        . 

- 

0.01 

- 

- 

- 

- 

- 

- 

21.  .       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

22,.        . 

- 

0.02 

- 

- 

- 

- 

* 

0.03 

22,.       . 

- 

- 

- 

* 

- 

- 

- 

- 

- 

28,.        . 

0.06 

0.11 

- 

0.03 

0.06 

0.02 

- 

0.06 

0.04 

28,.       . 

0.40 

0.66 

0.81 

« 

* 

• 

* 

* 

0.04 

24,.        . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

24,.       . 

0.06 

1.90 

1.61 

2.27 

2.02 

2.00 

2.64 

1.81 

1.76 

26,.        . 

0.10 

0.22 

0.26 

- 

0.12 

0.10 

* 

0.86 

0.41 

26,.       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

28,.        . 

- 

- 

- 

- 

- 

- 

0.06 

- 

0.22 

26,.       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

27,.        . 

• 

• 

- 

-. 

- 

• 

* 

• 

* 

27,.       . 

0.10 

0.06 

0.06 

* 

* 

• 

- 

- 

- 

«•.        . 

- 

- 

- 

- 

- 

- 

- 

0.16 

0.60 

28,.       . 

1.60 

1.90 

1.20 

0.91 

0.20 

0.84 

- 

0.23 

0.12 

»,  .        . 

0.80 

0.16 

0.06 

0.07 

0.06 

0.08 

- 

- 

- 

29,.       . 

- 

- 

- 

- 

- 

- 

- 

- 

- 

80,  . 

- 

0.08 

0.07 

- 

- 

- 

- 

0.02 

0.02 

80,  .       . 

81,  .       . 

" 

«■ 

^ 

" 

. 

: 

: 

: 

• 

Totals. 

2.42 

2.62 

1.64 

1.80 

1.86 

1.81 

1.44 

2.20 

3.04 

Totals, 

4.16 

6.68 

6.03 

4.08 

8.70 

3.76 

3.27 

2.812.61 

•  PredpiUtion  loeladed  in  Uwt  of  foUowiog  day. 


t  Average  of  two  •tatlone. 
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Daily  Rainfall  in  Inches  at  Nine  Places  in  Massachusetts^  Geographically  selected 

—  Concluded. 

MoT«iiiber,  1898.  Deeember,  IMS. 


DAT  OF 

Month. 

• 

1 

• 

• 

1 

1 

3 

a 

JS 

a 

c 

1 

Chestnut  HUl,  1 
Boston.        1 

i 

a 
2 

5 

1 

oo 

• 

e 

2 

a 

1 

• 

•s 

n 

1 

9a 

DAT  OF 

Month. 

1 

5 

• 

« 

1 

1 

O 

• 

1 

• 

1 

a 

1 

Chestnut  HiU,  1 
Boston.        1 

o 

c 

5 

i 

• 

1 

e 

• 

1 

1 

i 

1.  . 

2.  . 
8,    . 
4,    . 

6.    . 
6,    . 

•7.    . 

'a.  . 
'fl.  . 
no.  , 
'11,  - 

*12.  .. 

ns,  . 

14.   - 
1-5.    ^* 

Wi.   . 
17,  - 

M,    - 

M.   « 

20,  - 

21,  . 

22,  . 
28,   . 
24.   . 

26.  . 
2«.   . 

27.  . 

28.  . 

29.  . 

30.  . 

0.04 
0.34 
0.31 

0.03 
1.13 

Q.47 
0.80 

0.06 
0.40 
0.30 

0.00 
0.20 

0.67 
0.78 

0.01 
0.41 
0.22 

0.10 

0.92 
0.82 

* 
0.81 

0.18 

* 
0.70 

0.54 

* 
0.71 

0.19 

0.02 
0.05 

0.43 

0.01 
0.48 

0.10 

0.08 
0.76 

0.39 

* 
0.60 

0.18 

0.65 
0.84 

* 
1.36 

0.87 
0.02 

0.63 
0.59 

0.02 

* 

0.93 

0.03 
0.36 

0.04 
0.62 

0.71 

2.71 

1 

1.. 
2.. 
3,. 
4.. 
5.. 
6,. 

7,. 

8.. 

9,. 
10.. 
11.. 
12.. 
18,. 
14.. 
15,. 
16,. 
17.. 
18,. 
19.. 
20,. 
21.. 
22.. 
28,. 
24,. 
25,. 
26.. 
27.. 
28,. 
29,. 
80.  . 
31,. 
Tot.. 

0.28 
0.10 
1.87 

0.15 

0.25 

0.05 

0.10 
0.45 
0.44 
0.31 

0.02 

0.14 
0.02 

0.05 
0.12 
0.10 
0.11 

0.85 

• 

2.00 

• 

0.30 
0.30 

0.18 

* 
* 

1.80 
0.30 

0.17 

0.18 
0.10 

0.80 

1.40 
0.78 
0.66 

0.10 

0.09 

0.09 
0.30 
0.95 

0.06 
0.06 

0.01 
0.06 
0.05 
0.04 

0.40 

• 
1.45 
0.70 

0.42 
0.04 

1.64 
0.04 

0.00 

0.05 

0.14 
4.94 

0.39 

* 

1.56 

0.67 

* 
0.35 

• 
* 
• 

1.64 
0.08 

0.08 

0.05 

* 

0.24 
4.91 

0.38 

• 

2.96 

* 

0.63 

* 
0.29 

0.08 

* 

• 
1.22 

0.04 
0.05 

0.01 
0.11 

0.12 
6.84 

0.41 

1.20 

0.39 

* 

1.05 

* 
0.84 

0.08 

* 
0.42 
0.21 
0.78 

0.08 
0.02 

0.09 

0.20 
5.22 

0.62 

• 

1.67 
1.96 

0.47 

* 

0.74 

• 

0.83 
0.15 

0.10 
0.29 
0.00 

0.66 

0.16 

1.84 

• 

1.00 

* 
0.41 

1.20 

* 

1.17 
O.U 

O.OS 

O.OS 

O.OS 
0.07 
0.07 
0.81 

Tot., 

1.02 

1 

2.40  2.48 

2.232.001.821.77  2.07 

4.56 

5.68 

4.95 

6.72 

6.96 

Totals  tor  r^Aii, 

43.87 

50.84 

48.8648.9046.7141.9648.0750.80  62.72 

Precipitation  Inoladed  In  that  of  following  day. 
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Flow  of  Streams. 

The  flow  of  the  streams  of  the  State  during  the  year  1893.  as 
inrlicated  by  the  flow  of  Sudbury  River,  was  a  very  little  less  than 
the  average  for  the  past  nineteen  years,  but  the  distribution  was  very 
uneven.  The  flow  was  above  the  average  in  March,  April  and  May, 
in  the  latter  month  being  nearly  twice  as  great  as  that  recorded  in 
the  same  month  for  any  previous  year,  but  in  all  the  remaining 
months  the  flow  was  below  the  average,  and  from  June  to  November, 
inclusive,  was  the  smallest  since  1887. 

The  effect  of  this  distribution  of  the  flow  was  the  opposite  of  that 
of  the  previous  year.  In  1893  the  drought  was  felt  most  by  the 
cities  and  towns  deriving  their  supply  from  large  watersheds,  with 
comparatively  small  storage,  from  which  water  usually  runs  to  waste 
in  the  spring ;  while  those  communities  taking  their  supply  from 
large  ponds  fed  by  comparatively  small  watersheds  experienced  no 
unusual  inconvenience,  owing  to  the  large  amount  of  water  collected 
during  the  spring  months. 

In  order  to  show  the  relation  between  the  flow  of  the  Sudbury 
River  during  each  month  of  1893  and  the  normal  flow  of  the  same 
river,  as  deduced  from  fifteen  years' observations  from  1879  to  1893, 
inclusive,  the  following  table  has  been  prepared.  The  area  of  the 
watershed  of  the  Sudbury  River  above  the  point  of  measurement  is 
75.2  square  miles. 

Table  showing  the  Average  Monthly  Flow  of  Sudbury  River  for  the  Year  1893^ 
in  Cubic  Feet  per  Second  per  Square  Mile  of  Drainage  Area^  also  Departures 
from  the  Normal  Flow, 


MONTH. 


KOBMAL  Flow. 

Cubic  Feet  per 

Second  per 

Square  Mile. 


Actual  Flow 
IH  1893. 

Cubic  Feet  per 

Second  per 

Square  Mile. 


£XCK88  OR  Db- 
FICIBNCT. 

Cubic  Keet  per 

Second  per 

Square  Mile. 


January,        . 
Febmary, 
March,    .        • 
April,     . 
May, 
June, 
July, 
Aagaat, . 
September,     . 
October, . 
November, 
December,     . 

Atsraob, 


2.115 
8.100 
4.159 
2.951 
1.807 
0.786 
0.279 
0.430 
0.432 
0.790 
1.119 
1.422 


1.011 


0.670 
2.886 
5.021 
8.288 
4.461 
0.680 
0.245 
0.279 
0.168 
0.343 
0.493 
1.233 


1.604 


—1.445 
—0.804 
- -0.862 
- -0.337 
--2.654 
—0.056 
—0.034 
—0.151 
—0.264 
—0.447 
—0.626 
—0.189 


—0.007 
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The  next  table  shows  the  weekly  fluctuations,  during  1893,  in  the 
flow  of  the  two  streams  most  carefully  measured,  namely,  the  Sud- 
bury and  the  Merrimack.  The  flow  of  these  streams,  particularly 
the  Sudbury,  will  serve  to  indicate  the  condition  of  other  streams  in 
eastern  Massachusetts. 


Tcible  showing  the  Average  Weekly  Flow  of  the  Sudbury  and  Merrimack  Rivers,  in 
Cubic  Feet  per  Second  per  Square  Mile  of  Drainage  Area,  for  the  Year  1893. 


SUDBURT 
KlVKR. 

Mbekimaok 

UIVKS. 

SunvuBT 

KlVBB. 

Mbbrimack 

&1VBB. 

Wbkk  kndiko  Suhdat. 

Cubic  Feet 

per 

Second 

per  Square 

Mile. 

Cubic  Feet 

per 

Second 

per  Square 

MUe. 

WaxK  BKDnro  Sumdat. 

Cubic  Feet 

per 

Second 

per  Square 

MUe. 

Cubic  Feet 

per 

Second 

per  Square 

MUe. 

Jan.   1,     . 

0.614 

0.837 

July  2,   . 

0.616 

0.900 

8.     . 

1.132 

1.017 

«.   .       . 

0.312 

0.604 

16,     . 

0.626 

0.610 

16,   . 

0.211 

0.608 

22,     . 

0.460 

0.626 

28.   .       , 

0.268 

0.470 

29.     . 

0.412 

0.470 

80.    .       , 

0.179 

0.686 

Feb.  5,     . 

0.686 

0.487 

Aug.  6.   . 

0.276 

0.441 

12,     . 

4.987 

1.067 

18,   . 

0.261 

0.460 

19,     , 

2.680 

1.678 

20,    . 

0.181 

0.437 

26,     . 

1.237 

0.982 

27.    .       , 

0.889 

0.661 

Mar.  5,     . 

1.248 

0.844 

Sept.  8.    • 

0.234 

1.000 

12,     . 

2.806 

0.936 

10.   .       . 

0.184 

0.614 

19,     , 

10.061 

4.126 

17,    .       . 

0.176 

0.481 

28.     . 

6.164 

2.609 

24.   .        . 

0.128 

0.617 

Apr.  2,     . 

4.228 

3.239 

Oct.    1,   . 

0.162 

0.616 

9.     . 

3.610 

3.693 

8,   .       , 

0.166 

0.616 

16,     < 

3.472 

4.630 

16,    .        , 

0.184 

0.634 

28.     . 

8.360 

3.916 

22,   . 

0.197 

0.777 

80,     . 

2.677 

8.490 

29,    . 

0.788 

1.376 

May   7, 

7.864 

7.009 

Nov.  6,   . 

0.638 

1.616 

14. 

4.209 

6.087 

12.   . 

0.666 

0.822 

n.    . 

6.008 

6.808 

19.    . 

0.426 

0.702 

28.     . 

2.140 

3.000 

26,    . 

0.468 

0.742 

Jane  4,     . 

1.161 

1.679 

Deo.  8,   . 

0.046 

1.088 

11.     . 

0.636 

1.206 

10.   . 

1.091 

1.194 

18. 

0.676 

1.011 

IT.   . 

0.900 

1.200 

26, 

0.667 

0.929 

24,   . 

1.091 

0.710 

81,    . 

1.991 

1.000 
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In  the  annual  report  of  the  State  Board  of  Health  for  the  year 
1890  (pages  338  to  340)  a  table  was  printed  giving  records  of  the 
rainfall  upon  the  Sudbury  River  watershed,  and  its  yield,  expressed 
in  inches  in  depth  upon  the  watershed  (inches  of  rainfall  collected) , 
for  the  sixteen  years  from  1875  to  1890  inclusive.  The  correspond- 
ing records  for  the  years  1891  and  1892,  as  taken  from  the  annual 
reports  of  the  Boston  Water  Board,  were  given  in  the  annual  report 
for  1892.  In  the  following  table  is  given  the  record  for  1893, 
together  with  the  average  of  the  records  for  the  whole  nineteen 
years. 

Rainfall  Received  and  Collected  on  the  Sudbury  River  Watershed, 


1898. 

Mbam  for  19  Ybaks, 
1878-1898. 

MONTH. 

RalnfaU. 

Rainfall 
Collected. 

Per  Cent 
Collected. 

HalDfall. 

Rainfkn 
Collected. 

Percent. 
Collected. 

January.  . 

2.925 

0.773 

26.44 

4.351 

2.227 

51.18 

February, 

8.105 

2.485 

30.32 

4.292 

3.184 

74.18 

Mnreb, 

8.670 

5.789 

157.74 

4.608 

5.133 

111.51 

April, 

8.605 

8.668 

101.75 

3.235 

8.540 

109.43 

May, .       .       , 

6.610 

5.143 

77.81 

8.445 

2.125 

61.68 

Jane,        . 

2.880 

0.759 

31.88 

2.983 

0.848 

28.43 

July, . 

2.570 

0.282 

10.96 

3.723 

0.883 

8.94 

August,    . 

5.415 

0.822 

5.95 

4.327 

0.523 

12.09 

September, 

1.785 

0.187 

10.75 

3.088 

0.436 

14.12 

October,   • 

4.065 

0.395 

9.72 

4.193 

0.909 

21.68 

November, 

2.105 

0.550 

25.07 

4.042 

1.485 

36.74 

December, 

4.860 

1.421 

29.23 

8.633 

1.811 

49.85 

Totals  an 

D  A^ 

rSBA 

018, 

48.225 

21.  n4 

45.15 

45.915 

22.554 

49.12 

The  Sudbury  River  records  are  particularly  valuable  as  a  basis  for 
estimating  the  yield  of  other  watersheds  in  Massachusetts,  both  on 
account  of  the  accuracy  with  which  the  measurements  have  been 
made  during  the  whole  nineteen  years,  and  the  absence  of  abnormal 
conditions  which  would  unfavorably  affect  the  results.  It  is  there- 
fore thought  advisable  to  publish  in  the  following  table  those  por- 
tions of  the  records  relating  to  the  yield  of  this  watershed  for  each 
of  the  nineteen  years;  and  in  doing  so  the  flow  from  the  watershed 
is  expressed  in  gallons  per  day  per  square  mile,  instead  of  inches  in 
depth  of  rainfall  collected,  in  order  to  render  the  table  more  con- 
venient for  use  in  estimating  the  probable  yield  of  watersheds  used 
as  sources  of  water  supply. 


382 


STATE  BOARD  OF  HEALTH.  [Pub.  Doc.  No.  34. 


Tield  of  the  Sudbury  River  Walershed*  in  Oallons  Per  Day  Per  Square  Mile. 


MONTH. 

1875. 

1876. 

1877. 

1878. 

1879. 

1880. 

1881. 

January 

103,000 

643,000 

658,000 

1,810,000 

700,000 

1,121.000 

415.000 

February, . 

1,496,000 

1.368,000 

949,000 

2,465,000 

1,711,000 

1,787,000 

1,546,000 

March, 

1,604,000 

4,435,000 

4,813,000 

8,507,000 

2,330.000 

1,374,000 

4,004,000 

April, 

8,049,000 

8,292,000 

2,894,000 

1,626,000 

3.116,000 

1,168,000 

1,546,000 

May,  . 

1,188,000 

1,189.000 

1,391,000 

1,894,000 

1,114,000 

514,000 

965,000 

June, 

870,000 

222,000 

597,000 

506,000 

413,000 

176,000 

1,338,000 

July, . 

821.000 

183,000 

202,000 

128,000 

158,000 

177.000 

276,000 

August,     . 

396,000 

405.000 

121,000 

475.000 

895.000 

119,000 

148,000 

September, 

207,000 

184,000 

60,000 

160,000 

141,000 

80,000 

197,000 

October,     . 

646,000 

234,000 

632,000 

516,000 

71,000 

101,000 

186.000 

November, 

1,302.000 

1,088,000 

1,418,000 

1,693.000 

206.000 

205,000 

895,000 

December, 

584,000 

454,000 

1,289,000 

8,177,000 

462,000 

175,000 

775.000 

Average  for  whole  year. 

972,000 

1,135,000 

1,214,000 

1,452,000 

894,000 

578,000 

979,000 

Av'ge  for  driest  six  months,  . 

574,000 

384,000 

502,000 

532,000 

230,000 

143.000 

830,000 

MONTH. 

1882. 

1888. 

1884. 

1885. 

1886. 

1887. 

1888. 

January, 
February, 
March, 
April, 
May,  . 
June, .       . 
July,  . 
August,     i 
September, 
October, 
November, 
December, 

1,241,000 

2,403,000 

2,839,000 

867,000 

1,292,000 

529,000 

86,000 

55,000 

806,000 

299,000 

210.000 

314.000 

835,000 

1,033,000 

1,611,000 

1,350,000 

938,000 

300,000 

115,000 

78,000 

91,000 

186,000 

205,000 

193,000 

995.000 

2.842,000 

3,785,000 

2,853,000 

1,030,000 

417,000 

224,000 

257,000 

44.000 

83.000 

175,000 

925,000 

1,236,000 

1,354.000 

1,572.000 

1,815,000 

1,336,000 

426,000 

62,000 

240,000 

121,000 

836,000 

1,178,000 

1,174,000 

1.461.000 

4.800,000 

2.059,000 

1,947,000 

720,000 

208,000 

115,000 

94,000 

118,000 

146,000 

673,000 

1,020,000 

2.589,000 

2,829.000 

2,868,000 

2,620,000 

1,009,000 

414,000 

114,000 

214,000 

111,000 

190,000 

368,000 

643,000 

1,053,000 

1.951.000 

3.237.000 

2,645.000 

1,632.000 

422,000 

117,000 

380,000 

1.155.000 

1,999,000 

2.758,000 

3,043,000 

Average  fo 
Av*ge  for  <3 

r  wh 
Iriest 

oley 
six 

ear, 
mont 

hfl,  . 

862,000 
211,000 

533,000 
145,000 

1,129,000 
200,000 

901,000 
391,000 

1,087,000 
223,000 

1,154,000 
284,000 

1,697,000 
953,000 

MONTH. 

% 

1889. 

1890. 

1891. 

1898. 

1898. 

Mean  for  19 

Years, 
1875-1898, 

InclUKive. 

January,    . 
February, , 
March, 
April, 
May,  . 
Juoe, . 
July.  . 
August. 
September, 
October,    . 
November, 
December, 

2,782,000 

1,195.000 

1,339,000 

1,410,000 

880,000 

653.000 

633,000 

1,432,000 

824,000 

1,230.000 

1.941,000 

2,241,000 

1,254,000 

1,529,000 

3,643,000 

1,875.000 

1,366,000 

568.000 

108,000 

132,000 

458,000 

2,272.000 

1,215.000 

997,000 

3.018,000 

8,486,000 

4,453.000 

2,897,000 

582.000 

414,000 

149.000 

163,000 

203.000 

210.000 

805,000 

544,000 

1,870,000 
943,000 

1,955,000 
871.000 

1,259.000 
428.000 
214,000 
280,000 
229.000 
126,000 
697,000 
485,000 

438,000 

1,542,000 

8.245,000 

2,125,000 

2,883,000 

440,000 

158,000 

181,000 

106,000 

221,000 

319,000 

797,000 

1.248,000 

1.958.000 

2.879.000 

2,051,000 

1,191,000 

491.000 

186,000 

293,000 

252,000 

610.000 

860,000 

1,015,000 

Average  fo 
Av'ge  for  d 

r  wh 
[riest 

oley 
sixi 

ear, 

mont 

hi.  . 

1,383,000 
944,000 

1,285,000 
747,000 

1,315,000 
239,000 

781,000 
827,000 

1.037,000 
237,000 

1,078,000 
897,000 

*  The  area  of  the  Sudbury  River  watershed  used  in  making  tip  these  records  incladed  water  snrfkoes 
amounting  to  about  one  per  cent,  of  the  whole  area,  from  1875  to  1878  inclusive,  and  subsequently 
increasing  by  the  construction  of  storage  reservoirs  to  aboat  three  per  cent,  in  1886.  The  watershed 
also  contains  extensive  areas  of  swampy  land,  which,  though  covered  with  water  at  times,  are  not 
included  io  the  above  percentages  of  water  surfaces. 
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ON  THE  AMOUNT  AND  CHARACTER  OF  ORGANIC  MATTER  IN 
SOILS  AND  ITS  BEARING  ON  THE  STORAGE  OF 

WATER  IN  RESERVOIRS. 


By  Thomas  M.  Drown,  M.  D.,  Chemist  of  the  Board. 


Many  statements  have  been  made  in  previous  reports  of  the  Board, 
concerning  the  injurious  effect  on  impounded  water  of  the  organic 
matter  in  the  bottoms  and  sides  of  reservoirs,  and  great  stress  has 
been  laid  on  the  importance  of  removing  all  vegetation,  as  well  as 
the  upper  layers  of  the  soil,  before  filling  a  new  basin  with  water.* 

In  order  to  determine  in  any  case  just  how  far  it  is  necessary  to 
go  in  the  removal  of  the  surface  soil,  a  knowledge  of  the  composition 
of  the  soil,  based  on  chemical  analysis,  is  a  much  surer  guide  than 
the  unaided  eye.  It  is  not  merely  a  question  of  the  effective  clean- 
ing of  the  bottom  and  sides  of  the  reservoir,  but  also  of  avoiding  the 
expense  involved  in  stripping  the  soil  to  a  greater  depth  than  is 
necessary.  In  connection  with  the  investigations  of  the  State  Board 
of  Health  relative  to  a  water  supply  for  the  city  of  Boston  and  its 
suburbs,  surveys  have  been  made  for  an  immense  storage  reservoir 
on  the  south  branch  of  the  Nashua  River  above  Clinton,  and  it  was 
thought  desirable  that  a  thorough  knowledge  of  the  character  of  the 
soil  should  be  obtained  as  a  basis  for  determining  the  amount  which 
it  would  be  necessary  to  remove  to  obtain  a  clean  bottom  and  sides 
practically  free  from  organic  matter.  Samples  of  soils,  representing 
sections  of  the  ground  to  a  depth  of  three  feet,  were  taken  at  nine 
places  in  Clinton,  Sterling,  West  Boylston,  and  Boyl^tton,  and  in 
one  case  at  the  bottom  of  a  mill  pond. 

Each  of  these  nine  sections  were  divided  into  six  or  seven  samples 
for  analysis,  the  upper  portion  being  divided  into  thin  layers  of  two 
to  three  inches,  the  lower  portions,  with  less  organic  matter,  into 
layers  of  six  inches  to  one  foot  in  depth* 

*  Compare  special  report  upon  the  examination  of  water  sapplies,  1890,  pages  748,  772, 
773 ;  report  for  1891,  page  381. 


386  STATE  BOARD  OF  HEALTH.         [Pub.  Doc. 

The  amount  of  organic  matter  in  these  samples  was  determined 
(after  careful  drying  to  a  constant  weight  at  100°  C.)  by  heating 
the  samples  to  a  bright  red  heat.  The  loss  on  ignition  thus  obtained 
represents  approximately  the  organic  matter  in  the  samples.  But 
in  order  to  get  a  better  knowledge  of  the  character  of  this  organic 
matter,  the  amounts  of  carbon  and  of  nitrogen  were  also  determined 
in  each  sample  —  the  former  by  combustion  in  oxygen,  the  latter  by 
the  Kjeldahl  method.  In  series  9  and  10,  the  amount  of  hydrogen 
was  also  determined.* 

Owing  to  the  heterogeneous  character  of  many  of  the  samples , 
composed  often  of  a  mixture  of  soil,  roots  and  large  stones,  it  is 
sometimes  extremely  difficult  to  get  a  sample  for  analysis  that  shall 
fairly  represent  the  layer  in  question.  Perhaps  some  of  the  apparent 
irregularities  in  the  results  may  be  due  to  this  cause.  But  though 
this  difficulty  is  inherent  in  the  investigation  it  is  not  believed  to 
seriously  affect  the  results,  or  the  conclusions  drawn  from  them. 

The  results  obtained  in  the  analyses  of  the  nine  sections  of  soil, 
and  the  deposit  from  the  bottom  of  the  mill  pond,  are  given  in  the 
accompanying  tables.  The  largest  amount  of  organic  matter  found 
was  from  a  swamp  at  the  head  of  Boylston  Mill  Pond  (Series  7), 
and  the  next  largest  in  amount  from  the  hillside  near  the  site  of  the 
proposed  dam  (Series  4).  The  other  series,  from  very  dissimilar 
ground,  did  not  differ  very  widely  in  the  amount  of  organic  matter 
present,  although  they  included  both  unwooded  and  uncultivated 
land  and  wooded  and  manured  pasture  land.  But  in  all  the  series 
there  is  usually  a  rapid  falling  off  in  the  amount  of  the  organic 
matter  below  a  depth  of  nine  to  eleven  inches.  At  the  depth  of 
three  feet  the  amount  of  organic  matter,  as  shown  by  the  loss  on 
ignition,  in  no  case  reaches  two  per  cent.,  and  in  the  majority  of  the 
cases  it  is  below  one  per  cent.  The  mud  taken  from  the  bottom  of 
the  Mill  Pond  at  different  points  contained  very  variable  amounts  of 
organic  matter,  from  almost  nothing  at  one  place  in  the  shallow  por- 
tion to  nearly  15  per  cent,  in  the  deeper  portion. 

It  was  thought  that  the  relation  of  the  amount  of  nitrogen  to  the 
amount  of  carbon  in  the  organic  matter  might  throw  some  light  on 
its  character  and  its  likelihood  to  undergo  decomposition.  This 
relation  is  given  to  the  column  headed  §.  The  only  series  in  which 
the  nitrogen  ratio  is  noticeably  higher  than  the  rest  is  No.  5,  from 

*  All  the  analyses  in  this  investigation  were  made  by  Miss  Elizabeth  Mason. 


Ifo.  34.]  ORGANIC  MATTER  IN  SOILS.  387 

low  pasture  land.  Series  Nos.  4  and  6,  both  from  hillsides,  show  a 
noticeably  high  carbon  ratio,  and  the  others  are  not  very  dissimilar 
in  their  proportion  of  carbon  to  nitrogen. 

An  attempt  was  made  to  imitate  the  conditions  which  would  ob- 
tain if  the  reservoir  should  be  filled  with  water  without  removing 
the  soil,  in  order  to  determine  what  would  be  the  effect  of  each  of 
the  soils  examined  on  water  in  contact  with  it.  It  is  obvious  that 
no  laboratory  experiment  could  exactly  reproduce  the  conditions 
which  would  exist  in  a  reservoir.  Thus  it  would  not  be  easy  to 
imitate  the  period  of  long  stagnation  of  the  water  during  the  sum- 
mer, when  the  deeper  layers  of  the  water  are  in  contact  with  the 
soil,  without  an  opportunity  to  get  a  fresh  supply  of  oxygen  from  the 
air.  Still  it  was  thought  that  some  idea  of  the  effect  of  the  different 
soils  on  the  water  could  be  obtained  by  treating  the  samples  with 
water  for  a  de6nite  time,  and  then  examining  the  solutions  thus  ob- 
tained with  respect  to  the  character  of  the  organic  matter  dissolved. 
In  order  to  hasten  the  action  of  the  water  on  the  soils,  it  was  heated 
to  65°  C,  and  the  time  of  contact  at  this  temperature  was  six  hours. 
The  waters  were  then  filtered  and  the  filtrate  examined  by  the  usual 
methods  used  in  the  sanitary  analysis  of  water.  After  standing  one 
week  the  waters  were  again  tested  for  free  ammonia,  to  ascertain  the 
amount  of  decomposition  which  had  gone  on  in  this  time,  thus  ob- 
taining information  as  to  the  character  of  the  organic  matter  dis- 
solved. The  actual  amounts  of  organic  matter  found  in  these  solutions, 
as  indicated  by  the  albuminoid  ammonia  and  oxygen  consumed,  are 
not  especially  significant,  since  they  would  probably  have  been  very 
different  if  another  temperature  or  a  greater  or  less  time  of  treat- 
ment had  been  adopted.  But  a  comparison  of  the  amounts  dissolved 
from  the  soils  in  each  series,  and  a  comparison  of  the  series  with  each 
other,  yield  information  as  to  the  relative  facility  with  which  each  of 
the  samples  examined  give  up  organic  matter  to  water  with  which  it 
comes  in  contact. 

In  the  varit)us  experiments  tried  the  proportion  of  soil  to  water 
differed,  and  in  some  cases  distilled  water  was  used  and  in  others 
Cochituate  water.  But  in  the  tables  the  results  of  series  1  to  8 
have  been  calculated  to  represent  the  effect  of  the  treatment  of  100 
grams  of  soil  with  two  litres  of  pure  water  at  65°  C.  for  six  hours. 
In  series  9  and  10  no  heat  was  employed.  In  these  experiments  250 
grams  of  each  sample  were  placed  in  a  bottle  with  two  litres  of  pure 
distilled  water.     After  one  week,  one  litre  of  this  water  was  filtered 
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off  and  analyzed,  and  at  the  end  of  the  second  week  the  remaining 
water  was  examined. 

In  comparing  these  tables  of  analyses  of  the  waters  with  the 
corresponding  tables  giving  the  percentage  determinations  of  loss  on 
ignition,  carbon  and  nitrogen,  a  general  agreement  will  be  noticed ; 
that  is  to  say,  the  samples  containing  the  most  organic  matter 
give,  as  a  rule,  the  most  concentrated  solutions  of  organic  matter. 
But  the  analyses  do  not  indicate  more  than  a  very  general  corre- 
spondence of  this  kind.  It  will  also  be  noted  that  the  amount  of 
decomposition  going  on  in  these  solutions,  indicated  by  the  increase 
of  free  ammonia  on  standing  one  week,  is,  in  general,  also  proportional 
to  the  amount  of  organic  matter  present.  The  most  notable  increase 
in  the  free  ammonia  is  generally  in  the  solutions  prepared  from  the 
surface  samples.  In  solutions  from  the  deeper  samples  there  is 
generally  a  decrease  of  free  ammonia  indicating  doubtless  its  oxida- 
tion to  nitrates.  The  samples  from  the  bottom  of  the  Mill  Pond 
(series  8)  give  solutions  which  have  little  or  no  tendency  to  develop 
free  ammonia.  This  might  be  expected  from  the  fact  that  the  or- 
ganic matter  they  contain  has  long  been  in  contact  with  water. 

The  effect  of  the  soil  on  the  color  of  water  is  given  both  for  color- 
less distilled  water,  and  for  Cochituate  water  having  an  original 
color  of  about  0.55  on  the  scale  used  in  the  analyses  of  the  State 
Board  of  Health.  In  these  color  determinations  the  water  was  not 
heated,  and  the  length  of  time  of  contact  with  the  soil  was  about 
18  hours.  It  will  be  noticed  that  in  some  cases  the  deeper  samples 
actually  diminished  the  color  of  the  Cochituate  water. 

As  a  preliminary  conclusion,  based  on  the  facts  determined  in  this 
investigation,  it  may  be  said  that  the  effect  of  the  organic  matter  in 
these  various  soils  on  the  water  in  contact  with  them  is  simply  a 
question  of  its  amount,  and  that  its  origin  and  composition  seem 
to  be  without  marked  influence.  The  watershed  from  which  the 
samples  were  taken  is  very  sparsely  populated,  and  the  organic 
matter  in  all  cases  is  mainly  of  vegetable  origin. 

It  is  probable,  therefore,  that  we  need  only  concern  ourselves  with 
the  amount  of  organic  matter  in  a  soil  of  this  character  in  determin- 
ing the  necessity  of  its  removal,  and  as  a  provisional  standard  we 
may  perhaps  fix  1.5  to  2  per  cent,  of  organic  matter,  as  determined  by 
the  loss  on  ignition  of  the  sample  dried  at  100^  C,  as  the  permissible 
limit  of  organic  matter  that  may  be  allowed  to  remain  on  the  bottom 
and  sides  of  a  reservoir. 
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Series  1. 

From  a  Cornfield  One-quarter  Mile  below  Clarendon  Mills,  West  Boylston,  Culti- 
vated Fertilized  Ground  in  Bottoms,  Samples  taken  from  Surface  to  Three 
Feet  below  Surface,    All  Samples  dried  at  100° C. 


Lobs 
on  Ignition. 

(Per  Cent.) 

Carbon. 
(Per  Cent.) 

Nitrogen. 
(PwrCent.) 

BaUo. 
n 

la.    Surface  to  2  Id.  below, 

8.54 

5.13 

0.47 

10.9 

lb.    2  in.  to  4  in.  below  surface, 

0.83 

8.55 

0.21 

16.9 

Ic.    4  in.  to  6  in.  below  surface, 

7.48 

8.47 

0.80 

11.5 

Id,   0  in.  to  9  in.  below  surface, 

4.27 

2.08 

0.21 

9.7 

le,    9  in.  to  14  in.  below  surface, 

1.87 

0.26 

0.04 

6.5 

!/•    14  in.  to  20  in.  below  surface,     . 

1.07 

0.16 

0.02 

8.0 

Ig,    8  feet  below  surface,   .... 

0.78 

0.15 

0.05 

8.0 

Sanitary  Analysis  of  Water  with  which  the  Soils  had  been  treated  as  described, 

[Parts  per  100,000.] 


Free 

Ammonia. 


Free 
Ammonia 

aft«r 

Standing 

One  Week. 


Albuminoid 
Ammonia. 


Oxygen 
Consumed. 


Color  with 

Distilled 

Water. 


Effect 
of  Soils  on 

Color  of 
Cochltaate 

Water  of 
Color  0.55. 


la.  Surface  to  2  in.  below,     • 

lb,  2  in.  to  4  in.  below  surface, 

le.  4  in.  to  6  in.  below  surface. 

Id.  6  in.  to  9  in.  below  surface, 

le,  9  in.  to  14  in.  below  surface, 

1/,  14  in.  to  20  in.  below  surface, 

Ig,  8  feet  below  surface,        . 


.       0.0843 

0.1107 

.       0.0424 

0.0984 

.       0.0317 

0.0913 

.       0.0317 

0.0359 

.       0.0212 

0.0076 

.       0.0104 

0.0076 

.       0.0229 

0.0374 

0.1914 
0.1487 
0.1538 
0.0881 
0.0351 
0.0189 
0.0105 


2.2868 

Not  det'd. 

2.0887 

2.5290 

0.9788 

0.4947 

0.2515 

0.2768 

Not  det'd. 
«• 

•I 

<« 

*t 

II 
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Series  2. 

From  a  very  Steep  Slope  One-quarter  Mile  below  Clarendon  Mills,  West  Boylston, 
Not  wooded  or  cultivated.  Samples  taken  from  Surface  to  Three  Feet  below 
Surface.    All  Samples  dried  at  100° C. 


Lost 
on  Ignition. 

(Per  Cent) 

Carbon. 
(Per  Cent.) 

Nitrogen. 
(Per  Cent ) 

Katio. 

e 

H 

2a. 

Surface  to  2  In.  below, 

4.66 

2.26 

0.14 

16.1 

26. 

2  in.  to  4  Id.  below  Burfaco, 

10.19 

5.00 

0.27 

18.5 

2c. 

4  In.  to  7  in.  below  surface, 

7.62 

2.62 

0.36 

7.0 

2d. 

7  in.  to  10  In.  below  surface, 

7.70 

2.98 

0.21 

14.0 

2e. 

10  in.  to  16  in.  below  surface,     . 

1.01 

0.18 

0.05 

3.6 

V. 

16  in.  to  22  In.  below  surface,     . 

1.63 

0.24 

0.13 

1.8 

^ff- 

8  feet  below  surface,   . 

0.80 

0.23 

0.08 

7.7 

Sanitary  Analysis  of  Water  with  which  the  Soils  had  been  treated  as  described. 

[ParU  per  100,000.] 


Free 
Ammonia. 


Free 
Ammonia 

after 

Standing 

One  Week. 


Albuminoid 
Ammonia. 


Oxygen 
Consumed. 


Color  with 

DiMilled 

Water. 


Effect 
of  Soils  on 

CJolorof 
Coefaltaare 

Water  of 
Color  0.55. 


2a.  Surface  to  2  in.  below,     . 

2b.  2  in.  to  4  in.  below  surface, 

2c.  4  in.  to  7  in.  below  surface, 

2d.  7  in.  to  10  in.  below  surface, 

2e.  10  In.  to  16  in.  below  surface, 

2/.  16  In.  to  22  in.  below  surface, 

2g.  8  feet  below  surface. 


0.0340 

0.0669 

0.0227 

0.1215 

0.0227 

0.0335 

0.0178 

0.0062 

0.0307 

0.0180 

0.0190 

0.0000 

0.0323 

0.0213 

0.0852 
0.1372 
0.1261 
0.1349 
0.0205 
0.0196 
0.0267 


1.4732 

0.40 

2.8884 

0.48 

2.3092 

0.35 

2.6945 

0.52 

0.5428 

0.15 

0.4560 

- 

0.3756 

0.00 

0.90 
1.00 
0.85 
0.85 
0.70 

0.45 
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Series  3. 

From  Pasture  Land  One  Mile  North  of  South  Clinton  Station.  Sandy  and  Oravelly 
and  Nearly  Level  Samples  taken  from  Surface  to  Three  Feet  below  Surface. 
All  Samples  dried  at  10(fC. 


Lobs 
on  Ignition. 

(Per  Cent.) 

Carbon. 
(Per  Cent.) 

Nitrogen. 
(Per  Cent.) 

BaUo. 

c 
n 

8a.    Surface  to  2  in.  below,        .... 

7.86 

8.61 

0.27 

13.0 

86.    S  in.  to  4  in.  below  surface, 

6.85 

2.18 

0.24 

9.1 

8e.    4  in.  to  6  in.  below  Burface, 

4.93 

2.28 

0.20 

11.4 

Zd.    6  in.  to  11  in.  below  sarfaoe, 

1.78 

0.60 

0.08 

16.7 

8«.    11  in.  to  16  in.  below  surface,     • 

1.48 

0.18 

0.04 

8.3 

8/.    16  in.  to  36  in.  below  surface,     • 

0.81 

0.02 

0.02 

1.0 

Sanitary  Analysis  of  Water  with  which  the  Soils  had  been  treated  as  described. 

[Parts  per  100,000.] 


Fr»e 
Ammonia. 


rrce 
Ammonia 

after 

Standing 

One  Week. 


Albnminold 
Ammonia. 


Oxygen 
Consumed. 


Color  with 

Distilled 

Water. 


Effect 
of  Soils  on 

Color  of 
Cochituate 

Water  of 
Color  0.55. 


8a.  Surface  to  2  in.  below,     . 

86.  2  in.  to  4  in.  below  surface, 

8c.  4  in.  to  6  in.  below  surface, 

Zd.  6  in.  to  11  in.  below  surftice, 

Ze.  11  in.  to  16  In.  below  surface, 

8/.  16  in.  to  86  in.  below  surface. 


0.0341 
0.0457 
0.0857 
0.0427 
0.0400 
0.0214 


0.0541 
0.0693 
0.0745 
0.0138 
0.0290 
0.0121 


0.1540 
0.1041 
0.0888 
0.0321 
0.0126 
0.0067 


1.4423 

0.30 

1.4855 

0.22 

1.2000 

0.15 

0.4361 

0.12 

0.1689 

0.00 

0.1000 

0.00 

0.60 
0.65 
0.60 
0.50 
0.18 
0.38 
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Series  4. 

From  a  very  Steep,  Clayey  Hillside  near  Site  of  Proposed  Dam.    Samples  taken 
from  Surface  to  Three  Feet  below  Surface.    All  Samples  dried  at  10(PC, 


Loss 
on  Ignition. 

(Per  Cent.) 

Carbon. 
(Per  Cent) 

Nitrogen. 
(Per  Cent) 

Ratio. 

e 
n 

4a.    Surface  to  2  In.  below,        •       ..      • 

17.79 

8.19 

0.56 

14.6 

4b.    2  in.  to  4  in.  below  surface, 

11.04 

6.86 

0.88 

15.4 

4c.    4  in.  to  6  in.  below  snrfaoe, 

8.66 

4.81 

0.18 

86.9 

4d.   6  in.  to  11  in.  below  surface,      .       .       • 

4.04 

1.26 

0.06 

26.2 

40.    11  in.  to  16  in.  below  surface,     . 

2.80 

0.47 

0.08 

16.7 

4/.    8  feet  below  surface, 

1.76 

0.10 

0.01 

10.0 

Sanitary  Analysis  of  Water  with  which  the  Soils  had  been  treated  as  described. 

[Parts  per  100,000.] 


Free 
Ammonia. 


Free 
Ammonia 

aAer 

Standing 

One  Week. 


Albnmlnold 
Ammonia. 


Oxygen 
Consumed. 


Color  with 

Distilled 

Water. 


of  Soils  on 
Color  of 

Cochltnate 
Water  of 

Color  0.66. 


4a.  Surface  to  2  in.  below,     •       • 

4d.  2  in.  to  4  in.  below  surface,     . 

4c.  4  in.  to  6  in.  below  surface, 

4<f.  6  in.  to  11  in.  below  surface,    . 

46.  11  in.  to  16  in.  below  surface,  . 

4/.  8  feet  below  surface,        . 


0.0622 

0.8556 

0.2681 

0.4749 

0.0464 

0.1518 

0.0071 

0.0267 

0.0077 

0.0164 

0.0188 

0.0002 

0.4240 
0.8032 
0.1968 
0.0642 
0.0869 
0.0166 


7.7833 

0.80 

8.0828 

0.80 

4.2622 

0.48 

1.0422 

0.82 

0.6427 

0.12 

o.aooo 

0.40 

0.76 
0.76 
0.80 
0.66 
0.66 
0.70 
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Series  5. 

From  Level  Picture  Land  near  River ^  Half  a  Mile  East  of  BoyUton  Station,  Silt 
Formation,  Samples  taken  from  Surface  to  Three  Feet  Six  Inches  below 
Surface.    All  Samples  dried  at  100^  C, 


Loss 
on  Ignition. 

(Per  Cent.) 

Carbon. 
(Per  Cent.) 

Nitrogen. 
(Per  Cent.) 

Ratio. 
c 
n 

5a.    Surface  to  2  in.  below,        .... 

9.40 

4.19 

0.48 

9.7 

bb.    2  in.  to  4  In.  below  surface, 

8.94 

1.88 

0.15 

8.9 

5c.    4  In.  to  7  in.  below  surface, 

8.04 

1.02 

0.11 

9.3 

hd,    7  in.  to  10  in.  below  surface, 

2.12 

0.68 

0.10 

6.3 

be,    10  in.  to  15  in.  below  surface,     .       .     * . 

2.51 

0.73 

0.09 

8.1 

5/.    15  in.  to  20  in.  below  surface,     . 

0.88 

0.16 

0.03 

5.3 

5^.   3  ft.  6  in.  below  surfiice,      .... 

1.09 

0.21 

0.02 

10.5 

Sanitary  Analysis  of  Water  tvtth  which  the  Soils  had  been  treated  as  described. 

[ParU  per  100,000.] 


Free 
Ammonia. 


Free 
Ammonia 

after 

Standing 

One  Week. 


Albuminoid 
Ammonia, 


Oxygen 
Consumed. 


Color  with 

DIsUUed 

Water. 


Elbet 
of  Soils  <m 

Color  of 
Cochltaate 

Water  of 
Color  0.55. 


5a.  Surface  to  2  in.  below,     . 

bb,  2  in.  to  4  In.  below  surface, 

5c.  4  in.  to  7  in.  below  surface, 

bd.  7  in.  to  10  in.  below  surface, 

50.  10  in.  to  15  in.  below  surface, 

5/.  15  in.  to  20  in.  below  surface, 

bg,  8  ft.  6  in.  below  surface,  . 


0.0349 

0.2573 

0.0533 

0.0195 

0.0380 

0.0099 

0.0166 

0.0325 

0.0182 

0.0117 

0.0188 

0.0041 

0.0295 

0.0533 

0.5556 
0.0686 
0.0670 
0.0316 
0.0519 
0.0199 
0.0116 


2.7619 

0.20 

1.5879 

0.20 

0.8444 

0.20 

0.2882 

0.20 

0.6127 

0.25 

0.2726 

0.00 

0.2086 

0.06 

0.70 
0.65 
0.70 
0.60 
0.70 
0.45 
0.50 
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Series  6. 

From  Three-quarters  of  a  Mile  West  ofBoylstcm  Centre  on  Wooded  HiUside  East  of 
Muddy  Brook.  Samples  taJcen  from  Surface  to  Three  Feet  below  Surface.  All 
Samples  dried  at  100°  C. 


LOM 

on  Ignition. 
(Per  Cent) 

CarboiK 
(Per  Cent.) 

Nttrofen. 
(Per  (3ent.) 

Ratio. 

n 

6a.    Surface  to  2  In.  below 

9.69 

8.98 

0.11 

81.2 

66.    2  Id.  to  4  in.  below  surface, 

4.31 

1.80 

0.04 

82.6 

6c.    4 in.  to  Tin.  below  surface, 

4.06 

0.91 

0.11 

8.8 

6d.    7  in.  to  10  In.  below  surface, 

2.88 

0.69 

0.02 

84.6 

60.     10  in.  to  16  in.  below  surface,     . 

2.50 

0.80 

0.02 

15.0 

6/.    8  ft.  below  surface, 

i.n 

0.16 

0.01 

16.0 

^Sanitary  Analysis  of  Water  with  which  the  Soils  had  been  treated  as  described. 

[Parts  per  100,000.] 


6a.  Surface  to  2  in.  below,     . 

66.  2  in.  to  4  in.  below  surface, 

6c.  4  in.  to  7  in.  below  surface, 

6(f.  7  in.  to  10  in.  below  surface, 

6^.  10  in.  to  16  in.  below  surface, 

^.  3  ft.  below  surface,  . 


Free 
Ammonia. 


Free 
Ammonia 

after 

Standing 

One  Week. 


Albuminoid 
Ammonia. 


Oxygen 
(Unturned. 


Color  with 
liistlUed 
Water. 


0.0800 

0.2921 

0.0802 

0.0574 

0.0361 

0.0323 

0.0209 

0.0116 

0.0840 

0.0142 

0.0142 

0.0077 

0.4726 
0.0770 
0.0519 
0.0248 
0.0288 
0.0110 


EfKect 
of  Bolls  on 

C^lorof 
Cochltoate 

Water  of 
Color  0.55. 


7.0000 

0.60 

1.5740 

0.80 

1.0977 

0.88 

0.8368 

0.10 

0.5060 

0.20 

0.1478 

0.00 

1.00 
0.70 
0.60 
0.58 
0.55 
0.10 
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Series  7. 

From  Swamp  at  Head  cf  Boylston  Millpond,  about  Three-quarters  of  a  Mile  above 
Boylston  Statiofi,  Samples  taken  from  Surface  to  Three  Feet  Three  Inches 
below  Surface,    All  Samples  dried  at  100^  C. 


Lost 
on  Ignition. 

(Per  Cent.) 

Carbon. 
(Per  Cent.) 

nitrogen. 
(Per  Cent) 

Batlo. 
c 
n 

7a.    Surface  to  2  In.  below,        .... 

22.31 

12.53 

0.96 

13.0 

lb,    2  in.  to  4  In.  below  sarface,        • 

24.69 

18.05 

0.64 

24.2 

7c.     4  in.  to  8  in.  below  surface, 

17.12 

8.76 

0.86 

10.2 

Id,    8  in.  to  12  in.  below  aarface,      .       ... 

9.14 

8.96 

0.21 

18.9 

70.    12  in.  to  21  in.  below  sarface,    . 

3.93 

1.44 

0.09 

16.0 

7/.    21  in.  to  89  In.  below  sarface,     . 

1.9S 

0.61 

0.04 

12.8 

Ig,    89  in.  below  sarface 

0.66 

0.06 

0.00 

0.0 

Sanitary  Analysis  of  Water  with  which  the  Soils  had  been  treated  as  described, 

[Parts  per  100,000.] 


* 

Free 
Ammonia. 

Free 
Ammonia 

after 

SUnding 

One  Week. 

Albuminoid 
AmmonUu 

Oxygen 
Consumed. 

Color  with 

Distilled 

Water. 

Effect 
of  Soils  on 

Color  of 
Cocbltuate 

Water  of 
Color  0.66. 

7a. 

Sarface  to  2  in.  below,     . 

0.1860 

0.4000 

0.4970 

6.4000 

0.40 

0.70 

lb. 

2  in.  to  4  in.  below  sarface,     . 

0.1486 

0.6429 

0.4486 

7.4286 

0.60 

0.90 

7c. 

4  in.  to  8  in.  below  sarface, 

0.1360 

0.8440 

0.4970 

4.6000 

0.12 

0.66 

Id, 

8  in.  to  12  in.  below  sarface,    . 

0.0274 

0.0709 

0.0937 

2.7429 

0.60 

1.00 

l€. 

12  in.  to  21  in.  below  sarface,  . 

0.0305 

0.0267 

0.0438 

1.0867 

0.80 

0.70 

7/. 

21  in.  to  89  in.  below  sarface,  • 

0.0173 

0.0220 

0.0502 

0.8471 

0.10 

0.66 

Ig, 

39  in.  below  sarface. 

0.0179 

0.0245 

0.0080 

0.1366 

0.02 

0.46 
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Series  8. 

From  Bottom  of  Oakdale  Millpond  from  Depths  of  Three  to  Twelve  Feet,    AU 

Samples  dried  at  10(PC, 


Lon 
on  Ignition. 

(Percent) 

Carbon. 
(Per  Cent.) 

Altrogeu. 
(Per  Cent) 

Katlo 

e 
n 

8a.    Near  head  in  8  ft.  of  water 

0.91 

0.07 

0.01 

7.0 

8fr.    \  mile  below  head  in  5  ft.  of  water,    .... 

0.11 

0.00 

0.00 

0.0 

8c.    i  mile  below  head  In  7  ft.  of  water,    .... 

10.16 

4.10 

0.80 

11.4 

M,   I  mile  from  head  in  9  ft.  of  water,      .... 

10.45 

4.17 

0.85 

11.9 

8e.    500  ft.  above  W.  &  N.  R.R.  in  12  ft.  of  water,  . 

14.75 

0.56 

0.58 

12.4 

^.    500  ft.  below  W.  &  N.  R.R.  in  12  ft.  of  water,  . 

4.72 

2.18 

0.15 

14.5 

Sanitary  Analysis  of  Water  with  which  the  SoUs  had  been  treated  as  described, 

[Part!  per  100,000.] 


Free 
Ammonia. 

Free 
Ammonia 

after 

SUndlnff 

One  Week. 

Albuminoid 
Ammonia. 

Oxygen 
Coniumed. 

Color  with 

Dlttnied 

Water. 

Effect 
of  Soils  on 

Color  of 
Cochltoate 

Water  of 
Color  OM. 

8a.    Near  head  in  8  ft.  of  water,     . 

0.0186 

0.0121 

0.0251 

0.2224 

0.01 

0.55 

Sb.    i  mile  below  head  in  5  ft.  of 

0.0162 

0.0027 

0.0144 

0.1854 

0.00 

0.60 

water. 

8c.    i  mile  below  head  in  7  ft.  of 

0.2100 

0.2000 

0.2042 

8.1408 

0.50 

0.00 

water. 

Sd.    i  mile  from  head  in  0  ft.  of 

0.1707 

0.2240 

0.2227 

8.8500 

0.50 

0.70 

water. 

Se.    600  fi.  above  W.  Sc  N.  R.R.  In 

0.1043 

0.2280 

0.1838 

2.7500 

0.80 

0.75 

12  ft.  of  water. 

V*-    500  ft  below  W.  &  N.  R.R.  In 

0.1103 

0.0855 

0.0790 

1.8707 

0.55 

0.85 

12  ft.  of  water. 
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Series  9. 

From  Pasture  Land  about  One  and  One-quarter  Miles  below  West  Boylsion,  on 
South  Side  of  Railroad^  which  had  never  been  cultivated.    Samples  taken 
from  Surface  to  Twenty  Inches  below  Surface,    Samples  dried  at  100°  C, 


Moisture. 
(Percent ) 

Loss  on 
Ignition. 

(Percent) 

Hydrogen. 
(Percent) 

Carbon. 
(Percent) 

Nitrogen. 
(Percent) 

Katlo. 
c 
n 

9a.    Sarfaee  to  2  in.  below,    . 

31.13 

10.89 

1.45 

11.92 

0.66 

18.06 

06.    2  in.  to  4  in.  below,  .... 

29.17 

11.52 

0.66 

5.82 

0.48 

11.08 

9c.    4  in.  to  7  in.  below,  .... 

26.17 

8.37 

0.62 

3.56 

0.26 

13.69 

9(2.    7  in.  to  10  in.  below. 

26.19 

5.16 

0.42 

1.38 

0.03 

46.00 

9e.    10  in.  to  15  in.  below. 

22.55 

3.16 

0.31 

0.87 

0.06 

14.60 

9/.    15  in.  to  20  in.  below,      . 

18.47 

2.43 

0.22 

0.85 

0.08 

10.63 

Sanitary  Analysis  of  Water  with  which  the  Soils  had  been  treated  as  described. 

[Parte  per  100,000.] 


Fbeb  Ammonia. 

Albuminoid  Am- 
monia. 

OxroBN  Consumed. 

Color. 

After 

After 

After 

After 

After 

After 

After 

After 

8 

1 

8 

1 

8 

1 

8 

1 

Days. 

Week. 

Days. 

Week. 

Days. 

Week. 

Days. 

Week. 

9a,       .       .       . 

0.0096 

0.0024 

0.0580 

0.1436 

1.8330 

2.1840 

1.15 

1.50 

96.       .        .       . 

0.0056 

0.0008 

0.0254 

0.0228 

0.3008 

0.4368 

0.15 

0.25 

9c,       .        .        . 

0.0040 

0.0072 

0.0188 

0.0180 

0.1170 

0.1826 

0.04 

0.10 

9J.       .       .       . 

0.0016 

0.0048 

0.0066 

0.0078 

0.0429 

0.0702 

0.00 

0.00 

9«.       .        .       . 

0.0096 

0.0104 

0.0066 

0.0072 

0.0156 

0.0585 

0.00 

0.00 

«/.... 

0.0048 

0.0016 

0.0050 

0.0052 

0.0195 

0.0024 

0.00 

0.00 
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Series  10. 

From  Land  recently  cleared  of  Chod-sized  Timber  and  never  cuUivcUed^  about 
Midway  between  Boylston  and  South  Clinton,  South  Side  of  Valley,  Samples 
taken  from  Surface  to  Two  Feet  Six  Inches  below.    Dried  at  100°  C, 


Molstnre. 
(Percent) 

Lesson 
Ignition. 

(Percent) 

Hydrogen. 
(Percent) 

CStfbon. 
(Percent) 

Nitrogen. 
(Percent) 

ReUo. 

c 
n 

lOa.    Sarface  to  2  in.  below,  . 

(J2.87 

26.66 

1.92 

18.07 

0.04 

10.22 

10b.    2  in.  to  4  in.  below, 

54.26 

19.63 

1.16 

10.47 

0.68 

18.02 

10c.    4  In.  to  7  in.  below, 

44.28 

11.12 

0.68 

6.66 

0.82 

17.00 

lOd.   7  In.  to  12  In.  below. 

82.21 

8.40 

0.84 

1.64 

0.20 

7.70 

10«.    12  In.  to  17  in.  below,     . 

29.67 

2.86 

0.28 

0.85 

0.81 

2.74 

10/.    2  ft.  6  in.  below,     .... 

17.60 

0.62 

0.05 

0.04 

0.11 

0.36 

Sanitary  Analysis  of  Water  with  which  the  Soils  had  been  treated  as  described, 

[ParU  per  100,000.] 


FsBB  Ammonia. 

Albominoid  Am- 
monia. 

OZTOBK  CONSUMBD. 

Color. 

After 

After 

After 

After 

After 

After 

After 

After 

S 

1 

S 

1 

S 

1 

S 

1 

Days. 

Week. 

1 

Days. 

Week. 

Days. 

Week. 

Days. 

Week. 

10a,     . 

0.0660 

0.0384 

0.0902 

0.1420 

4.0660 

6.8180 

- 

7.60 

106,     ..       . 

0.0282 

0.0224 

0.0882 

0.0820 

0.8970 

1.0257 

0.80 

4.60 

10c,      ..       . 

0.0064 

0.0082 

0.0264 

0.0208 

0.6144 

0.6612 

0.80 

1.00 

lOrf.     . 

0.0066 

0.0024 

0.0240 

0.0254 

0.2440 

0.6448 

0.80 

1.20 

10«,      .       .       . 

0.0066 

0.0072 

0.0738 

0.0486 

0.1684 

1.8280 

0.08 

1.00 

10/.      .        .        . 

0.0096 

0.0024 

0.0074 

0.0066 

0.0664 

0.1006 

0.08 

0.12 

EXPERIMENTS 


UPON  THB 


Purification  of  Sewage  and  Water 


AT  THB 


LAWRENCE  EXPERIMENT  STATION, 


During  the  Ybab  1893. 


[8W1 


EXPERIMENTS  UPON  THE  PURIFICATION  OF  SEWAGE  AND 
WATER  AT  THE  LAWRENCE  EXPERIMENT  STATION.* 


By  George  W.  Fuxj-eb,  Biologist  in  Charge. 


The  year  1893  is  the  sixth  that  the  experimental  work  of  the  Law- 
rence Experiment  Station  has  been  continued.  The  work  is  carried 
on  under  the  general  supervision  of  Hiram  F.  Mills,  A.M.,  C.E.,  a 
member  of  the  State  Board  of  Health.  Mr.  Allen  Hazen,  chemist, 
was  in  direct  charge  of  the  station  until  March  1, 1893,  when  he  was 
given  a  leave  of  absence  and  accepted  the  position  of  chemist  to  the 
Department  of  Water  Supply  and  Sewerage  of  the  World's  Columbian 
Exposition.  The  writer,  who  had  previously  been  in  charge  of  the 
biological  department,  succeeded  Mr.  Hazen  in  charge  of  the  station. 
Mr.  Harry  W.  Clark  is  chemist,  and  Mr.  F.  L.  Fales  has  compiled 
the  records  and  prepared  the  tables  showing  the  results  of  the  work. 
Messrs.  W.  R.  Copeland  and  Louis  Weinberg  are  assistant  biologists 
and  Mr.  F.  B.  Forbes  is  assistant  chemist.  Professors  T.  M.  Drown 
and  W.  T.  Sedgwick  of  the  Massachusetts  Institute  of  Technology 
are,  respectively,  consulting  chemist  and  biologist,  having  a  general 
oversight  of  the  chemical  and  biological  investigations. 

The  year  has  been  an  important  one  in  the  history  of  the  experi- 
mental sewage  filters,  in  that  the  results  of  earlier  investigations 
have  been  confirmed  and  additional  knowledge  has  been  obtained  as 
to  the  management  necessary  to  maintain  the  continuous  efficiency 
of  such  filters. 

The  process  of  p\irification  of  sewage  by  intermittent  filtration 
consists  of  intermingling  the  sewage  in  the  pores  of  the  filtering 
material  with  sufficient  air,  for  a  sufficient  time,  in  the  presence  of 
micro-organisms  which  quickly  establish  themselves  there. 

*  A  fall  accoant  of  the  work  done  at  the  Lawrence  Experiment  Station  for  the  years  1888  and 
1889  is  contained  in  a  Special  Report  of  the  State  Board  of  Health  upon  the  Pnriflcation  of  Sew- 
age and  Water,  1890.  A  similar  accoant  for  the  years  1890  and  1891  is  contained  in  the  Twentr- 
third  Annual  Report  of  the  Board  for  the  year  1891,  and  for  the  year  1892  in  the  Twenty-foarth 
Annual  Report  of  the  Board  for  that  year. 
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« 

Sewage  filters  resemble  complex  living  organisms,  in  that  venti- 
lation and  respiration  must  be  maintained,  otherwise  their  functions 
are  interrupted  and  their  lives  as  filters  come  to  an  end. 

When  sewage  passes  through  a  filter  a  portion  of  the  insoluble 
matter  or  sludge  is  deposited  upon  or  near  the  surface.  The  result, 
eventually,  unless  preventive  measures  are  adopted,  is  a  clogging  at 
the  surface,  which,  owing  to  interrupted  ventilation,  causes  a  deteri- 
oration in  the  quality  of  the  effluent,  and  subsequently,  owing  to  the 
increased  capillary  attraction  and  frictional  resistance  to  the  passage 
of  sewage,  a  reduction  in  the  quantitative  efficiency  of  the  filter. 
The  amount  of  sludge  in  sewage  varies,  but,  unless  care  is  taken, 
any  sewage  will  in  time  clog  any  ordinary  filter.  In  the  Annual 
Report  of  the  Board  for  1892  it  was  stated  that  when  other  conditions 
are  the  same,  the  clogging  is  proportional  to  the  sludge  carried  in 
the  applied  sewage.  It  is  of  importance  therefore  to  consider  not 
only  the  filtering  materials  but  also  the  applied  sewage  in  order  to 
learn  its  average  strength  and  the  limits  in  strength  between  which 
it  varies. 

Character  of  the  Sewage. 

The  sewage  used  at  the  Experiment  Station  is  pumped  through  a 
two  and  one-half  inch  pipe,  4,300  feet  long,  from  a  sewer  which 
drains  the  streets,  houses  and  stores  of  the  most  densely  populated 
sections  of  the  city  of  Lawrence. 

Samples  of  Sewage  for  Analysis. 

Samples  of  sewage  have  been  regularly  collected  for  analysis  as 
follows :  — 

1.  Regular  Sewage.  On  at  least  four  days  in  a  week  a  gallon 
bottle  has  been  filled  from  a  large  tank  of  sewage.  While  the 
sample  was  intended  to  be  as  far  as  possible  a  representative  one,  it 
necessarily  represented  accurately  only  a  small  fraction  of  the  total 
amount  of  sewage  used ;  and  there  is  also  considerable  difficulty  in 
mixing  several  hundred  gallons  of  sewage  so  as  to  get  a  sample  with 
its  proper  share  of  suspended  matter. 

2.  Average  Sewage.  On  one  day  each  week  (Tuesday) ,  a  sample 
has  been  taken  by  collecting  directly  from  the  pump  (without  allow- 
ing any  opportunity  for  sedimentation) ,  quantities  of  sewage  propor- 
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tional  to  the  amount  of  each  lot  of  sewage  pumped  during  the  day. 
The  average  results  from  numerous  samples  collected  in  this  manner 
give  satisfactorily  the  average  composition  of  all  sewage  applied  to 
the  filters. 

3.  Sewage  for  Filters  ITos.  7,  6  and  9 A.  In  order  to  learn  the 
variations  in  strength  of  sewage  at  different  times  of  the  day  and  to 
obtain  more  accurate  data  upon  the  storage  of  organic  matter  in  the 
filters  there  have  been  collected  weekly  three  mixed  samples  repre- 
senting each  dose  applied  during  the  week  to  Filters  Nos.  1,  6  and 
9A,  respectively.  In  order  to  keep  the  samples  for  one  week  without 
putrefaction  and  decomposition,  a  small  amount  of  mercuric  acetate 
was  placed  in  the  bottle. 

Monthly  Averages  of  Analyses  of  Regular  Sewage  Samples, 

[ParU  per  100,000.] 


Free 

Ammonia. 

Albuminoid  Ammoitia. 

• 

• 

|1 

i 

Bacteria    per 
Cubic  CenU- 
meter. 

MONTH -189S. 

1 

1 

• 

1 

Janoary,     . 

2.44 

.88 

.41 

.42 

8.22 

4.98 

8.9 

1,104,000 

Febmary,   . 

2.41 

.68 

.37 

.81 

6.03 

4.33 

2.4 

985,000 

lUreb» 

3.02 

.64 

.84 

.30 

6.05 

4.15 

8.8 

907,000 

April,  . 

2.42 

.88 

.85 

.48 

6.57 

4.16 

1.7 

1,109.000 

May.    .       . 

« 

2.23 

.51 

.80 

.21 

6.58 

2.82 

3.5 

755.000 

Jane,  • 

2.54 

.58 

.28 

.25 

11.37 

2.68 

- 

774,000 

July,    . 

8.02 

.63 

.82 

.81 

8.71 

3.72 

- 

854,000 

Augnat, 

2.82 

.45 

.22 

.23 

10.66 

2.53 

- 

966,000 

September, . 

2.75 

.47 

.22 

.25 

9.92 

2.44 

- 

636,000 

October, 

8.07 

.61 

.25 

.36 

10.72 

8.92 

- 

1,125,000 

November, . 

8.28 

.71 

.29 

.42 

10.79 

4.29 

- 

1,000,000 

December,  , 

8.16 

.70 

.38 

.87 

6.29 

3.61 

- 

861.000 

Average 

■,     .       . 

3.08 

.68 

.31 

.32 

8.67 

3.45 

- 

923,000 

*  In  all  of  the  Lawrence  analyaea  the  oxygen  eonaumed  haa  been  determined  after  boiling  two 
mlnntea. 


The  above  analyses  represent  four  samples  each  week  taken  from 
one  of  the  sewage  tanks,  usually  in  the  morning,  and  the  results  are 
directly  comparable  with  the  analyses  published  for  previous  years. 
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Monthly  Averaget  of  Analyses  of  Average  Sewage  Samples. 

[Parts  per  100,000.] 


1 

Albumikoid  Ammomia. 

• 

s 

St 

• 
9 

a 

|i 

Month— 1898. 

• 

1  . 

1 

a 

3 

• 

• 

a 

• 

6h 

H 

OD 

o 

o 

Ik 

January 

2.41 

.79 

.87 

.42 

6.69 

4.46 

February, 

2.36 

.76 

.48 

.32 

6.78 

4.10 

. 

March,     . 

1.86 

.62 

.88 

.24 

4.88 

3.50 

. 

April.       . 

2.89 

.70 

.88 

.37 

6.56 

3.65 

• 

May.         .       . 

2.89 

.66 

.80 

.85 

6.28 

2.90 

. 

June, 

2.86 

.63 

.32 

.31 

11.89 

3.02 

. 

July,        .       , 

8.41 

.« 

.29 

.86 

9.05 

2.95 

4.1 

August,    . 

8.70 

.65 

.28 

.37 

7.88 

3.27 

8.0 

September, 

3.80 

.70 

.81 

.89 

6.72 

3.42 

5.9 

October,  . 

8.77 

.85 

.38 

.47 

6.80 

8.88 

5.5 

November, 

4.06 

.95 

.48 

.47 

7.76 

4.^ 

5.9 

December, 

8.86 

.98 

.41 

.62 

7.05 

4.02 

5.7 

Averages, . 

1              f 

1              1 

1              1 

1              • 

8.07 

.74 

.36 

.88 

7.16 

3.63 

- 

The  above  analyses  represent  average  samples  of  all  the  sewage 
pumped  during  the  day  for  each  Tuesday  of  the  year. 

Monthly  Averages  of  Mixed  Samples,  representing  all  of  the  Sewage  applied  to 

Fillers  Nos.  I,  6  and  9  A, 

[Parts  per  100,000.] 


Frbb  Ammonia. 

Albdmimoid 
ammonia. 

OXTGBN 

Consumed. 

ClILORINS. 

Fats. 

. 

• 

• 

< 

. 

• 

• 

< 

• 

• 

< 

. 

• 

-< 

MOMTB  — 1898. 

*H 

<o 

Ot 

*H 

<o 

o> 

A 

<o 

e» 

r.« 

tS 

o» 

r.« 

P 

£ 

o 

o 

o 

6 

6 

d 

6 

6 

6 

6 

o 

^ 

>i 

^ 

» 

^ 

SQ 

'A 

SQ 

as 

SQ 

» 

& 

^ 

S 

S 

I 

•• 

I 

S 

i 

S 

S 

S 

%» 
5 

g 

s 

s 

s 

c 

s 

s 

g^ 

S 

S 

C 

£ 

g 

January,   . 

1.50 

2.47 

1.55 

.57 

.76 

.62 

3.40 

4.45 

3.80 

4.48 

7.79 

4.77 

4.6 

February, . 

2.10 

2.19 

1.90 

.64 

.81 

.59 

3.40 

4.92 

3.67 

9.41 

5.94 

6.04 

2.0 

March,       .       f 

1.86 

2.34 

1.96 

.46 

.01 

.48 

4.00 

4.50 

4.00 

5.72 

6.91 

7.14 

8.3 

AprU, 

1.94 

2.54 

2.06 

.57 

.73 

.63 

2.82 

3.72 

3.02 

6.02 

5.58 

5.67 

2.4 

May,  . 

2.42 

2.89 

2.47 

.61 

.43 

.62 

2.72 

3.07 

3.00 

6.14 

6.26 

6.97 

4.6 

June 

2.71 

2.68 

2.84 

.68 

.64 

.61 

3.02 

3.70 

3.20 

8.17 

7.45 

9.70 

3.4 

July.  . 

3.81 

2.76 

3.52 

.72 

.78 

.88 

3.22 

3.52 

3.82 

9.98 

12.60 

8.83 

8.7 

AUKUSt.       . 

September, 

2.79 

3.40 

3.15 

.66 

.57 

.61 

3.30 

3.97 

2.87 

10.03 

9.13 

9.54  1 

6.9 

8.56 

8.91 

8.85 

.77 

.77 

.69 

3.96 

3.84 

8.38 

8.06 

7.29 

7.44 

7.5 

October,    . 

3.79 

4.29 

4.26 

.82 

.89 

.87 

4.87 

7.37 

4.22 

7.69 

7.46 

10.91 

6.6 

November, 

3.97 

3.84 

4.26 

.88 

.79 

1.00 

4.72 

5.26 

6.05 

7.43 

6.88 

6.56 

6.8 

December, 

8.04 

8.75 

8.22 

.82 

.95 

.88 

4.40 

6.57 

8.9-2 

6.75 

7.45 

6.08 

8.8 

Averages,  . 

2.75 

3.04 

2.88 

.68 

.72 

.69 

3.61 

4.49 

8.62 

7.81 

7.47 

7.89 

1 

4.5 

With  regard  to  the  comparison  of  the  results  with  each  other  it  is 
to  be  mentioned  that  the  sewage  for  Filter  No.  1  was  all  pumped 
late  in  the  afternoon  during  the  cold  months,  December  to  April, 
inclusive ;  in  May  and  June  it  was  pumped  early  in  the  morning, 
and  during  the  rest  of  the  year  part  in  the  early  morning  and  the 
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remainder  in  the  afternoon.  Sewage  for  Filter  No.  6  was  regularly 
pumped  in  the  middle  of  the  day.  In  the  case  of  Filter  No.  9  A 
the  sewage  was  pumped  late  in  the  afternoon  during  the  cold  months , 
December  to  April,  inclusive,  and  early  in  the  morning  during  the 
remainder  of  the  year.  The  results  are  comparable  with  corre- 
sponding results  obtained  in  1892. 


Monthly  Averages  of  Supernatant  Liquid  from  Sewage  settled  with  Alum  for 

FiUers  Nos.  19  and  32. 

[Parte  per  100,000.] 


A 
g 

r 

Albuminoid  Ammohia. 

6 

a 

.s 
6 

• 

•a 

1 
II 

O 

• 

1 

ii 

MONTH- 1898. 

1 

• 

1 

a 
1 

a 

1 

Bacteria 
Cubic  Cc 
meter. 

January,*   . 

2.15 

.38 

.27 

.11 

5.40 

2.70 

- 

260,000 

February,   . 

1.97 

.26 

.19 

.07 

0.56 

2.72 

.2 

77,500 

March, 

1.01 

.88 

.21 

.07 

0.43 

2.32 

.7 

81,000 

April,  .       . 

2.24 

.27 

.22 

.05 

6.57 

1.83 

.5 

20,000 

May,    . 

2.29 

.28 

.18 

.10 

5.99 

1.52 

1.3 

63,000 

June,  . 

2.84 

.32 

.20 

.12 

9.86 

1.62 

- 

460,000 

July,    . 

3.27 

.34 

.23 

.11 

7.66 

1.60 

1.5 

230,000 

August, 

2.48 

.24 

.17 

.07 

7.73 

1.36 

.8 

50,000 

September, 

2.80 

.27 

.20 

.07 

11.73 

1.50 

1.1 

63,000 

October, 

2.04 

.27 

.18 

.09 

6.98 

1.47 

3.3 

315,000 

November,  . 

8.04 

.32 

.24 

.08 

18.72 

2.06 

1.7 

37,000 

December,  . 

3.29 

•     .84 

.24 

.10 

5.74 

1.92 

.9 

187,000 

Averages,     . 

2.54 

.30 

.21 

.09 

8.10 

1.88 

1.2 

145.000 

*  The  sewage  was  not  treated  in  this  manner  January  1  to  20;  the  results  for  this  month  g^ven  In 
the  table  represent  the  analyses  of  January  21  to  31. 

The  above  analyses  represent  the  supernatant  liquid  after  the 
sewage  represented  by  the  regular  samples  had  been  treated  with 
alum,  in  the  proportion  of  1,000  pounds  of  alum  to  1,000,000 
gallons  of  sewage,  and  allowed  to  settle  for  four  hours.  These 
results  show  that  52.4  per  cent,  of  the  total  albuminoid  ammonia 
and  84.3  per  cent,  of  the  bacteria  were  removed.  The  high  numbers 
of  bacteria  in  June  and  July  appeared  to  be  due  to  a  growth  of  bac- 
teria on  the  sides  of  the  barrels  where  some  organic  matter  had 
accumulated.  The  removal  of  this  organic  matter  from  time  to  time 
caused  the  number  of  bacteria  in  the  supernatant  liquid  to  become 
normal. 
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MonlMy  Averages  of  Supernatant  Liquid  from  Settled  Sewage  for  Filter  No.  13  A. 

[Part*  per  100,000.] 


Free 

Ammonia. 

Albdmikoid  Ammovia. 

• 

1 

o 

2 
u 

• 

1 

s 

5 

2Li 

MONTH -189S. 

a 

1 
2 

• 

1 

Bacteria 
Cubic  Cei 
meter. 

October, 

Novemt>er, 

Decemberi 

2.70 
8.13 
8.25 

.43 
.00 
.00 

.26 
.82 
.80 

.18 
.28 
.80 

0.22 

18.78 

6.98 

2.82 
3.54 
8.12 

844,000 
896.000 
850,000 

Average!, 

8.08 

.64 

.29 

.26 

10.81 

2.90 

800,000 

The  analyses  above  represent  the  supernatant  liquid  after  the 
sewage  represented  by  the  regular  sample  had  been  allowed  to  settle 
for  four  hours.  These  results,  when  compared  with  those  of  the 
regular  samples  of'  sewage,  taken  on  the  same  days,  show  a  removal 
of  18.2  per  cent,  of  the  total  albuminoid  ammonia  and  12  0  per 
cent,  of  the  bacteria  by  sedimentation. 

Comparison  of  the  Strength  of  the  Sewage. 

Bringing  together  for  comparison  the  average  results  of  the 
several  series  of  sewage  samples,  we  have :  — 

[Parte  per  100,000.] 


Free 
Ammonia. 

Albumimoid  Ammovia. 

Chlorine. 

Ozyfen 
con- 
iumed. 

TotaL 

Solable. 

Insoluble. 

Regular, 

Average, 

For  Fl  t«*r  No.  1,       .       .       . 
For  Filter  No.  0,       .       .       . 
For  Filter  No.  9A,    . 

2.08 
8.07 
2.75 
8.04 
2.88 

.08 
.74 

.08 
.72 
.09 

.81 

.80 

.81* 

.31* 

.31* 

.82 

.88 
.87 
.41 
.88 

8.57 
7.15 
7.81 
7.47 
7.39 

3.45 
3.08 
8.01 
4.49 
3.02 

*  Estimated  aa  equal  to  thai  in  the  regular  sample. 

It  will  be  seen  that  the  average  sewage  ftir  the  day  was  the  most 
concentrated,  although  only  a  little  stronger  than  the  sewage  applied 
to  Filters  Nos.  1,  6  and  9 A.  Thejregular  sewage  was  the  most 
dilute  of  all,  as  was  the  case  in  1892. 

Investigations  are  under  way  to  show  the  rehHip^  ^^  ^^^  strength 
of  the  sewage  as  drawn  at  the  Experiment  Statf?^  ^^  ^^^^  ^f  ^b® 
original  sewage  in  the  Lawrence  Street  sewer.  XhS '^^^'^  ^^  ^^o 
such  series  of  analyses  are  given  in  the  table  below\  ^^  January 

16  and  17,  1894,  when  the  first  series  was  collected,  the*'^®*^^''  ^^8 

\ 
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clear  and  cold,  and  probably  very  little  surface  water  entered  the 
sewer.  The  second  series  was  taken  during  a  storm.  The  amount 
of  precipitation  (rain  and  melted  snow)  was  1.47  inches,  the  greater 
part  of  which  was  snow ;  considerable  rain  fell  during  the  night  of 
January  30,  however,  and  found  its  way  to  the  sewer.  In  the  second 
series  estimates  of  the  quantity  of  sewage  flowing  in  the  sewer  were 
made  from  observations  of  the  depth  of  sewage  in  the  sewer. 

BesuUs  of  Analyses  of  Hourly  Samples  of  Sewage  from  the  Lawrence  Street 

Sewer, 

[Parte  per  100,000.] 


Jraaa«i7  !•  and  17. 

jr 

annarjr 

80  and  81. 

1^ 

AMMOirXA. 

• 

1 

a 

8 

• 
S 

Tbmpbra- 

TURB. 
DB0BBB8  F. 

• 

En 

AMMOlflA. 

• 

0 

• 

1 

a 

8 
1 

M 

0 

1 

1 

1 

Albnmlnoid. 

^ 

Albuminoid. 

3 

fc5 

HOUB. 

1 

C 

^ 

• 

1 

• 

a 
b4 

^1 

ll 

OP.X. 

42. 

1.20 

.66 

.28 

6.16  6.70 

.7 

- 

84.5 

1.1 

1.25 

.63 

.18 

4.70 

3.00 

2.0 

680.000 

7    •• 

42.5 

1.80 

.42 

.12 

3.80  8.70 

4.1 

46. 

34. 

.9 

1.45 

.56 

.16 

6.17 

8.10 

2.8 

413,000 

8    " 

48. 

1.85 

.60 

.16 

4.66 

1.80 

2.4 

43. 

88. 

1.8 

1.70 

.68 

.27 

4.29 

2.60 

2.8 

643,000 

0    " 

44. 

1.85 

.36 

.11 

3.80 

2.60 

1.9 

44. 

84. 

1.8 

1.40 

.87 

.09 

3.78 

2.20 

1.6 

615,000 

10    •• 

44. 

1.60 

.46 

.16 

4.00 

8.80 

2.1 

44. 

83.6 

1.5 

1.95 

.64 

.86 

4.21 

2.80 

8.4 

504,000 

11    •• 

43. 

1.15 

.26 

.07 

3.80 

1.80 

.8 

48. 

84. 

.9 

1.75 

.43 

.17 

6.68 

1.70 

1.4 

188,000 

12    " 

44. 

1.05 

.22 

.04 

2.80 

1.60 

1.3 

42.6 

38.5 

.9 

1.25 

.26 

.02 

3.27 

1.20 

1.0 

868,000 

lA.X. 

44. 

.76 

.16 

.02 

2.80 

1.20 

1.7 

42. 

84. 

1.1 

.60 

.18 

.04 

2.82 

1.10 

2.1 

441,000 

2    " 

43.5 

.60 

.17 

.04 

2.10 

1.00 

1.4 

41. 

84.5 

1.6 

.46 

.16 

.02 

21.09 

.90 

.4 

284.000 

8    " 

42. 

.65 

.14 

.02 

2.10 

1 

.90 

4.5 

40. 

86. 

1.8 

.65 

.13 

.01 

8.77 

.90 

1.2 

164.000 

4    •• 

42. 

.61 

.17 

.04 

2.10 

.70 

8.8 

40. 

35.5 

2.1 

.66 

.19 

.04 

2.61 

.90 

1.5 

233,000 

5    •• 

42.5 

.61 

.12 

.01 

2.10 

.70 

3.4 

30.5 

83.5 

2.4 

.63 

.14 

.02 

3.30 

l.OO 

2.0 

133,000 

6    " 

41. 

.95 

.23 

.04 

3.00 

1.60 

6.9 

40. 

81. 

1.8 

1.04 

.28 

.07 

4.08 

1.20 

.4 

470.000 

7    " 

42. 

1.40 

.49 

.16 

3.45 

1.90 

4.8 

44. 

31. 

1.8 

1.85 

.49 

.12 

3.58 

2.40 

.5 

546,000 

8    •• 

42. 

4.40 

.82 

.86 

4.75 

4.40 

6.3 

46. 

30.5 

2.4 

2.25 

1.86 

.82 

12.62 

5.60 

2.2 

1,180,000 

9    •• 

47. 

4.65 

1.14 

.64 

5.60 

5.60 

4.3 

46. 

31. 

2.4 

1.80 

.80 

.26 

6.55 

3.40 

2.7 

663,000 

10    " 

48. 

4.10 

1.49 

.93 

6.30 

1 

6.40 

11.0 

46. 

30. 

1.8 

1.65 

.68 

.18 

4.75 

3.60 

2.5 

636,000 

11    " 

48.5 

3.00 

1.01 

.48 

6.92 

5.00 

19.0 

44.5 

80.5 

2.1 

1.85 

.64 

.11 

4.18 

6.40 

8.4 

412,000 

12    X. 

48. 

4.80 

1.10 

.67 

6.32 

5.00 

16.9 

46. 

32.5 

2.6 

1.95 

.64 

.14 

4.838.80 

3.9 

649.000 

1  P.X. 

46. 

2.56 

.78 

.20 

6.52 

5.00 

11.2 

46. 

29.5 

2.4 

1.75 

.66 

.21 

4.31  8.40 

2.6 

406,000 

2    " 

46.5 

3.25 

.98 

.88 

8.82 

5.60 

16.6 

46. 

29.5 

2.4 

1.90 

.70 

.26 

8.20  5.60 

8.9 

680,000 

8    " 

47. 

2.80 

.78 

.29 

6.01 

4.70 

18.4 

47.5 

28. 

1.8 

1.56 

.64 

.21 

8.99 

3.70 

8.8 

624,000 

4    " 

47.6 

1.66 

.60 

.08 

4.64 

4.20 

8.6 

47. 

27. 

2.1 

1.80 

.68 

.16 

8.48 

3.80 

1.2 

865,000 

5    " 

- 

1.46 

.64 

.14 

4.064.50 

9.4 

- 

- 

- 

- 

- 

- 

- 

- 

- 
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Monihly  Averages  of  Supernatant  Liquid  from  Settled  Sewage  for  Filler  No.  13  A. 

[Part*  per  100,000.] 


Free 

Ammonia. 

Albdmikoid  Ammomia. 

• 

a 
■c 

o 

u 

Oxygen 
Coninmed. 

MONTH -1898. 

1 

6 

1 

OD 

• 

1 

Bacteria 
Cubic  Cei 
meter. 

October, 

November, 

December 

2.70 
8.13 
8.25 

.43 
.60 
.60 

.26 
.82 
.80 

.18 
.28 
.80 

6.22 

18.78 

5.98 

2.82 
3.54 
8.12 

2.00 

844,000 
898.000 
856,000 

Averages, 

8.08 

.64 

.29 

.26 

10.81 

866,000 

The  analyses  above  represent  the  supernatant  liquid  after  the 
sewage  represented  by  the  regular  sample  had  been  allowed  to  settle 
for  four  hours.  These  results,  when  compared  with  those  of  the 
regular  samples  of'  sewage,  taken  on  the  same  days,  show  a  removal 
of  18.2  per  cent,  of  the  total  albuminoid  ammonia  and  12.0  per 
cent,  of  the  bacteria  by  sedimentation. 

Comparison  of  the  Strength  of  the  Sewage. 

Bringing  together  for  comparison  the  average  results  of  the 
several  series  of  sewage  samples,  we  have :  — 

[Parte  per  100,000.] 


Free 
Ammonia. 

Albuminoid  Ammovia. 

Chlorine. 

Oxygen 
con- 
tamed. 

TotaL 

Soluble. 

Intolnble. 

Regular, 

Average, 

For  P!  t«*r  No.  1,       .       .       . 
For  Filter  No.  6,       .       .       . 
For  Filter  No.  9A,    . 

2.68 
8.07 
2.75 
8.04 
2.88 

.63 
.74 
.68 
.72 
.60 

.81 

.86 

.81* 

.81* 

.31* 

.82 
.88 
.87 
.41 
.38 

8.57 
7.16 
7.81 
7.47 
7.30 

3.45 
3.63 
3.61 
4.49 
8.62 

*  Estimated  as  eqaal  to  thai  In  the  regular  sample. 

It  will  be  seen  that  the  average  sewage  iov  the  day  was  the  most 
concentrated,  although  only  a  little  stronger  than  the  sewage  applied 
to  Filters  Nos.  1,  6  and  9 A.  The  regular  sewage  was  the  most 
dilute  of  all,  as  was  the  case  in  1892. 

Investigations  are  under  way  to  show  the  reJft^ipn  of  the  strength 
of  the  sewage  as  drawn  at  the  Experiment  Stat}p°  ^^  ^b^^  of  the 
original  sewage  in  the  Lawrence  Street  sewer.  TB?  results  of  two 
such  series  of  analyses  are  given  in  the  table  below\  ^^  January 
16  and  17,  1894,  when  the  first  series  was  collected,  the'^®*^'^®^  ^^^ 
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clear  and  cold,  and  probably  very  little  surface  water  entered  the 
sewer.  The  second  series  was  taken  daring  a  storm.  The  amount 
of  precipitation  (rain  and  melted  snow)  was  1.47  inches,  the  greater 
part  of  which  was  snow ;  considerable  rain  fell  during  the  night  of 
January  30,  however,  and  found  its  way  to  the  sewer.  In  the  second 
series  estimates  of  the  quantity  of  sewage  flowing  in  the  sewer  were 
made  from  observations  of  the  depth  of  sewage  in  the  sewer. 


EesuUs  of  Analyses  of  Hourly  Samples  of  Sewage  from  the  Lawrence  Streel 

Sewer. 

[Parts  per  100,000.] 


jraauMT  !•  Mid  17. 

JTaaaarjr  80  and  81. 

Tampcratore. 
Degrees  K. 

Ammovia. 

1 

a 

8 

• 

S 

Tbmpbra- 

TURB. 
DBORBB8  F. 

Rate.  Million  OaU. 
per  24  Houra. 

Ahmomia. 

• 

1 

• 

1 

a 
& 

o 

1 

J 

Albuminoid. 

• 

Albuminoid. 

1 

li 

0Q 

HOUB. 

1 

QQ 

i 

H 

i 

a 

^■4 

6P.X. 

42. 

1.20 

.66 

.28 

6.15  6.70 

.7 

- 

84.5 

1.1 

1.25 

.63 

.18 

4.70 

3.00 

2.0 

680,000 

7    •• 

42.5 

1.80 

.42 

.12 

3.808.70 

4.1 

46. 

84. 

.9 

1.45 

.66 

.16 

6.17 

8.10 

2.8 

418,000 

8    " 

48. 

1.85 

.50 

.16 

4.65 

1.80 

2.4 

43. 

88. 

1.8 

1.70 

.68 

.27 

4.29 

2.60 

2.8 

643,000 

0    •• 

44. 

1.85 

.86 

.11 

8.80 

2.50 

1.9 

44. 

84. 

1.8 

1.40 

.87 

.09 

8.78 

2.20 

1.6 

615.000 

10    •• 

44. 

1.00 

.46 

.16 

4.00 

8.80 

2.1 

44. 

83.5 

1.5 

1.95 

.64 

.86 

4.21 

2.80 

8.4 

504,000 

11    •• 

43. 

1.15 

.26 

.07 

3.80 

1.80 

.8 

43. 

84. 

.9 

1.75 

.48 

.17 

6.68 

1.70 

1.4 

188,000 

12    " 

44. 

1.05 

.22 

.04 

2.80 

1.50 

1.3 

42.5 

88.5 

.9 

1.25 

.26 

.02 

8.27 

1.20 

1.0 

868,000 

lA.X. 

44. 

.75 

.16 

.02 

2.80 

1.20 

1.7 

42. 

84. 

1.1 

.60 

.18 

.04 

2.82 

1.10 

2.1 

441,000 

2    " 

43.5 

.00 

.17 

.04 

2.10 

1.00 

1.4 

41. 

84.5 

1.6 

.45 

.15 

.02 

21.09 

.90 

.4 

284,000 

8    " 

42. 

.65 

.14 

.02 

2.10 

.90 

4.5 

40. 

36. 

1.8 

.55 

.13 

.01 

8.77 

.90 

1.2 

164,000 

4    " 

42. 

.61 

.17 

.04 

2.10 

.70 

8.8 

40. 

35.5 

2.1 

.66 

.19 

.04 

2.61 

.90 

1.5 

233,000 

6    " 

42.5 

.61 

.12 

.01 

2.10 

.70 

3.4 

80.5 

83.5 

2.4 

.63 

.14 

.02 

8.30 

1.00 

2.0 

133,000 

6    •• 

41. 

.95 

.23 

.04 

3.00 

1.60 

6.9 

40. 

31. 

1.8 

1.04 

.28 

.07 

4.08 

1.20 

.4 

470,000 

7    " 

42. 

1.40 

.40 

.16 

3.45 

1.90 

4.8 

44. 

81. 

1.8 

1.85 

.49 

.12 

8.58 

2.40 

.5 

546,000 

8    «• 

42. 

4.40 

.82 

.86 

4.75 

4.40 

6.3 

45. 

30.6 

2.4 

2.25 

1.85 

.82 

12.62 

5.60 

2.2 

1,180,000 

9    " 

47. 

4.55 

1.14 

.64 

5.50 

5.50 

4.3 

46. 

31. 

2.4 

1.80 

.80 

.26 

6.55 

3.40 

2.7 

663,000 

10    " 

48. 

4.10 

1.49 

.93 

6.30 

6.40 

11.0 

46. 

30. 

1.8 

1.65 

.68 

.18 

4.76 

3.60 

2.5 

636,000 

11    " 

48.5 

3.90 

1.01 

.48 

6.92 

5.00 

19.0 

44.5 

80.5 

2.1 

1.36 

.54 

.11 

4.18 

6.40 

8.4 

412,000 

12    X. 

48. 

4.8o|l.l9 

.67 

6.82 

5.00 

16.9 

46. 

32.5 

2.6 

1.95 

.54 

.14 

4.83 

8.80 

3.9 

649,000 

1  P.X. 

40.    2.bk 

.78 

.20 

6.52 

5.00 

11.2 

45. 

29.5 

2.4 

1.75 

.66 

.21 

4.31 

8.40 

2.6 

406,000 

2    «• 

46.53.25 

.98 

.88 

8.82 

5.60 

16.6 

46. 

29.5 

2.4 

1.90 

.70 

.26 

8.20 

5.50 

3.9 

680,000 

8    " 

47. 

2.80 

.78 

.29 

5.01 

4.70 

13.4 

47.5 

28. 

1.8 

1.55 

.64 

.21 

8.99 

3.70 

3.8 

624,000 

4    •« 

47.6 

1.55 

.50 

.08 

4.64 

4.20 

8.5 

47. 

27. 

2.1 

1.30 

.68 

.16 

8.48 

3.80 

1.2 

865,000 

6    «• 

- 

1.45 

.54 

.14 

4.06 

4.50 

9.4 

" 

- 

- 

- 

- 

- 

- 

- 

- 

- 
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From  the  data  obtained  in  the  second  series  there  was  calculated 
a  representative  analysis  of  all  the  sewage  which  passed  through 
the  sewer  during  this  period  of  twenty-four  hours.  In  the  follow- 
ing table  this  representative  analysis  of  all  the  sewage  flowing  for 
twenty-four  hours  in  the  sewer  is  compared  with  the  average  analysis 
of  all  the  sewage  pumped  at  the  Experiment  Station  during  this 
period  (7  a.m.  to  5  p.m.  January  31). 

[Parte  per  100,000.1 


Free 
Ammonia. 

ALBDMniOID  AMMOMIA. 

Chlorine. 

Oxygen 

Con- 

•nmed. 

JAHUABT  W  AMD  81,  1894. 

Total. 

Soluble. 

Intolable. 

Lawrenoe  Street  sewer,  . 
Bxperimeot  etatloo, . 

1.40 
2.70 

.64 
.73 

.80 
.40 

.18 
.24 

5.M 
6.72 

2.87 
6.50 

These  results  indicate  that  the  average  sewage  applied  to  the  ex- 
perimental filters  during  this  period  was  considerably  stronger  than 
the  average  original  sewage  flowing  in  the  sewer.  Whether  or  not 
the  difference  is  always  so  marked  will  require  further  experiments 
to  determine.  It  is  instructive  to  compare  the  analyses  of  the  sew- 
age in  the  two  series,  and  also  the  variations  at  different  times 
during  the  day  in  each  series. 

It  has  been  found  that  the  sewage  in  the  Lawrence  Street  sewer 
contains  considerable  dissolved  oxygen »  while  the  sewage  as  pumped 
at  the  Station  contains  none.  Experiments  are  in  progress  to 
compare  the  results  of  purification  by  filtration  of  fresh  sewage 
from  the  Lawrence  Street  sewer  and  of  sewage  as  pumped  at  the 
Station,  both  with  and  without  aeration. 

Since  clogging  and  consequent  interference  with  ventilation  are  the 
chief  factors  to  be  considered  in  studying  the  continuous  efficiency 
of  filters,  it  is  of  importance  to  know  the  strength  of  the  sewage 
which  has  been  treated  and  the  amount  of  sludge  which  it  contained. 
In  the  table  below  are  given  averages  of  analyses  for  the  year  1893 
of  the  sewage  applied  to  the  experimental  filters  at  Lawrence,  and  of 
that  of  the  cities  and  towns  in  Massachusetts  which  purify  their 
sewage  by  intermittent  filtration. 
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Average  of  Analyses  of  the  Sewage  applied  to  the  Experimental  Filters  at  Law- 
rence^ and  of  thai  applied  to  the  Filters  used  by  certain  Cities  and  Towns, 

[Parte  per  100,000.] 


Skwaob. 


Free 
Ammonia. 


Lawrence*  • 
Framlngbam, 
Marlboroagh, 
Qardner»    . 
WeetboroDgb,* 


8.07 
1.88 
2.08 
1.80 
1.07 


Albdmixoid  Ammonia. 


TotaL 


Solable. 


Inaolable. 


.74 
.88 
.02 
.45 
.10 


.88 
.10 
.88 
.21 
.05 


.86 
.10 
.24 
.24 
.14 


Chlorine. 


Oxygen 
Con- 
turned. 


7.16 
4.98 
7.85 
8.11 
2.27 


8.63 
5.14 
6.20 
8.94 
2.72 


*  Two  aamplee  from  Weetborough  were  analyzed ;  the  other  resalts  (except  Lawrence)  are  averagea 
of  ■emi-monthly  analyaee. 

This  table  shows  that  the  sewage  applied  to  the  experimental 
filters  contains  more  sludge  than  the  sewage  of  the  other  places , 
and  consequently  the  experimental  filters  require  more  attention  to 
prevent  clogging  than  do  the  several  large  filters  in  actual  service 
which  receive  more  dilute  sewage. 

Average  Purification  op  Sewage  by  the  Several  Filters 

IN  1893. 

In  the  table  below  are  given  the  average  percentages  of  removal 
of  organic  matter  (albuminoid  ammonia)  and  of  bacteria  by  the 
several  filters  to  which  ordinary  sewage  was  applied.  For  the  con- 
struction and  details  of  operation  and  results  see  pages  429-452. 

Average  Per  Cent  of  Albuminoid  Ammonia  and  of  Bacteria  removed  from 
Sewage  by  the  Several  Filters^  with  Average  Bates  of  Filtration,  1893, 


NUMBBB 
FiLTBB. 


1.  . 

2,  . 

8A, 

4.  . 
5  A, 

0»  • 
T,  . 
«A. 


Average 

Bate  of 

Filtration. 

(Oaliont  per 

Acre  Dally 

fbr81xl>ays 

in  a  Week.) 


Per  Cent 

of 

Albamlnoid 

Ammonia 

Bemored. 


Per  Cent. 

of  Bacteria 

Bemored. 


1 

108,000 

80 

40,500 

m 

66.300 

91 

82,800 

96 

119,000 

82 

73,300 

91 

82,000 

92 

111.700 

92 

89 

99.8 

99.9 

99.9 

77 

99 

99.8 

99 


Ndmbbe 

OF 

FiLTBB. 


Average 

Bate  of 

Filtration. 

(Oaliont  per 

Acre  Dally 

for  Mix  Days 

hi  a  Week.) 


Per  Cent, 

of 

Albuminoid 

Ammonia 

Bemoved. 


Per  Cent. 

of  Bacteria 

Bemoved. 


11  A,  . 

58,900 

89 

13,   . 

154,100 

91 

M.   1 

174,000 

95   ' 

15  B,  . 

404.700 

77 

10  B,  . 

415,200 

75 

17  A, 

58,500 

95 

80, 

55,100 

90 

81,   . 

65,100 

96 

95 

95 

96 

77 

81 

90.9 

97 

99.9 
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These  results  show  that  with  most  of  the  filters  the  removal  of 
organic  matter  was  over  90  per  cent.,  while  five  of  them  removed 
95  per  cent,  or  more.  It  is  to  be  stated,  however,  that  both  the 
quantitative  and  qualitative  efficiency  were  in  many  cases  below  the 
normal  during  the  early  part  of  the  year.  This  was  owing  to  the 
fact  that  for  some  time  previous  the  filters  had  been  operated  in  a 
manner  believed  to  be  unlikely  to  produce  the  best  results,  but  tried 
for  the  sake  of  learning  the  effect  of  certain  methods  of  operation. 
The  methods  of  treatment  by  which  the  filters  resumed  their  former 
ability  to  purify  sewage  are  described  and  discussed  on  pages  412- 
421. 

Permanency  of  Sewage  Filters. 

In  studying  the  subject  of  purification  of  sewage  by  filtration  a 
matter  of  vital  importance  is  the  question  of  the  permanency  of  filters, 
ilt  is  well  known  that  with  filters  of  suitable  material  sewage  may 
'be  purified  at  a  rate  of  more  than  100,000  gallons  per  acre  daily, 
•with  a  removal  of  over  90  per  cent,  of  the  organic  matter.  It  is 
•also  known  that  some  of  the  organic  matter  of  the  sewage  is  stored 
:at  and  near  the  surface  of  the  filter,  and  that  under  some  circum- 
stances there  is  a  certain  amount  of  storage  for  some  distance  below 
tthe  surface.  It  has  been  learned  that  in  the  case  of  filters  which  have 
regularly  filtered  sewage  at  a  comparatively  high  rate  it  is  eventually 
<neccssary  to  spade  up  the  surface  in  a  manner  corresponding  to  plough- 
ing, and  later  to  remove  the  clogged  surface  layers  and  replace  them 
with  fresh  material.  We  shall  consider  the  treatment  of  the  upper 
layers  of  a  sewage  filter,  say  the  upper  six  inches,  under  the  heading 
of  management  of  filters  necessary  for  their  successful  operation,  and 
regard  the  permanency  of  the  filters  as  the  ability  of  the  main  body 
of  the  sand,  below  the  upper  six  inches,  under  proper  treatment,  to 
purify  sewage  for  an  indefinite  time. 

In  the  Annual  Report  for  1891  it  was  shown  that  the  storage  of 
organic  matter  in  the  filters  at  that  time  was  steadily  increasing. 
This  conclusion  was  drawn  from  repeated  determinations  of  nitrogen 
stored  in  the  sand.  During  the  past  two  years  numerous  examinations 
have  been  made,  but,  owing  to  the  unequal  distribution  of  sewage 
through  the  material  caused  by  trenching  and  in  other  ways,  it  was 
found  to  be  practically  impossible  to  obtain  results  which  represent 
correctly  the  entire  filter.  Accordingly  the  calculations  of  the  quan-  ' 
titles  of  organic  matter  stored  within  the  filter  have  been  made  after 
another  method  in  1893.     The  results  of  repeated  determinations  of 
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nitrogen  stored  in  the  sand  during  the  earlier  years  of  the  experiments 
indicated  that  30  per  cent,  of  the  applied  nitrogen  was  not  to  be  found 
either  in  the  sand  or  in  the  effluent.  It  probably  disappeared  in  the 
atmosphere ;  possibly  as  nitrogen  gas.  To  the  nitrogen  found  in  the 
average  analyses  of  representative  samples  of  each  effluent  has  been 
added  30  per  cent,  of  the  amount  in  each  case,  and  the  difference 
between  this  corrected  quantity  in  the  effluent  and  the  quantity  of 
nitrogen  in  the  applied  sewage  has  been  taken  to  represent  the 
amount  of  nitrogen  stored  in  the  filters.  In  the  table  below  are 
given  the  percentages  which  the  nitrogen  in  the  effluents,  calculated 
as  described  above  from  the  averages  of  representative  analyses, 
formed  of  the  nitrogen  in  the  applied  sewage,  by  months.  The  sign 
minus,  of  course,  indicates  a  removal  of  stored  nitrogen. 


Per  Cent,  of  Applied  NUrog 

en  that  was  stored  in 

the  Sewag 

re  Filters,  in  1893, 

Ndmub 

OF 
FiLTBX. 

• 

a 

i 

S 

• 

< 

i 

a 

• 

« 
§ 

• 

9 

1 

1 

1 

O 

i 

9i 

• 

i 

> 

1, 

-56 

5 

—11 

14 

—21 

—31 

-87 

—41 

8 

22 

28 

0 

—10 

2. 

se 

77 

80 

12 

-125 

-80 

—30 

1 

2 

-0 

17 

11 

-1.6 

8  A, 

83 

—2 

—2 

9 

—6 

-50 

—17 

-14 

- 

- 

- 

- 

-7 

4, 

27 

02 

79 

55 

40 

57 

51 

15 

25 

17 

81 

49 

43 

6  A, 

7 

1 

—18 

—6 

—29 

25 

29 

5 

25 

25 

20 

5 

7.5 

«•        . 

44 

19 

—29 

—83 

—80 

—00 

—11 

15 

53 

1 

22 

27 

—8 

7, 

42 

19 

0 

-7 

- 

- 

-167 

40 

27 

28 

17 

22 

3 

9A.    , 

-10 

1 

-2 

-24 

-42 

—40 

10 

8 

20 

22 

83 

—1 

-2.5 

11  A, 

24 

11 

—5 

45 

27 

00 

09 

00 

—38 

12 

4 

27 

25 

12  A,    . 

—6 

—2 

—1 

4 

-12 

4 

82 

15 

21 

23 

24 

26 

11 

13. 

- 

- 

- 

0 

-18 

—49 

-9 

3 

24 

- 

- 

- 

—8 

13  A, 

- 

- 

- 

- 

- 

- 

- 

- 

- 

0 

13 

-10 

1 

14. 

29 

—IS 

—51 

-80 

—84 

-88 

—43 

-1 

18 

88 

07 

-4 

—14 

15  B. 

57 

68 

28 

28 

18 

18 

10 

19 

22 

22 

42 

34 

28 

IdB.     . 

82 

28 

14 

28 

12 

27 

10 

20 

29 

48 

40 

80 

27 

17  A.    . 

11 

19 

-8 

—8 

—50 

-111 

-64 

-8 

47 

20 

-28 

18 

-18 

w.      . 

22 

-84 

—49 

-20 

-41 

-17 

-38 

1 

—10 

—20 

—41 

-19 

-24 

80,        . 

10 

2 

-34 

—11 

-54 

-90 

08 

-27 

—8 

-8 

28 

8 

-23 

81,        , 

—1 

6 

—11 

1 

-01 

—70 

—01 

-40 

—1 

-2 

22 

28 

—17 

82.        . 

22 

8 

—84 

-18 

-84 

-• 

50 

44 

48 

8 

—21 

—3 

5 
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Summary  and  Conclusions. 

1.  It  will  be  seen  that  the  only  filters  in  which  there  was  a  con- 
tinued storage  of  nitrogen  were  Nos.  4, 15  B  and  1 6  B.  These  filters 
represent  the  extreme  limits  in  the  size  of  materials  and  the  results  are 
explained  by  the  fact  that  there  was  an  insufficient  amount  of  air  for 
the  complete  oxidation  and  nitrification  of  the  applied  sewage. 
From  this  it  follows  that  the  permanency  of  sewage  filters  is  indepen- 
dent of  the  size  of  material,  but  is  directly  dependent  upon  the  treat- 
ment which  they  receive. 

2.  The  removal  of  large  amounts  of  stored  organic  matter  in  the 
spring  and  early  summer  months,  under  favorable  conditions,  is  one 
of  the  most  marked  characteristics  of  sewage  purification  by  inter- 
mittent filtration. 

3.  It  will  be  noticed  that  in  several  cases  the  storage  of  nitrogen 
during  the  winter  months  was  very  slight,  while  in  some  instances 
there  was  a  removal.  This  is  not  apparent  from  the  degree  of  puri- 
fication of  the  corresponding  effluents,  in  which  the  free  ammonia  was 
very  high,  and  this  seeming  discrepancy  is  explained  by  the  fact  that 
while  freezing  winter  weather  interferes  with  nitrification  it  does  not 
seriously  aflfect  the  oxidation  of  carbonaceous  matter  to  free  ammonia. 

4.  The  average  results  from  all  the  filters,  some  of  which  have 
been  in  operation  regularly  for  six  years,  indicate  that  there  was 
practically  no  more  nitrogen  stored  in  the  filters  at  the  end  than  at 
the  beginning  of  the  year.  From  this  it  appears  that,  with  the  main 
body  of  the  sand  the  same,  sewage  filters  may  continue  to  purify 
sewage  for  an  indefinite  time  provided  they  receive  proper  treatment 
to  insure  sufficient  ventilation  for  the  oxidation  and  nitrification  of 
the  applied  sewage. 

Management  of  Filters  to  Secure  Continuous  Efficiency. 

An  outline  of  the  results  obtained  by  different  methods  for  the 
conservation  of  the  efficiency  of  sewage  filters  is  as  follows :  — 

Systematic  Raking  followed  by  Scraping. 

In  1890  it  was  learned  that  the  interruption  of  the  ventilation  of 
a  filter,  owing  to  clogging  by  the  stored  organic  matter  of  the  sludge 
at  the  surface,  was  prevented,  to  a  great  extent,  by  a  systematic 
weekly  raking  to  a  depth  of  about  one  inch.     Eventually  the  storage 
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of  sludge  in  the  material  disturbed  by  the  weekly  raking  is  so  great 
that  ventilation  is  no  longer  afforded  by  this  means.  It  is  then 
necessary,  in  order  to  insure  the  continued  efficiency  of  the  filter, 
to  present  cleaner  material  at  the  surface ;  and  one  of  the  ways  by 
which  this  may  be  accomplished  is  by  removing  the  clogged  material 
by  scraping  and  replacing  it  with  fresh  materiaL  (See  page  420 
with  regard  to  the  addition  of  new  material. ) 

Filter  2To.  1.  —  This  filter  is  one  two-hundredths  of  an  acre  in 
area  and  contains  63  inches  in  depth  of  sand  of  an  efiective  size  *  of 
0.48  millimeter.  On  June  2,  1892,  there  were  removed  from  the 
surface  5  inches  of  clogged  material  which  had  been  more  or  less 
disturbed  and  mixed  together  by  trenching.  This  was  four  years 
and  five  months  after  the  filter  was  first  put  in  operation.  No  new 
material  was  added  at  this  time.  The  efficiency  o(  the  filter  was 
satisfactory  during  the  following  months  until  freezing  weather  set  in. 
The  quality  of  the  effluent  improved  during  March  and  April,  but  the 
surface  soon  became  clogged  so  that  the  sewage  failed  to  disappear 
from  the  surface  in  twenty-four  hours.  On  May  5, 1893,  a  layer  of 
clogged  sand,  4  inches  in  depth,  was  removed  by  scraping  and  new 
material  added  to  restore  the  filter  to  its  original  depth  of  63  inches. 
The  total  depth  removed  in  the  five  years  and  four  months  up  to  this 
date  was  9  inches,  or  7.9  cubic  yards  per  million  gallons  of  sewage 
filtered.  The  4-inch  layer  removed  May  5,  1893,  was  equivalent  to 
15  cubic  yards  per  million  gallons  filtered  since  June  2, 1892.  Very 
good  results  followed  this  treatment.  The  rate  of  filtration  up  to 
July  10  was  120,000  gallons  per  acre  daily  for  six  days  in  a  week ; 
July  11  to  August  31,  60,000  gallons;  September  1  to  17,  80,000 
gallons;  September  18  to  December  22,  120,000  gallons;  and 
December  23  to  31,  60,000  gallons.  During  the  six  months.  May 
to  October,  inclusive,  the  average  removal  of  organic  matter 
(albuminoid  ammonia)  and  bacteria  from  the  applied  sewage  was 
93.2  and  95.5  per  cent.,  respectively,  while  the  nitrification  was  very 
high.  The  averages  of  the  analyses  of  the  effluent  showed  that  it 
contained  3.16  parts  per  100,000  of  nitrogen  as  nitrates,  which  indi- 
cates a  removal  of  some  of  the  organic  matter  stored  in  the  sand. 

Filter  JSTo.  6.  —  This  filter  contains  44  inches  in  depth  of  mixed 
coarse  and  fine  sand  of  an  effective  size  of  0.35  millimeter.  The 
surface  has  been  raked  regularly  once  a  week  since  Jan.  1,  1891. 

«  The  <*  effective  size  "  means  tliat  ten  per  cent,  by  weight  of  the  sand  grains  are  finer  than 
the  diameter  given. 
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On  March  29,  1892,  2  inches  of  clogged  material  were  scraped  from 

the  surface  and  replaced  with  new  material.     The  filter  was  spaded  i 

over  in  layers  to  a  depth  of  2  feet  on  May  19,  1892,  to  break  up 

stratification.  The  surface  became  clogged  again  Sept.   25,   1893, 

when  2  inches  were  again  scraped  off.     The  total  depth  of  4  inches 

removed  up  to  this  date  is  equivalent  to  5.8  cubic  yards  of  sand 

per  million  gallons  of  sewage  filtered ;  the  2  inches  removed  Sept. 

25,  1893,  are   equivalent  to  9.7   cubic  yards  per  million  gallons  I 

filtered  since  May  19,  1892.     During  this  latter  period  the  average 

removal  of  organic  matter  (albuminoid  ammonia)  and  bacteria  from 

the   applied   sewage   was   94.2  and   99.3   per  cent.,   respectively.  | 

The  effluent  contained,  on  an  average,  2.83  parts  per  100,000  of 

nitrogen  as  nitrates.     The  average  rate  of  filtration  was  62,400  gal-  I 

Ions  per  acre  daily  for  six  days  in  a  week.     From  September  1  to 

December  21  the  rate  was  90,000  gallons,  and  from  December  22  to 

31,  50,000  gallons. 

Systematic  Scraping  tvhen  Necessary^  without  Raking. 

Filter  ITo.  9  A. — This  filter  is  60  inches  in  depth  and  contains 
sand  of  an  effective  size  of  0.17  millimeter.  The  upper  6  inches 
were  removed,  and  the  rest  of  the  material  taken  out  and  replaced 
dry  May  20,  1892,  in  order  to  break  up  strati Ocation.  The  surface 
was  raked  weekly  until  July  20,  1892,  but  since  that  time  it  has  not 
been  raked,  but  was  scraped  whenever  the  surface  became  sufBciently 
clogged  to  prevent  the  passage  of  sewage  through  the  filter.  The 
filter  was  scraped  eleven  times  from  May  20,  1892,  to  Nov.  16, 
1893,  and  on  the  latter  date  the  applied  sewage  failed  to  disappear 
just  after  scraping,  indicating  a  clogging  beneath  the  surface.  The 
filter  was  restored  to  its  original  depth  by  the  addition  of  new 
material  after  scraping  on  March  14  and  Sept.  5i5,  1893.  The  total 
depth  removed  was  5.54  inches,  which  is  equivalent  to  13.8  cubic 
yards  per  million  gallons  of  sewage  filtered  during  the  i)eriod.  The 
rate  of .  filtration,  120,000  gallons  per  acre  daily,  for  six  days  in  a 
week,  is  very  high  for  this  material.  The  average  removal  of  organic 
matter  (albuminoid  ammonia)  and  bacteria  from  the  sewage  for  the 
entire  period  was  94.1  and  98.3  per  cent,  respectively.  The  nitro- 
gen as  nitrates  averaged  2.03  parts  per  100,000  in  the  effluent. 

A  decided  objection  to  this  method  of  treatment  is  that  the  fre- 
quent interruption  in  ventilation  causes  a  temporary  decrease  in 
nitrification  and  an  increase  in  the  storage  of  organic  matter.     With 
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long  intervals  between  scrapings  this  would  not  be  serious ;  but,  as 
in  the  case  of  Filter  No.  9  A,  there  may  eventually  come  a  time 
when  the  scrapings  are  so  frequent  that  nitrification  does  not  get 
fully  re-established  before  clogging  occurs  again. 

It  was  necessary  to  scrape,  after  November  16,  4^  inches,  before 
the  sewage  would  disappear  readily.  As  the  removed  sand  did  not 
contain  sufficient  stored  organic  matter  to  explain  this  clogging,  its 
final  interpretation  must  be  postponed  until  something  is  known  of 
its  subsequent  history.  It  is  to  be  mentioned,  however,  that  com- 
pactness of  the  material  seemed  to  be  an  important  feature. 


Systematic  Scraping  at  Megular  Intervals^  without  Rahing. 

No  experiments  upon  this  point  have  been  made  as  yet  at  the 
Experiment  Station,  but  the  sewage  filters  at  Gardner  have  been 
treated  in  this  manner  for  more  than  two  years.  The  sand  in  these 
filters  has  an  effective  size  of  0.10  to  0.24  millimeter,  and  the  sewage 
is  applied  with  a  two-day  interval  of  rest  at  an  average  rate  of  about 
60,000  gallons  per  acre  daily.  About  one-eighth  inch  of  scum  and 
clogged  sand  is  removed  once  in  ten  days  to  two  weeks.  After 
scraping  off  the  stored  sludge  the  sand  is  raked  to  a  depth  of  1  to 
1^  inches  to  loosen  the  material.  This  treatment  appears  to  be  very 
satisfactory. 

Systematic  Raking  followed  by  Ploughing. 

Upon  the  application  of  sewage  to  filters  of  coarse  sand  the  sludge 
passes  deeper  into  the  material  than  in  the  case  of  filters  of  fine  sand  ; 
eventually  a  clogging  occurs  at  a  point  just  beneath  that  reached  in 
the  weekly  raking  ( 1  inch  deep) .  Under  these  circumstances  the  sur- 
faces have  been  spaded  over  in  a  manner  corresponding  to  ploughing. 

Filter  JSTo  3  A. —  This  filter  contains  30  inches  in  depth  of  coarse 
sand  above  30  inches  of  fine  sand.  The  effective  sizes  are  0.48  and 
0,08  millimeter,  respectively.  The  surface  was  spaded  over  6  inches 
deep  Oct.  19,  1892,  and,  with  the  aid  of  weekly  raking,  the  applied 
sewage  disappeared  promptly  until  August,  1893,  when  the  filter 
became  clogged  again.  The  surface  was  spaded  over  6  inches  deep 
August  14,  after  which  the  applied  dose  of  sewage,  equivalent  to 
60,000  gallons  per  acre  daily  for  six  days  in  a  week,  disappeared 
promptly,  and  the  quality  of  the  efiluent  steadily  improved  up  to 
September  1,  when  the  experiment  was  discontinued. 
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Filter  No.  5  A, — This  filter  contains  63  inches  in  depth  of  screened 
gravel  of  an  effective  size  of  1.40  millimeters.  Clogging  beneath  the 
surface  became  apparent  June  12,  1893,  and  was  relieved  by  raking 
2  inches  deep.  The  rate  of  filtration  was  120,000  gallons  per  acre 
daily  for  six  days  in  a  week.  Sub-surface  clogging  appeared  again 
September  15,  when  the  surface  was  spaded  over  6  inches  deep. 
On  October  30  the  rate  was  increased  to  160,000  gallons  per  acre, 
and  clogging  began  to  appear  again  the  first  of  December. 

Under  this  method  of  treatment  it  would  be  necessary,  if  a  high 
rate  of  filtration  were  maintained,  to  resort  eventually  to  scraping, 
as  was  the  case  with  Filter  No.  5  A  in  December. 


Trenching. 

Filter  No.  2.  —  This  filter  contains  60  inches  in  depth  of  very 
fine  sand  of  an  effective  size  of  0.08  millimeter.  In  the  winter  of 
1892-93  the  surface  of  the  filter  became  very  badly  clogged,  and 
on  March  2  there  were  dug  two  circular  trenches,  each  one  foot 
wide  and  two  feet  deep,  one  and  a  half  and  five  feet,  respectively, 
from  the  edge  of  the  filter.  These  trenches  were  filled  to  within 
three  inches  of  the  top  with  sand  of  an  effective  size  of  0.19  milli- 
meter. The  prescribed  dose  of  40,000  gallons  per  acre  daily  for 
six  days  in  a  week  was  then  taken  without  difficulty  and  the  quality 
of  the  effluent  steadily  improved.  On  September  1  the  dose  was 
increased  to  H0,000  gallons.  During  October  the  trenches  gradually 
showed  the  effect  of  clogging,  and  finally  were  unable  to  take  the 
prescribed  dose.  At  the  same  time  the  free  ammonia  in  the  effluent 
began  to  increase.  On  October  30  the  upper  two  inches  of  sand 
in  the  trenches  were  removed  and  replaced  with  fresh  material. 
This  afforded  but  little  relief,  owing  to  a  clogging  further  down  in 
the  filter,  as  is  explained  beyond.  The  sand  removed  was  equivalent 
to  7.9  cubic  yards  per  milliou  gallons  of  sewage  filtered  since 
March  2,  1893,  and  contained  118  parts  per  100,000  of  albuminoid 
ammonia.  The  average  removal  of  organic  matter  (albuminoid 
ammonia)  and  bacteria  from  the  applied  sewage  during  this  time 
was  95.7  and  99.7  per  cent.,  respectively.  The  effluent  contained 
on  an  average  2.86  parts  per  100,000  of  nitrogen  as  nitrates,  which 
indicates  a  removal  of  some  of  the  organic  matter  stored  in  the 
sand  during  the  winter  months.  The  average  rate  of  filtration  was 
43,000  gallons  per  acre  daily  for  six  days  in  a  week. 
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The  trenches  in  this  filter  probably  doubled  the  quantity  of  sew- 
age which  could  be  successfully  treated,  and  moreover  caused  a 
marked  improvement  in  the  quality  of  the  effluent. 


Construction  of  Trenches. 

When  coarse  sand  is  placed  in  trenches  dug  in  finer  sand  some  of 
the  sludge  of  the  applied  sewage  in  time  works  down  to  the  fine 
sand  at  the  junction,  where  the  gradually  increasing  storage  causes 
an  increase  in  the  capillary  attraction,  and  eventually  so  large  a  pro- 
portion of  the  space  between  the  sand  grains  is  constantly  filled  with 
water  that  the  ventilation  is  seriously  impaired  and  the  frictional 
resistance  is  so  great  that  both  the  qualitative  and  quantitative  effi- 
ciency of  the  filter  are  crippled. 

Filter  No.  2  became  clogged  in  this  manner,  and  on  Dec.  2, 
1893,  the  coarse  sand  was  removed  from  the  trenches  and  also  two 
and  a  half  inches  of  the  fine  sand  beneath  it.  After  raking  the  sides 
and  the  bottom  of  the  trenches,  a  layer  five  inches  in  depth  of 
thoroughly  mixed  coarse  and  fine  sand,  with  the  coarse  gradually 
decreasing  downward,  was  put  back,  with  a  view  to  preventing  the 
occurrence  of  any  sharply  dividing  line  in  the  difference  in  capillary 
attraction.  As  far  as  can  be  judged  at  the  time  of  writing  the  effect 
upon  the  filter  was  very  beneficial.  In  the  case  of  deep  trenches, 
where  much  of  the  sewage  passes  through  the  sides,  it  would  prob- 
ably be  desirable  to  treat  the  sides  in  a  somewhat  similar  manner. 

Some  experiments  have  been  made,  showing  comparisons  of  the 
capillarity  and  other  physical  characteristics  of  coarse  and  fine  sand 
and  several  mixtures  of  the  two.  The  materials  (Nos.  1  and  2 
sands)  were  dried  and  thoroughly  mixed.  In  the  table  below  are 
given  the  mechanical  composition,  effective  size,  uniformity  coeffi- 
cient, per  cent,  of  open  space  and  specific  gravity,  as  well  as  the 
capillarity  in  each  case.  The  capillarity  was  determined  by  finding 
the  amount  of  water  held  in  the  pores  of  the  sand  after  draining 
twenty-four  hours,  and  it  is  instructive  to  note  that  the  mixtures  of 
one  part  coarse  and  three  parts  fine  and  equal  parts  of  coarse  and 
fine  held  more  water  than  the  fine  alone,  while  the  other  mixture  held 
only  a  little  less. 
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Mechanical  GotnpotUion  of  Sands. 
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nesting. 

Filter  No.  4.  —  This  filter  contains  60  inches  in  depth  of  fine 
river  silt  of  an  effective  size  of  0.04  millimeter  and  has  received 
sewage  since  June  24,  1889,  in  a  trench  of  coarse  mortar  sand. 
This  trench  covers  one-third  the  area  of  the  filter,  is  14  inches  deep, 
and  is  filled  to  within  3  inches  of  the  top  with  the  coarse  sand.  In 
the  winter  of  1892-93  the  trench  became  cloo^ored  and  unable  to  take 
the  dose  of  40,000  gallons  per  acre  daily  for  six  days  in  a  week. 
On  March  6  the  upper  2  inches  of  sand  in  the  trench,  containing  75 
parts  per  100,000  of  albuminoid  ammonia,  were  removed.  This 
was  a  total  removal  of  3j^  inches  since  June  24, 1889,  and  equivalent 
to  3.79  cubic  yards  per  million  gallons  ;  the  2  inches  removed  March 
6, 1893,  were  equivalent  to  9.3  cubic  yards  per  million  gallons  filtered 
since  May  9, 1892,  the  date  of  the  first  removal.  This  did  not  afford 
relief,  and  the  coarse  sand  was  taken  out  of  the  trench,  the  upper 
half  inch  of  the  fine  sand  beneath  it  was  removed  and  the  coarse 
sand  replaced.  Clogging  again  occurred  in  May,  and  a  new  trench 
was  constructed  June  2,  the  old  one  being  allowed  to  rest.  Analyses 
of  the  sand  showed  that  there  was  a  reduction  of  39  per  cent.,  from 
June  2  to  August  16,  of  the  albuminoid  ammonia  stored  in  the 
trench.  Another  analysis  on  October  30  showed  no  farther  reduc- 
tion, but  the  sewage  was  applied  to  the  original  trench  from  that 
date  throughout  the  year  without  difficulty.  The  rate  of  filtration 
since  June  2  has  been  30,000  gallons  per  acre  daily  for  six  days  in  a 
week.  The  average  removal  of  organic  matter  (albuminoid  ammonia) 
and  bacteria  from  the  applied  sewage.  May,  1892,  to  October,  1893, 
inclusive,  was  92  9  and  99.993  percent.,  respectively.  For  Novem- 
ber and  December,  1893,  these  figures  became  98.2  and  99.999, 
respectively.  The  nitrogen  as  nitrates  in  the  efiluent  averaged  1.09 
and  2.14  parts  per  100,000,  respectively,  during  the  two  periods. 

The  construction  of  double  trenches,  allowing  each  to  work  and 
rest  alternately,  in  periods,  is  of  much  practical  value ;  and,  more- 
over, the  removal  of  stored  organic  matter  by  simple  resting  indi- 
cates that  this  inexpensive  method  is  worthy  of  careful  consideration 
in  the  treatment  of  large  areas  of  clogged  filtering  material. 
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Addition  of  New  Material. 

For  some  time  it  has  been  known  that  the  passage  of  sewage 
through  sand  increases  the  amount  of  stored  organic  matter,  which 
forms  a  sticky  coating  around  the  sand  grains  and  thereby  increases 
the  capillary  attraction.  Accordingly,  when  new  material  with 
grains  of  the  same  size  and  original  composition  is  put  upon  old 
material  to  take  the  place  of  clogged  material  removed  by  scraping 
the  effect  is  similar  to  placing  coarse  sand  above  fine,  and  the  result 
is  a  clogging  at  the  junction.  This  was  found  to  be  the  case  in 
Filters  Nos.  1  and  6,  which  indicated  furthermore  that  the  finer  the 
material  and  the  nearer  the  junction  was  to  the  surface  the  quicker 
the  clogging  became  manifested.  To  remedy  this  the  filters  were 
spaded  over,  the  old  and  new  material  mixed  together,  so  as  to  break 
up  the  layer  at  the  dividing  line  between  the  materials  of  unlike 
capillary  attraction,  and  satisfactory  results  followed. 

•  

The  Management  of  Sewage  Filters  with  Regard  to  Wintei*  Weather. 

The  purification  of  sewage  by  intermittent  filtration  is  ordinarily 
attended  with  more  difficulties  during  the  freezing  winter  weather 
than  during  the  remainder  of  the  year,  owing  to  an  apparent  diminu- 
tion in  the  activity  of  the  micro-organisms  in  the  presence  of  frost ; 
to  the  less  favorable  conditions  for  ventilation  because  freezing 
interferes  with  draining,  and  the  pores  of  the  sand  are  more  or  less 
filled  with  frost ;  and  to  the  danger  of  the  sewage  freezing  to  the 
sand  before  it  disappears,  whereby  further  filtration  is  impossible 
until  a  thaw  comes.  It  is  therefore  of  the  utmost  importance  that 
the  treatment  of  the  filters  be  such  that  the  conditions  for  operation 
be  as  favorable  as  possible  during  the  winter. 

Most  of  the  experimental  filters  received  their  preparation  for  the 
winter  on  December  2,  and  on  the  following  day  severe  winter 
weather  began.  The  filters  showed  great  improvement  in  the  readi- 
ness with  which  they  took  the  applied  sewage,  but  the  improvement 
in  the  quality  of  the  efliuent  was  far  less  than  would  have  been  the 
case  in  warmer  weather.  This  indicates  that  the  filters  should  be 
prepared  for  the  winter  sufficiently  early  to  be  in  their  best  condition 
in  every  way  when  freezing  weather  begins.  It  does  not  appear  to 
be  advisable  to  postpone  this  treatment  in  Massachusetts  after  the 
Ist  of  November. 

In  regard  to  the  preparation  necessary,  it  may  be  stated  that  the 


No.  34.]  FILTEATION  OF  SEWAGE.  423 

The  surfaces  were  not  disturbed  until  the  middle  of  July,  1893, 
about  a  year  after  they  were  first  put  in  operation.  They  were 
each  raked  3  inches  deep  four  different  times,  to  remove  clogging, 
between  the  middle  of  July  and  September  1.  After  September 
1,  they  were  raked  regularly  once  a  week  until  October  26,  since 
which  date  they  have  been  raked  3  inches  deep  daily.  During 
November  and  December  there  was  evidence  of  sub-surface  clogging 
and  each  filter  was  spaded  over  6  to  8  inches  deep  on  several  occa- 
sions.    No  material  has  been  removed  from  either  filter. 

Filler  No.  12  A  contains  60  inches  in  depth  of  sand  of  an  effective 
size  of  0.19  millimeter,  and  receives  the  effluent  of  Nos.  15  B  and 
16  B.  Since  March  24  it  has  been  scraped  when  clogged,  but  not 
raked.  The  clogged  sand  has  been  washed  and  replaced.  The 
filter  has  been  scraped  on  an  average  once  in  five  days,  and  the 
average  depth  of  clogged  sand  removed  was  0.24  inch.  Sub-surface 
clogging  made  it  necessary  to  spade  over  the  upper  six  inches  of  sand 
after  scraping  on  September  27  and  December  12  and  27.  The 
results  are  summarized  beyond. 

//.  {Filler  No.  19.) 

This  filter  is  also  60  inches  deep,  and  the  sand  has  an  effective  size 
of  0.17  millimeter.  It  has  received  the  supernatant  liquid  from  sew- 
age atler  treatment  with  alum  (1,000  pounds  per  million  gallons  and 
allowed  to  settle  four  hours).  Since  October  23  it  has  been  scraped 
after  the  same  manner  as  No.  12  A.  The  average  period  between 
scrapings  was  ten  days  and  the  average  depth  removed  was  0.47 
inch.  Up  to  December  20  the  filter  had  twice  been  spaded  over  6 
inches  deep  to  remove  sub-surface  clogging.  The  rate  of  filtration, 
640,(»00  gallons  per  acre  daily  for  six  days  in  a  week,  overtaxed 
the  capacity  of  the  filter,  which  was  allowed  to  rest  for  two  weeks 
beginning  December  23.    The  results  are  summarized  beyond. 

///.  {Filler  No.  13 A.) 

This  filter  was  constructed  on  Sept.  27,  1893,  and  contains  60 
inches  in  depth  of  sand  of  an  effective  size  of  0.19  millimeter.  It 
received  the  supernatant  liquid  from  sewage  which  had  been  allowed 
to  settle  four  hours.  It  has  been  scraped  on  an  average  once  in  six 
days,  and  the  average  depth  removed  was  0.37  inch.  In  December 
the  sand  was  spaded  over  to  a  depth  of  6  inches,  three  times,  to  re- 
move sub-surface  clogging.     The  rate  of  filtration,  480,000  gallons 
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period  is  suflSciently  great  to  render  this  simple  and  inexpensive 
inettiod  worthy  of  careful  consideration  in  cases  of  clogging  where 
the  available  area  is  not  too  limited.  It  may  be  mentioned  here  that 
the  depth  of  material  necessary  to  be  removed  from  the  surface  of 
several  of  the  experimental  filters  would  doubtless  have  been  con- 
siderably less  if  they  had  been  allowed  to  rest  for  a  short  time. 

8.  It  is  important  that  the  treatment  of  filters  be  such  that  the 
conditions  of  operation  be  as  favorable  as  possible  during  the  cold 
winter  weather. 

9.  Great  care  should  be  taken,  especially  in  the  case  of  filters 
of  fine  material,  that  the  capacity  of  the  filter  be  not  taxed  during 
the  winter  months  to  such  an  extent  that  more  organic  matter  is 
stored  throughout  the  sand  than  can  be  removed  during  the  spring 
and  early  summer,  which  is  the  period  of  highest  nitrification. 

Experiments  upon  the  Rapid  Filtration  of  Sewage  from  which 
THE  Sludge  has  been  removed  Br  Different  Methods. 

The  question  of  clogging  has  been  considered  in  the  preceding 
pages  with  regard  to  the  removal  of  sludge  after  its  application  to 
and  partial  storage  in  the  sand.  Another  aid  to  prevention  and 
relief  is  the  removal  of  as  much  of  the  sludge  as  possible  before 
the  application  of  the  sewage  to  the  filter.  This  may  be  done  by 
different  treatments  as  follows  :  — 

I.  By  rapid  filtration  through  coarse  gravel,  with  the  aid  of  a 
current  of  air  drawn  through  the  gravel. 

ir.     By  chemical  precipitation. 

III.  By  sedi mentation • 

IV.  By  mechanical  devices,  such  as  very  fine  screens  or  wire 
cloth.     (Results  as  yet  incomplete.) 

After  treating  sewage  by  one  of  the  first  three  of  these  different 
methods  it  has  been  in  each  case  applied  to  a  filter  of  sand  5  feet 
deep,  having  an  effective  size  of  grain  of  0.17  to  0.19  millimeter. 

/.  {Fillers  ms.  12  A,  15  B  and  16  B.) 

Filters  Nos.  15  B  and  16  B  are  each  65  inches  in  depth  and  con- 
tain gravel  stones  of  an  effective  size  of  5.10  millimeters.  They 
were  put  in  operation  July  25,  1892.  A  current  of  air  has  been 
drawn  through  No.  15  B,  by  means  of  an  aspirator  attached  to  the 
tank  near  the  bottom,  since  March  18,  1893,  and  through  No.  16  B 
since  Jan.  16,  1893.     The  outlet  from  each  filter  has  been  trapped. 
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The  surfaces  were  not  disturbed  until  the  middle  of  July,  1893, 
about  a  year  after  they  were  first  put  in  operation.  They  were 
each  raked  3  inches  deep  four  different  times,  to  remove  clogging, 
between  the  middle  of  July  and  September  1.  After  September 
1,  they  were  raked  regularly  once  a  week  until  October  26,  since 
which  date  they  have  been  raked  3  inches  deep  daily.  During 
November  and  December  there  was  evidence  of  sub-surface  cloororins: 

CO       o 

and  each  filter  was  spaded  over  6  to  8  inches  deep  on  several  occa- 
sions.    No  material  has  been  removed  from  either  filter. 

Filler  No.  12  A  contains  60  inches  in  depth  of  sand  of  an  effective 
size  of  0.19  millimeter,  and  receives  the  efluent  of  Nos.  15  B  and 
16  B.  Since  March  24  it  has  been  scraped  when  clogged,  but  not 
raked.  The  clogged  sand  has  been  washed  and  replaced.  The 
filter  has  been  scraped  on  an  average  once  in  five  days,  and  the 
average  depth  of  clogged  sand  removed  was  0.24  inch.  Sub-surface 
clogging  made  it  necessary  to  spade  over  the  upper  six  inches  of  sand 
after  scraping  on  September  27  and  December  12  and  27.  The 
results  are  summarized  beyond. 

//.  {Filler  No.  19.) 

This  filter  is  also  60  inches  deep,  and  the  sand  has  an  effective  size 
of  0.17  millimeter.  It  has  received  the  supernatant  liquid  from  sew- 
age after  treatment  with  alum  (1,000  pounds  per  million  gallons  and 
allowed  to  settle  four  hours).  Since  October  23  it  has  been  scraped 
after  the  same  manner  as  No.  12  A.  The  average  period  between 
scrapings  was  ten  days  and  the  average  depth  removed  was  0.47 
inch.  Up  to  December  20  the  filter  had  twice  been  spaded  over  6 
inches  deep  to  remove  sub-surface  clogging.  The  rate  of  filtration, 
640,(*00  gallons  per  acre  daily  for  six  days  in  a  week,  overtaxed 
the  capacity  of  the  filter,  which  was  allowed  to  rest  for  two  weeks 
beginning  December  23.    The  results  are  summarized  beyond. 

///.  (Filler  No.  13 A.) 

This  filter  was  constructed  on  Sept.  27,  1893,  and  contains  60 
inches  in  depth  of  sand  of  an  effective  size  of  0.19  millimeter.  It 
received  the  supernatant  liquid  from  sewage  which  had  been  allowed 
to  settle  four  hours.  It  has  been  scraped  on  an  average  once  in  six 
days,  and  the  average  depth  removed  was  0.37  inch.  In  December 
the  sand  was  spaded  over  to  a  depth  of  6  inches,  three  times,  to  re- 
move sub-surface  clogging.     The  rate  of  filtration,  480,000  gallons 
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per  acre  daily  for  six  days  in  a  week,  overtaxed  the  filter,  which  was 
allowed  to  rest  for  two  weeks  beginning  December  23.  The  results 
are  summarized  below. 


Quantitative  Efficiency  —  Average  Bates  of  Filtration. 

(OalloDs  per  acre  daily  for  alz  days  In  a  week.) 


NlTMBKB  OF  FiLTXB. 

Jan.  1  to  Dee.  81, 
1898. 

Oct 

.  I  to  Dec.  81, 
1898. 

12A 

ISA 

810,000 

404,700 
415,200 
267,200 

060,000 
416.800 
480,000 
480,000 
554,000 

16  B, 

16B, 

10, 

Qualitative  Efficiency  —  Average  Percentage*  of  Removal  of  Organic  Matter  and 

Bacteria. 


Jan.  1  TO  Dko.  81, 
1888. 

Oct.  1  TO  Dko.  81, 
1888. 

Albuminoid 
Ammonia. 

Bacteria. 

Albuminoid 
Ammonia. 

Bacteria. 

From  sewage  by  Filter  No.  15  B,        .       •       •       . 
From  sewage  b}r  Filter  No.  16  B,        •       •       •       . 

From  effluent  of  Filters  Kos.  15  B  and  16  B  by  Filter 

No.  12  A. 
From  sewage  by  Filters  Nos.  15  B  or  16  B  and  No. 

12  A. 
From  sewage  by  chemical  precipitation,    • 

From  clarified  sewage  (after  chemical  precipitation), 

by  Filter  No.  10. 
From  sewage  by  chemical  preelpitailon  and  Filter 

No.  10. 
From  sewage  by  sedimentation, .       •       •       •       . 

From  clarified  sewage  (after  sedimentation)  by  Fil- 
ter No.  13  A. 
From  sewage  by  sedimentation  and  Filter  No.  ISA, 

77.8 
75.2 
81.2 
05.5 
52.4 
80.0 
04.6 

77.4 
80.8 
08.0 
00.8 
84.8 
05.8 
00.2 

70.0 
70.5 
86.8 
06.7 
55.2 
78.7 
00.1 
18.2 
80.4 
01.8 

84.0 
70.8 
00.0 
00.0 
81.6 
07.0 
00.6 
12.0 
08.6 
08.8 

*  Several  of  the  percentages  In  this  table  dlffef  a  little  from  those  presented  on  page  101  of  Senate 
I>ocumeot  No.  4  for  1804,  owing  to  a  slight  revision  of,  and  an  extension  of  the  period  covered  by,  the 
results. 

Summary  and  Conclusions. 

1.  Of  the  three  methods  given  above  for  the  removal  of  sludge, 
filtration  through  coarse  gravel  at  a  very  rapid  rate,  and  with  the  aid 
of  a  current  of  air  drawn  through  the  gravel,  gave  the  greatest  puri- 
fication. Furthermore,  it  has  the  advantage  that  it  bums  up  the 
sludge  to  a  large  extent  and  does  not  call  for  additional  means  for 
sludge  disposal. 
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2.  The  removal  of  sludge  by  sedimentation  enables  filters  of  fine 
material  to  be  operated  at  higher  rates  than  filters  which  receive 
ordinary  sewage.  It  appears  that  it  would  be  advisable  to  employ 
sedimentation  in  many  large  filters  where  the  sewage  is  strong  and 
the  filters  are  not  cultivated. 

3.  The  aid  received  from  the  removal  of  sludge  by  chemical 
precipitation  does  not  appear  to  be  sufficient  to  justify  the  additional 
cost. 

4.  Of  the  three  filters  of  fine  sand  which  receive  sewage  from 
which  the  sludge  has  been  partly  removed  by  different  methods, 
No.  1 2  A  received  the  best  purified  sewage  and  gave  the  highest 
efficiency  both  from  a  qualitative  and  a  quantitative  point  of  view. 
This  filter  also  is  the  only  one  capable  of  continuing  to  work  at  the 
rates  given  above. 

5.  Upon  studying  the  several  methods  of  obtaining  a  well  purified 
effluent  from  sewage  we  find  that  the  average  rate  of  filtration  for 
the  combined  area  of  Filters  Nos.  12  A,  15  B  and  16  B  was  320,000 
gallons  per  acre  daily  for  six  days  in  a  week.  This  is  the  best 
result  yet  obtained  with  the  experimental  filters,  and  this  system 
of  double  filtration  with  the  aid  of  a  current  of  air  appears  to  be 
capable  of  application  to  the  purification  of  sewage  on  a  large  scale. 


Sub-surface  Application  op  Sewage. 

Filiei'  No.  7.  —  This  filter  contains  44  inches  in  depth  of  mixed 
coarse  and  fine  sand  of  an  effective  size  of  0.35  millimeter,  above 
which  are  10  inches  of  loam  and  6  inches  of  soil.  The  sub-surface 
drain  pipe  is  6  inches  in  diameter,  with  open  joints  every  2  feet, 
and  is  18  inches  below  the  surface.  This  pipe  became  clogged  and 
on  April  20  was  taken  up  and  cleaned.  The  sludge  removed  con- 
tained 75  per  cent,  of  the  insoluble  albuminoid  ammonia  applied 
since  the  pipe  was  cleaned  and  relaid  in  October,  1892.  The  pipes 
were  again  relaid  July  8  and  sewage  applied  at  the  rate  of  40,000 
gallons  per  acre  daily  for  six  days  in  a  week.  The  drain  pipe  is 
gradually  becoming  clogged,  and  since  December  1  the  full  dose 
could  not  be  applied. 

The  nitrification  was  incomplete  in  August,  and  the  ventilation 
has  been  increased  by  aspiration  since  September  1.  The  quality 
of  the  effluent  has  improved  and  remains  very  satisfactory. 

From  the  experiments  upon  Filter  No.  7  and  observations  upon 
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the  sub-surface  filters  at  Lenox  and  Wellesley  we  may  draw  the 
following  conclusions :  — 

1.  From  a  chemical  and  biological  point  of  view  no  marked  diffi- 
culties attend  the  purification  of  sewage  applied  beneath  the  surface. 

2.  As  much  of  the  sludge  as  possible  should  be  removed  from 
the  original  sewage  by  screens  and  sedimentation  before  applying  it 
to  the  sub-surface. 

3.  The  sub-surface  pipes  should  be  provided  with  outlet  gates  at 
the  lower  end,  opposite  the  point  of  application,  so  that  they  may  be 
flushed  out  from  time  to  time  to  remove  the  accumulated  sludge. 

4.  In  most  cases,  to  avoid  clogging,  the  drain  pipe  should  be 
surrounded  with  stones  or  coarse  gravel,  and  in  order  to  prevent  the 
sand  from  filling  the  spaces  the  gravel  should  be  surrounded  with 
successive  layers  of  material  of  intermediate  and  gradually  decreasing 
size. 

Experiments  with  Sand  clogged  by  Sewage. 

Filter  m.  7i^.— This  filter  was  filled  in  April,  1892,  with  5  feet 
of  material  which  had  been  scraped  from  the  surface  of  Filter  No.  6 
because  it  was  clogged.  Aided  by  a  current  of  air  it  began  to  do 
igood  work  in  a  few  months  and  in  1893  it  filtered  sewage  at  the 
rate  of  60,000  gallons  per  acre  daily  for  six  days  in  a  week  with  an 
affluent  as  well  purified  as  that  from  some  filters  of  clean  material. 
The  purification  fell  off  in  the  summer,  owing  to  clogging  at  the 
•surface.  In  August  the  upper  3  inches  were  removed  and  the 
•quality  of  the  effluent  steadily  improved  and  remained  satisfactory 
throughout  the  year. 

This  experiment  offers  a  strong  confirmation  of  the  conclusion 
already  drawn  with  regard  to  the  injurious  effect  of  the  presence  of 
layers  of  unlike  material  in  a  filter.  (Compare  Annual  Report  for 
1892,  pages  403  and  409,  and  also  the  sections  in  the  present  Report 
on  the  construction  of  trenches  and  the  addition  of  new  material, 
pages  417  and  420.)  This  material,  just  before  its  removal,  and 
when  it  formed  a  portion  of  the  upper  layer  2  inches  in  depth  of 
Filter  No.  6,  remained  saturated  with  water  and  ventilation  was  pre- 
cluded because  the  cleaner  sand  beneath  it  was  unable  to  draw  the 
water  from  it.  When  placed  by  itself,  however,  it  drained,  allowed 
air  to  enter  the  pores  and  oxidation  processes  in  time  became  re-es- 
tablished. In  Filter  No.  11 A  the  upper  portion  eventually  contained 
so  much  stored  organic  matter  that  it  remained  saturated  and  the 
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comparatively  clean  but  actually  dirty  and  partly  clogged  sand 
beneath  it  could  not  withdraw  the  water  from  its  pores  to  allow  the 
entrance  of  air.  There  is  no  reason  to  believe,  moreover,  that  this 
portion  which  was  removed  would  not  in  time  make  an  efficient 
filter  if  placed  by  itself.  This  experiment  with  others  shows  that 
the  clogging  of  a  sewage  filter  does  not  mean  the  storage  in  the 
material  of  any  definite  amount  of  organic  matter,  but  that  it  arises 
from  diflTerences  in  capillary  attraction  of  adjoining  layers.  While 
it  is  true  of  course  that  increased  storage  of  organic  matter  means  in- 
creased capillarity,  it  is  also  true  that  marked  differences  in  capillary 
attraction  occur  in  unlike  material  containing  very  little  or  no  organic 
matter. 

The  Effect  of  Polarite  in  a  Filter  on  the  Removal  of 
Color  from  Sewage  containing  Dye  Stuff. 

Filler  No.  14. — This  filter  has  contained  since  Jan.  21,  1893,  a 
layer  of  polarite*  7  inches  deep,  the  top  of  which  was  6  inches 
below  the  surface.  From  February  13  to  March  22,  Patent  Bluef 
equivalent  to  0  33  part  per  100,000  was  put  into  the  sewage,  which 
was  applied  to  the  filter  at  the  rate  of  160,000  gallons  per  acre 
daily  for  six  days  in  a  week.  The  effluent  was  slightly  colored 
after  a  few  days,  and  the  color  became  quite  marked  at  the  end  of 
38  days.  The  filter  was  then  operated  as  usual  without  the  dye 
stuff  in  the  sewage  and  it  was  not  until  August  26  that  the  effluent 
became  free  from  the  color  which  had  been  stored  in  the  filter. 

During  this  time  Filter  No.  13,  of  the  same  construction  as  No.  14, 
without  polarite,  received  the  same  treatment  as  the  latter.  The 
effluent  of  each  was  uniformly  well  purified  with  high  nitrification. 

Beginning  on  August  26,  Scarlet  2R  (another  aniline  dye), 
equvalent  to  0.44  part  per  100,000,  was  added  to  the  dose  of  each 
filter.  The  applied  sewage  had  a  strong  red  color.  On  the  second 
day  the  effluent  of  No.  13  (without  polarite)  showed  a  pink  tint  and 

*  Analysis  of  polarite  by  Professor  Roscoe  :  — 

Magnetic  oxide  of  iron, 63  85 

Alamlna, 5  68 

Magnesia, 7.55 

Water,  with  a  trace  of  carbon, 5  41 

Silica, 25.50 

Lime, 2.01 

100.00 
t  Trade  name  for  an  aniline  dye. 
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the  sub-surface  filters  at  Lenox  and  Wellesley  we  may  draw  the 
following  conclusions :  — 

1.  From  a  chemical  and  biological  point  of  view  no  marked  diffi- 
culties attend  the  purification  of  sewage  applied  beneath  the  surface. 

2.  As  much  of  the  sludge  as  possible  should  be  removed  from 
the  original  sewage  by  screens  and  sedimentation  before  applying  it 
to  the  sub-surface. 

3.  The  sub-surface  pipes  should  be  provided  with  outlet  gates  at 
the  lower  end,  opposite  the  point  of  application,  so  that  they  may  be 
flushed  out  from  time  to  time  to  remove  the  accumulated  sludge. 

4.  In  most  cases,  to  avoid  clogging,  the  drain  pipe  should  be 
surrounded  with  stones  or  coarse  gravel,  and  in  order  to  prevent  the 
sand  from  filling  the  spaces  the  gravel  should  be  surrounded  with 
successive  layers  of  material  of  intermediate  and  gradually  decreasing 
size. 

Experiments  with  Sand  clogged  by  Sewage. 

Filter  m.  77^.  — This  filter  was  filled  in  April,  1892,  with  5  feet 
of  material  which  had  been  scraped  from  the  surface  of  Filter  No.  6 
•because  it  was  clogged.  Aided  by  a  current  of  air  it  began  to  do 
igood  work  in  a  few  months  and  in  1893  it  filtered  sewage  at  the 
rate  of  60,000  gallons  per  acre  daily  for  six  days  in  a  week  with  an 
affluent  as  well  purified  as  that  from  some  filters  of  clean  material. 
The  purification  fell  oflT  in  the  summer,  owing  to  clogging  at  the 
•surface.  In  August  the  upper  3  inches  were  removed  and  the 
•quality  of  the  effluent  steadily  improved  and  remained  satisfactory 
throughout  the  year. 

This  experiment  offers  a  strong  confirmation  of  the  conclusion 
already  drawn  with  regard  to  the  injurious  effect  of  the  presence  of 
layers  of  unlike  material  in  a  filter.  (Compare  Annual  Report  for 
1892,  pages  403  and  409,  and  also  the  sections  in  the  present  Report 
on  the  construction  of  trenches  and  the  addition  of  new  material, 
pages  417  and  420.)  This  material,  just  before  its  removal,  and 
when  it  formed  a  portion  of  the  upper  layer  2  inches  in  depth  of 
Filter  No.  6,  remained  saturated  with  water  and  ventilation  was  pre- 
cluded because  the  cleaner  sand  beneath  it  was  unable  to  draw  the 
water  from  it.  When  placed  by  itself,  however,  it  drained,  allowed 
air  to  enter  the  pores  and  oxidation  processes  in  time  became  re-es- 
tablished. In  Filter  No.  11  A  the  upper  portion  eventually  contained 
so  much  stored  organic  matter  that  it  remained  saturated  and  the 
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comparatively  clean  but  actually  dirty  and  partly  clogged  sand 
beneath  it  could  not  withdraw  the  water  from  its  pores  to  allow  the 
entrance  of  air.  There  is  no  reason  to  believe,  moreover,  that  this 
portion  which  was  removed  would  not  in  time  make  an  efficient 
filter  if  placed  by  itself.  This  experiment  with  others  shows  that 
the  clogging  of  a  sewage  filter  does  not  mean  the  storage  in  the 
material  of  any  definite  amount  of  organic  matter,  but  that  it  arises 
from  differences  in  capillary  attraction  of  adjoining  layers.  While 
it  is  true  of  course  that  increased  storage  of  organic  matter  means  in- 
creased capillarity,  it  is  also  true  that  marked  differences  in  capillary 
attraction  occur  in  unlike  material  containing  very  little  or  no  organic 
matter. 

The  Effect  of  Polarite  in  a  Filter  on  the  Removal  or 
Color  from  Sewage  containing  Dye  Stuff. 

Filter  No.  14.  —  This  filter  has  contained  since  Jan.  21,  1893,  a 
layer  of  polarite*  7  inches  deep,  the  top  of  which  was  6  inches 
below  the  surface.  From  February  13  to  March  22,  Patent  Bluef 
equivalent  to  0  33  part  per  100,000  was  put  into  the  sewage,  which 
was  applied  to  the  filter  at  the  rate  of  160,000  gallons  per  acre 
daily  for  six  days  in  a  week.  The  effluent  was  slightly  colored 
after  a  few  days,  and  the  color  became  quite  marked  at  the  end  of 
38  days.  The  filter  was  then  operated  as  usual  without  the  dye 
stuff  in  the  sewage  and  it  was  not  until  August  26  that  the  effluent 
became  free  from  the  color  which  had  been  stored  in  the  filter. 

During  this  time  Filter  No.  13,  of  the  same  construction  as  No.  14, 
without  polarite,  received  the  same  treatment  as  the  latter.  The 
effluent  of  each  was  uniformly  well  purified  with  high  nitrification. 

Beginning  on  August  26,  Scarlet  2R  (another  aniline  dye), 
equvalent  to  0.44  part  per  100,000,  was  added  to  the  dose  of  each 
filter.  The  applied  sewage  had  a  strong  red  color.  On  the  second 
day  the  effluent  of  No.  13  (without  polarite)  showed  a  pink  tint  and 

*  Analysis  of  polarite  by  Professor  Roscoe :  — 

Magnetic  oxide  of  iron, 63  85 

Aiamina, 6  68 

Magnesia, 7.55 

Water,  with  a  trace  of  carbon, 6  41 

Silica, 25.50 

Lime, 2.01 

100.00 
t  Trade  name  for  an  aniline  dye. 
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contained  about  20  per  cent,  of  the  color  in  the  applied  sewage  on 
the  twelfth  day  of  the  application.  The  first  appearance  of  color  in 
the  effluent  of  No.  14  was  on  the  twenty-second  day,  and  the  color 
had  not  become  marked  on  the  twenty-eighth  day,  when  the  appli- 
cation of  this  dye  was  stopped. 

On  September  24  Patent  Blue  was  added  to  the  dose  of  each  filter 
(0.33  part  per  100,000  —  the  same  as  applied  to  No.  14  during  the 
winter  months),  and  the  effluent  of  No.  13  was  strongly  colored  on 
the  first  day,  while  that  of  No.  14  was  tinted  only  very  slightly. 

The  Removal  of  Bacteria. 

The  number  of  bacteria  in  the  effluent  of  a  sewage  filter  depends 
upon  the  size  of  the  material  and  the  condition  of  the  filter.  With 
filters  of  very  fine  sand  such  as  Nos.  2  and  4  it  is  probable  that 
no  bacteria  pass  through  from  top  to  bottom.  When  the  nitrifica- 
tion is  very  incomplete  and  there  has  been  considerable  storage  of 
organic  matter  in  the  sand,  the  number  of  bacteria  in  the  effluent 
frequently  increases.  These  bacteria,  however,  belong  to  one  or 
more  hardy  species  which  are  able  to  multiply  within  the  filter. 
Thus,  in  the  case  of  Filter  No.  2  in  March,  1893,  the  bacteria  in 
the  effluent  were  comparatively  high  and  were  nearly  a  pure  culture 
of  a  liquefying,  fluorescent  bacillus. 

Filters  Nos.  6  and  9  A,  when  operated  under  the  most  favorable 
conditions,  appear  to  allow  no  bacteria  to  pass  through  from  top  to 
bottom.  When  operated  at  high  rates  of  filtration,  however,  a  very 
small  percentage  of  the  applied  bacteria,  as  a  rule,  passes  through 
the  filters. 

With  materials  as  coarse  as  those  in  Filters  Nos.  1,  5  A  and  15  B 
there  are  always  some  bacteria  which  pass  directly  through  the  filter. 
The  number  of  bacteria  decreases  as  the  distance  from  the  point  of 
application  to  the  underdrains  and  the  time  taken  to  travel  this 
distance  increases. 

With  regard  to  seasonal  ofiect,  it  is  to  be  stated  that  generally 
speaking  the  winter  months  are  the  time  of  least  efficiency,  because 
the  conditions  for  nitrification  and  other  processes  are  then  least 
favorable.  When  a  filter  is  in  good  condition  it  is  possible  to  obtain 
normal  bacterial  results  in  the  winter,  and  as  most  increases  in  the 
number  of  bacteria  in  the  effluent  come  from  disarrangements  of  the 
functions  of  the  filters,  periods  of  unusually  low  bacterial  removal 
may  be  found  at  all  times  of  the  year. 
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Work  of  the  Filters  for  1893. 

The  experimental  filters  used  during  1893  for  sewage  purification 
have  been  mainly  the  ones  which  have  been  fully  described  in  pre- 
vious Reports  of  the  Board.  In  the  following  table  are  given  the 
descriptions  of  the  materials  used.  This  is  followed  by  an  outline 
of  the  history  of  each  filter  and  the  monthly  averages  of  the 
analyses. 

Construction  of  Experimental  Sewage  Filters  studied  in  1893, 


KUMBBB 

OP 
FXLTBB. 


DiMKMtlOMS  OP  FU.TKB8. 


D«pth 

Of 

Sand. 
Inches. 


Mean 
Diam- 
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Inches. 
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15  B» 
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80,  . 
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63 
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60 
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60 

200 

60 

200 

68 
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44 

200 

44 

200 

60 

200 

60 

20 

60 

20 

68 

20 

60 

20 

68 

20 

66 

20 

66 

20 

60 

20 

60 

20 

.   120 

20 

80 

17 

80 

17 

80 

17 
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SiXB  OP  Samd. 


Effectlre 
SizelnMilU- 

meters, 
10  per  Cent 
Finer  than— 


Uni- 
formity 
Coeffi- 
cient. 


.48 
.08 

.48 

.08 

.04 

1.40 

.86 

.36 

.17 
.36 
.10 
.48 
.10 
.48 
6.10 
6.10 
.17 
.17 

.48 
.17 
.17 


2.4 
2.0 

2.4 

2.0 

2.7 
2.4 

7.8 
7.8 

2.0 
7.8 
2.0 
2.4 
2.0 
2.4 
2.0 
2.0 
2.0 
2.0 

2.4 
2.0 
2.0 


Manner 

of 
Filling. 


In  Operation 
since  — 


Bbmabks. 


Wet. 

Wet. 

Wet.] 

Wet. 

Dry. 

Wet. 

Wet. 

Dry. 
Dry. 
Dry. 
Wet. 
Dry. 
Wet. 
Dry. 
Dry. 
Wet. 
Wet. 
Wet. 

Dry. 
Dry. 
Dry. 


Jan.  10, 1888. 
Dec.  10, 1887. 

Jan.    6, 1800. 

Dee.  10, 1887. 
Sept.  14, 1801. 
Jan.  12,1888. 
Jan.  14, 1888. 

Nov.  18, 1800. 
Mar.  80, 1802. 
July  26, 1802. 
Feb.  16, 1888. 
Sept.  27, 1808. 
Feb.  16, 1888. 
July  26, 1802. 
July  26, 1802. 
Jan.  28, 1800. 
Jan.  28, 1800. 
Jan.    1, 1800. 

May  31,1800. 
May  81,1800. 
Dee.    6, 1801. 


Oontalne  two  trenches 
of  coarse  sand. 

Diseontlnaed  Sept.  1, 
1803. 

Contains  two  trenches 
of  coarse  sand. 


Covered  with  16  inches 
of  loam  and  soil; 
sewage  applied  be> 
neath  the  surface. 


Filled  with  clogged  ma< 
terial  from  No.  6. 


Diseontlnaed  Sept.  27, 
1808. 


Contains  layer  of 

polarlte. 
Constantly  aerated. 

Constantly  aerated. 

Contains    layers    of 
marble  dost. 


Filled  with  loam  and 
soil.  Contains  car> 
cass  of  dog. 
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Filter  No.  1. 

At  the  beginning  of  the  year  the  surface  of  this  filter,  unprotected 
from  the  weather,  was  considerably  clogged  by  organic  matters 
stored  in  the  sand,  and  during  the  extreme  cold  weather  of  January 
the  nitrification  was  very  slight,  while  the  ammonias  in  the  efiiuent  be- 
came exceptionally  high.  The  applied  sewage,  equivalent  to  120,000 
gallons  per  acre  daily  for  six  days  in  a  week,  at  times  disappeared 
very  slowly  and  in  a  few  instances  froze  to  the  sand.  In  this  case 
the  ice  was  removed  with  a  pick  and  shovel  in  order  to  keep  the 
filter  in  action.  In  February  the  quality  of  the  effluent  improved 
somewhat,  but  was  still  poor,  owing  to  imperfect  ventilation  and 
probably  to  the  passage  of  the  sewage  through  portions  of  the  filter 
where  there  was  the  least  frost.  From  March  8  until  the  middle  of 
April,  ventilation  was  increased  by  drawing  air  through  the  sand  by 
means  of  an  aspirator  attached  to  the  outlet  pipe,  the  end  of  which 
was  trapped.  The  quality  of  the  effluent  improved  until  about  the 
first  of  May,  when  the  spring  rains  caused  the  surface  to  be  partially 
covered  for  several  days,  but  then  began  to  deteriorate,  and  on 
May  5,  4  inches  of  discolored  and  partially  clogged  sand  were  re- 
moved and  9  inches  of  fresh  material  were  added  to  bring  the  filter 
up  to  its  original  depth  of  H3  inches.  Nitrification  soon  became  high 
and  remained  so  during  the  summer  in  the  absence  as  well  as  in  the 
presence  of  aspiration.  The  ammonias  in  the  effluent  became  low  and 
it  is  to  be  stated  that  in  July  and  August  the  albuminoid  ammonia 
was  caused  in  part  by  the  presence  of  small  white  worms  which 
appeared  to  live  in  the  underdrains.  During  the  warm  weather  there 
was  a  removal,  by  nitrification,  of  considerable  organic  matter  which 
had  been  stored  in  the  sand.  In  October  the  ammonias  began  to 
increase  in  the  effluent,  owing  to  the  interruption  in  the  ventilation 
caused  by  clogging,  at  the  junction  of  layers  of  old  and  new  sand. 
On  December  2,  the  surface  was  spaded  over,  12  inches  deep,  in  two 
layers  of  6  inches  each.  The  quality  of  the  effluent  improved  up  to 
the  middle  of  the  month,  when  the  very  cold  weather  interfered  with 
the  purification,  but  not  with  the  quantitative  efficiency.  The  poor- 
est result  of  the  month  was  on  December  19,  when  the  albuminoid 
ammonia  in  the  effluent  was  .2260  part.  The  cause  of  this  doubt- 
less was  that  the  sewage  passed  through  holes  in  the  frost  made  at 
the  points  where  the  warm  sewage  first  reached  the  sand. 
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Effluent  from  Filter  No.  1. 

[Parti  per  100,000.] 


Quan- 
tity 
Applied. 

Gallons 
per  Acre 
Daily 
for  8Ix 
Days  in 
a  Week. 

Tbmpkra- 

TUBB. 

Dbo.  F. 

Length  of 

Time 

SewMge 

Remained 

on 
Burflice. 

Hours  and 
Minutes. 

Aver- 
age 
Depth 

of 
Frost 

Inches. 

Appbar- 

AMOB. 

Ammovia. 

Q 
1 

s 

7.33 

NlTBOOBH 
AS  — 

« 

1 

• 

1 

a 
O 

6 

i 

1 

• 

s 

1 

< 

• 

1 

• 

m^  -• 

189S. 

1 

1 

Bacteria  pei 
Centlmetei 

Jfluiaary,    . 

120,000 

45 

844 

3h. 

74 

Slight 

.71 

2.6000 

.2910 

.0726 

.0000 

1.86 

329,000 

Febmary* . 

120,000 

4ft 

864 

lb. 

H 

Slight 

.47 

1.6000 

.2035 

6.83 

.2676 

.0366 

1.38 

298,750 

March, 

120,000 

484 

374 

Ih.  80m. 

8 

Slight 

.40 

.6200 

.1042 

5.77 

1.2200 

.0394 

.72 

63,937 

April, 

120,000 

40 

484 

Ih.  80m. 

0 

V.  il. 

.20 

.1226 

.0676 

6.29 

1.4575 

.0036 

.45 

87,626 

May,  . 

102,000 

66 

65 

2h.  80m. 

0 

V.  si. 

.82 

.1406 

.0721 

6.69 

2.6137 

.0188 

.48 

57,625 

Jane, .       . 

120,000 

00 

674 

Im. 

0 

V.  Bl. 

.29 

.0303 

.0648 

9.68 

8.2333 

.0191 

.41 

48,625 

July, . 

75,000 

78 

74 

Im. 

0 

None. 

.27 

.0093 

.0488 

8.11 

4.0060 

.0082 

.32 

83,000 

August,     . 

54,400 

68 

74 

Im. 

0 

None 

.19 

.0090 

.0601 

7.93 

3.6625 

.0044 

.26 

20,500 

September, 

96,200 

63 

60 

2m. 

0 

None. 

.17 

.0086 

.0296 

7.92 

3.0730 

.0059 

.26 

23,280 

October,    . 

120,000 

56 

60 

Om. 

0 

V.   Bl. 

.21 

.0270 

.0363 

7.94 

2.6800 

.0015 

.80 

48,500 

November, 

120,000 

46 

60 

16m. 

8 

V.  Bl. 

.39 

.4132 

.0796 

7.47 

2.1176 

.0075 

.62 

139.500 

December, 

103,800 

47 

40 

lb.  25m. 

6 

Dec. 

.61 

1.2417 

.1807 

6.64 

1.4200 

.1307 

.84 

92,000 

Sewage  applied,  600  gslloiiB,  6  timea  a  week,  from  January  1  to  Jaly  8;  160  gallons,  12  times  a  week, 
from  July  10  to  Aognst  81;  200  gallons,  12  times  a  week,  September  1  to  16;  800  gallons,  12  times  a 
week,  September  18  to  December  1;  600  gallons,  6  times  a  week,  December  2  to  23;  300  gallons,  6  times 
a  week,  to  December  31.  Ezperimenta  interrupted  by  high  water,  May  6  to  8.  May  6,  4  inches  dirty 
sand  removed  from  surface.  May  11, 9  inches  of  new  sand  put  on  surface.  December  2,  6  inches  of 
sand  taken  off;  next  6  inchea  tamed  over,  upper  6  inches  replaced  and  mixed  with  sand  below. 
Air  drawn  through  sand  16  minutes  daily,  from  March  6  to  17;  12  hours  daily,  March  18  to  April  16;  0 
hours  daily,  May  11  to  July  10;  3  hoars  daily,  July  31  to  September  1.  Surface  raked  about  1  inch  deep 
each  week.  During  the  winter  months  snow  waa  removed  17  times  (total  depth,  62  inches);  ice 
removed  11  times  (total  depth,  7.6  inchea). 

Filter  No.  2. 

This  filter  of  fine  sand  was  badly  clogged  at  the  surface  at  the 
beginning  of  1893,  and  although  protected  by  a  canvas  cover  and 
continuing  to  give  an  efiiuent  of  excellent  quality  it  could  filter  but 
a  very  small  amount  of  sewage.  During  January  and  February  the 
sewage  repeatedly  froze  to  the  sand  and  the  ice  was  removed  with  a 
pick.  The  ammonias  in  the  effluent  were  very  low,  but  nitrification 
gradually  decreased  and*there  was  a  considerable  storage  of  organic 
matter  in  the  sand.  On  March  4  two  circular  trenches  two  feet  deep 
and  one  foot  wide,  one  and  a  half  and  five  feet,  respectively,  from 
the  edge  of  the  filter,  were  constructed.  These  trenches  were  filled 
with  No.  9  sand,  as  is  described  on  page  417,  and  covered  with 
boards  until  April  1.     The  applied  sewage  equivalent  to  40,000  gal- 
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Ions  per  acre  daily  for  six  days  in  a  week  disappeared  promptly. 
The  ammonias  and  the  nitrates  steadily  increased  until  May,  after 
which  the  ammonias  steadily  decreased  and  the  nitrates  remained 
high  during  the  entire  summer,  indicating  a  removal  of  much  organic 
matter  from  the  sand.  The  grass  and  weeds  which  grew  luxuriantly 
around  the  edges  of  the  trenches  were  cut  on  July  20  and  August 
31.  The  dose  was  increased  September  1  to  60,000  gallons  per 
acre,  and  the  filter  continued  to  do  excellent  work  until  the  latter 
part  of  October,  when  the  trenches  began  to  clog  and  the  increasing 
free  ammonia  in  the  effluent  indicated  that  the  ventilation  was  im- 
perfect. The  upper  two  inches  of  discolored  and  partially  clogged 
material  were  removed  from  each  trench  on  October  30  and  replaced 
with  new  sand.  This  did  not  restore  the  efficiency  of  the  filter, 
owing  to  a  clogging  at  the  bottom  of  the  trenches,  which  was 
remedied  on  December  2  by  putting  in  several  layers  of  mixed 
coarse  and  fine  sand,  as  is  described  on  page  417.  On  December  4 
the  trenches  were  covered  with  boards.  This  treatment  restored  the 
quantitative  efficiency  of  the  filter,  and  the  quality  of  the  effluent 
steadily  improved. 


Effluent  from  Filter  No.  2. 

[ParU  per  100,000.] 


Quan- 
tity 
Applied- 
Gallons 
per  Acre 

Dally 
for  »ix 
Days  In 
a  Week. 

Tbmhbra- 

TURK. 

Length  of 

Time 

Sewage 

Remained 

on 
Surface. 

Hours  and 
Mliiutea. 

Aver- 
age 

Depth 
of 

Frost 

Inches. 

Appkab- 

ANOK. 

AmrOHlA. 

• 

e 

6.98 
6.74 
7.83 
6.41 
6.19 
6.62 
10.14 
9.86 
7.78 
8.83, 
6.62' 
7.01 

NlTBOOBM 
AS 

t 

B 

a 

I 

1 

5 

Dbg.  F. 

t 

s 
H 

i 

1 

s 

< 

• 

« 

.. .: 

189S. 

1 
1 

• 

s 

9 

Il 

II 

January,    . 
February, . 
March, 
April, 
May,  . 
June, . 
July,  . 

AUKUSt,       . 

September, 
October,    . 
November, 
December, 

6,200 
13,400 
34.000 
4J»,000 
87,000 
40.000 
40,000 
87,000 
67,600 
60.600 
60.000 
60,000 

46 
44 
44 

444 

67 

68 

74i 

71 

63 

64 

46 

46 

86 

87 

85| 

39( 

60 

62 

68 

71i 

67 

614 

bi 

42 

24h. 
24h. 

46m. 
6h. 

4m. 

8m. 

8ra. 

13m. 

12ro. 

28m. 

1h.43m. 

Ih.  18m. 

9 
11 

J» 

0 
0 
0 
0 
0 
0 
2 

n 

None. 

None. 

V.al. 

None. 

None. 

None. 

None. 

None 

None. 

None. 

None. 

None. 

.08 
.10 
.12 
.11 
.11 
.07 
.04 
.04 
.03 
.03 
.07 
.00 

.0080 
.0048 
.2181 
.8676 
1.0583 
.1620 
.0023 
.0026 
.0016 
.0116 
.2139 
.8480 

.0081 

.0138 

.0816 

.0480 

.0482! 

.02411 

.0129, 

.0116 

.0106 

.0113 

.0181 

.0424 

1.0860 
.4226 
.1800 
1.2112 
,3.6744 
4.3440 
3.6875 
2.8176 
3.1820 
3.9976 
2.8976 
11.0840 
1 

.0003 
.0001 
.0032 
.0420 
.0972 
.0013 
.0002 
.0000 
.0001 
.0006 
.1767 
.8600 

.12 
.16 
.38 
.28 
.24 
.13 
.09 
.09 
.08 
.07 
.26 
.40 

1 

269 

14,046 

8,081 

848 

46 

119 

84 

66 

16 

8T 

3,889 

Sewage  applied  twice  to  January,  four  tlmea  In  February;  400  gallons  8  times  a  weelc,  Mareh  1  to 
15;  200  gallons  6  times  a  week,  March  16  to  August  81;  300  gallons  6  tiroes  a  week,  September  1  to 
December  31.  Surface  protected  by  canvas  cover  until  March  4.  Trenches  protected  by  l>oards  from 
March  4  to  April  1,  and  from  December  4  to  81.  Bxperlmeots  interrupted  by  high  water  Mty  6  to  8. 
Two  trenches  dug  2  feel  deep  and  ftlled  to  within  8  ioche«  from  top  with  No.  9  sand  March  4.  October 
80,  2  inches  of  dirty  sand  removed  from  trenches  and  replaced  by  clean  material.  December  2,  coarse 
sand  and  24  Inches  of  fine  sand  removed  from  trenches  and  replaced  by  mixed  ooarse  and  floe  for  6 
inches,  and  then  filled  with  coarse.  Surface  of  trenches  raked  1  inch  deep  each  week.  Grass  tnd  weeds 
cat  July  20  and  August  81.    Ice  removed  January  11, 18,  81  and  February  24. 
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Filter  No.  3  A. 

Id  January  the  prescribed  dose,  equivalent  to  60,000  gallons  per 
acre  daily  for  six  days  in  a  week,  was  taken  with  some  difficulty, 
owing  to  the  accumulation  of  organic  matter  at  and  near  the  surface. 
The  quality  of  the  effluent  was  poor  and  became  worse,  although 
the  quantitative  efficiency  was  satisfactory  in  February.  In  March 
the  ammonias  in  the  effluent  began  to  steadily  decrease,  but  the 
free  amnionia  was  still  very  high.  Nitrification  slowly  improved 
and  became  very  high  in  June  and  July,  when  there  was  consider- 
able removal  of  organic  matter  stored  in  the  sand.  The  effluent 
was  well  purified.  Early  in  August  the  surface  sand  became  clogged 
so  that  the  sewage  remained  on  the  surface  for  twenty-four  hours. 
On  August  14  the  surface  was  spaded  over,  corresponding  to 
ploughing,  to  a  depth  of  six  inches,  after  which  the  applied  sewage 
disappeared  promptly.  Ventilation  was  restored  and  the  quality  of 
the  effluent,  which  had  begun  to  deteriorate,  became  good  again, 
with  the  nitrates  very  high  at  the  end  of  the  month,  when  the  ex- 
periment was  discontinued. 

Effluent  from  Filler  No,  3  A, 

[Parts  p«r  100,000.] 


1S9S. 


Quan- 
tity 
Applied. 

Oallont 

per  Acre 

DallT 

for  Six 

Days  In 

a  Week. 


Tkmpbba- 

TUSB. 

Dbo.  F. 


9 

2 


e 
c 


January,   . 

89,200 

46 

Pebmary, . 

60,000 

44 

March, 

60,000 

44 

AprU, 

60,000 

46 

May.  .       . 

66,400 

66 

Jqo«,  . 

60,400 

70 

July, . 

60,000 

74 

Angast,     . 

66,400 

70i 

87i 

36 

37 

43 

61i 

M4 
71 

72i 


Length  of 
Time 
Sewage 

Remained 

on 
Sorface. 

Honrtand 
Minntei. 


Aver- 
age 

Depth 
of 

Frost. 

Inchea. 


17h. 

46m. 
1h. 

6m. 
Ih.  16m. 

64m. 

61m. 

12m. 


8 
7 
4 
0 
0 
0 
0 
0 


Appbab- 

AMCB. 


I 


None. 
None. 
V.al. 
None. 
None. 
None. 
None. 
None. 


.17 
.21 
.87 
.24 
.17 
.13 
.06 
.06 


Ammohia. 


I 


e 

B 

a 


1.0100 

2.4600 

2.2876 

1.2626 

.4244 

.0833 

.0386 

.0338 


.0000 
.1680 
.0676 
.0600 

.0422 
i 

.0874 
I 

.0808 

.0203 


i 


0.02 
6.67 
6.43 
6.48 
6.18 
8.16 
11.06 
7.81 


KXTBOOBH 
AS 


.6826 
.1460 
.2976 
1.1626 
1.7322 
3.7411 
3.8100 
2.9400 


i 


I 


g 
M 
O 


.021^ 
.0227 
.0029 
.0033: 
.0038 
.OOSlj 
.0006 
.0006 


,66 
88 
.66 
.42 
.28 
.23 
.16 
.14 


a 


«  a 


2,036 
1,666 
976 
72 
88 
12 
87 
28 


Sewage  applied,  300  gallons  6  times  a  week.  Experiments  tntermpted  by  high  watef  May  6  to  8, 
and  May  18  and  19.  Surface  raked  about  1  inch  deep  each  week.  Atr  drawn  through  sand  16  minutes 
daily  March  13  to  17;  12  hours  daily  March  18  to  April  16.  August  14,  surface  spaded  6  inches  deep. 
8now  and  ice  removed  January  6,  6,  7, 10, 12, 14, 16, 17,  20, 24, 26,  80, 31;  February  2,  3,  4,  6, 18, 14, 18, 
21, 22, 24,  27,  and  March  1  and  4. 
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Filter  No.  4. 

This  filter  of  fine  river  silt  with  a  large  trench  of  coarse  sand  and 
covered  with  canvas  was  able  to  filter  sewage  at  the  average  rate  of 
40,000  gallons  per  acre  daily  for  six  days  in  a  week  until  the  early 
part  of  March.  The  ammonias  in  the  efBuent  were  very  low,  but  the 
nitrates  decreased  steadily  and  there  was  a  large  storage  of  organic 
matter  in  the  sand.  To  remove  the  clogging  the  upper  2  inches  of 
coarse  sand  in  the  trench  were  removed  on  March  6.  This  did  not 
remedy  matters  and  on  March  11  the  canvas  cover  was  removed, 
the  coarse  sand  dug  out  of  the  trench  and  about  ^  inch  in  depth  of 
clogged  fine  sand  at  the  junction  of  the  coarse  sand  of  the  trench 
with  the  fine  sand  of  the  filter  scraped  off;  and  the  coarse  sand  was 
replaced  after  raking  the  fine  sand  to  a  depth  of  about  1  inch.  This 
treatment  did  away  with  clogging  until  the  last  of  May.  During 
this  time  the  nitrates  and  ammonias  in  the  effluent  increased.  The 
trench  failed  to  take  the  sewage  promptly  toward  the  last  of  May  and 
on  June  2  a  new  trench  was  constructed.  The  average  rate  was 
reduced  June  2  to  30,000  gallons  per  acre  daily  and  the  quality  of 
the  effluent  steadily  improved  until  the  last  of  September,  when  the 
purification  was  excellent.  The  grass  and  weeds  were  cut  on 
August  31.  Toward  the  latter  part  of  October  the  new  trench 
became  clogged  and  it  was  allowed  to  rest  and  the  old  one  used 
during  the  rest  of  the  year.  The  nitrification  decreased  in  December, 
although  the  effluent  was  very  free  from  organic  matter.  While  the 
effluent  contained  but  a  comparatively  small  amount  of  albuminoid 
ammonia  throughout  the  year,  it  is  to  be  stated  that  there  was  a  con- 
tinual storage  of  organic  matter  in  the  sand. 
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Effluent  from  Filter  No.  4. 

[P*rU  par  100,000.] 


Quan- 
tity 
Applied. 

Qallons 
per  Acre 
Daily 
for  afx 
Days  In 
a  Week. 

Tempkra- 

TDES. 

Dbo.  F. 

IMS. 

Sewage./ 

1 

January,    . 

40,400 

44 

40 

Febmary, . 

36,600 

44 

884 

March, 

82,600 

42 

874 

April, 

41,600 

434 

41 

May,  . 

88,000 

67 

604 

June, . 

28,000 

69 

624 

July,  . 

80,000 

744 

664 

Angaat,     . 

28,800 

694 

70 

September, 

80,000 

68 

664 

October,    . 

29,400 

66 

62 

November, 

29,200 

46 

624 

December, 

28,600 

46 

44 

Lenirthof 

Time 

Sewage 

Bemalned 

on 
Surface. 

Hours  and 
Minutes. 


Aver- 
age 

Depth 

of 
Frost 

Inches. 


34h. 
24h. 
24h. 
21b. 
12h. 

lb.  80m. 

27m. 

26m. 

47m. 

lb.  20m. 

6h. 

18h. 


I 

0 
0 
0 
0 
0 
0 
0 
0 
0 

1 


Appbab- 

▲NOB. 


I 


None. 
None. 
None. 
None. 
None. 
None. 
None. 
None. 
None. 
None. 
None. 
None. 


.13 
.17 
.21 
.82 
.84 
.81 
.26 
.29 
.22 
.14 
.14 
.18 


Ammoxia. 


S 

o 
e 


.0006 
.0007 
.0401 
.2760 
.2289 
.1882 
.1476 
.1026 
.0210 
.0020 
.0014 
.0019 


.0120 
.0163 
.0468 
.0406 
.0449 
.0486 
.0480 
.0806 
.0290 
.0149 
.0134 
.0191 


4 

I 

.3 


7.23 
3.76 
4.70 
4.62 
4.62 
7.24 
7.90 
9.01 
9.28 
8.20 
7.27 
6.79 


ISlTBOOBH 
AS 


t. 


I 


1.1725.0000 


.noo 

.2840 

.6860 

.8467 

.8144 

1.4050; 

2.0226 

2.1660 

3.1025 

2.7080 


.0001 
.000] 
.0016 
.0068 
.0060 
.0166 
.0074 
.0032 
.0002 
.0001 


1.6770  .0002 


•2 
a 
s 

I 

I 

o 


1 

M 

IS 


.28 
.24 
.44 
.60 
.48 
.46 
.46 
.46 
.81 
.21 
.20 
.21 


8 
0 
280 
27 
22 
27 
90 
19 
20 
13 
11 
42 


Sewage  applied,  400  gallona,  8  tlmea  a  week  until  May  12 ;  200  gallona,  6  tlmea  a  week.  May  13  to  June 
1;  300  gallona,  3  times  a  week,  June  2  to  December  22;  160  gallons,  6  tlmea  a  week,  December  22  to  31. 
Surface  protected  by  canvas  cover  till  March  11;  tank  covered  with  boarda,  December  4.  Experiments 
interrupted  by  high  water,  May  6  to  8  and  May  18  and  19.  Surface  of  trench  raked  about  1  inch  deep 
each  week.  May  6, 3  to  4  inchea  of  turf  removed  from  surface  outside  of  trench.  July  81,  entire  surface 
raked  over.  March  6, 2  inches  of  dirty  aand  removt^  from  trench.  March  11,  coarse  aand  taken  out  and 
replaced  after  scraping  }^  inch  from  flue  sand.  June  2,  a  new  trench  dug  1  foot  Inside  of  old  trench,  1 
foot  wide  and  2  feet  deep,  and  filled  with  coarse  sand.  New  trench  uaed  June  2  to  October  80.  August 
81,  grass  and  weeds  on  surface  cut. 

Filter  No.  5  A. 

This  filter  of  fine  gravel  stones  without  sand  received  sewage  in 
January  and  February  in  single  doses  equivalent  to  120,000  gallons 
per  acre  daily  for  six  days  in  a  week.  The  surface  was  unprotected 
from  the  weather  and  with  a  few  exceptions  the  sewage  disappeared 
promptly.  The  nitrification  was  incomplete  and  the  ammonias  in 
the  effluent  were  very  high.  This  was  probably  owing  to  a  certain 
extent  to  the  passage  of  the  sewage  through  the  portion  of  the  filter 
near  the  point  of  application  and  where  there  was  the  least  frost. 
In  March  the  quality  of  the  effluent  improved,  owing  in  part  to  the 
fact  that  the  sewage  was  applied  in  three  doses  daily,  and  partly  to 
increased  ventilation  by  aspiration.  In  April,  without  aspiration,  the 
effluent  continued  to  improve  in  quality,  and  in  May  there  was  a 
removal  of  organic  matter  from  the  sand.     The  filter  became  clogged 
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in  the  early  part  of  June,  at  a  point  just  below  that  reached  in  the 
weekly  raking,  to  a  depth  of  1  inch.  This  was  remedied  by  raking 
to  a  depth  of  2  inches.  The  purification  was  very  good  for  this 
material  in  July  and  a  part  of  August ;  but  sub-surface  clogging 
appeared  again  in  September,  and  the  surface  was  spaded  over,  6 
inches  deep,  corresponding  to  ploughing,  on  September  15.  On 
October  80  the  rate  was  increased  to  160,000  gallons  per  acre  daily, 
applied  in  eight  doses  daily  for  six  days  in  a  week,  and  there  was  no 
marked  deterioration  in  the  quality  of  the  effluent  until  the  last  of 
November,  when  the  filter  became  clogged  again  beneath  the  surface. 
Two  inches  of  discolored  and  partially  clogged  gravel  were  removed 
on  December  2,  and  the  surface  spaded  over,  6  inches  deep.  In 
December  the  applied  sewage,  equivalent  to  120,000  gallons  per 
acre,  was  taken  readily,  but  the  nitrification  was  incomplete  and  the 
ammonias  in  the  effluent  were  very  high  during  the  maximum  flow. 

Effluent  from  Filter  No,  5  A, 

[ParU  per  100,000.] 


Quan- 
tity 
Applied. 

Gallons 
per  Acre 
Dally 
for  Six 
Days  In 
a  Week. 

TSMPBK^- 

TUEX. 

DbO.  f. 

Length  of 

Time 

Sewage 

Remained 

on 
Surftce. 

Honrsand 
Minutes. 

Aver- 
age 

Depth 

of 
Frost. 

Inches. 

Appeab- 

AMOB. 

Akmokia. 

1 

i 

6.01 

NiTBOOBM 
A8 

• 

1 

0 
1 

1 

& 

9 

• 

t 

1 

i 
6 

1 

• 

•0 

1 

■ 

• 

1 

Bacteria  per  < 
Cenllmeier. 

189S. 

£ 

i 

n 

January, . 

116,400 

48 

86 

lb. 

0 

Dec. 

.67 

1.7060 

.2286 

.6676 

.0073 

1.46 

387,500 

February, 

110,000 

42 

86 

lb.  27m. 

7 

Deo. 

.46 

1.8826 

.2670 

8.31 

.8060 

.0190 

1.47 

468,750 

March,     • 

120,000 

40 

871 

Ih. 

6 

V.al. 

.28 

.6826 

.1880 

6.20 

1.6450 

.0163 

.78 

419376 

April,      . 

120,000 

46 

46 

&0m. 

0 

V.il. 

.80 

.8460 

.1127 

6.07 

1.8112 

.0115 

.61 

160,000 

May.        . 

102,200 

64 

Mi 

- 

0 

v.al. 

.18 

.0871 

.0640 

6.02 

2.7600 

.0026 

.26 

46,750 

Jone, 

120,000 

67 

67 

- 

0 

V.il. 

.67 

.8071 

.0762 

0.82 

1.6033 

.0030 

.47 

60,600 

July, 

100,200 

72 

78 

- 

0 

V.al. 

.24 

.0116 

.0660 

9.20; 

1.9960 

.0063 

.26 

48,750 

August,  . 

112,600 

69i 

78 

18m. 

0 

V.al. 

.22! 

.0446 

.1040  10.69 

2.3600 

1 

.0067 

.46 

42,000 

September, 

120,000 

66 

68 

27m. 

0 

Deo. 

.62 

.8376 

.0601 

7.90 

2.0000 

.0244 

.68 

107,600 

October,  . 

128,000 

66 

60i 

21m. 

0 

Dec. 

.20 

.1284 

.0648 

7.68 

2.6400 

.0046 

.86 

388,760 

November, 

160,000 

46 

40 

40m. 

0 

Deo. 

.26 

.3826 

.0770 

7.65 

2.6426 

.0070 

.89 

122,260 

December, 

120,800 

42 

40 

26m. 

T 

Dec. 

.76 

1.7688 

.2867 

6.86 

1.4240 

.0620 

1.67 

841,500 

Sewage  applied,  600  gallona,  6  tlmea  a  week  until  March  6;  200  gallona,  18  timea  a  week,  March  7  to 
October  28;  100  gallona,  48  tlmea  a  week,  October  80  to  December  2;  600  gallona,  6  tlmea  a  week,  Decem* 
ber  2  to  11 ;  800  gallons,  12  tlmea  a  week,  December  12  to  14;  600  gallona,  6  timea  a  week,  December  16 
to  22;  300  gallona,  IS  timea  a  week,  December  28  to  81.  Bzperimenta  interrupted  by  high  water.  May 
6  to  8  and  May  18  and  19.  Surface  raked  1  inch  deep  each  week.  June  12,  aurfaee  raked  2  inebee 
deep.  Surface  apaded  6  inchea  deep  September  16  and  December  2.  Two  Inchea  dirty  gravel  removed 
from  aurfaee  December  2.  Air  drawn  through  aand  fifteen  minutee  daily,  Maroh  6  to  18;  two  honrat 
three  tlmea  daily,  May  8  to  September  1.  Snow  removed  during  the  winter  montha  28  timea  (70  inchea 
total  depth) ;  ice  removed  9  timea  (2.9  inchea  total  depth). 


No.  34.]  FILTRATION  OF  SEWAGE.  437 


Filter  No.  6. 

This  filter,  44  inches  in  depth  of  mixed  coarse  and  fine  sand  and 
unprotected  from  the  weather,  received  sewage  at  the  beginning  of 
1893  at  the  rate  of  70,000  gallons  per  acre  daily  for  six  days  in  a 
week.  Owing  to  a  storage  of  organic  matter  in  the  surface  sand  the 
sewage  on  very  cold  days  froze  to  the  sand,  and  it  was  necessary  to 
omit  some  doses  in  January  and  to  remove  the  ice  in  places  with  a 
pick  and  shovel  in  order  that  the  filter  might  be  kept  in  action. 
Nitrification  was  very  incomplete  in  January  and  the  ammonias  in 
the  effluent  were  high.  The  quantitative  efiiciency  was  satisfactory 
in  February,  but  the  effluent  deteriorated  in  quality,  owing,  in  part, 
to  the  fact  that  the  oxidation  and  nitrification  functions  were  thrown 
out  of  adjustment  by  the  unfavorable  conditions  of  the  preceding 
weeks,  but  chiefly  to  the  passage  of  the  sewage  through  holes  in  the 
frost.  In  March  and  April  the  filter  steadily  improved,  while  from 
May  to  August,  inclusive,  the  effluent  was  very  well  purified  and 
moreover  there  was  a  removal  of  a  large  amount  of  organic  matter 
which  had  been  stored  in  the  sand.  On  July  II  the  quantity  of 
sewage  applied  to  the  filter  was  increased  to  90,000  gallons  per 
acre  daily.  Surface  clogging  appeared  early  in  September,  and  on 
September  25  the  upper  2  inches  of  discolored  and  partially  clogged 
sand  were  removed  and  replaced  with  fresh  material.  The  filter  did 
good  work  again  until  the  last  of  November,  when  a  clogging  oc- 
curred at  the  junction  of  the  old  and  new  sand,  as  is  described  on 
pages  413  and  414.  This  was  remedied  on  December  2  by  spading 
the  surface  to  a  depth  of  6  inches.  A  canvas  cover  was  put  on 
December  4.  The  purification  was  quite  incomplete  during  the  first 
half  of  December,but  there  was  a  gradual  improvement  during  the 
last  half  of  the  month. 
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Effluent  from  Fitter  No.  6. 

[Put*  p«r  100/100.] 
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Bacteria  pe 
Centlmetei 

Jan nary »  . 

38,000 

4ft 

88i 

24m. 

0 

V.  al. 

.29 

1.1860 

.0626 

.8825 

.0230 

.74 

17,271 

Febrnary, . 

«7.000 

44 

344 

Ih.lSm. 

7 

V.  al. 

.89 

i.neo 

.1776 

6.86 

.in6 

.0241 

.80 

60,^ 

March,      . 

70,000 

42 

88 

60m> 

6 

V.  al. 

.24 

1.6026 

.1040 

4.92 

1.2962 

.0461 

.68 

1342» 

April, 

70,000 

44 

441 

Om. 

0 

V.  al. 

.10 

.8662 

.0667 

6.22 

2.8187 

.1633! 

.46 

6,145 

May,  • 

M,000 

64 

68 

8m. 

0 

None. 

.14 

.0117 

.0384 

6.12 

3.6060 

.0005  .24 

4.948 

June, 

70,000 

67 

651 

10m. 

0 

None. 

.13 

.00661 

.0360 

10.26 

3.9700 

.OOOtf 

.21 

2.77* 

July, . 

75,800 

72 

724 

6m. 

0 

None. 

.08 

.0048 

.0857 

9.99 

2.8883 

.0181 

.19 

10,600 

Aagnat,    . 

85,000 

70i 

78 

14m. 

0 

V.  al. 

.11 

.0246 

.0816 

9.52 

2.8125 

.0406 

.20 

10,640 

September, 

86,000 

64 

68 

4h.80m. 

0 

None. 

.16 

.0966 

.0862 

7.33 

1.4100 

.0844  .27 

1 

3,782 

October,    . 

90,000 

67 

61 

86m. 

0 

None. 

.10 

.0666 

.0284 

8.10 

3.6825 

.0113  .18 

8,766 

Noveml>er, 

86,000 

44i 

47 

Ih. 

0 

V.  al. 

.14 

.0477 

.0284 

6.10 

2.5140 

.0741 

.27 

6,802 

Decern  t>er, 

77,000 

48 

40 

12m. 

1 

V.  a^ 

.27 

.6800 

.0820 

6.79 

1 

1.2720 

.7200 

.89 

12,840 

Sewage  applied,  350  gallooa,  6  tlmea  a  week,  until  Jaly  10;  460  gallona,  6  timea  a  week,  July  11  to 
December  21 ;  250  gallona,  6  timea  a  week,  December  22  to  81.  Ezperimenta  Interrupted  by  high  water 
May  5  to  8  and  May  18  to  20.  Surface  raked  about  1  inch  deep  each  week.  September  26,  about  2 
inchea  of  dirty  aand  aoraped  off  and  replaced  by  new  material.  December  2,  aurfaoe  apaded  6  Incbea 
deep.  Canvaa  cover  put  on  December  4.  Hoow  removed  during  the  winter  montha  17  tlmea  (63  Inchtf 
total  depth) ;  ice  removed  10  tlmea  (14.6  lochea  total  depth). 

Filter  No.  7. 

Sub^surface  Application  of  Sewage. 

This  filter  contains  44  inches  of  mixed  coarse  and  fine  sand  like 
that  in  No.  6,  above  which  are  10  inches  of  loam  and  6  inches  of 
soil.  The  sewage  is  applied  in  a  circular  pipe  6  inches  in  diameter 
and  18  inches  below  the  surface,  with  open  joints  every  2  feet. 
At  the  beginning  of  the  year  the  inlet  to  this  pipe  was  trapped. 
After  cleaning  and  relaying  this  pipe  in  October,  1892,  the  sewage 
was  applied  without  difiSculty  during  the  winter  months  at  the  rate 
of  40,000  gallons  per  acre  daily  for  six  days  in  a  week.  The  nitri- 
fication was  very  incomplete  and  the  efiiuent  contained  very  high 
free  ammonia.  It  was  thought  that  the  ventilation  was  interfered 
with  by  the  rain  and  melted  snow  which  accumulated  upon  and  at 
times  froze  to  the  surface.  On  March  15  the  quantity  of  sewage 
was  reduced  to  20,000  gallons,  but  nitrification  disappeared  entirely 
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and  a  reducing  action  set  in,  showing  that  the  filter  was  overdosed. 
The  application  of  sewage  was  stopped  on  April  17  and  the  sub- 
surface pipe  dug  up  April  26.  In  places  the  accumulated  sludge 
more  than  half  filled  the  pipe.  Analyses  showed  that  this  sludge 
was  equivalent  to  75  per  cent,  of  the  insoluble  albuminoid  ammonia 
applied  since  the  pipe  was  last  cleaned.  The  pipe  was  relaid  with- 
out the  trap  on  July  8  and  sewage  applied  at  the  rate  of  40,000 
gallons  per  acre  daily  for  six  days  in  a  week.  The  pipe  gradually 
clogged  and  the  full  dose  could  not  be  applied  after  December  1. 
The  nitrification  was  very  high  in  July,  indicating  a  removal  of 
stored  organic  matter,  but  became  incomplete  in  August.  Venti- 
lation was  increased  by  aspiration  after  September  1  and  the  quality 
of  the  efliuent  improved  and  remained  very  satisfactory  throughout 
the  year. 

For  a  summary  of  the  information  obtained  from  the  experiments 
upon  the  sub-surface  application  of  sewage  see  page  425. 


Effluent  from  Filler  No.  7. 

[Parte  per  100,000.] 


Quan- 
AppUed. 

Tbmpbba- 

TURK. 
Dbo.  F. 

ArPBABAMOB. 

Ammomia. 

lilTROOBB 
AS 

• 

1 

2 
§ 

^  ftl 

1S9S. 

Galloni 
per  Acre 
Dally 
for  six 
Dnyi  In 
a  Week. 

1 

9 

a 

§ 

• 

c 

• 

1 

•6 
1 

• 

• 

1 

• 

1 

a 

5 

^1 
II 

Janoary, 

37,000 

804 

89 

Decided. 

2.25 

1.4060 

.0055 

7.00 

.1875 

.0185 

.66 

2,702 

February,     . 

40,000 

40 

3«i 

Slight. 

.67 

1.9550 

.0750 

7.10 

.2000 

.0171 

.64 

2.860 

March, . 

28,800 

80 

80 

V.allght. 

.59 

2.2433 

.0870 

1 

5.26 

.2450 

.0127 

.57 

2,842 

April,  . 

20,000 

48 

40 

Decided. 

.90 

2.7407 

.1233 

4.89 

.0188 

.0015 

1.68 

6,638 

May,     .       . 

0 

- 

- 

- 

- 

- 

- 

- 

- 

- 

- 

Jnne,    . 

0 

- 

- 

- 

- 

- 

- 

- 

- 

- 

-    , 

- 

July,     . 

85,800 

72 

00 

None. 

.07 

.2800 

.0498 

7.88 

7.2983 

.1167 

.31 

1,100 

Aogaet, 

87,000 

71 

704 

Blight. 

1.11 

.2725 

.0500 

8.95 

1.0475 

.0600 

.58 

735 

September,  . 

40.000 

04 

074 

Slight. 

.80 

.7400 

.0704 

7.13 

1.4360 

.0272 

.46 

1,066 

Oetober, 

38,400 

66i 

00 

None. 

.31 

.1847 

.0244 

6.99 

2.6050 

.0020 

.14 

490 

Norember,  . 

35,200 

44 

504 

None. 

.07 

.0073 

.0120 

6.80 

8.2450 

.0001 

.10 

255 

Deoember,  . 

7,400 

80 

42 

None. 

.07 

.0192 

.0148 

6.04 

2.7340 

.0018 

.13 

32 

Sewage  applied,  200  gallons,  6  times  a  week  till  March  10;  100  gallons,  6  times  a  week,  March  11 
to  April  15.  None  applied  April  17  to  July  8;  900  gallons,  6  times  a  week,  July  10  to  Nov.  20,  after 
which  the  quantity  which  coald  be  applied  decreased  to  less  than  200  gallons  a  week.  April  26,  drain 
pipe  removed  and  cleaned,  replaced  without  trap  at  inlet,  July  8.  Air  drawn  through  filter  twelve  hours 
each  day,  September  1  to  October  20.  Air  drawn  constantly  through  the  filter  from  October  28  to 
November  17,  and  from  December  2  to  Deoember  28. 
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Filter  No.  9  A. 

This  filter  was  protected  from  the  weather  by  a  canvas  cover  and 
took  sewage  without  difficulty  at  the  rate  of  120,000  gallons  per 
acre  daily  for  six  days  in  a  week.  The  surface  was  not  raked,  but 
scraped  when  necessary,  to  relieve  clogging.  The  quality  of  the 
effluent  deteriorated  during  January,  but  began  to  steadily  improve 
in  the  latter  part  of  February.  On  March  6  the  canvas  was  removed 
and  the  surface  scraped.  During  April,  May  and  June  the  effluent 
was  very  well  purified  and  there  was  a  removal  of  organic  matter 
stored  in  the  sand.  The  purification  remained  satisfactory  until 
November,  when  sub-surface  clogging  appeared.  The  results  ob- 
tained upon  this  filter  which  are  presented  below  are  discussed  on 
page  414. 

Effluent  from  Filler  No.  9  A. 

[ParU  p«r  100,000.] 
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71 
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5.85  13.2775  .0004 


a 

o 
m 
S 

5 

I 

& 


a 


li 


l« 


0.08 


.11 
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.50' 


.0680:.0256 

I 
2.5775.1180 


8.34 
8.45 
7.71 


3.5240 


2.4433 


.1240 


2.0438 
2.5050 
2.2260 
8.00  2.8675 
8.26     .3500 


6.07 


.9300 


.oooo; 

.0009 

.0001 
.0078 
.0009 
.0088 
.0190 


.65 
.79 
.29 
.22 
.19 
.19 
.18 
.16 
.27 
.18 
1.04 
.60 


80,600 

73,750 

8.767 

3,875 

685 

904 

8,750 

647 

l,6n 

2,387 

0,175 

15,787 


Sewage  applied,  600  gmllooa,  6  timet  a  week  until  December  22,  when  300  gallona  began  to  be  applied 
6  timet  a  week.  Sarfaoe  protected  by  canvat  cover  till  March  7.  Dirty  aand  tcraped  from  tnrface 
March  7,  March  14,  April  24,  July  81,  September  1,  September  28,  October  21,  November  6, 16, 18, 20, 
21, 22.  Filter  reatored  to  original  depth  with  clean  aand  March  14,  September  26.  The  aand  removed 
November  16  to  22  with  4  loeh  of  oew  tend  replaced  December  2.  Bzperimenta  Intermpted  by  high 
water  May  18  to  20.    Weeda  cat  Jaly  13,  and  pulled  up  July  31. 
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Filter  No.  11  A. 

This  filter  contains  5  feet  of  mixed  coarse  and  fine  sand  which  had 
become  clogged  and  had  been  removed  from  the  surface  of  Filter  No. 
6.  Sewage  was  applied  at  the  rate  of  60,000  gallons  per  acre  daily  for 
six  days  in  a  week.  The  effluent  was  well  purified  during  the  winter 
but  began  to  deteriorate  the  later  part  of  March,  and  nitrification 
decreased  steadily.  This  was  caused  by  incomplete  ventilation  as 
the  scum  at  the  surface  was  too  thick  to  dry  and  crack  between 
doses.  Aspiration  was  tried  in  July  and  gave  some  relief,  but  to 
insure  permanent  improvement  the  upper  3  inches  were  removed  on 
August  16,  and  aspiration  tried  until  September  22.  The  effluent 
was  very  well  purified  in  September  and  showed  a  removal  of  organic 
matter  stored  in  the  sand.  The  quality  of  the  effluent  remained 
satisfactory  through  the  rest  of  the  year  in  the  absence  of  aspiration. 

For  a  discussion  of  this  experiment  see  page  426. 


EffluerUfrom  FiUer  No.  11  A. 

[Parts  per  100,000.] 
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.26 
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1.17 
1.81 
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.40 
.86 
.35 
.29 


Ammoioa. 
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.0283 
.0806 
.0080 
.1600 
.1647 
.3050 
,1600 
0060 
0260 
1107 
0480 
0460 


.0680 
.0670 
.0660 
.0660 
.0793 
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.0880 
.0620 
.0678 
.0460 
.0660 


4 
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8.18 
6.04 
6.68 
6.89 
6.97 
9.82 
8.63 
9.90 
10.76 
8.96 
9.64 
6.34 
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1.8650 
1.9960 
1.0960 
1.2000 


.0081 
.0082 
.0008 
.0022 


1.2833  .0016 


.6160 
.6450 


.0035 
.0070 


.7201)1.0019 


3.1060 
2.1800 
2.7200 
1.9700 


.0021 
.0087' 
.0030 
.0035i 


■2 


a 

I 
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.89 
.40 
.40 
.47 
.43 
.64 
.65 
1.16 
.46 
.86 
.83 
.37 


78,600 
116,000 
17,026 
44,000 
42,000 
48,000 
66,500 
46,000 
11,690 
41,067 
46,600 
68,000 


Sewage  applied,  8  gallons,  6  times  a  week.  Surface  raked  8  inches  deep  each  week.  Air  drawn 
through  sand  from  July  10  to  20;  eighteen  hoars  a  day  July  81  to  August  81,  and  continuously  Sep- 
tember 1  to  22.  Experiments  interrupted  by  high  water  March  16,  May  6  to  8  and  18  to  20.  August  14, 
8  inohea  removed  from  surface. 
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Filters  Nos.  12  A,  15 B  and  16 B. 

Filter  No.  12  A  contains  60  inches  in  depth  of  fine  sand,  and  has 
received  the  effluents  of  Filters  No.  15  B  and  16  B  which  are  filled 
with  coarse  gravel.  An  aspirator  was  attached  to  No.  15  B  on 
March  18,  and  to  No.  16  B  on  January  16.  The  rate  of  filtration 
has  been  very  high  for  each  of  these  filters  —  equivalent  to  480,000 
gallons  per  f.cre  daily  for  six  days  in  a  week,  for  the  last  seven 
months.  The  surfaces  of  these  gravel  filters  were  not  disturbed 
until  July,  1893,  about  a  year  after  they  were  first  put  in  operation. 
They  were  raked  3  inches  deep  once  a  week  after  September  1,  and 
daily  after  October  26.  The  quality  of  the  effluent  was  found  by 
series  of  analyses  to  be  closely  dependent  upon  the  current  of  air 
drawn  through  the  gravel.  Toward  the  end  of  the  year  it  was 
found  that  the  ventilation  was  less  complete  than  usual,  owing  to  a 
leak  around  the  outlet  pipe.  This  doubtless  explains,  to  a  great 
extent,  the  deterioration  in  the  quality  of  the  effluent  and  also  the 
clogging  of  the  gravel,  which  necessitated  raking  on  several  occasions 
to  a  depth  of  6  inches. 

The  effluents  of  these  gravel  filters  were  uniformly  well  purified  by 
No.  12  A,  when  operated  at  a  rate  of  960,000  gallons  per  acre  daily 
for  six  days  in  a  week.  Since  March  24  the  surface  has  been 
scraped  when  necessary  to  relieve  clogging,  and  has  not  been  raked. 
It  was  scraped  on  an  average  once  in  five  days,  and  the  average 
depth  removed  was  0.24  inch.  The  removed  sand  was  washed  and 
replaced.  To  do  away  with  sub-surface  clogging  the  filter  was 
raked  to  a  depth  of  6  inches  on  September  27,  December  12  and  27. 
The  deterioration  in  the  quality  of  the  effluents  of  Filters  No.  15  B 
and  16  B  in  December,  began  to  make  itself  apparent  toward  the 
end  of  the  year,  in  the  operation  of  this  filter. 

These  results  are  discussed  on  page  422. 
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Effluent  from  Filter  No.  12  A. 

[ParU  per  100,000.] 


IMS. 


5aantl^ 
pplled. 

Oallona 

per  Acre 

Daily 

forttik 

Days  in  a 

week. 


January,     . 
February,   . 
March, 
April,  • 
May,    • 
Jnae,  •       • 
Jnly,    .       • 
Augoit. 
September, . 
October, 
November, . 
December,  . 


480,000 
642,000 
606,000 
720,000 
668,000 
1,072,000 
900,000 
060,000 
900,000 
060,000 
900,000 
900,000 


TSMPBKA- 

TUEB. 

Dko.  F. 


42 
48 
44 
47 
64 
63 
70 
68 
60 
56 
48 
44 


§ 

S 


46 

46 

46 

604 

54 

63 

68 

68} 

60 

66 

60, 

46 


Length  of 

Time 

Sewage 

Bemalned 

on 
Snrface. 

Honn  and 
Mtnntea. 


26m. 

35m. 

33m. 

Ih.  aom. 

87m. 
lb.  14m. 
Ih.  24m. 
Ih.  12m.  I 
Ih.  80m.' 
Ih.  30m. 
2h.  10m. 


Appbakavcb. 


^ 


I 


None. 

None. 

None. 

V.  slight. 

None. 

None. 

None. 

None. 

.None. 

None. 

None. 

None. 


.14 
.12 
.12 
.22 
.22 
.22 
.19 
.15 
.13 
.12 
.17 
.18 


AMMOlflA. 


I 


a 


.0119 
.0013 
.0130 
.0067 
.0033 
.0037 
.0038 
.0085 
.0044 
.0027 
.0049 
.0680 


.0234 
.0261 
.0338 
.0470 
.0405 
.0254 
.0292 
.0267 
.0205 
.0211 
.0191 
.0255 


6.10 
6.47 
6.48 
6.61 
6.81 
9.41 
8.12 
7.72 
0.90 
7.76 
13.92 
6.06 


NiTIOOBV 


1.4850 
1.4426 
1.6550 
1.7525 
1.8775 
1.6900 
1.5650 
1.5180 
1.3500 
1.3750 
1.2975 
1.2820 


.0001 
.0000 
.0008 
.0002 
.0003 
.0000 
.0002 
.0000 
.0001 
.0001 
.0002 
.0020 


IS 

a 

9 

a 

3 


.21 
.21 
.29 
.80 
.30 
.28 
.28 
.25 
.22 
.21 
•24 
.27 


II 

1^ 


6.622 

5,919 

1,125 

9,026 

900 

346 

121 

76 

347 

129 

136 

394 


Effluent  of  FUtera  Noe.  16  and  16  applied  6  days  a  week,  aa  follows:  24  gallons  till  February  12; 
30  gallons,  February  13  to  March  17;  36  gallons,  March  18  to  May  18;  48  gallons.  May  15  to  June  10;  60 
gallons,  June  12  to  26;  48  gallons,  June  26  to  December  31.  Experiments  interrupted  by  high  water 
March  15  to  17,  May  4  to  9,  May  18  to  21.  Burteee  raked  to  a  depth  of  about  8  Inches  once  a  week 
until  March  24.  BurftMO  scraped  and  aand  of  previous  scraping  (after  washing)  replaced  on  following 
dates :  March  24,  April  11,  May  11, 26,  June  13, 15, 19,  20,  21, 84,  29,  July  4,  5, 11, 14, 18,  20, 29,  August  8, 
18, 30,  September  6, 9,  IS,  16, 19, 20, 28, 25, 27,  October  26,  November  18,  December  2, 7, 27.  Spaded  6 
inches  deep  September  27,  December  10  and  27. 


Effluent  from  Filler  No,  15  B. 

[Parts  per  100,000.] 


Quantity 
Applied. 

Gallons 

per  Acre 

Dally 

for  Six 

D^itna 

Week. 

TSMFBBA- 

TfJBB. 

Length  of 

Time 

Sewage 

Remained 

on 
Snrfiice. 

Hours  and 
Mlnntci. 

'  APrBABAKCB. 

( 

AMMOnA. 

• 

S 

e 

6.60 
5.85 
6.37 
6.21 
6.97 

10.22 
8.46 
9.42 

12.80 
9.56 

14.09 
6.06 

NITIOOBK 

▲a 

1 

1 

5 

1 

DBG.F. 

• 

a 

1 

• 

1 
1 

< 

i 

• 

1 

II 

180S. 

1 

8 

s 

January,     . 
February,  . 
March, 
April,. 
May,    .       . 
June,  • 
July,  . 
August,      . 
Bepieraber, 
October,     . 
Novembier, . 
December, . 

240,000 
240,000 
274,000 
860,000 
326,000 
686,000 
480.000 
480,000 
480,000 
480,000 
480,000 
489,000 

48 

43 
46 
63 
66 
71 
70 
08 
56 
46 
41 

42 

S* 

48 

631 

63 

69 

68 

60 

^ 

46 

37m. 
11m. 

16m. 

10m. 

24m. 

S8m. 
Ih.  80m. 

60m. 
Ih. 

Decided. 

Decided. 

Decided. 

Decided. 

Slight. 

V.sliffht. 

Decided. 

V.Blight. 

Decided. 

Decided. 

Decided. 

D    ided. 

.89 
.47 
.55 
.46 
.41 
.39 
1.31 
.54 
.6li 
.46 
.51 
.51 

1.0450 

1.0875 
.8675 
.4000 
.2560 
.5790 

1.2550 
.3386 
.3600 
.4350 
.5200 

1.1500 

.1280 
.1350 

.i5oo; 

.1610, 
.1145 
.1633 
.2497 
.0902 
.1155 
.1240 
.1010 
.1784 

.0460 

.0350 

.5575 

1.3675 

1.2600 

1.2033 

.8122 

1.4700 

1.2825 

1.5425 

1.0925 

.6440 

.0062 
.0004 
.0005 
.0290 
.0242 
.0173 
.0177 
.0136 
.0600 
.0275 
.0362 
.0116 

.85 
.93 

1.05 
.94 
.66 
.81 

1.15 
.56 
.63 
.65 
.67 
.97 

470,000 
273,000 
177,750 
330,000 
103,500 
117,166 
421,200 
70,800 
61,050 
132,000 
137,000 
209,200 

Sewage  applied,  8  galBona  94  times  a  week»  till  Marob  16;  8  galkMM  86  Umes  a  week,  March  18  to 
May  13;  4  gallons  86  times  a  week.  May  16  to  June  10;  5  gallons  86  times  a  week,  June  12  to  25;  4 
gallons  80  times  a  week,  June  26  to  October  22;  2  gallons  72  times  a  week,  October  23  to  December  31. 
Experiments  interrupted  by  high  water  March  15  to  17,  May  4  to  9,  May  18  to  21.  Air  drawn  through 
gravel  from  March  18  to  July  10,  and  from  Jnly  15  to  December  81.  Surface  raked  3  Inches  deep  4  times, 
July  28  to  September  1,  and  each  week  from  September  1  to  October  26;  8  Inehes  deep  dally,  October  26 
to  November  27,  after  which  snrfaee  was  raked  from  6  to  10  inches  deep,  as  follows :  6  inehes  deep  on 
November  28, 20, 80,  Dtoember  1, 2,  11,  16  and  16;  8  inches  deep  December  8  and  12;  10  inches  deep 
Dtoember  8. 
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Effluetafrom  Filter  No.  16  B. 

[Parts  p«r  100,000.] 


QoantitT 
Applied. 

Qalloni 

per  Acre 

DaUy 

forSLK 

Days  in  a 

Week. 

Tbmpxiu- 

TUKB. 
Dbq.  F. 

Length  of 

Time 

Sewage 

Remained 

on 
Sarftioe. 

Hoars  and 
Minutes. 

Appbakamob. 

Akmokia.. 

7.14 

NiTBOOBX 
AB 

1 

o 

6 

a 

1 

o 

Cubic 

• 

1 

1 

• 

1 

a 

< 

• 

1 

s 

189S. 

1 

• 

1 

a 

January,     . 

240,000 

48 

41 

- 

Decided. 

.72 

.6750 

.1426 

.9726 

.0869 

.82436,250 

February,  . 

802,000 

464 

414 

- 

Decided. 

.40 

.3250 

.1410 

6.83 

1.1575 

.1740 

.99244,060 

March, 

882,000 

43 

43 

12m. 

SUght. 

.46 

.6760 

.1866 

6.82 

1.1000 

.0074 

.93 176,400 

April, . 

800,000 

45 

464 

13m. 

Slight. 

.46 

.3026 

.1686 

6.68 

1.0526 

.2659 

1.03 

222,600 

May,    . 

382,000 

58 

54 

- 

Slight. 

.42 

.2215 

.1006 

5.94 

1.4200 

.0090 

.64 

113,760 

June,  . 

586,000 

60 

63 

16m. 

V.  slight. 

.36 

.3143 

.1067 

10.02 

1.2260 

.0049 

.67 

94,500 

July,   . 

480,000 

71 

70 

Om. 

SUght. 

.87 

.7229 

.1707 

8.80 

1.5453 

.0089 

.88 

69,714 

Auguit, 

480,000 

70 

684 

8m. 

Slight. 

.67 

.4160 

.1484 

9.23 

1.0900 

.0682 

.71 

81,200 

September, 

480,000 

68 

60 

18m. 

Decided. 

.86 

.7225 

.1490 

11.91 

.6300 

.1900 

.79 

87,800 

October, 

480,000 

66 

56 

45m. 

Decided. 

.51 

.5725 

.1266 

10.20 

.8426 

.0887 

.63 

157,250 

November, . 

480,000 

46 

47 

4m. 

Decided. 

.67 

.6725 

.2456 

15.55 

.8700 

.0447 

1.26 

2n,750 

December, . 

480,000 

41 

44 

37m. 

Decided. 

.45 

1.1780 

.2216 

5.96 

.6000 

.0142 

.99 

168,200 

Sewage  applied,  8  gallons  24  times  a  week,  till  February  12;  8  gallons  36  Umea  a  week,  Febramry  13 
to  May  14;  4  gallons  36  times  a  week  from  May  15  to  June  11 ;  5  gallons  36  times  a  week,  Jane  12  to  25; 
4  gallons  36  times  a  week,  June  26  to  October  22;  2  gallons  72  times  a  week  from  October  23  to  Decem- 
ber 31.  Experiments  Interrupted  by  high  water  March  15  to  17 ;  May  4  to  9;  May  18  to  21 ;  Air  drawn 
through  gravel  January  16  to  December  81.  Surface  raked  3  inches  deep  4  times  from  July  18  to  Sep- 
tember 1  and  each  week  from  September  1  to  October  26;  8  inches  deep  daily,  October  26  to  December 
31,  with  the  following  exceptions :  8  Inches  deep,  December  12,  and  6  Inches  deep,  December  30. 


Filter  No.  13, 

This  filter  was  used  during  the  winter  months  for  confirmation  of 
experinients  to  determine  the  effect  of  nitrification  upon  the  removal 
of  bacteria  by  filtration.  Beginning  March  22  sewage  was  applied 
at  the  rate  of  160,000  gallons  per  acre  daily  for  six  days  in  a  week. 
This  was  done  with  a  view  to  obtaining,  in  conjunction  with  Filter 
No.  14,  some  comparable  results  upon  the  removal  of  dyestuffs  from 
sewage  by  filters  of  coarse  sand  with  and  without  the  presence  of 
polarite.    These  results  are  summarized  on  page  427. 
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Effluent  from  Filter  No.  13. 

[Parts  per  100,000.] 


189S. 


Jaoaary, 
February, 
March, . 
April,  . 
May.  . 
Juoe»  . 
July,  . 
August, 
September, 


Oaantl^ 
Applied. 

Gallons 
per  Acre 

Dally 

fbrSh 
Days  In  a 

week. 


60,000 
00,000 
90,000 
100,000 
124,400 
100,000 
100.000 
160,000 
160,000 


TUCPBRA- 
TTTKS. 

Dbo.  F. 


I 


i 


43 
46 
68 
66 

71 
70 
63 


46 

m 

46} 

40 

64 

64 

66 

66 


Length  of 

Time 

Sewage 

remained 

on 
Surfkce. 

Houn  and 
Mlnates. 


8m. 
8m. 
8m. 
8m. 

4m. 
4m. 
6in. 
Om. 


Appbaxakob. 


i 


None. 
None. 
V.  slight. 
V.ilight. 
V.  slight. 
V.  slight. 
V.  slight. 
V.  slight. 
V.slight. 


a 


.00 
.06 
.00 
.18 
.14 
.15 
.16 
.13 


AMxomA. 


.0000 
.0006 
.0060 
.0175 
.0062 
.0041 
.0061 
.0045 
.0026 


.0136 
.0086 
.0885 
.0807 
.0400 
.0517 
.0488 
.0403 
.0404 


0.48 
0.81 
1.67 
6.20 
6.01 
8.44 
8.81 
7.47 
7.66 


NlTBOOBN 

AS 


.0076 
.1600 
.8860 
2.4267 
2.8860 
3.2900 
2.8600 
2.2167 
2.2400 


I 

s 


.0000 
.0000 
.0028 
.0070 
.0004 
.0007 
.0008 
.0007 
.0012 


.08 
.06 
.87 
.80 
.28 
.24 
.20 
.22 
.24 


m  1 


g 


12,740 
3.226 
9,010 
67.000 
60,600 
54.000 
46,000 
51.667 
28,900 


Three  gallons  effluent  ftrom  Filter  No.  18  A  applied,  6  times  a  week,  till  March  21.  Eight  gallons 
sewage  applied,  6  Umes  a  week,  March  82  to  September  27.  Forty.four  hundredths  parts  per  100,000  of 
Scarlet  2R  applied  in  sewage,  August  26  to  September  7.  Band  washed  September  9,  by  applying  city 
water,  to  remove  traces  of  Scarlet  2K,  and  0.83  paru  per  100,000  of  Patent  Blue  applied  In  sewage,  Sep- 
temt>er  28-27.    Experiment  discontinued  September  27. 


Filter  No.  13  A. 

This  filter  contains  60  inches  in  depth  of  sand  of  an  effective  size  of 
0.19  millimeter,  and  was  constructed  on  September  27, 1893,  It  has 
received  the  supernatant  liquid  from  sewage  which  had  been  allowed 
to  settle  four  hours.  The  surface,  which  has  been  scraped  when 
necessary  to  relieve  clogging  and  not  raked,  was  scraped  on  an 
average  once  in  six  days,  and  the  average  depth  removed  was  0.37 
inch.  Owing  to  sub-surface  clogging  it  was  necessary  to  spade  over 
the  surface  6  inches  deep  three  times  in  December.  It  appeared 
that  the  rate  of  filtration,  480,000  gallons  per  acre  daily  for  six  days 
in  a  week,  overtaxed  the  capacity  of  the  filter,  which  was  allowed 
to  rest  for  two  weeks  beginning  December  23.  The  results  are 
discussed  on  page  423. 

Effluent  from  Filter  No.  13  A. 

[ParU  per  100,000.] 


IMS. 


OaantItT 
Applleo. 

Gallons 

per  Acre 

Daily 

for  Six 
Days  In  a 

Week. 


TURK. 

Dbo.  F. 


I 


e 

0 


October, 

November, 

December, 


400,000 
480,000 
800,000 


M 
60 
40 


LenKlh  of 

Time 

8ewsge 

Remained 

on 
Snrface. 

Hoars  and 
Minutes. 


16m. 
1h.40m. 
lli.60m. 


Afpsabanos. 


b 

1 

o 

H 

vO 

None. 
None. 
Slight. 


.08 
.13 
.28 


AMuonA. 

• 

o 

£ 

a 

1 

o 

1.8728 

.8825 

2.8900 


.0860 
.0405 
.0870 


9.83 
9.48 

6.28 

I 


NiTBOOBH 
AS 


8 

s 


.6026 

1.4500 

.7800 


.ins 

.1460 
.0475 


"S 


a 


«  s 

«t  a 

15 

fiQ 


.33!  S'^O 
.34  3.855 
.40|  28,075 


Sewage  (settled  4  hoars)  applied,  8  gallons  18  times  a  week,  September  27  to  October  22;  8  gallons 
48  times  a  week.  October  23  to  December  23,  after  which  none  was  applied.  Snrface  scraped  and  sand 
of  prevlons  scraping  (after  washing)  replaced  on  following  dates :  October  9,  21, 27,  November  1,  7» 
18, 17, 24, 28, 80,  I>ecember  6,  7, 18.    Spaaed  over  6  to  7  inches  deep,  December  S,  12, 10. 
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Filter  No,  14. 

This  filter  is  63  inches  deep  and  contains  sand  of  an  effective  size 
of  0.48  millimeter.  On  January  21, 1893,  the  upper  6  inches  of  par- 
tially clogged  and  discolored  sand  were  removed ;  the  next  7  inches 
were  taken  out  and,  after  putting  in  7  inches  in  depth  of  polarite, 
were  used  to  fill  the  filter  to  its  original  depth.  The  chief  experi- 
ment was  upon  the  removal  of  color  from  sewage  containing  dye- 
stuffs,  which  is  summarized  on  page  427. 

The  rate  of  filtration  was  160,000  gallons  per  acre  daily  for  six  days 
in  a  week  until  October  23  when  the  rate  was  doubled.  The  quality 
of  the  effluent  was  uniformly  good  until  the  middle  of  November, 
when  clogging  occurred  at  the  surface  of  the  polarite.  The  filter 
was  allowed  to  rest  from  November  16  to  December  4,  when  sewage 
was  again  applied  at  the  rate  of  160,000  gallons.  The  effluent  was 
well  purified,  but  clogging  began  to  gradually  reappear. 


Effluent  from  Filter  No.  14. 

[ParU  per  100,000.] 


18»8. 


QaantltT 
Applied. 

Oalloni 

per  Acce 

Daily 

for  Mix 

Days  In  a 


Janaary, . 

February, 

March, 

April, 

May, 

Juue, 

July. 

Aagust, 

September, 

October,  . 

November, 

December, 


100,000 
100,000 
160,000 
160,000 
124,400 
160,000 
160,000 
160,000 
160,000 
900,200 
820,000 
160,000 


Tbmpbba- 

TURB. 
Dbo.  F. 

1 

S 

48 

48 

4H 

44 

48 

44 

46 

474 

68 

64 

06 

681 

71 

66 

70 

W4 

68 

68i 

66 

64 

46 

48 

41 

44i 

Length  of 

Time 
Sewaue   '' 
Remained 

on 
Sarfaoe. 

Hours  and 
Mlnatet. 


Appbarawob. 


i? 


84m. 
7m. 
Om. 
Om. 


V.slight.  Slight 
blue. 


12h. 
2h. 


None. 

None. 

None. 

None. 
10m.  None. 
6m.  None. 
4m.  I  V.sllght. 

I 

8m.  J,  v. slight. 
10m.  <!  V.slight 

II  v.snght. 

None. 


Slight 
green. 
Green. 

Green. 

Green. 

Green. 

Green. 

Slight 

blue. 
Slight 

blue. 
SIlKht 

blue. 
SUgbt 

blue. 

.10 


Ammomia. 


.0071 

.00201 

.0042 

.0044 

.0064 

.0068 


.0868 
.0447 
.0847 
.0386 
.0829 
.0818 


.0070  .0488 
.00891.0876 


.0023 
.0018 
.0160 
.0026 


e 


.0277 
.03261 
.0827 
.02081 


6.44 
6.61 
6.28 
6.86 
6.20 
8.62 
8.88 
7.86 
7.07 
7.00 
16.06 
6.60 


NlTBOOBH 


I 


l.n67 

2.6026 

8.0076 

8.2860 

8.6040 

4.2826 

8.7100 

2.8107 

1.0800 

1.6800 

0. 

2.06001 


.0006 

.0003 
.00001 

.ooool 

.oooJ 

.0002 

.0016 
.0006 
.0002 
.0000 

.0026 
.0007 


« 

B 

s 
■ 
e 

8 

e 
«• 

R 

M 

o 


ii 


.87 
.88 
.28 


.26  18;2S0 


.24 


.26, 
.22 
.17 


82,667 
60,126 
18,076 


12,600 


281  49,888 


60,000 
71,888 

66.000 


il 


.18|  46,000 

.20'  28,667 

I 
.17,  22,600 


Sewage  applied,  8  gallone  6  times  a  week,  till  October  22 ;  8  gallons  12  timea  a  week,  October  28  to 
November  16 ;  8  gallons  6  times  a  week,  December  4  to  December  81.  Color  applied  In  sewage  Pebraary 
13  to  March  22  and  Aagust  26  to  September  28.  Experiments  interrupted  by  h^h  water  March  16  to  17; 
May  4  to  0 ;  May  18  to  21.   Sarfaoe  raked  3  Inches  deep  each  week. 
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Filter  No.  17  A. 
This  filter  of  medium  fioe  sand,  with  four  layers  of  marble  dust, 
received  during  the  entire  year  sewage  to  which  sulphuric  acid  equal 
to  49  parts  in  100,000  of  actual  HgSOt  was  added.  The  rate  of  fil- 
tration was  60,000  gallons  per  acre  daily  for  six  days  in  a  week. 
The  free  ammonia  in  the  effluent  began  to  increase  in  November, 
1892,  and  was  unusually  high  during  the  greater  part  of  1893.  This 
increase,  as  well  as  that  of  the  albuminoid  ammonia,  was  owing  to  an 
interruption  in  ventilation  caused  by  clogging.  To  remedy  this  the 
upper  layer  of  marble  dust,  about  3  inches  below  the  surface,  in  July, 
and  later  the  sand  above  this  layer,  were  replaced  with  new  materials. 
It  was  found  that  the  original  layer  of  marble  dust  had  occasioqally 
been  disturbed  in  the  weekly  raking  and  this  treatment  gave  only 
temporary  relief.  Clogging  again  occurred  in  September,  nitrifica- 
tion was  very  incomplete,  and  there  was  present  a  reducing  action, 
aa  the  sand  down  t^  the  second  layer  of  marble  dust  (12  inches)  waa 
very  black  with  iron  sulphide.  A  thin  layer  was  scraped  from  the 
surface  of  the  second  portion  of  marble  dust  in  October  and  the  old 
sand  replaced.  The  quality  of  the  effluent  steadily  improved  and  in 
December  was  excellent. 

Ejglttent  from  Filler  No.  17  A. 
[Piru  per  100,000.] 


Thrw  iklloM  cf  Mir*a*  plu  lalphDria  lolilsqiul  ut  M  pait*  psi  100,000  >ppll*d  0 tImM  ■  vMk.  l 
tMtnkcdSlselHsdMpsuhinak.  BxperlnianUinMrniptMi  brhlgb  mier  Uush  Uto  ll.llar  4 
M>r  ITtoll.  JnlrU,Dppsil>7aroI  mmrbia  duit  nplued  bf  afrHh  layer.  ADii»ttS,Dpp«r  >lii' 
oftaadiapluidbTrraihuBd.  Beptambar  IS.Dppar  Isysr  of  micbli  dnndUtucbed.  Ootobar 31,  nu 
doaluid  Dppar  I  Inohai  ol  Modraiaottd.  Octobar  li,  8  laobaiol  aoud  lamOTad  sod  accODd  Uyi 
marbia  dwt  aorapMl;  Mud  npUo«d  wUh  3  Inshea  el  claau  malarial. 
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Filter  No.  19. 

This  filter  of  medium  fine  sand  has  received  since  January  20, 
1893,  the  supernatant  liquid  from  sewage  which  was  allowed  to 
settle  for  four  hours  after  treatment  with  alum  at  the  rate  of  1 ,000 
pounds  per  million  gallons.  The  rate  of  filtration  was  120,000 
gallons  per  acre  daily  for  six  days  in  a  week  up  to  June  12,  after 
which  the  rate  was  increased  from  time  to  time  until  it  became 
640,000  gallons  on  and  after  October  23.  From  April  to  Augost, 
inclusive,  the  quality  of  the  effluent  was  excellent,  but  the  ammonias 
began  to  increase  in  September  and  continued  to  do  so  during  the 
rest  of  the  year.  Since  October  23  the  surface  has  been  scraped  to 
relieve  clogging.  It  has  been  scraped  on  an  average  once  in  ten 
days,  and  the  average  depth  removed  was  0.47  inch.  On  December 
2  and  12  the  surface  was  spaded  over,  6  inches  deep,  to  relieve 
clogging.  This  clogging  and  the  deterioration  in  the  quality  of  the 
effluent  indicated  that  this  high  rate  of  filtration  when  long  continued 
overtaxed  the  capacity  of  the  filter  which  was  allowed  to  rest  for 
two  weeks  beginning  December  23.  See  page  422  for  a  discussion 
of  these  results. 

Effluent  from  FiUer  No.  19. 

[Parts  per  100,000.] 


1898. 


Jaonary,     . 
February,  • 
March,        . 
April, 
May,    . 
June,  . 
July,   . 
AuiniBt,      • 
September, 
October,     • 
November, . 
December, . 


Oaantlty 
Applied. 

Qalloni 

per  Acre 

Daily 

for  mx 

Days  in  a 

Weelc. 


74,000 
120,000 
110.000 
120.000 

04,000 
140.000 

leo.ooo 

240.000 
480.000 

5ao,ooo 

640,000 
402,000 


Tbmpkba- 

Length  of 

TUIK. 

Time. 

Deo.  F. 

Sewage 

TtAmainfMl 

on 

t 

1 

Surface. 

I 

S 

Hours  and 

s 

Mlnutea. 

^ 

4U 

Ih. 

- 

48 

10m. 

. 

41 

11m. 

- 

464 

10m. 

. 

58 

. 

. 

68 

13m. 

. 

67 

12m. 

. 

68 

9m. 

. 

66 

83m. 

. 

66 

45m. 

• 

46 

Ih.  40m. 

- 

414 

2h. 

Appbakanob. 


• 

>. 

♦* 

9 

1 

^ 

d 

o 

H 

U 

None. 

None. 

None. 

None. 

None. 

V.  Blight. 

None. 

None. 

None. 

V.  alight. 

V.alight. 

Slight. 


.87 
.18 
.08 
.11 
.11 
.12 
.08 
.08 
.07 
.13 
.18 
.21 


AmCONIA. 


'6 

a 
§ 


.2828 
.0000 
.1661 
.0066 
.0083 
.005 
.0062 
.0028 
.0600 
.7001 
1.7200 
2.8800 


.0270 
.0400 
.0266 
.0166 
.0287 
.0200 
.0216 
.0174 
.0192 
.0507 
.0686 
.0800 


6 


8.60 
7.60 
6.25 
6.66 
6.01 
0.05 
8.42 
7.84J 
6.68' 
10.801 
10.07 
6.82 


KiTBOOBV 


i 


8 


1.1600 
1.1600 
2.0000 
2.1700 
2.6000 
2.1620 
3.8000 
1.8060 
2.8550 
1.8125 
1.7625 
.8600 


.0044  .30 


.0600 
.0440 
.0008' 
.0005 
.0002 
.0002 
.0000 
.0055 
.0026 
.0109 
.0088 


"2 

a 

a 

a 

a 

a 

5 


.83 
.28 
.18 
.16 
.18 
.18 
.16 
.16 
.27 
.80 
.40 


I 


s 


61,778 
17,262 
6,467 
646 
496 
604 
870 
117 


1.646 
6,606 


Six  gallona  of  chemically  clarified  aewage  applied  6  timea  a  week,  till  Jane  11;  8  gmllona  6  timee  • 
week,  June  12  to  July  80;  6  gallons  12  tlmea  a  week,  Jaly  81  to  Angast  81;  4  gaUona  86  timea  a  week, 
September  1  to  October  22 ;  4  gallona  48  timea  a  week,  October  28  to  December  88,  after  whieh  nooe  waa 
applied.  Bzperimenta  interrupted  by  high  water  March  16  to  17,  May  4  to  0,  May  18  to  SI.  Burfiaee 
raked  8  inches  deep  each  week  nntll  October  23,  after  which  anrface  waa  aeraped  and  aaod  of  preTions 
scraping  (after  washing)  replaced  on  following  dates :  November  8,  18,  18,  28,  88.  Spaded,  6  tnchea 
deep,  December  2, 12.    October  6,  upper  4  inoliea  removed  and  replaced  with  freab  aand. 
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Filter  No.  25. 

Id  this  filter  was  buried  on  December  18, 1889,  the  carcass  of  a  dog 
above  5  feet  of  sand  and  loam  and  beneath  6  feet  of  sand,  loam  and 
soil,  as  was  described  in  the  Special  Report  upon  the  Purification  of 
Sewage  and  Water  (page  689).  Since  May  9,  1892,  city  water  has 
been  applied  at  the  rate  of  60,000  gallons  per  acre  daily  for  six  days 
in  a  week.  There  was  a  marked  improvement  in  the  chemical  quality 
of  the  efiiuent  in  1892,  but  the  numbers  of  bacteria  increased.  In 
1893  there  have  been  no  marked  changes  in  the  chemical  character- 
istics of  the  efiiuent,  and  while  the  numbers  of  bacteria  have  been 
quite  variable,  they  have  averaged  considerably  lower  than  during 
the  latter  part  of  the  preceding  year.  The  efiiuent  has  been  uni- 
formly discolored  by  iron.  The  odor  and  turbidity  have  been  very 
much  less  marked  than  formerly,  but  are  still  perceptible. 


Effluent  frrm  Filter  No,  25. 

[Parte  per  100,000.] 


Qoanttty 
Applied. 

Ammokia. 

NlTBOGXir  k» 

i 

li 

i 

-1 

Oallonii  per 
Acre  Dally 

o 

1 

i 

• 

1 

• 

Oxygen 
Coni 

iter; 

bie 

Iter. 

for  Six  Days 
in  a  Vfeek. 

1 

o 

1 

s 

fiQ 

189S. 

January,    . 

•       •       • 

10,000 

4.2500 

.0700 

.25 

.130 

.0180 

.28 

0 

February,  . 

10.000 

8.6500 

.1000 

.80 

.080 

.0080 

.18 

0 

March, 

10,000 

2.2000 

.0660 

.25 

.060 

.0060 

.46 

0 

April,. 

10,000 

8.6000 

.0460 

.80 

.080 

.0150 

.00 

0 

May,   . 

46.000 

2.8000 

.0605 

.23 

.060 

.0055 

.80 

6 

tJnnd,  •       • 

60.000 

1.2383 

.0827 

.16 

.020 

.0067 

.11 

4 

Jaly,  . 

60,000 

.8750 

.0310 

.16 

.010 

.0040 

.11 

10 

Aogust, 

60,000 

.8200 

.0260 

.10 

.010 

.0018 

.18 

175,000 

September, 

60,000 

.7000 

.0880 

.85 

.010 

.0000 

.15 

28.400 

October,     • 

60,000 

.5300 

.0160 

.22 

.000 

.0004 

.10 

20.000 

November, 

60,000 

.8400 

.0260 

.20 

.010 

.0004 

.00 

25,000 

December, . 

60,000 

.2700 

.0180 

.24 

.005 

.0010 

.02 

40,000 

1898. 

January,     . 

■       •       • 

60.000 

.2700 

.0080 

.22 

.010 

.0012 

.16 

2.000 

February,  . 

60.000 

.8500 

.0180 

.30 

.016 

.0014 

.26 

8.000 

March, 

58.000 

.8000 

.0100 

.27 

.022 

.0036 

.00 

1,240 

April, . 

60,000 

.2000 

.0220 

.22 

.010 

.0000 

.26 

1,200 

Mky,   .       . 

40,000 

.8450 

.0260 

.12 

.021 

.0007 

.16 

200 

June,  •       • 

60.000 

.8800 

.0820 

.10 

.004 

.0020 

.12 

2 

July,   . 

60,000 

.3700 

.0260 

.20 

.040 

.0018 

.18 

0 

Auguat, 

60,000 

.8300 

.0180 

.22 

.006 

.0030 

.17 

600 

September, 

60,000 

.26no 

.0180 

.22 

.000 

.0020 

.08 

6 

October,     . 

60.000 

.2200 

.0240 

.28 

.007 

.0030 

.00 

2,220 

November, . 

60.000 

— 

- 

• 

— 

- 

- 

— 

December, . 

65,000 

.2500 

.0170 

.20 

.012 

.0045 

.06 

676 

Outlet  pipe  trapped.  Olty  water  applied  in  8  gallon  dosea  once  a  week  nntil  May  0, 1802,  and  since 
that  time  6  times  a  week.  Experiment  interrupted  by  high  water  March  15  to  17,  May  4  to  0  and  May 
18  to  22. 1803.  Surface  scraped  July  10, 1803.  The  applied  water  froze  on  the  surface  several  Umea 
during  the  severest  winter  weather  and  was  removed. 
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Filter  No.  30. 

This  filter  coDtaiDs  30  inches  in  depth  of  coarse  sand  of  an 
effective  size  of  0.48  millimeter.  It  has  received  sewage  at  a 
uniform  rate  of  55,800  gallons  per  acre  daily  for  six  days  in  a  week 
with  satisfactory  results.  No  disturbance  of  the  material,  other 
than  the  weekly  raking,  has  taken  place  since  the  filter  was  first  put 
in  operation.  May  31,  1890. 


Effluent  fr<m  FiUer  No.  30. 

[Parts  per  100,000.] 


QaantiMr 
Applied. 

Qalloni 

per  Acre 

Dally 

forSLc 

Days  In  a 

Week. 

Tkmpbsa- 

TUSK. 

Dbg.  F. 

Length  of 

Time 

Sewage 

Remained 

on 
Snrfitoe. 

Honri  and 
Bfinnfes. 

APPSABAKOB. 

AMMOXIA. 

4 

o 

i 
S 

6.16 

NXTBOOBN 
AS 

• 

IS 

a 

9 
• 

e 

s 

e 

1 

CtiMo 

r. 

6 

§ 

•1 

• 

• 

o 
3 

JO 

• 

f 

• 

3 

9^ 

II 

189S. 

• 

a 

January, 

56,800 

48 

40i 

2m. 

Slight. 

.46 

.0661 

.0690 

2.0300 

.0022 

.46 

20,231 

February,    . 

66,800 

464 

48i 

8m. 

V.  slight. 

1.02 

.0266 

.0566 

6.02 

2.2100 

.0007 

.46 

60.600 

March, . 

56,800 

43 

40 

2m. 

V.sllght. 

.38 

.0510 

.0540 

5.35 

2.6700 

.0007 

.88 

28,500 

April,  • 

66,800 

46 

434 

2m. 

V.  slight. 

.30 

.0560 

.0402 

6.87 

2.7150 

.0006 

.86 

13,500 

May,     .       . 

47,600 

68 

64 

- 

V.  slight. 

.26 

.0714 

.0602 

6.13 

3.0000 

.0019 

.82 

63,333 

Jane,    . 

56,800 

66 

M4 

Im. 

V.sllght. 

.26 

.1440 

.OTlo' 

1 

12.89 

4.0650 

.0032 

.88 

82.000 

July.     .       . 

56,800 

71 

70 

Im. 

V.sllght. 

.81 

.1800 

.0040 

8.67 

5.0250 

.0100 

.47 

3,500 

Angnst, 

66,800 

70 

70i 

Im. 

V.sllght. 

.34 

.0670 

.0670 

8.92 

2.8050 

.0075 

.88 

8,000 

September,  . 

66,800 

68 

654 

2m. 

Decided. 

.41 

.1060 

.0680 

11.90 

2.2050 

.0012 

.88 

12,900 

October, 

66,800 

66 

664 

2m. 

Slight. 

.60 

.1360 

.0450 

8.10 

2.6000 

.0045 

.41 

60,700 

Kovember,  . 

56,800 

46 

47 

28m. 

Slight. 

.28 

.0620 

.0180 

23.60 

2.1600 

.0020 

.28 

28,000 

December,  . 

56,800 

41 

904 

10m. 

Decided. 

.28 

.2400 

.0760 

6.42 

2.8500 

.0080 

.47 

4T/M 

Sewage  applied,  2  gallons  6  Umes  a  week.    Surface  raked  8  inches  deep  each  week.    BzperimMts 
interruptt*d  by  high  water  May  4  to  8;  May  18  to  20. 
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FiLTEB  No.  31. 

This  filter  contains  30  inches  in  depth  of  medium  fine  sand  of  an 
efiTective  size  of  0.17  millimeter.  It  has  received  sewage  at  a  uniform 
rate  of  55,800  gallons  per  acre  daily  for  six  days  in  a  week.  The 
effluent  has  been  uniformly  well  purified.  No  disturbance  of  the 
material,  other  than  the  weekly  raking,  has  taken  place  since  the 
filter  was  first  put  in  operation  May  31,  1890. 


Effluent  from  Filter  No.  31. 

[Ptfts  p«r  100,000.] 


Quantity 
Applied. 

Oallont 

per  Acre 

Daily 

for  Six 

Days  in  a 

Week. 

Tkmpkka- 

TDBS. 

Dbo.  F. 

Length  of 

Time 

Sewage 

Remained 

on 
Surface. 

Honrt  and 
Minute*. 

Appbabahcb. 

Ammokia.. 

• 

• 
6.80 

NiTSOOBN 

1 

a 

1 

s 

• 

f 

• 

1 

i 

• 

1 

e 

1 
% 

• 

m 

s 

S 

• 

i 

Bacteria  per 
Oentlmetei 

1S9S. 

1 

1 

Janaary, 

55,800 

48 

41 

18m. 

None. 

.20 

.0856 

.0285 

2.5400 

.0004 

.24 

950 

February,    . 

55,800 

464 

4U 

16m. 

None. 

- 

.0181 

.0278 

6.44 

2.1900 

.0008 

.28 

1,160 

March, . 

55,800 

43 

414 

18m. 

None. 

.00 

.0175 

.0213 

5.18 

2.2650 

.pool 

.22 

475 

April,   . 

65,800 

46 

44 

15m. 

None. 

.17 

.0049 

.0226 

5.97 

2.5060 

.0000 

.24 

172 

May,     . 

47,500 

58 

584 

- 

None. 

.15 

.0147 

.0218 

6.80 

8.2488 

.0005 

.20 

677 

Jane,    . 

55,800 

66 

644 

5m. 

None. 

.14 

.0118 

.0217 

6.46 

3.9500 

.0008 

.24 

875 

July,     . 

55,800 

71 

71 

6m. 

V.  alight. 

.17 

.0801 

.0242 

8.54 

4.2900 

.0006 

.18 

816 

Anguat, 

65,800 

70 

71 

9m. 

V.Bllght. 

.20 

.0084 

.0167 

10.79 

8.8900 

.0005 

.17 

60 

September.  . 

55,800 

68 

65 

40m. 

V.aUghU 

.15 

.0070 

.0206 

12.60 

2.8200 

.0002 

.18 

90 

October, 

55,800 

56 

57 

82m. 

V.aUgbt. 

.21 

.0310 

.0256 

8.16 

2.7000 

.0014 

.25 

1,884 

November,  . 

55,800 

46 

464 

8h.a0m. 

V.aHgbt. 

.21 

.0122 

.0244 

17.10 

2.2400 

.0002 

.19 

860 

December,    . 

55,800 

41 

89 

12h. 

None. 

.20 

.0248 

.0302 

7.25 

2.0000 

.0006 

.26 

400 

Sewage  applied,  2  gallooa  6  tlmea  a  week.    Sorfaoe  raked  8  Inchea  deep  each  week.    Bxperlmenta 
lolerrnpted  by  high  water  May  5  to  8;  May  18  to  20. 
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FiLTEB  No.   32. 

This  filter  contains  30  inches  in  depth  of  medium  fine  sand  of  an 
effective  size  of  0.17  millimeter.  It  received  the  supernatant  liquid 
from  sewage  treated  by  chemical  precipitation  like  that  applied  to 
No.  19  at  the  rate  of  112,000  gallons  per  acre  daily  for  six  days  in  a 
week.  This  rate  was  doubled  on  June  12  and  that  rate  doubled 
October  23  (446,000  gallons).  The  filter  became  clogged  in  spite 
of  frequent  raking  and  scraping ;  this,  with  the  deterioration  in  the 
quality  of  the  effluent,  indicated  that  this  rate  of  filtration  overtaxed 
the  capacity  of  the  filter,  which  was  allowed  to  rest  for  two  weeks 
beginning  December  23. 


Effluent  from  Filter  No,  32. 

[Parte  per  100,000.] 


QnantltT 
Applied. 

Oalloni 

per  Acre 

Dally 

forSU 

Days  In  a 

Week. 

Tbmpbra- 

TUBB. 
Dbo.  F. 

Length  of 

Time 

Sewage 

Remained 

on 
Sarflice. 

Hoars  and 
Minutes. 

APPBAmAVOS. 

AMMOiriA. 

U      Chlorine. 

MlTKOOBH 

Aa 

• 

0 

a 

1 

1 

8 

2 

o 

^ 

1 

1 

• 

S 

1 

1 
1 

i 

hfc 

1S9S. 

1 

s 

a 

Bacteria  fn 
Ccntlmel 

January, 

111,600 

- 

40 

lh.80m. 

None. 

.17 

.0081 

.0282 

1.7100 

.0001 

.27 

504 

Febmary,     . 

111,000 

- 

41 

Ih. 

None. 

.14 

.0996 

.0194 

4.63 

1.8825 

.0006 

.28 

1,560 

March,  .       . 

111,000 

- 

41 

lh.80m. 

None. 

.09 

.1711 

.0260 

4.79 

1.9040 

.0008 

.22 

1,330 

April,    . 

111.000 

- 

46 

Ih. 

None. 

.18 

.1850 

.086,S 

6.80 

1.9075 

.0000 

.20 

4,500 

May.     .       . 

05,000 

- 

66 

- 

None. 

.14 

.0526 

.0280 

5.76 

2.8260 

.0001 

.18 

6,625 

June,     .       • 

186,800 

- 

65 

60m. 

None. 

.13 

.0461 

.0872 

13.19 

1.8980 

.0000 

.19 

2,828 

Jaly,     . 

228,200 

- 

70 

45m. 

None. 

.16 

.0067 

.0286 

8.70 

1.1850 

.0000 

.24 

274 

Aogast, 

228,200 

- 

70 

50m. 

None. 

.18 

.0060 

.0224 

7.86 

1.0040 

.0000 

.25 

175 

September,  . 

228,200 

- 

62 

2h.46m. 

None. 

.11 

.0179 

.0195 

6.72 

1.0525 

.0006 

.16 

46 

October, 

291,900 

- 

564 

2h. 

None. 

.11 

.8704 

.0877 

10.75 

1.5867 

.0018 

.19 

5,883 

November,    . 

446,400 

- 

46 

Ih.SOm. 

None. 

.23 

1.7783 

.0783 

9.43 

1.2467 

.0049 

.85 

15,718 

December,    . 

843,200 

- 

89i 

Ih.  50m. 

None. 

.17 

1.2875 

.0550 

5.99 

1.4150 

.00821 

.81 

3.770 

Surface  raked  8  Inobea  deep  each  week  until  October  21.  Bxperimenta  interrupted  by  high  water 
May  5  to  8;  May  18  to  20.  Four  gallona  chemically  clarified  aewage  applied,  6  times  a  week,  till  June 
11 ;  2  gallons  24  times  a  week,  June  12  to  October  22;  2  gallona  48  times  a  week,  October  23  to  Decem- 
ber 23,  after  which  none  was  applied.  Surface  spaded  6  inches  deep,  November  20,  December  12  and 
December  21.  Surface  scraped,  and  sand  of  previous  scraping  replaced  (after  washing)  on  following 
dates :  October  21,  November  7, 17, 24, 29,  December  2, 18  and  21. 
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One  of  the  chief  objects  of  water  filtration,  in  most  cases,  is  a 
removal  of  the  disease-producing  germs.  The  investigations  by  the 
Board  in  1892  indicated  that  it  is  possible  to  construct  filters  which 
will  yield  2,000,000  gallons  of  water  per  acre  daily,  and  remove 
99.5  per  cent,  of  the  bacteria  in  the  applied  water.  The  investiga- 
tions were  continued  in  1893  with  the  view  to  learn  the  efiiciency  of 
the  filters  as  they  continued  in  service,  and  also  to  learn  the  bacterial 
efiSciency  of  filters  of  coarser  sands  operated  at  higher  rates  of  filtra- 
tion. 

The  general  plan  of  the  experiments  was  the  same  as  in  1892. 
Examination  of  the  bacterial  contents  of  the  river  water  and  of  the 
effluent  of  each  filter  were  made  daily  throughout  the  year.  Owing 
to  complications  from  freezing,  which  caused  the  formation  of  chan- 
nels at  the  sides  of  the  iron  filter  tanks  during  the  winter  months, 
and  to  the  evolution  of  air  by  the  saturated  water  within  the  filters, 
the  results  obtained  from  May  to  November,  inclusive,  alone  will  be 
discussed.  Beginning  May  12  B.  prodigiosua  was  regularly  applied 
to  the  filters  ten  hours  daily  and  the  effluent  of  each  filter  examined 
four  or  more  times  daily,  at  the  time  when  the  applied  water  con- 
taining this  germ  is  passing  through  the  outlet  pipes.  The  reason 
that  this  germ  was  used  is  because  it  is  easy  to  differentiate  it  from 
ordinary  water  bacteria  and  in  its  mode  of  life  in  the  river  water  it 
appears  to  be  very  similar  to  the  germ  generally  recognized  as  the 
cause  of  typhoid  fever.  In  the  table  below  is  given  a  summary  of 
the  results  obtained  from  the  several  filters.  In  the  case  of  the 
older  filters  (Nos.  18  A  to  42)  the  averages  include  all  of  the  results ; 
in  the  case  of  the  remaining  (new)  filters  the  averages  include  all 
results  after  the  second  week  of  operation,  when  the  efficiency  in 
most  cases  became  normal.  The  diameter  of  all  of  these  filters  is 
twenty  inches  and  the  area  of  filtering  surface  is  equal  to  one  twenty- 
thousandth  of  an  acre.  A  detailed  account  of  these  results  will  be 
found  beyond. 
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The  results  show  that  — 

1.  The  bacterial  efficiency  of  the  older  filters,  all  things  con- 
sideredy  was  as  satisfactory  in  1893  as  it  was  during  the  preceding 
year. 

2.  A  high  degree  of  bacterial  efficiency  was  attained  by  the  new 
filters  of  coarser  sand  and  operated  at  higher  rates  of  filtration. 

This  is  brought  out  more  clearly  by  the  following  table,  in  which 
are  summarized  the  results  obtained  from  the  newer  and  coarser  filters 
for  the  four  weeks  ending  December  2.  The  bacterial  averages 
include  the  results  of  all  examinations  in  each  case  and  represent  at 
least  four  samples  daily  taken  at  widely  different  hours. 

Summary  of  Bacterial  Results  obtained  from  Filters  Nos,  43^9,  taith  Rates  of 

Filtration,  November  6  to  Dec.  2, 1893. 


NCHBKB  or  FiLTBB. 


Depth  of 
MBterUO. 

InchM. 


Method 

of 

Operation. 


ATerege  Rate 
of  FIltntloD. 

OaUoni  per 
AcreDailj. 


43, 
44. 
46. 
4«, 
47, 
48, 
49, 


eo 

60 
00 
12 
60 
60 
60 


Oontiniioaf. 

Continaoae. 

lotermittent. 

CoDttaraoQi. 

IntermUtent. 

Intermittent. 

Oontlnnona. 


7,660,000 

7,700,000 

8,740,000  ( 
[6,640,000]  I 

8,700,000 

8,660,000  ) 
[6,405,000]  i 

2.000,000  / 
[5,076,000]  \ 

6,550,000 


Atksaob  Pbi  Cbvt. 

OF  Mdmbbb  of  Appubd 

Baotbbia  which  af- 

PBABBD  III  THB  EFPLUBHT. 


Water 
Bacteria. 


Badllaa 
Prodlglosos. 


1.48 
1.10 
1.60 
2.84 
8.18 
1.88 
1.04 


0.171 
0.148 
0.210 
0.887 
0.468 
0.866 
0.188 


The  ratee  of  filtration  enoloeed  within  the  hracketa  are  for  the  time  when  water  waa  aotoally  ap- 
plied; the  other  ratea  are  averagea  for  the  whole  time,  Including  the  perioda  of  reat. 


These  figures  show  that  very  good  results  were  obtained  from  the 
newer  experimental  filters  which  were  operated  at  much  higher  rates 
of  filtration  than  those  studied  in  1892.  This  is  particularly  the  case 
with  Filters  Nos.  43  and  44,  which  during  the  latter  part  of  Novem- 
ber were  operated  at  rates  of  more  than  9,000,000  gallons  per  acre 
daily,  with  a  removal  of  over  98  per  cent,  of  the  applied  water 
bacteria  and  over  99.5  per  cent,  of  the  applied  B.  prodigiosua. 
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The  Effect  upon  Bacterial  Purification  of  Rate  of   Fh-- 

TRATION    OF   WaTER. 

There  are  two  views  to  this  problem,  first,  the  effect  of  differences 
in  rates  of  filtration  where  the  rate  is  kept  constant  after  the  change 
has  once  been  made ;  and,  second,  the  effect  of  fluctuating  rates. 

It  is  thought  that  the  effect  of  changes  in  rates,  which  are  regularly 
maintained  after  the  change  is  made,  is  best  shown  by  taking  the 
average  monthly  results.  The  rates  of  filtration  of  the  several 
filters  were  very  seldom  changed  more  than  once  in  a  month ;  they 
were  not  changed  at  all  in  some  instances  and  all  changes  were 
moderate  ones.  When  we  consider  the  large  number  of  bacteria 
stored  in  the  sand  the  small  differences  in  the  number  of  bacteria  in 
the  applied  water  exert  usually  but  little  influence  upon  the  numbers 
in  the  efSuent  and  the  results  are  therefore  expressed  in  numbers 
per  cubic  centimeter. 
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Id  the  case  of  No.  18  A  the  number  of  bacteria  in  the  effluent 
increased  about  the  middle  of  July  after  removing  the  siphon  which 
delivered  the  water  in  one-quart  doses  onto  the  sand  about  once  in 
four  minutes  days,  nights  and  Sundays.  After  this  time  the  water 
was  applied  sixteen  hours  a  day  and  the  filter  allowed  to  drain  during 
the  remaining  hours.  Some  of  the  bacterial  increases  during  the 
summer  were  due  to  growths  or  to  conditions  favoring  longer  con- 
tinuance of  life  of  the  bacteria  in  the  sand.  This  was  more  marked 
in  continuous  than  in  intermittent  filters. 

In  some  cases  there  were  marked  increases  in  the  number  of 
bacteria  in  the  effluent,  evidently  not  due  to  changes  in  rates  of 
filtration,  and  which  at  present  cannot  be  fully  accounted  for.  In 
other  instances,  such  as  Nos.  43  and  44,  an  increase  in  the  rate  was 
followed  at  times  by  no  increase  whatever  in  the  number  of  bacteria 
in  the  effluent ;  and,  when  studied  by  weeks,  some  of  the  results 
indicate  a  diminution.  These  results,  taken  all  together,  indicate 
that  in  the  process  of  water  filtration  there  exist  conditions  which 
«xert  more  influence  upon  the  bacterial  contents  of  the  effluent  than 
do  differences  in  rates  of  filtration  within  moderate  limits.  Some  of 
the  conditions  appear  to  be  normal  to  the  operations  of  these  experi- 
mental filters  while  others  are  not  yet  understood.  Upon  examina- 
tion of  the  results  obtained  at  the  highest  rates,  however,  it  will  be 
seen  that  the  bacterial  efficiency  diminishes  and  the  statement  made  in 
earlier  reports  that  low  rates  are  safer  than  high  rates  is  undoubtedly 
true.  Nevertheless,  up  to  a  certain  limit  the  rate  apparently  exerts 
very  little  influence,  and  this  limit  is  different  for  different  filters 
and  also  varies  with  other  conditions  in  the  case  of  the  same  filter. 


The  Immediate  Effed  upon  Bacterial  Purification  of  Increasing  the 

Rate  of  Filtration. 

In  the  next  table  are  given  the  results  obtained  from  each  filter 
with  regard  to  this  point.  Fluctuations  in  the  rate  of  filtration  ap- 
pear to  be  an  important  feature  in  the  operation  of  some  of  the  older 
filters  in  Europe  and  the  following  results  have  been  obtained  at 
the  Experiment  Station  upon  this  subject.  The  number  of  bacteria 
per  cubic  centimeter  for  each  of  the  three  days  before  and  the  three 
days  after  increasing  the  rate  of  filtration  are  given  in  each  case 
where  there  was  no  complication  such  as  the  effect  of  scraping.  In 
most  cases  the  rate  was  increased  and  practically  no  information  has 
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been  obtained  as  to  the  effect  of  decreasing  the  rate.  As  the  changes 
were  usaally  made  on  Monday  there  are  very  few  results  for  the  first 
day  before  increasing  the  rate. 


Number  of  Bacteria  per  Cubic  Centimeter. 


SUMBBS 

or 

FlLTBB. 


Date. 
ISM. 


Change  in 
Kate. 

Mliuon 

Oallona 

per  Acre 

DaUy. 


88  A,   . 


Ave., 


Jane  1, 
Jnly  81, 
Not.  6, 
Not.  27, 


86  A,  . 


Ays., 


Jane    1, 
Jaly    8, 


88, 
Ave., 


Jane    1, 
July    8, 


41,       . 


Jaly    8, 


42. 


Ats., 


Jane    1, 
Jaly    8, 


48. 


Ave, 


44,       . 

Aya , 


Aag.  21, 
Ocl.   26, 


Aag.  21, 
Oet.  26, 


46. 


Oct.   28. 


2-8 
2-8 

2-8 
8-4 


2-8 
1.6-8 


2-8 
1-2 


1-2 


2-8 
1-2 


4-6 

6-6 


4-6 
6-6 


46.   . 

Noy.  6, 

8-4 

Not.  20, 

4-6 

Aye., 

•   • 

•    • 

2-8 


Watbb  Baotbbia. 


BBVoma  noBBAS- 

IBO  BATB. 


26 


^ 

O 


8 

4 

278 

117 

9 

18 

20 

17 

n 

80 

t 


8 


- 

6 

4 

46 

66 

" 

46 

80 

6 

10 

7 

87 

60 

- 

46 

40 

- 

11 

8 

- 

10 

9 

- 

10 

22 

- 

16 

16 

- 

14 

40 

- 

- 

- 

86 
86 

14 

40 

20 

28 

- 

18 

- 

84 

84 

21 

23 

47 

80 

- 

86 

82 

- 

42 

81 

18 


APTBB  INCBBA8- 
XBO  BATB. 


i 


24 
40 


86 


28 


16 
14 


16 


11 
44 


27 


11 
10 


16 


800 
116 
206 

18 


10 

18 

06 

80 

21 

16 

88 

60 

66 

82 

6 

22 

186 

88 

06 

62 

16 
14 


16 


8 


18 

10 


12 


7 
107 


102 


4 
18 


11 


116 
80 
07 

14 


10 

105 

24 

86 


U 


86 
18 


27 


10 
8 


0 


10 


10 


12 
84 


48 


14 


14 


81 


81 


24 


Bacillus  Pbooioiosus. 


BBTOBB  IMOBBAS- 
XXO  BATB. 


•9 

e 


0.8 
1.0 
0.0 
2.0 


0.0 


0.2 
2.0 
0.0 
0.6 


0.7 


0.8 


0.8 


0.8 


0.0 


0.0 


0.8 
1.0 


0.0 


0.0 


0.2 
1.0 


0.6 


0.6 


1.0 


0.8 
8.0 


1.0 


0.6 
8.0 


1.7 


4.0 


4.0 


18.0 


18.0 


4.0 
0.8 


2.1 


9.0 
8.0 
6.0 


8.0 


4.0 


4.0 


10.0 


1.0 


6.0 
4.0 
4.6 

4.0 


ATTKB  IMORBAS- 
INO  BATB. 


A 


0.6 

8.0 

10.0 

4.0 

0.7 

0.0 

2.0 

8.0 

8.8 

2.6 

8.0 
4.0 
0.7 
6.0 
8.2 


6.0 


6.0 


0.6 


0.6 


0.6 
4.0 

2.0 

2.8 

2.0 

0.2 
4.0 
2.1 


8.0  2.0 


1.0 


2.0 
7.0 

1.0 
4.0 

4.6 

2.6 

1.0 


1.0 


6.0 
14.0 
10.0 


11.0 
8.0 
0.6 


8.0 
44.0 
28.0 


11.0 
31.0 
22.0 


8.0 
4.0 


8.6 


8.0 
8.0 


6.0 
16.0 
10.6 


10.0 
10.0 


6.0  4.0 


16.0 
28.0 
22.0 

8.0 
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Number  of  Bacteria  per  Cubic  Centimeter  —  Concluded. 


Date. 
1898. 

Change  in 
Bate. 

MlUlon 

Oallone 

per  Acre 

DaUy. 

Watbb  Bactbria.. 

Bacillus  PBODioioiua. 

KCMBBB 

OF 
FiLTKK. 

BBTOBB  IKCBKAB- 
IKO  BATB. 

AFTBB  1NCRBA8- 
IKO  BATB. 

BBTOBB  IMCBBAS- 
IMO  BATB. 

ATTAB  IKCBBAS- 
IBO  BATE. 

1 

1 

00 

1 

i 

1 

• 

g 

• 

• 

1 
I 

1 
1 

• 

47.       . 

Nov.    fl, 
Not.  20, 

•        . 

2^ 
4-0 

•        • 

68 
178 

81 
126 

- 

294 
667 

277 
460 

176 
1,144 

28.0 
26.0 

12.0 
22.0 

- 

49.0 
49.0 

9.0 
60.0 
34.0 

23.0 
67.0 

Avt., 

116 

78 

880 

868 

600 

24.0 

17.0 

- 

46.0 

48,       . 

Nov.    6, 
Nov.  20, 

•        • 

2-4 
4-0 

•        • 

81 
246 

21 
143 

- 

806 
186 

262 
68 

190 
164 
172 

18.0 
81.0 
22.0 

7.0 
86.0 

- 

16.0   16.0 
49.0  19.0 

82.0 
10.0 
21.0 

Ava., 

188 

82 

260 

167 

22.0 

- 

32.0 

17.0 

Summary  of  Bacterial  BesuUs  to  show  the  Immediate  Effect  of  Increasing  the 

Bate  of  Filtration. 


Watbb  Bactbbia. 

Bacillus  Pbodioioscs. 

BBFOBB  IKCBBA8IV0 
BATB. 

AFTBB  mOBBASnO 
BATB. 

BBFOBB  IKOBBASIXO 
BATB. 

AFTBB  nOBKASniO 
BATB. 

NCMBBB  or  FILTBB. 

1 

1 
1 

• 

1 
i 

• 

i 

• 

• 

•E 

s 

1 

• 

• 

2 

•a 
g 

i 

33  A,     . 

>               < 

77 

89 

- 

66 

82 

44 

0.9 

0.7 

-> 

8.8 

2.6 

8.2 

36  A,     . 

46 

80 

- 

96 

62 

27 

0.8 

0.0 

- 

6.0 

0.6 

- 

38,. 

46 

40 

- 

86 

16 

9 

0.9 

0.6 

- 

2.3 

2.0 

2.1 

41.. 

11 

8 

- 

28 

8 

9 

0.0 

1.0 

- 

3.0 

2.0 

1.0 

42,.        , 

16 

16 

- 

16 

12 

10 

1.9 

1.7 

- 

4.6 

2.6 

1.0 

43,.        . 

14 

49 

86 

17 

102 

48 

4.0 

18.0 

- 

10.0 

28.0 

22.0 

44,.        . 

21 

23 

84 

16 

11 

14 

2.1 

4.0 

- 

9.6 

8.6 

8.0 

45,. 

42 

81 

- 

208 

97 

81 

6.0 

4.6 

- 

10.6 

19.0 

28.0 

46,.        . 

26 

18 

- 

13 

14 

24 

8.0 

4.0 

- 

6.0 

4.0 

3.0 

47,.        , 

116 

78 

- 

380 

863 

660 

24.0 

17.0 

- 

49.0 

84.0 

46.0 

48,. 

188 

82 

- 

260 

167 

172 

22.0 

22.0 

""oT 

- 

.32.0 

17.0 

21.0 

Ave 

ragei 

t      « 

40 

87 

- 

102 

78 

100 

6.0 

- 

12.2 

10.0 

12.9 

These  results  show  that  in  a  majority  of  cases  an  increase  in  the 
number  of  bacteria  in  the  effluent  followed  an  increase,  within  these 
limits,  in  the  rate  of  filtration.  This  is  more  noticeable  in  filters  of 
coarse  material  than  in  those  of  fine,  and  shows  an  advantage  of 
uniformity  in  the  operation  of  water  filters. 
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The  Effect  of  Depth  of  Material  upon  Bacterial  Purifica- 
tion OF  Water. 

The  results  upon  this  point  are  as  follows :  — 


yuVBBB  OP  FiLTBI. 


Depth. 
Inehea. 


Effectlre 
Size  of 
Grain. 

MllUmeter. 


Period  ~1H98. 


Rate. 

MllUon 

Oalloni 

per  Acre 

Daily. 


44 

46,  . 

44,  ...       . 

4«,  .        .        .        . 

37 

38,  . 

39,  . 

42f  •         •         •        • 


60 

0.20 

12 

0.29 

60 

0.20 

12 

0.29 

May  20  to  Dec.  2, 
Aug.  21  to  Dec.  2, 
Nov.  6  to  Dec.  2, 
Nov.    6  to  Dec.  2, 


4.0 
2.6 

7.7 
8.7 


AVBBAOB  PbR  CBKT.  OF 

numbbb  of 

Appubd  Kactbria 

wmoh  appbabkd  in  thb 

Efflubnts. 


Water 
Bacteria. 


Baolllns 
Prodiglosus. 


0.60 
0.99 
1.19 
2.34 


0.083 
0.169 
0.148 
0.337 


56 

0.20 

20 

0.20 

1 

0.20 

10 

0.20 

May  12  to  Jane  25, 

May  12  to  Dec.  2, 

May  12  to  Aug.  19, 

May  12  to  Dec.   2, 


2.4 

2.2 

1.7 

1.9 

0.31 
0.08 
4.06 
0.90 


0.010 
0.061 
0.762 
0.050 


The  results  obtained  from  Filters  Nos.  44  and  46  show  that  the 
deeper  filter  is  the  more  efTective,  although  the  filter  one  foot  deep 
gave  quite  satisfactory  results,  especially  at  the  lower  rate  of  filtra- 
tion. Upon  consideration  of  the  second  series  it  is  seen  that  No.  37, 
the  deepest  filter,  was  the  most  effective  while  the  shallowest  one, 
No.  39,  was  the  least  efficient  in  removing  bacteria.  No.  39  contained 
5  inches  of  underdrain  (stones,  gravel  and  coarse  sand)  in  addition 
to  the  inch  of  sand.  Of  the  two  filters,  Nos.  38  and  42,  20  and  10 
inches  deep,  respectively,  the  shallower  was  very  slightly  the  more 
efficient.  It  is  to  be  noted  that  when  the  filters  were  restored  to 
their  original  depth,  by  the  addition  in  some  ca^es  of  a  foot  of  sand, 
there  was  no  apparent  effect  upon  the  bacterial  contents  of  the 
effluents.  We  must  conclude,  however,  all  things  considered,  that 
while  very  satisfactory  results  may  be  obtained,  under  favorable 
conditions,  from  filters  one  to  two  feet  deep,  the  deeper  fillers  are 
safer  than  the  shallower  ones. 
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The  ErrECT  op  Size  op  Sand  Grains  upon  Bacterial 

Purification. 

In  the  folIowiDg  table  is  given  a  summary  of  the  results  obtained 
from  the  several  filters  during  the  month  of  November,  this  month 
affording  the  fairest  comparison  because  the  conditions  were  then 
most  nearly  alike. 

CorUinuaua  Filters, 


Ndxbbb  OV  FnTBR. 

Effective  Slxe 
ofOraiu. 

Millimeter. 

Eitimated 
Maximum  Kate. 

MUUon  Oalloni 
per  Acre  Dally. 

Average  Bate. 

Million  Oal- 

lona  per  Acre 

Dally. 

Bactbbia  pkb  Cubic  Cwm- 

MBTBB  IN  EFFLCBSrra. 

Water  Bac- 
teria. 

B.  Prodlftoeas. 

33A, 

38  (2  feet),    .... 

43, 

44, 

49 

0.14 
0.20 
0.26 
0.29 
0.38 

16 
82 
68 
67 
116 

2.8 
8.4 
7.6 
7.6 
6.8 

29 
68 
124 
96 
72 

1 
6 

11 
9 

12 

IntermiUeni  FiUers. 


41, 

0.14 

16 

1.6 

10 

1 

45 

0.28 

42 

8.6 

120 

12 

47, 

0.29 

67 

8.6 

218 

26 

48 

0.88 

116 

2.9 

128 

28 

18A 

0.48 

184 

1.8 

167 

11 

These  results  indicate  that,  within  the  limits  in  sizes  of  sand 
grains  which  would  be  ordinarily  employed  in  filtration,  the  finer 
sands  are  slightly  more  efiScient  in  removing  bacteria  than  the  coarser 
ones.  It  appears,  however,  that  there  are  conditions  sometimes 
attending  the  process  of  filtration  which  disguise  and  at  times  com- 
pletely offset  the  slight  advantages  which  arise  from  fineness  of 
material. 


The  Eppect  op  Scraping  Filters  upon  Bacterial  Purifica- 
tion op  Water. 

It  was  shown  in  the  Annual  Beport  for  1892  that  there  was  a  slight 
increase  in  the  number  of  bacteria  in  the  efiluent  after  a  filter  had 
been  scraped.     The  method  of  scraping  the  continuous  filters  followed 
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in  1892  was  practised  in  1893  until  November  1,  as  follows:  the 
water  above  the  sand  was  siphoned  off  and  the  filter  allowed  to  drain 
until  the  water  stood  about  an  inch  below  the  surface  of  the  sand. 
The  outlet  was  then  closed,  the  surface  scraped  and  water  applied 
slowly  from  the  top.  The  intermittent  filters  were  scraped  after 
draining.  In  the  table  below  is  given  a  summary,  up  to  November, 
of  the  number  of  bacteria  in  the  effluent  during  each  of  the  three 
days  before  and  three  days  after  scraping,  and  also  of  the  remaining 
days  of  each  period  between  scrftpings.  In  some  instances  the 
filters  were  scraped  about  once  a  week  and  nearly  all  of  the  results 
are  contained  under  the  headings,  three  days  before  and  three  days 
after  scraping;  under  these  circumstances  a  representative  result 
for  the  time  midway  between  scrapings  is  given  under  the  column, 
remaining  days. 


Summary  of  the  Average  BesuUa  of  the  Number  of  Bacteria  per  Cubic  Centi- 
meter in  the  Effluent  of  each  Filter  during  Different  Portions  of  each  Period 
between  Scrapings, 


Mazlmiim 

Loee 
of  Head. 

Incbea. 

Nnmber 

of 

Timet 

Scraped. 

Watbb  Baotbsia. 

Bacillus  Pbodioioscs. 

1 

1 

BBFORK 
•OBAPIMO. 

APTBB 
SCBAPINO. 

a 
1.4 

bkforb 
scbapino. 

APTBB 
SCBAPINO. 

KUMBKB  OV 
FiLTBB. 

• 

• 

• 

1 

• 

e 

• 

1 

• 

1 

• 

s 

• 

1 

• 

1 

a 

• 

Q 
H 

38  A, 

70 

86 

89 

101 

61 

84 

66 

60 

1.8 

0.4 

0.7 

1.0 

2.2 

2.4 

34  A, 

70 

17 

18 

21 

18 

83 

89 

16 

18 

1.6 

1.6 

2.2 

1.4 

1.6 

1.0 

1.4 

8ft  A, 

70 

23 

86 

7 

25 

26 

79 

40 

2.6 

0.1 

0.0 

0.0 

6.0 

5.0 

5.0 

8«A, 

70 

104 

110 

64 

103 

91 

104 

89 

6.0 

1.5 

8.9 

1.3 

2.8 

1.8 

3.9 

88,     .        . 

86 

10 

04 

74 

60 

67 

48 

42 

85 

2.1 

2.0 

2.2 

2.5 

4.1 

1.9 

2.7 

30,     .       , 

28 

11 

182 

167 

126 

244 

265 

263 

212 

40.0 

42.2 

62.4 

56.7 

60.0 

90.0 

24.0 

41,     .        . 

70 

22 

10 

15 

30 

69 

62 

146 

2.9 

0.7 

0.6 

0.0 

1.6 

2.8 

3.0 

42.     .        . 

23 

10 

88 

46 

33 

166 

40 

82 

17 

1.7 

1.2 

2.0 

1.8 

6.0 

3.8 

2.6 

43,     . 

70 

12 

66 

68 

63 

82 

82 

72 

61 

2.9 

2.4 

1.8 

2.3 

5.2 

4.0 

4.3 

44,     . 

70 

19 

19 

63 

68 

66 

46 

86 

2.7 

8.8 

8.9 

3.8 

10.8 

8.5 

2.9 

46,     . 

70 

110 

60 

40 

82 

93 

118 

202 

27.0 

64.0 

26.0 

15.0 

24.0 

16.0 

12.0 

46,     . 

70 

96 

48 

68 

63 

88 

121 

81 

8.1 

4.1 

3.7 

2.9 

5.6 

4.6 

8.8 

40,     . 

70 

126 
08 

90 
60 

48 
61 

88 
74 

218 
88 

64 
82 

75 

8.7 
7.5 

2.0 
9.0 

2.0 

8.0 
7.0 

22.0 
11.5 

18.0 
12.1 

- 

Tot's  and 

Av'e, 

- 

118 

5.6 
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The  average  results  from  all  of  the  filters  indicate  that  there  was 
a  very  slight  decrease  in  bacterial  efficiency,  after  scraping,  by  the 
method  of  operation  practised.  Taking  the  results  individually  it 
was  found  that  out  of  113  scrapings  an  increase  in  the  number  of 
bacteria  in  the  effluents  just  after  scraping,  above  that  accounted  for 
by  the  ordinary  bacterial  fluctuations,  occurred  in  the  case  of  the 
water  bacteria  46  times  and  in  the  case  of  B.  prodigioaua  55  times. 
Almost  without  exception  the  increase  in  number  of  bacteria  was 
very  slight,  as  will  be  seen  in  the  table  below,  which  contains  the 
results  obtained  from  each  filter  when  the  effect  of  scraping  was 
most  marked.  In  the  second  table  beyond  are  given  the  results 
when  the  effect  of  scraping  was  the  least  marked  in  the  case  of  each 
filter*  During  the  period  in  which  the  results  given  in  these  tables 
were  obtained  the  water  bacteria  in  the  applied  water  averaged 
10,500  and  the  B,  prodigioaua  T,000  per  cubic  centimeter. 


Table  showing  the  Number  of  Bacteria  per  Cubic  Centimeter  in  the  Effluent  of 
Each  Filter  during  Different  Portions  of  the  Period  between  Scrapings  when 
the  Effect  of  Scraping  was  Most  Marked, 


Watbb  Baotbria. 

Bacillus  Piodigioscs. 

IIUMBBB 

or 

FlLTU. 

Remiining  Diiyt. 

BKVOKR  RCRAPINO. 

ATTBR  8CRAPIM0. 

1 

e 
1 

BBFORB  SOBAPmO. 

APTKR  8CKAPIVO. 

• 

1 

• 

>* 
e 

• 

C 

• 

1 
1 

i 

•a 

Q 

• 

1 

t 

• 

1 

1 

• 

1 
t 

e 

■ 

a 

33  A,      . 

51 

82 

43 

27 

45 

118 

- 

1.8 

0.0 

0.0 

0.0 

1.0 

8.0 

- 

84  A,      . 

14  ' 

7 

6 

- 

108 

19 

23 

8.0 

2.0 

2.0 

- 

3.0 

1.0 

8.0 

35  A,      . 

12 

12 

2 

3 

16 

14 

- 

0.4 

0.0 

0.0 

0.0 

5.0 

8.0 

- 

36  A,      . 

117 

76 

114 

227 

829 

168 

- 

0.8  1 

1.0 

0.8 

1.0 

1.0 

2.0 

- 

38,  . 

15 

8 

8 

6 

20 

8 

5 

1 

2.0  i 

8.0 

fl.O 

2.0 

8.0 

0.5 

0.0 

89,  . 

11 

- 

9 

9 

86 

16 

86 

7.0  ' 

- 

9.0 

4.0 : 

9.0 

21.0 

9.0 

41.  .        . 

10 

8 

20 

17 

148 

98 

282 

1.4 

0.8 

0.8 

- 

8.0 

8.0 

4.0 

42.  .        . 

7 

- 

12 

5 

63 

24 

16 

0.0  ' 

- 

0.0 

1.0 

18.0 

16.0 

13.0 

43,  .        . 

22  1 

1 

- 

11 

7 

12 

47 

14 

5.6 

- 

6.0 

8.0  ' 

1 

11.0 

1.0 

1.0 

44.  .        . 

1 
19  1 

- 

11 

4 

85 

109 

39 

3.0 

- 

11.0 

8.0  , 

9.0 

8.0 

2.0 

45.  . 

82 

- 

- 

26 

60 

163 

851 

12.0 

- 

- 

2.0 

17.0 

12.0 

8.0 

46.  . 

43 

- 

- 

80 

172 

895 

26 

8.0 

- 

- 

1.0 ! 

10.0 

7.0 

4.0 

Av»i,  . 

34, 

1 

- 

- 

87 

88 

1 

98 

- 

8.3 

- 

- 

,.ij 

7.5 

6.3 

- 
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Tttble  showing  the  Number  of  Bacteria  per  Cubic  Centimeter  in  the  Effluent  of 
Each  Filter  during  Different  Portions  of  the  Period  between  Scrapings  when 
the  Effect  of  Scraping  was  Least  Marked, 


Watkb  Baotbkia. 

BAOILLUa  PBODIOI08D8. 

NCMBKB 

a 
1 

BBPOBB  80BAPIK0. 

4PTBB  8CBAPIMO. 

• 

s 

BBVOBB  ■CBAPIMO. 

APTBB  8CBAPIK0. 

OF 
FiLTBK. 

• 

JO 

H 

i 
1 

1 

e 

• 

S, 

I 

•o 
s 

i 

1 

1 

& 

1 

1 

1 

1 

• 

s 

XI 

83  A,        . 

9 

10 

- 

18 

17 

6 

8 

1.0 

8.0 

-  ■ 

0.2 

0.2 

0.0 

0.8 

34A,      . 

8 

8 

4 

8 

7 

7 

10 

0.2 

0.2 

4.0 

4.0 

0.5 

2.0 

1.0 

85A,       . 

40 

- 

11 

18 

6 

60 

38 

5.6 

- 

0.0 

0.0 

0.0 

0.0 

0.0 

86A,       . 

81 

- 

5 

2 

6 

2 

5 

2.0 

- 

0.0 

0.0 

0.0 

0.0 

0.8 

38..        . 

18 

87 

- 

.30 

8 

6 

8 

1.0 

1.0 

- 

2.0 

1.0 

0.3 

0.0 

89,  . 

45 

11 

49 

42 

17 

16 

- 

3.0 

10.0 

4.0 

2.0 

4.0 

3.0 

- 

41,  .        . 

13 

8 

9 

12 

26 

21 

- 

1.9 

2.0 

1.0 

- 

2.0 

3.0 

- 

42,.        . 

18 

9 

9 

12 

10 

10 

4 

1.6 

0.0 

0.0 

2.0 

0.8 

1.0 

o.a 

43,  .        . 

28 

37 

26 

40 

19 

- 

18 

1.0 

0.5 

0.5 

1.0 

2.0 

2.0 

1.0 

44,  .        . 

27 

10 

- 

- 

6 

8 

4 

0.5 

0.0 

- 

- 

0.0 

1.0 

2.0 

45,  . 

137 

50 

40 

87 

117 

73 

64 

41.0 

54.0 

26.0 

28.0 

31.0 

20.0 

21.0 

48,  . 

88 

15 

- 

30 

43 

17 

.23 

3.1 

0.8 

- 

1.5 

3.0 

4.0 

7.0 

Av.,    • 

37 

1 
1 

22 

23 

20 

*" 

5.2 

- 

- 

8.7 : 

1 

3.8 

3.3 

The  Effect  upon  Bacterial  Purification  of  disturbing  the 
UPPER  Twelve  Inches  of  Filters  of  Fine  Material. 

Filters  No.  33  A  (continuous)  and  41  (intermittent),  containing 
48  inches  in  depth  of  sand  of  an  effective  size  of  0.14  millimeter, 
were  scraped  on  July  17,  after  draining.  This  sand  is  so  fine  that 
the  lower  portion  of  the  filter  remains  saturated  after  draining.  The 
upper  12  inches  of  material  were  taken  out  and  replaced.  Water 
was  applied  at  the  top  of  the  continuous  filter,  with  the  outlet 
closed,  and  after  the  surface  was  covered  the  faucet  below  was 
opened  to  give  the  usual  rate  of  two  million  gallons  per  acre  daily. 
The  faucet  of  the  intermittent  filter  was  kept  wide  open  and  the  rate 
of  filtration  regulated  at  the  top. 

In  the  following  table  are  given  the  bacterial  results  from  these 
filters  for  the  week  preceding  and  the  week  following  this  treatment. 
No  B.  prodigiosus  was  applied  on  July  17  ;  the  results  on  that  day 
represent  drainings.  On  all  other  days  the  results  are  averages 
of  four  examinations. 
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Baeleriaper  Cubic  Centimeter. 


'm  m 

«k«k 

Applikb  Watbb. 

Efvlukmt  ov  Filtsb 
Ko.  88  A. 

Epflukwt  ov  Filtbb 
^o.  41. 

1/ATB  —  a.{»v4i» 

Water 
Bacteria. 

Baclllai 
ProdlgiotiM. 

Water 
Bacteria. 

BaeUlae 
Prodlgioine. 

Water 
Bacteria. 

Baenina 

July  10, 

11.  . 

12,  . 

18,  . 
14,        . 

16.  . 

17.  . 
18. 

19,  . 

20,  . 

21,  , 

22,  . 

^ 

2,100 
8,800 
6,100 
7,600 
4,400 
2,800 
1.000 
1,000 
7,700 
10.000 
6,000 
8,800 

8,000 
6,200 
6.000 
6,700 
4,800 
6,700 
0 
6,700 
6.200 
0,700 
6,800 
6,700 

12 
18 
102 
80 
40 
77 
47 
16 
S4 
19 
28 
6 

0.8 
0.6 
0.8 
8.0 
2.0 
2.0 
0.0 
4.0 
8.0 
8.0 
2.0 
1.0 

11 
20 
76 
48 
18 
18 
28 
88 
46 
88 
68 
86 

2.0 

0.7 

.8.0 

8.0 

1.0 

0.7 

0.0 

6.0 

4.0 

11.0 

11.0 

8.0 

The  ErFECT  upon  Bacterial  Purification  of  Removing  an  Inch 
Layer  of  LiOam  Two  Inches  below  the  Surface  op  an 
Intermittent  Filter  of  Medium  Fine  Sand. 

Filter  No.  35  A  contained  48  inches  in  depth  of  sand  of  an 
effective  size  of  0.20  millimeter.  After  draining,  on  July  17  the 
surface  was  scraped,  the  loam  laydr  2  inches  below  the  surface  taken 
out  and  the  sand  replaced.  The  faucet  below  was  kept  wide  open 
and  the  rate  of  the  applied  water  regulated  at  the  top.  The  bacterial 
results  before  and  after  this  treatment  were  as  follows :  — 


Bacteria  per  Cubic  Centimeter. 

Applibd  Watbb. 

ErrLDBNT  OF  FiLTBR  So.  85  A. 

DATS- 1898. 

Water  Bacteria. 

Badllua 
PiodlgloaiM. 

Water  Bacteria. 

Baclllni 
Prodlgloeiia. 

July  10, 

2,100 

8.000 

9 

1.0 

11 

8,300 

6,200 

7 

0.0 

12, 

6,100 

6,000 

17 

0.8 

18, 

7,600 

6,700 

27 

0.6 

14 

4,400 

4,800 

64 

0.0 

M 

2,800 

6,700 

60 

0.8 

17 

1,000 

0 

60 

0.0 

18 

1,000 

6,700 

67 

18.0 

19 

7,700 

6,200 

164 

7.0 

20 

10,000 

0,700 

U 

10.0 

21 

6,000 

6.300 

81 

18.0 

22, 

8,300 

6,700 

62 

7.0 

The  results  presented  in  the  last  two  tables  indicate  that  a  slight 
decrease  in  bacterial  efficiency  follows  a  mechanical  disturbance  of 
the  upper  portion  of  fine  filters  and  the  removal  of  a  layer  of  fine 
loam.     From  our  general  knowledge  of  the  efficiency  of  coarser 
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filters  it  is  probable  that  in  such  cases  the  diminution  would  be 
more  marked.  The  effect  of  mechanical  disturbance  is  brought  out 
most  clearly  by  the  results  obtained  from  Filters  Nos.  3  B  and  8  A. 
These  filters  are  one  two-hundredth  of  an  acre  in  area  and  contain 
five  feet  in  depth  of  sand  of  an  efiective  size  of  0.23  millimeter. 
Filter  No.  3  B  has  been  operated  intermittently  at  an  average  rate  of 
two  million  gallons  per  acre  daily  since  September  23,  as  follows :  at 
5  A.M.  the  gate  on  the  outlet  pipe  is  closed  and  the  water  turned 
on  at  the  top  near  the  edge.  When  the  filter  is  covered  (about  7.30 
A.M.)  the  gate  on  the  outlet  pipe  is  opened  to  give  the  prescribed 
rate  of  filtration,  and  the  surface  is  kept  covered  until  9  p.m.  when 
the  water  is  shut  off  and  the  filter  allowed  to  drain  during  the  night. 
No.  8  A  has  been  operated  continuously  since  September  26  at  a 
constant  rate  of  two  million  gallons  per  acre  daily.  While  the  passage 
of  water  through  No.  8  A  is  uniform  and  causes  no  disturbance  of  the 
sand,  the  peculiar  method  of  daily  filling  in  No.  3B  drives  out  a 
large  part  of  the  air  contained  in  the  sand  and  causes  more  or  less 
disturbance  of  the  sand  at  the  surface.  That  this  disturbance  of  the 
surface  is  due  to  the  escape  of  air  from  the  sand  can  be  readily  seen 
from  inspection,  and  is  further  indicated  by  the  fact  that  up  to 
January  1,  No.  8  A  was  scraped  three  times  to  relieve  clogging, 
while  No.  3  B  was  not  scraped  at  all  during  this  period,  although  it 
yielded  as  much  water.  In  the  table  below  are  given  the  average 
results  of  daily  bacterial  examinations  of  samples  taken  at  different 
hours  during  the  day  from  the  effluent  of  each  filter,  from  October 
30  to  December  8.  The  number  of  bacteria  per  cubic  centimeter  in 
the  applied  water  averaged  8,800  during  this  period. 

Bacteria  per  Cubic  Centimeter. 


Datk. 

(OCTOBKB  80  TO  Dkc.  8,  1808.) 

ErrLUSHT  ov  Filtbb  No.  8B. 

(IMTBBMITTBMT.) 

EmnavT  or  Filtbb  Ko.  8 A. 

(CONTUDOCS.) 

Honr, 

8  A.M. 

11  A.M. 

2  P.X. 

4PJf. 

8A.X. 

11  A-X. 

2  P.M. 

4  P.M. 

BaoterU  in  efflaeoU. 

Per  cent,  of  narober  of  applied  b»c- 
terlft  which  appeared  in  efflaenta, 

829 
8.83 

286 
8.26 

185 
2.10 

140 
1.50 

104 
1.18 

110 
1.86 

120 
1.48 

103 
1.17 

The  diminished  efficiency  of  No.  3  6  in  the  forenoon  appears  to  be 
due  to  the  mechanical  disturbance  of  the  main  body  of  the  sand  by 
the  escaping  air. 
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The  Effect  upon  Bacterial  Purification  of  Freezing  the 

Surface  Layers  of  a  Filter. 

The  freezing  of  the  upper  layers  of  a  filter  which  has  been  drained 
also  appears  to  aid  in  causing  the  passage  of  more  bacteria  through 
the  filter.  The  weather  during  the  second  and  third  week  in  Decem- 
ber was  very  cold  and  the  surface  of  No.  3  B  froze  during  the  night 
after  draining.  The  last  week  in  the  month  was  much  warmer. 
Upon  comparison  of  the  results  below  with  those  presented  above 
it  will  be  seen  that  No.  3  B  was  less  eflScient  than  usual  during  the 
severe  weather,  but  the  results  became  normal  again  when  warmer 
weather  appeared. 


Average  Weekly 

Numbers  of  Bacteria  per  Cubic  Centimeter. 

Wbbk  Emdimo  — 

ETFLUKNT  or  FiLTKR  No.  SB. 
(IMTCRMITTBNT.) 

Efflubnt  op  Filtkb  No.  8  A. 

(CONTIKDOUS.) 

8A.X. 

U  A.M. 

2  p.m. 

4  p.m. 

8  a.m. 

11  A.M. 

2  p.m. 

4pjc. 

1698. 

December  16, 

2S9 

236 

310 

278 

40 

51 

50 

78 

23 

297 

232 

249 

888 

86 

82 

92 

102 

30 

285 

263 

150 

147 

74 

65 

68 

86 

Effect   upon  Bacterial  Purification  of  Rapidly  Filling 

Filters  from  Below  after  Draining. 

During  November  several  of  the  small  filters,  when  their  pores 
contained  more  or  less  air,  were  filled  from  below  with  filtered 
water.  It  is  not  known  definitely  how  fast  the  water  flowed  into 
the  filters,  but  in  a  majority  of  cases  the  rate  was  high,  —  probably 
equivalent  to  5,000,000  gallons  per  acre  daily  or  more. 

More  information  is  needed  upon  this  point,  but  from  the  results 
given  below  it  is  clear  that  by  rapidly  filling  a  filter  from  below  it 
is  possible  to  disturb  the  sand  so  that  the  bacterial  eflSciency  will  be 
much  diminished  upon  resuming  filtration. 

In  the  case  of  the  several  filters  in  question  the  numbers  of 
bacteria  in  the  effluents  during  the  three  days  before  and  three  days 
after  filling  from  below  are  as  follows :  — 
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Average  Daily  Numbers  of  Bacteria  per  Cubic  Centimeter » 


Kdxbbb  ov  Filtbb. 


Watbb  Bactkria. 


BBFOUB  riLUKO. 


Q 
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83A,   . 
88,  . 
42,.   . 

43,  . 

44,  . 

46,  .    . 
49,  .   . 
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24 
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70 
80 
68 
20 


18 
14 
8 
66 
81 
28 


21 


108 
70 

46 


AITBB  FILLINO. 


>k 

• 

•s 

& 
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6 

•a 

Q 

g 

h 

CO 
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72 
40 
100 
676 
200 
262 
176 


20 
132 

46 
206 
321 
201 

60 


17 
141 

42 
241 
266 
166 

01 


BaOILLUB  PBODIOI08D8. 


BBFOBB  FILUVO. 


& 

a 


0.0 
1.0 
0.8 

10.0 
2.0 

10.0 
6.0 


0.0 
1.0 
0.8 
6.0 
4.0 
6.0 


t 


0.0 


3.0 
8.0 

18.0 


AFTBB  FILUVO. 


^ 

o 


a 

§ 

00 


8.0 

6.0 

24.0 

8.0 

0.0 

66.0 

60.0 


2.0 
26.0 
21.0 
18.0 
84.0 
68.0 
16.0 


J? 


0.6 
26.0 
16.0 

4.0 
12.0 
86.0 
26.0 


In  some  instances  only  a  veiy  small  portion  of  water,  applied 
after  the  filter  was  put  in  operation  after  filling  from  below,  appeared 
during  that  day  as  effluent.  Under  such  circumstances  the  bacteria 
were  lower  than  on  the  following  day. 

Some  experiments  have  been  made  upon  Filter  No.  8  A,  in  which 
the  filter,  after  scraping,  was  filled  from  below  with  city  (filtered) 
water  at  a  rate  not  exceeding  1,500,000  gallons  per  acre  daily.  The 
results  thus  far  obtained  indicate  that  no  diminution  in  the  bacterial 
efficiency  follows  this  operation. 

Conclusions. 

From  the  evidence  at  hand  it  appears  fair  to  conclude  that  — 

1.  No  appreciable  diminution  in  the  bacterial  efficiency  of 
the  experimental  filters  followed  scraping,  provided  there  was  no 
mechanical  disturbance  of  the  main  body  of  the  sand. 

2.  Filters  may  be  scraped  without  interfering  with  their  bacterial 
efficiency  by  draining  the  water  slightly  below  the  surface  of  the 
sand  and,  after  scraping,  slowly  filling  from  the  top. 

3.  Filters  may  be  drained  and  slowly  filled  from  below,  after 
scraping,  without  diminishing  their  bacterial  efficiency. 

4.  When  filters  are  drained  and  filled  quickly  from  below,  after 
scraping,  there  is  an  increase  in  the  number  of  bacteria  in  the  effluent. 

5.  When  filters  are  drained  and  filled  rapidly  from  the  top  a 
disturbance  of  the  sand  follows  in  the  ease  of  some  of  the  experi- 
mental filters,  which  causes  a  diminution  in  the  bacterial  efficiency. 
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The  Effect  upon  Bacterial  Purification  of  the  Amount  op 

Loss  OF  Head. 

In  some  places  abroad  it  is  believed  that  the  bacterial  eflSciency 
of  a  filter  decreases  as  the  loss  of  head  increases  beyond  a  certain 
limit.  For  this  and  other  reasons  several  of  the  most  recently  con- 
structed water  filters  in  Germany  are  so  arranged  that  the  available 
head  is  very  much  less  than  the  total  depth  of  water  and  sand ;  in  fact, 
in  some  instances  the  available  head  is  less  than  2.5  feet.  The  Law- 
rence results  obtained  in  1892  have  been  arranged  to  throw  light  upon 
this  subject  and  are  presented  in  the  table  below.  In  all  cases  these 
filters  were  scraped  when  the  loss  of  head  equalled  the  total  depth  of 
sand  and  water;  and  it  was  just  before  scraping,  of  course,  that  the 
loss  of  head  approximated  the  maximum.  The  next  table  shows 
the  average  number  of  bacteria  per  cubic  centimeter  in  the  effluent 
during  the  three  days  before  and  the  three  days  after  scraping  each 
filter,  as  well  as  the  numbers  during  the  intermediate  days,  that  is, 
the  remaining  days  of  each  period  between  scrapings.  Owing  to 
the  growth  of  bacteria  in  some  of  the  filters  during  mid-summer 
(see  Annual  Report  for  1892,  page  530)  the  results  are  divided 
into  three  periods,  viz. :  spring,  summer  and  fall.  It  may  also  be 
stated  that  the  numbers  of  bacteria  in  the  effluents  during  each  of 
the  three  days  before  scraping  were  substantially  the  same  with  the 
exception  of  a  few  instances  in  mid-summer  when  the  bacterial 
growths  occurred. 

Summary  ofBesulis  showing  UniformUy  of  Bacterial  Purification  by  Water  Filters 

during  Periods  between  Scrapings — 1892, 
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These  results  show  that  during  the  spring  and  fall  there  was  no 
diminution  in  the  bacterial  efficiency  of  these  experimental  filters 
as  the  loss  of  head  approached  and  reached  the  maximum  (total 
depth  of  water  and  sand)  ;  neither  was  there  any  apparent  difference 
in  this  regard  between  those  filters  which  had  a  maximum  loss  of  head 
of  70  inches  and  those  in  which  the  nfaximum  loss  was  less  than 
half  of  this  amount.  It  will  be  seen  that  during  midsummer  the 
highest  number  of  bacteria  in  the  effluent  in  some  cases  did  appear 
when  the  loss  of  head  was  greatest.  This  was  undoubtedly  due  to 
the  conditions  existing  in  the  filter  which  fistvored  the  continuance 
of  life  and  growth  of  certain  species  of  bacteria,  and  the  high  num- 
bers occurred  just  before  scraping  and  when  the  loss  of  head  was 
greatest,  because  the  accumulation  of  organic  matter  (food)  was 
largest  at  that  time. 

The  average  results  obtained  from  all  of  the  small  water  filters  in 
1893  with  regard  to  this  point  are  presented  in  the  table  on  page 
463.  These  averages  contain  all  results,  including  those  of  mid- 
sunmier,  when  the  abnormal  growth  of  bacteria  occurred  within  the 
filters.  This  growth,  however,  was  much  less  marked  than  in  1892. 
The  final  averages  for  1893  confirm  the  results  obtained  during  the 
preceding  year  and  show  clearly  that  with  these  experimental  filters, 
under  the  existing  methods  of  operation,  there  is  ordinarily  no  ap- 
preciable diminution  in  the  bacterial  efficiency  caused  by  increases 
in  loss  of  head  up  to  70  inches. 

In  the  case  of  the  continuous  Filter  No.  8  A  (one  two-hundredth 
of  an  acre  in  area)  there  were  several  occasions,  notably  December 
1  and  29  (see  beyond),  when  the  number  of  bacteria  increased  in 
the  effluent,  just  before  scraping,  and  the  loss  of  head  reached  the 
total  depth  of  the  filter.  There  was  no  trap  on  the  outlet  pipe  of 
this  filter,  and  the  bacteria  in  the  effluent  did  not  increase  until  the 
loss  of  head  had  practically  reached  the  maximum  and  when  there 
was  not  enough  pressure  on  the  open  gate  to  cause  the  prescribed 
quantity  of  effluent  to  pass.  Under  these  circumstances  air  entered 
the  filter  through  the  outlet  pipe,  and  the  water  probably  filtered 
through  the  sand  in  certain  places  of  least  resistance  at  a  relatively 
high  rate.  It  is  believed  that  these  results  are  very  exceptional  and 
caused  by  the  entrance  of  air  from  below  through  the  untrapped 
outlet.  It  is  of  importance  to  note  that  the  bacterial  results  were 
normal  so  long  as  there  was  any  pressure  upon  the  outlet  gate  in 
excess  of  that  necessary  for  the  passage  of  the  prescribed  quantity 
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of  water.  Furthermore,  the  outlet  was  kept  trapped  at  later  dates 
and  no  increase  in  the  numbers  of  bacteria  in  the  effluent  was 
found  just  before  scraping,  although  the  scraping  was  deferred  until 
the  filter  ran  nearly  dry. 

It  is  also  to  be  noted  that  in  the  case  of  the  Lawrence  city  filter 
during  January  and  February  (see  tables  beyond)  the  number  of 
bacteria  in  the  effluent  remained  reasonably  constant  up  to  February 
19,  the  date  when  scraping  in  sections  began,  although  the  loss  of 
head  increased  from  3  to  7.6  feet. 


The  Effect  upon  the  Bacterial  Purification  of  the  Method 

OF  Application  of  Water. 

In  comparing  the  efficiency  of  the  intermittent  with  that  of  the 
continuous  filters  it  is  to  be  kept  in  mind  that  several  different  ways 
have  been  employed  for  allowing  the  entrance  of  air  into  the  pores 
of  the  intermittent  water  filters.  In  most  cases,  up  to  October  1, 
1893,  the  outlets  of  the  intermittent  filters  have  been  untrapped 
and  kept  wide  open,  while  the  rate  of  filtration  of  water  has  been 
regulated  at  the  inlet  on  the  surface ;  these  filters  have  been  worked 
sixteen  hours  a  day  on  six  days  in  a  week  and  allowed  to  drain  the 
remainder  of  the  time.  Other  filters,  such  as  the  older  ones.  No. 
18  A  and  20  A,  also  had  the  outlet  untrapped  and  wide  open,  but 
received  the  contents  of  a  small  reservoir  which  was  automatically 
discharged  upon  the  surface  at  frequent  and  regular  intervals,  days, 
nights  and  Sundays.  Beginning  October  1,  1898,  all  of  the  inter- 
mittent filters  have  been  operated  as  follows :  at  5  a.m.,  after  drain- 
ing, the  untrapped  outlet  has  been  closed  and  the  water  turned  on 
at  the  top,  which  forces  out  the  air  at  the  surface.  When  the  sur- 
face is  covered  and  the  air  driven  out  of  the  pores  of  the  sand 
(about  7.30  a.m.)  the  gate  on  the  outlet  pipe  is  opened  to  give 
the  prescribed  rate  and  the  surface  kept  covered  with  water.  At  9 
P.M.  the  water  is  shut  ofi*  at  the  top  and  the  filter  allowed  to  drain 
over  night.  In  this  method  of  operation  there  are  two  features 
which  are  not  necessarily  a  part  of  intermittent  filtration. 

I.  The  actual  rate  of  filtration  during  the  hours  the  filter  was 
operated  was  50  per  cent,  higher  than  the  average  rate  for  twenty- 
four  hours  in  order  that  the  yield  of  efHuent  in  sixteen  hours  should 
equal  that  of  the  continuous  mate  in  twenty-four  hours. 
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n.  The  exclusion  of  air  from  the  pores  of  the  sand  by  the 
manner  of  filling  the  filters  and  the  resulting  disturbance  of  the 
surface  by  the  escaping  air. 

In  studying  the  results  obtained  from  the  several  pairs  of  in- 
termittent and  continuous  filters,  which  are  presented  below,  the 
different  methods  of  operation  of  the  intermittent  filters  are  not 
to  be  forgotten,  and  are  as  follows:  up  to  October  1  and  from 
November  21  to  30  the  intermittent  filters,  Nos.  41,  45,  47  and  48, 
were  operated  sixteen  hours  a  day  on  six  days  in  a  week,  with  the 
outlet  untrapped  and  wide  open  and  the  rate  of  filtration  regulated 
at  the  inlet  at  the  surface.  During  the  rest  of  the  period  covered 
by  these  results  the  untrapped  outlet  was  closed  after  draining  and 
water  applied  at  the  top ;  when  the  surface  was  covered  the  outlet 
was  opened  to  give  the  prescribed  rate. 


Table  shotving  a  Comparison  of  the  Number  of  Bacteria^  per  Cubic  Centimeter^ 
arranged  as  Weekly  Averages,  in  the  Effluents  of  ecuih  Pair  of  Continuous  and 
Intermittent  Fillers, 
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The  results  obtained  from  Filters  Nos.  3  B  and  8  A  are  instructive 
in  this  connection ;  the  summarized  and  detailed  results  are  given  in 
tables  which  may  be  found  beyond. 

The  results  at  hand,  obtained  from  the  several  pairs  of  continuous 
and  intermittent  filters,  show  — 

1.  That  in  the  case  of  the  filters  of  very  fine  sand  (in  which  there 
is  a  saturated  layer  of  considerable  depth)  the  bacterial  efficiency  was 
substantially  the  same  by  each  method  employed  in  the  application 
of  water  during  the  greater  part  of  the  period,  but  during  mid- 
sununer  (July  24  to  September  2)  the  continuous  filter  allowed  a 
few  more  of  the  hardy  water  bacteria,  but  not  of  B.  jprodigiosiiSj  to 
pass  through. 

2.  That  with  filters  of  coarser  sands,  operated  at  comparatively 
high  rates,  the  continuous  filters  were  ordinarily  more  efficient  in 
removing  bacteria  than  the  intermittent  filters  under  the  existing 
methods  of  operation.  The  reason  of  this  is  that  the  actual  rate  of 
fiow  was  lower  and  more  uniform  and  there  was  no  mechanical  dis- 
turbance of  the  sand  as  was  the  case  during  the  greater  part  of  the 
period  with  the  intermittent  filters,  owing  to  the  manner  of  filling 
-and  driving  out  the  air  at  the  surface. 


Chemical  Purification  of  Water  by  Filtration. 

The  results  of  the  chemical  analyses,  from  May  to  November, 
inclusive,  indicate  that  on  an  average  45  per  cent,  of  the  total 
albuminoid  ammonia,  of  which  15  to  20  per  cent,  is  usually  in  sus- 
pension, in  the  applied  river  water  appeared  in  the  effluents.  The 
total  albuminoid  ammonia  of  the  river  water  which  appears  in  the 
effluents  ordinarily  ranges  from  35  to  60  per  cent. ;  the  extremes  are 
30  and  70  per  cent. 

A  comparison  of  the  efficiency  with  regard  to  the  removal  of 
organic  matter  of  filtration  under  difierent  conditions  is  presented 
below.  For  details  regarding  methods  of  operation  and  results  of 
analyses  see  pages  beginning  with  488. 
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TcU>U  showing  Per  Cent,  of  Albuminoid  Ammonia  in  Applied  Water  which  appeared 

in  the  several  Effluents  at  Different  Sates  of  Filtration, 

[BatM  mn  ezprMwd  In  million  gallon*  par  aore  dally.] 
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In  filters  of  these  materials,  and  in  which  nitrification  is  well 
established,  the  rate  of  filtration,  within  these  limits,  appears  to 
exert  very  little  or  no  influence  upon  the  removal  of  organic  matter. 


Effect  of  Size  of  Sand  Grain. 

The  results  obtained  in  October  and  November  were  selected  for 
the  following  table  because  they  were  obtained  under  comparable 
conditions. 
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/,    Continuous  Filters, 
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91. 

In  continuous  and  intermittent  filtration,  through  materials  of 
these  limits  in  effective  size  and  under  the  given  conditions  of 
operation,  there  was  no  marked  difference  in  the  amounts  of  organic 
matter  removed  from  the  applied  water  by  the  filters  which  were 
filled  with  sand  of  different  effective  sizes. 


Effect  of  Depth  of  Material. 


NCMBEB  OF  FiLTBB. 
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.20 
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.20 
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60 
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.29 

60 
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1.8 
1.8 
1.8 
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May  and 
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46. 
46. 
47. 
47. 
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49. 


81. 
81. 
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86. 
74. 
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80. 


There  was  practically  no  difference  in  the  power  of  removal  of 
organic  matter  from  the  river  water  by  the  several  filters  of  each 
series.  It  is  to  be  remembered  that  in  addition  to  the  sand  each 
filter  contained  5  inches  of  underdrains. 

In  1892  the  results  obtained  from  the  first  series  of  filters  indicated 
that  the  deeper  were  somewhat  more  effective  than  the  shallower 
filters.  It  is  believed  that  the  1893  data  are  fairer  because  they  were 
obtained  under  strictly  comparable  conditions. 


No.  34.] 


FILTRATION  OF  WATER. 


477 


Effect  of  the  Method  of  Application  of  Water. 

In  the  Annual  Report  of  the  Board  for  1892  (page  466)  it  was 
shown  that  there  was  practically  the  same  amount  of  free  and  albu- 
minoid ammonia  in  the  effluents  of  the  continuous  and  the  intermit- 
tent filters.  The  nitrates,  however,  were  higher  in  the  effluents  of 
the  latter. 

It  is  to  be  again  stated  that  it  is  necessary  to  consider  the  differ- 
ent methods  practised  in  running  the  intermittent  filters,  and  the 
peculiar  features  of  each.     In  this  connection  see  page  472. 

Nearly  all  of  the  samples  of  effluents  of  intermittent  filters  analyzed 
during  1892  were  collected  within  two  or  three  hours  of  the  time 
when  the  effluent  began  to  flow  after  the  interval  of  rest.  The 
results  of  the  analyses  of  more  extended  series  of  samples  col- 
lected during  difierent  hours  of  the  day  in  1893  show  that  such 
samples  in  a  majority  of  cases  are  not  representative  with  respect  to 
the  nitrates  in  the  case  of  the  effluents  of  intermittent  filters  under 
the  existing  method  of  operation.  The  variations  are  shown  by  the 
representative  analysis  given  below  of  samples  from  No.  41,  taken 
on  September  20.  This  filter  was  operated  sixteen  hours  a  day  with 
the  faucet  below  always  open  and  untrapped,  the  rate  regulated  at 
the  top  and  the  filter  allowed  to  drain  during  the  remaining  hours. 

[PArti  per  100,000.] 
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Applied  water, 
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.86 
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.22 
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While  it  is  seen  that  there  is  a  marked  variation  during  the  day 
in  the  nitrates  of  the  effluent  of  this  intermittent  filter  under  these 
conditions  of  operation  there  is,  under  ordinary  circumstances,  sub- 
stantially no  change  in  the  effluent  of  continuous  filters.     This  is 
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7.    Continuous  Filters. 
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44. 

60. 
48. 
60. 
40. 


T6. 
82. 
78. 
80. 
78. 


IL    Intermiltent  Filters, 


41, 

.14 

1.7 

46. 

78. 

46 

.23 

2.7 

60. 

76. 

47 

.20 

2.7 

67. 

80. 

48, 

.88 

2.4 

66. 

80. 

ISA, 

.48 

1.7 

66. 

01. 

In  continuous  and  intermittent  filtration,  through  materials  of 
these  limits  in  effective  size  and  under  the  given  conditions  of 
operation,  there  was  no  marked  difference  in  the  amounts  of  organic 
matter  removed  from  the  applied  water  by  the  filters  which  were 
filled  with  sand  of  different  effective  sizes. 


IJffect  of  Depth  of  Material. 


NCMBEB  OF  FiLTBB. 


Effective 

size  of 

Sand  Qraln. 

Millimeter. 


Depth  in 
Inches. 


Arerage  Rate 
of  Filtration. 

Iflllion  Qal- 

ions  per 
Acre  Dally. 


Period. 
189S. 


Per  Cent. 

of  Albnmlnold 

Ammonia  in 

Applied  Water 

which 

Appeared  In 

ItJOaenta. 


Percent. 

which  Osygen 

Contamvd  tn 

Effluents  was 

of  that  In 
Applied  Water. 


87, 
88, 
39, 
42. 
44, 
46. 
44. 


.20 
.20 
.20 
.20 
.20 
.20 
.20 


66 

20 

1 

10 
60 
12 
60 


2.6 
1.8 
1.8 
1.8 
2.6 
2.0 
6.7 


May  and 
May  and 
May  and 
May  and 
May  and 
Oct.  and 
Oct.  and 


Jane. 

Jane. 

Jane. 

Jane. 

Jane. 

Nov. 

Nov. 


46. 
46. 
47. 
47. 
64. 
40. 
40. 


81. 
81. 
78. 
86. 
74. 
80. 
80. 


There  was  practically  no  difference  in  the  power  of  removal  of 
organic  matter  from  the  river  water  by  the  several  filters  of  each 
series.  It  is  to  be  remembered  that  in  addition  to  the  sand  each 
filter  contained  5  inches  of  underdrains. 

In  1892  the  results  obtained  from  the  first  series  of  filters  indicated 
that  the  deeper  were  somewhat  more  effective  than  the  shallower 
filters.  It  is  believed  that  the  1893  data  are  fairer  because  they  were 
obtained  under  strictly  comparable  conditions. 
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Effect  of  the  Method  of  Application  of  Water. 

In  the  Annual  Report  of  the  Board  for  1892  (page  466)  it  was 
shown  that  there  was  practically  the  same  amount  of  free  and  albu- 
minoid ammonia  in  the  effluents  of  the  continuous  and  the  intermit- 
tent filters.  The  nitrates,  however,  were  higher  in  the  effluents  of 
the  latter. 

It  is  to  be  again  stated  that  it  is  necessary  to  consider  the  differ- 
ent methods  practised  in  running  the  intermittent  filters,  and  the 
peculiar  features  of  each.     In  this  connection  see  page  472. 

Nearly  all  of  the  samples  of  effluents  of  intermittent  filters  analyzed 
during  1892  were  collected  within  two  or  three  hours  of  the  time 
when  the  effluent  began  to  flow  after  the  interval  of  rest.  The 
results  of  the  analyses  of  more  extended  series  of  samples  col- 
lected during  difierent  hours  of  the  day  in  1893  show  that  such 
samples  in  a  majority  of  cases  are  not  representative  with  respect  to 
the  nitrates  in  the  case  of  the  effluents  of  intermittent  filters  under 
the  existing  method  of  operation.  The  variations  are  shown  by  the 
representative  analysis  given  below  of  samples  from  No.  41,  taken 
on  September  20.  This  filter  was  operated  sixteen  hours  a  day  with 
the  faucet  below  always  open  and  untrapped,  the  rate  regulated  at 
the  top  and  the  filter  allowed  to  drain  during  the  remaining  hours. 

[PArti  per  100,000.] 


!»                =«"• 

QaUont 

paMed 

•Ince  In- 

tenralof 

Best. 

Color. 

Ammonu. 

Chlo- 
ilne. 

NiTBOOBII  A8 

Ozysen 

EFTLUBirr  < 
FlLTBft  MUMI 

Free. 

Albn- 
mlDold. 

Nttntee. 

Nltrltee. 

Con- 
sumed. 

41,       .          . 

.     8.62  AJf. 

1 

.18 

.0010 

.0064 

.22 

.0200 

.0000 

.21 

41,       .          . 

.      O.U  A-M . 

8 

.18 

.0012 

.0070 

.22 

.0880 

.0000 

.21 

41,     .        , 

.   11.20  p.m. 

22 

.10 

.0014 

.0002 

.22 

.0810 

.0000 

.22 

41,      . 

.     1.80  P.M. 

40 

.20 

.0020 

.0106 

.22 

.0200 

.0000 

.22 

41,      .        . 

.     8.00  P.M. 

62 

.20 

.0022 

.0100 

.22 

.0240 

.0000 

.22 

41,      .        . 

.6.06  P.M. 

70 

.20 

.0022 

.0002 

.22 

.0280 

.0000 

.23 

83A, 

.      0.14  A.]!. 

- 

.22 

.0018 

.0000 

.22 

.0280 

.0000 

.24 

Applied  water, 

.    10.26  A.M. 

- 

.86 

.0064 

.0168 

.22 

.0150 

.0000 

.42 

While  it  is  seen  that  there  is  a  marked  variation  during  the  day 
in  the  nitrates  of  the  effluent  of  this  intermittent  filter  under  these 
conditions  of  operation  there  is,  under  ordinary  circumstances,  sub- 
stantially no  change  in  the  effluent  of  continuous  filters.     This  is 
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shown  by  the  following  table  in  which  are  given  the  average  results 
of  three  sets  of  samples  collected  at  9  a.m.  and  3  p.m.  from  the  efflu- 
ent of  No.  33  A  the  mate  of  Xo.  41. 

[ParU  per  100,000.] 


Color. 

Ammonia. 

Chlorine. 

NiTBOOKM  A8 

Ozjcen 
Con- 
sumed. 

HOUB. 

Free. 

Albamlnold. 

Nltr«tee. 

Kltiltee. 

V  A*]I*|     •          •          •          ■ 
O  P«Jft»f     •           •           •           • 

.27 
.28 

.0017 
.0019 

.0110 
.0110 

.20 
.90 

.0250 
.0260 

.0000 

.0000 

.29 
.SI 

In  the  table  below  are  given  the  average  results  obtained  in 
October  and  November  from  the  effluent  of  four  pairs  of  continuous 
and  iDtermittent  filters.  The  intermittent  filters  were  operated  six- 
teen hours  daily,  six  days  in  a  week,  with  the  outlets  untrapped  and 
closed  while  the  filters,  after  draining,  were  filled  with  water  from 
the  top.  After  the  air  was  driven  from  the  pores  and  the  surface 
covered  the  outlet  gate  was  opened  to  give  the  prescribed  rate  of 
flow.  Samples  were  collected  at  difierent  hours  during  the  day  from 
the  effluent  of  the  intermittent  filters,  and  it  is  believed  that  the 
results  below,  which  correspond  to  the  results  of  the  analyses  of 
samples  collected  four  to  six  hours  after  the  period  of  rest,  are 
representative  for  the  period. 

Continuous  Filters. 


VmatM  OP  ItLTM. 


Eflflectire 

SiseofHand 

OrAin. 

Millimeter. 


Ayersffe  Rate  of 
FlltratloD. 

Million  Gallons 
per  Acre  Dally. 


Per  Cent 
of  Albuminoid 

Ammonia  In 
Applied  Water 
which  appeared 

{nEfflnent. 


Per  Cent,  of 
Oxjgen 

Consumed  In 

Applied  Water 

which  Appeared 

InKfflnent. 


KttrofTHias 
nitrates. 

(Parts  oer 
1004NX).) 


88A,   . 
43.  .   . 


44, 


49,  . 


.14 
.20 
.29 
.88 


2.4 
6.2 
6.7 
4.0 


44. 

40. 
49. 
40. 


TO. 

78. 
80. 
78. 


.0340 
.0240 
.0240 
.0220 


Intermittent  Fitters. 


41.  . 
45.  . 

47.  . 

48.  . 


.14 
.28 
.29 
.88 


1.7 
2.7 
2.7 
2.4 


46. 
60. 
60. 
67. 


78. 
76. 
76. 
80. 


.0260 
.0290 
.0900 
.0920 
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These  results  indicate  that  during  these  months  there  was  practi- 
cally no  difference  in  the  average  chemical  purification  effected  by  the 
continuous  and  intermittent  filters  under  existing  conditions  of  oper- 
ation. The  most  substantial  confirmation  of  this  is  that  Filters  Nos. 
33  A  and  41,  a  pair  which  had  been  operated  over  a  year  and  a  half, 
contained  substantially  the  same  amount  of  organic  nitrogen  in  the 
sand  on  December  8,  at  the  end  of  the  period  covered  by  the  analy- 
ses presented  above.  The  amount  of  organic  matter  in  the  sand 
removed  by  scraping  was  also  the  same  (see  tables,  pages  484-486). 

During  the  period  of  rest  (8  hours)  in  the  intermittent  filters  for 
the  greater  part  of  the  year  there  was  increased  nitrification  of  the 
organic  matter  stored  in  the  sand ;  when  water  was  again  applied  the 
nitrates  formed  during  the  period  of  rest  were  gradually  washed  out, 
giving  a  higher  quantity  for  several  hours  than  is  found  in  the  efiSu- 
ents  of  continuous  filters.  After  a  time,  depending  upon  the  rate 
of  flow,  these  high  nitrates  fall  to  the  normal.  The  reason  that  the 
continuous  filtration  of  water  is  successful,  while  with  sewage  this 
method  is  a  failure,  is  that  the  applied  water  contains  dissolved 
oxygen  and,  as  will  be  seen  from  the  table  (page  482),  the  dis- 
solved oxygen  in  the  efluents  of  the  continuous  filters  has  never 
been  found  wanting.  It  is  to  be  remembered  in  this  connection 
that  it  was  shown  in  the  Special  Report  upon  Purification  of  Sew- 
age and  Water,  1890,  pi^ge  730,  that  a  small  amount  of  oxygen  (1 
to  3  per  cent.)  in  the  air  of  the  filter  was  effective,  provided  the 
air  was  changed  so  often  that  some  oxygen  was  always  present  at 
every  point. 

The  results  presented  above  are  for  the  fall  months,  and  it  is  be- 
lieved that  they  are  representative  for  the  spring  months  also.  But 
the  evidence  at  hand  indicates  that  the  results  are  different  in  the 
warmest  summer  weather  and  in  the  severest  winter  weather. 

In  mid-summer  the  conditions  for  nitrification  appear  to  be  the 
most  favorable  both  in  continuous  and  intermittent  filters  but  it  is 
more  marked  in  the  case  of  the  latter.  This  is  brought  out  by  the 
following  table  of  monthly  averages  of  efluents  of  Filters  Nos.  33  A 
and  41  and  by  a  series  of  analyses  of  the  efiluents.  It  will  be  noted 
that  high  nitrates  in  the  effluent  of  the  intermittent  filter  (outlet 
untrapped  and  kept  wide  open)  were  found  when  the  quantity  of 
effluent  yielded  after  the  period  of  rest  exceeded  the  quantity  of 
water  held  in  the  pores  of  the  sand.  In  the  case  of  the  continuous 
as  well  as  of  the  intermittent  filter  the  effluent  contained  at  times 
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more  nitrogen  than  the  applied  water,  showing  a  removal  of  organic 
matter  stored  in  the  sand.  In  most  instances  the  samples  from 
No.  41  were  collected  at  2  p  m.  when  series  of  samples  were  not  taken. 

Monthly  Averages  of  Chemical  Analyses. 

[PArtfl  per  100,000.] 

June,  1893. 


Color. 

Ammomia. 

CbkMlne. 

NITBOOBII  Al 

j 
OzTien 

Free. 

Albuminoid. 

Nltnttei. 

Nitrites. 

Coo- 
■omed. 

Efflaent  of  Filter  No.  88  A, 
Effloent  of  Filter  No.  41, . 
Applied  water,  . 

.28 
.80 
.87 

.0011 
.0014 
.0076 

.0067 
.0104 
.0222 

.16 
.16 
.17 

.0885 
.0256 
.0180 

.0000 
.0000 
.0000 

.29 
.80 

.40 

July,  1893. 


Effluent  of  Filter  No.  83  A, 

.22 

.0016 

.0006 

.10 

.0347 

.0000 

.21 

Effluent  of  Filter  No.  41, . 

.21 

.0027 

.0106 

.90 

.0407 

.0000 

.22 

Applied  water, . 

.86 

.0100 

.0260 

.10 

.0200 

.0002 

.84 

August,  1893. 


Effluent  of  Filter  No. 83  A, 

.17 

.0028 

.0008 

.20 

.0207 

.0018 

.16 

Effluent  of  Filter  No.  41, . 

.17 

.0018 

.0007 

.20 

.0864 

.0000 

.16 

Appll«d  water,  . 

.20 

.0108 

.0268 

.20 

.0180 

.0001 

.28 

BesuUs  of  a  Series  of  Chemical  Analyses  on  August  22, 1893. 

[Parte  per  100.000.] 


Hoar. 

Color. 

Ammonia. 

i 

1 

NtTROGKH  AS 

^6 

Free. 

Albo- 
minold. 

Nitrates. 

Nitrites. 

• 

e.60A.M. 

.18 

.0082 

.0068 

.21 

.0400 

.0008 

.18 

Effluent  of  Filter  No.  41  (Inter! 
mittent).                                    | 

1.26p.if. 

.10 

.0062 

.0116 

.21 

.0680 

.0000 

.16 

» 

8.12p.m. 

.10 

.0014 

.0086 

.21 

.0620 

.0000 

.14 

* 

Effluent  of  Filter  No.  88A(oon- 1 

10.20A.M. 

.10 

.0016 

.0106 

.21 

.0380 

.0000 

.16 

tlouous). 

2.17r.M 

.10 

.0012 

.0118 

.21 

.0200 

.0014 

.IT 

Applied  water,      .... 

2.06  p.m. 

.28 

.0070 

.0200 

.21 

.0100 

.0004 

.20 

The  above  results  obtained  in  the  warmest  weather  indicate  with 
regard  to  nitrification  that,  under  the  existing  conditions  of  opera- 
tion, the  advantage  lies  with  the  intermittent  filters.     During  the 
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winter  months,  with  another  pair  of  filters,  Nos.  3  B  and  8  A,  the 
advantage  lay  with  the  continuous  filter,  as  shown  by  the  following 
table  of  monthly  averages.  No.  3  B  was  operated  intermittently,  — 
drained  8  hours  daily,  outlet  untrapped  and  closed  while  filling; 
No.  8  A,  continuously.  The  analyses  were  made  of  mixed  samples 
collected  in  portions  at  different  hours  during  the  day  and  are  believed 
to  be  representative. 

Monthly  Averages  of  Chemical  Analyses. 

[Parts  per  100,000.] 

December^  1893. 


Color. 

Ammonia. 

Chlorine. 

KiTROQKV  AS 

Oxygen 
Con- 
sumed. 

Free. 

Albamlnoid. 

Iffltntes. 

Nitrites. 

Eiflaent  of  Filter  No.  8  B, 
Efflaent  of  Filter  No.  8  A, 
Applied  wmter,  . 

.S8 
.87 
.44 

.0029 
.0021 
.0067 

.0121 
.0117 

.oin 

.20 
.20 
.20 

.0100 
.0220 
.0160 

.0000 
.0000 
.0000 

.42 
.89 
.49 

January^  1894, 


Effluent  of  Filter  No.  8  B, 

.88 

.0021 

.0117 

.21 

.0260 

.0000 

.86 

Efflaent  of  Filter  No.  8  A, 

.87 

.0016 

.0116 

.21 

.0800 

.0000 

.86 

Applied  water,  . 

.43 

.0066 

.0104 

.21 

.0160 

.0001 

.41 

February^  1894. 


Effloent  of  Filter  No.  3  B, 

.84 

.0018 

.0107 

.22 

.0270 

.0000 

.86 

Efflaent  of  Filter  No.  8  A, 

.82 

.0017 

.0106 

.22 

.0810 

.0000 

.88 

Applied  weter, .              • 

.40 

.0068 

.0160 

.22 

.0180 

.0001 

.42 

March,  1894. 


Effluent  of  Filter  No.  8  B, 

.40 

.0014 

.0096 

.16 

.0180 

.0000 

.86 

Efflaent  of  Filter  No.  8  A, 

.89 

.0016 

.0102 

.16 

.0180 

.0000 

.84 

Applied  water,  . 

.47 

.0040 

.0198 

.16 

.0180 

.0001 

.46 

The  differences  in  nitrification  were  most  marked  in  January  and 
February  and  disappeared  in  March.  The  reason  of  this  is  not  yet 
fully  understood,  but  it  is  possible  that  the  daily  exposure  of  the 
surface  of  No.  3  B  where  most  of  the  organic  matter  is  stored,  to  the 
cold  atmosphere  and  the  occasional  formation  of  frost,  may  have  in- 
terfered with  the  bacterial  activity  necessary  for  nitrification.     It  is 
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significant  that  series  of  samples  taken  at  frequent  intervals  during 
the  day  from  the  efluent  of  No.  3  B  showed  no  marked  variations  in 
amount  of  nitrates  during  the  cold  weather,  but  in  April  the  series 
were  similar  to  those  obtained  from  No.  41  on  September  20,  1893, 
and  which  were  presented  on  page  477. 

While  considerable  light  has  been  obtained  upon  this  subject  it  is 
still  necessary  to  have  additional  data  before  we  can  draw  final  con- 
clusions as  to  the  relative  merits  of  the  two  methods  as  well  as  to  the 
best  way  of  operating  a  filter  intermittently. 

Dissolved  Oxygen  in  the  Effluents. 

In  the  table  below  is  given  the  average  amount  of  dissolved  oxygen 
in  the  applied  river  water  and  in  the  efiluents  of  the  several  filters. 
In  no  case  was  an  absence  of  oxygen  noted  in  the  effluents  of  con- 
tinuous filters.  The  effluents  of  the  intermittent  filters  contained 
much  more  oxygen  than  did  the  effluents  of  continuous  filters,  and 
during  midsummer  the  amount  was  in  excess  of  that  in  the  applied 
water.  The  analyses  were  made  about  four  hours  after  the  expira- 
tion of  the  period  of  rest  in  the  intermittent  filters,  and  it  is  probable 
that  the  quantity  became  less  as  the  filter  continued  in  operation. 


Per  Cent,  which  the  Oxygen  dissolved  in  the  Applied  Water  and  Effluents  was  of 

that  necessary  for  Saturation  at  acttuU  Temperatures, 


Date— 
189S. 

In 
AppHed 
Water. 

IV  ErFLTTtMTt  FKOM  PiLTKBS  NUM  OSB  — 

ISA 

S8A. 

84  A. 

SSA. 

88  A. 

87. 

88. 

89. 

41. 

48. 

48.  44. 

48. 

46. 

47. 

48. 

48. 

January,     . 

W. 

08. 

70. 

78. 

00. 

00. 

70. 

70. 

70. 

00. 

86. 

- 

- 

- 

- 

- 

- 

-. 

Febniary,    . 

90. 

08. 

71. 

74. 

74. 

06. 

72. 

78. 

80. 

00. 

80. 

- 

- 

- 

- 

- 

- 

- 

March, 

01. 

08. 

00. 

80. 

100. 

00. 

76. 

82. 

84. 

100. 

86. 

- 

- 

- 

- 

- 

- 

- 

April,  . 

100. 

100. 

70. 

76. 

04. 

80. 

00. 

78. 

86. 

06. 

86. 

- 

- 

- 

- 

- 

- 

- 

May,    .       . 

80. 

07. 

66. 

06. 

01. 

71. 

60. 

08. 

60. 

80. 

74. 

100. 

08. 

- 

- 

- 

- 

- 

Jane,   •       . 

76. 

01. 

88. 

64. 

84. 

04. 

02. 

48. 

38. 

61. 

OS. 

74. 

76. 

- 

- 

- 

- 

- 

Joly,    . 

62. 

08. 

8. 

22. 

80. 

16. 

- 

21. 

02. 

01. 

11. 

20. 

88. 

07. 

- 

- 

- 

- 

Angutt, 

00. 

OS. 

IS. 

18. 

60. 

80. 

- 

27. 

66. 

70. 

42. 

88. 

60. 

06. 

66. 

- 

- 

- 

8«pt«mber, . 

81. 

80. 

81. 

88. 

- 

- 

- 

00. 

- 

80. 

60. 

40. 

40. 

08. 

40. 

00. 

00. 

00. 

Oetob«r,      . 

80. 

00. 

64. 

- 

- 

- 

- 

47. 

- 

04. 

64. 

00. 

71. 

08. 

67. 

00. 

100. 

01. 

November,  . 

06. 

100. 

81. 

- 

- 

- 

88. 

- 

08. 

81. 

81. 

80. 

07. 

81. 

07. 

08. 

88. 

Deeember,  • 

08. 

100. 

8T. 

- 

- 

- 

- 

82. 

- 

00. 

88. 

80. 

88. 

08. 

1 

86. 

06. 

100. 

80. 

I 
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The  Removal  op  Color  fbom  Water  bt  Filtration. 

The  per  cent,  of  color  of  the  applied  water  which  appeared  in  the 
effluents  of  those  filters  started  in  1892  was  shown  in  the  Annual 
Report  for  that  year  to  be  55,  on  an  average,  after  there  had  been 
filtered  400,000,000  gallons  of  water  per  acre.  In  1893,  after 
800,000,000  gallons  per  acre  had  been  filtered,  the  average  amount 
of  color  in  the  effluents  was  65  per  cent,  of  that  in  the  applied 
water. 

The  filter  two  feet  deep  (No.  38)  was  as  efficient  as  those  five 
feet  deep. 

The  filters  constructed  in  1893  contained  sand  from  Gale's  Hill,  a 
different  source  from  that  used  for  the  earlier  filters.  This  sand  was 
also  used  for  the  Lawrence  city  filter.  While  in  the  earlier  filters  it 
was  found  that  the  sand  was  most  effective  in  removing  color  when 
new,  the  sand  from  Gale's  Hill  removed  practically  none  at  first  but 
gradually  acquired  this  power,  although  apparently  to  a  somewhat 
less  extent  than  was  possessed  by  the  sand  used  in  1892  for  filling 
filters. 

The  mineral  analyses  of  the  two  sands  are  as  follows :  — 

No.  38  (1892)  sand  contained  98.70  per  cent,  of  material  in- 
soluble in  strong  sulphuric  acid  kept  at  the  boiling  temperature  for 
two  hours ;  0.75  per  cent,  of  alumina ;  0.30  per  cent,  oxide  of  iron 
and  0.02  per  cent,  oxide  of  manganese. 

Gale's  Hill  (1893)  sand  contained  97.70  per  cent,  of  material  in- 
soluble in  strong  sulphuric  acid  kept  at  the  boiling  temperature  for 
two  hours ;  0.96  per  cent,  of  alumina ;  0.54  per  cent,  oxide  of  iron 
and  0.13  per  cent,  oxide  of  manganese. 
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Number  of  Bacteria  and  Amount  of  Nitrogen  found  in  the 
Sand  of  the  Several  Water  Filters,  December  8,  1893. 

Od  this  date,  after  the  filters  had  drained  twenty-four  hours, 
numerous  samples  of  sand  at  different  depths  were  taken  from  each 
filter  and  analyzed  chemically  and  bacterially,  with  results  as  fol- 
lows :  — 


KnHBBB 

OP 
FlLTKB. 


Depth. 
(Inches.) 


Method 
of  OperatJon. 


Length  of  Time 
In  Operation. 


Minion 
Gallons  per 

Aere 
FUtered  to 

l>ate. 


Arerage 
llaml>er  of 

Bacteria 

in  Sand  per 

Oram. 


Original 

Nitron  In 

Sand. 

(Part*  per 
100«0iX)) 


Increase  of 
Mltrofen 
In  Sand.* 

(Pans  per 
100,000.) 


ISA,  . 

60 

S8A,  . 

60 

88,   . 

24 

41,   . 

60 

42,   . 

12 

43.   . 

60 

44,   . 

60 

45.   . 

60 

46.   . 

12 

47.   . 

60 

48.   . 

60 

4©.   . 

60 

Intermittent. 

Contlnaoaa. 

Continnons. 

Intermittent. 

Contlnaoaa. 

Contlnaoaa. 

Contlnaoaa. 

Intermittant. 

Contlnaoaa. 

Intermittent. 

Intermittent. 

Contlnaoaa. 


4  yeara,  2  months. 
1  year,  7  months. 
1  year,  7  months. 
1  year.  7  months. 
1  year,  1  month. 
7  months. 

7  months. 
6  months. 
4  months. 

8  months. 
8  months. 
8  months. 


1,687 

78.000 

1.0 

1,188 

82,200 

0.8 

1,092 

218,600 

1.8 

048 

87,000 

0.8 

781 

120,400 

1.3 

007 

136,600 

0.8 

028 

201,600 

0.8 

840 

62.600 

0.8 

S87 

201,000 

0.8 

241 

08,800 

0.8 

201 

08,600 

0.8 

823 

61,600 

0.8 

2.00 
1.24 
2.07 
1.86 
8.78 
1.12 
1.47 
1.26 
2.68 
l.tO 
0.40 
1.S4 


*  The  organic  nitrogen  was  calcalated  as  ^f  of  the  albamlnoid  ammonia  doubled. 


Upon  dividing  the  deep  filters  into  two  classes,  according  to  the 
method  of  application  of  water,  and  summarizing  the  data,  it  is  found 
that  the  intermittent  filters  contained  108  bacteria  per  gram  and 
an  increase  in  nitrogen  of  .0021  part  per  100,000  for  each  million 
gallons  of  water  filtered  per  acre ;  while  for  the  continnons  filters 
these  figures  become  122  and  .0016,  respectively.  It  is  probable 
that  somewhat  different  results  would  be  obtained  in  mid-summer. 

In  the  next  tables  the  results  of  the  analyses  of  the  sand  from 
the  several  filters  are  presented  with  greater  detail.  It  is  to  be 
stated  that  the  method  followed  until  September,  1893,  of  scraping 
the  filters  and  not  replacing  the  sand  removed,  until  the  depth  was 
decreased  6  to  12  inches,  caused  greater  irregularities  than  would 
have  been  the  case  if  the  sand  removed  had  always  been  replaced 
with  clean  material  at  the  time  of  scraping. 
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Number  of  Bacteria  per  Oramfoundin  the  Sand  at  Different  Depths,  Dec.  8,1893. 


KUMBBB  OP  FILTKR. 

18  A. 

88  A. 

88. 

41. 

48. 

48. 

Date  when  last  scraped,    . 

Oct.  0. 

Nov.  23. 

Dec.  4. 

Dec.  7. 

Dee.  2. 

Dec.  7. 

Upper  qaarter-inch,    . 

1,670,000 

767,000 

8,480,000 

1,750,000 

1,760,000 

0.800,000 

Upper  ineh, 

1,260.000 

686,000 

2,675,600 

1,046,800 

1,047,500 

5,238,100 

Upper  alz  inches, 

490,000 

162,900 

781,100 

281,100 

228,600 

1,007,000 

Upper  foot,  . 

267,000 

108,000 

860,800 

141,600 

120,400 

576,000 

Beoond  foot,        . 

78,000 

10,800 

57,800 

22,500 

- 

55,700 

Third  foot,  . 

27,000 

11,500 

- 

18,500 

- 

10,800 

Fourth  foot, 

18,000 

11,500 

- 

8,700 

- 

18,100 

Fifth  foot,    . 

10,600 

- 

- 

- 

- 

22,200 

Number  of  Bactena  per  Oram  Jound  in  the  Sand  at  Different  Depths,  Dec,  <9, 

1893 — Concluded. 


NUMBBS  OP  FIX.TB 

B.                 44. 

49. 

48. 

47. 

48. 

49. 

Date  when  last  scrape 

d,    •       Dec.  7. 

Dec.  2. 

Dee.  2. 

Dec  2. 

Dec.  2. 

Dec.  7. 

Upper  qnarter-ineh,    , 

.      2,020,000 

1,800,000 

1,900,000 

3,500,000 

1.700,000 

830,000 

Upper  inch. 

2,082,800 

1,071,400 

1,875,000 

2,072,800 

1,172,800 

628.500 

Upper  six  inches. 

,       .      1,108,200 

- 

893,200 

439,000 

415,000 

190,800 

Upper  foot, . 

621,000 

158,300 

201,600 

205,500 

886,700 

131,700 

Second  foot. 

,       .         181,500 

56,200 

- 

55,800 

23,000 

31,500 

Third  foot,  . 

181,500 

45,400 

- 

40,800 

18,000 

84,500 

Foarth  foot. 

110,600 

22,200 

- 

48,800 

20,000 

80,000 

Fifth  foot,    . 

.        .           12,100 

81,100 

- 

46,800 

- 

- 

Amount  of  Nitrogen  stored  in  the  Sand*  at  Different  Depths,  Dec.  6, 1893, 

[Parts  per  100,000  by  weight  of  dry  sand.] 


SUMBXB  OP  FILTBB. 

18  A. 

88  A. 

88. 

41. 

48. 

48. 

44. 

49. 

48. 

47. 

48. 

49. 

Upper  quarter-inch,    . 

17.40 

4.70 

10.90 

0.50 

8.40 

- 

1.32 

5.71 

3.57 

9.02 

4.70 

0.90 

Upper  inch, . 

11.65 

4.91 

8.60 

1.05 

7.15 

0.55 

5.45 

3.61 

2.65 

7.56 

4.28 

1.58 

Upper  six  inches, 

5.21 

2.03 

5.98 

0.89 

4.45 

3.19 

5.91 

1.60 

1.82 

5.42 

2.41 

5.09 

Upper  foot,  .       . 

6.80 

0.72 

4.14 

0.05 

3.78 

3.47 

4.82 

2.47 

2.63 

3.77 

0.68 

4.42 

Second  foot, 

5.10 

4.40 

1.80 

4.80 

- 

1.00 

1.37 

2.05 

- 

0.94 

0.60 

0.00 

Third  foot,   . 

1.40 

0.60 

- 

0.65 

- 

0.40 

0.53 

1.10 

- 

0.54 

0.80 

0.47 

Fourth  foot, . 

0.80 

0.25 

- 

0.90 

- 

0.80 

0.58 

0.86 

- 

0.40 

0.85 

0.45 

Fifth  foot,    . 

0.01 

- 

- 

- 

- 

0.46 

0.57 

0.38 

- 

0.38 

- 

- 

*  Nitrogen  in  original  sand  deducted. 
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Number  op  Bacteria  and  Amount  of  Nitrogen  found  in  the 
Sand  of  the  Several  Water  Filters,  December  8,  1893. 

On  this  date,  after  the  filters  had  drained  twenty-four  hours, 
numerous  samples  of  sand  at  different  depths  were  taken  from  each 
filter  and  analyzed  chemically  and  bacterially,  with  results  as  fol- 
lows :  — 


KUMBBB 

OP 
FlLTKB. 


Depth. 
(Inebaa.) 


Method 
of  OperatJon. 


Length  of  Time 
In  Operation. 


Mimon 
OaUont  per 

Acre 
Filtered  to 

l>ate. 


Arerage 
liomt>cr  of 

Bacteria 

In  Sand  per 

Oram. 


Original 

Kltr^nln 

Sand. 

(Part*  per 
100,0iX)) 


ATerage 

Increase  of 

Nitrogen 

In  Sand.* 


100,000.) 


ISA,  . 

60 

S8A,  . 

60 

88,   . 

24 

41,   . 

60 

42,   . 

12 

43.   . 

60 

44,   . 

60 

46,   . 

60 

46,   . 

12 

47,   . 

60 

48.   . 

60 

4©.   . 

60 

Intermittent. 

Continaoaa. 

Continuone. 

Intermittent. 

Contlnaooa. 

Continaoaa. 

Contlnaooa. 

Intermittant. 

Contlnaooa. 

Intermittent. 

Intermittent. 

Contlnaooa. 


4  yeara,  2  montha. 
1  year,  7  montha. 
1  year,  7  montha. 
1  year,  7  montha. 
1  year,  1  month. 
7  monthe. 

7  montha. 
6  montha. 
4  montha. 

8  montha. 
8  montha. 
8  montha. 


1,687 

78,000 

1.0 

1,188 

82,200 

0.8 

1,092 

218,600 

1.8 

048 

87,000 

0.8 

781 

120.400 

1.8 

007 

136,600 

0.8 

028 

201,600 

0.8 

840 

62,600 

0.8 

287 

201,600 

0.8 

241 

08,600 

0.8 

201 

08,600 

0.8 

823 

61.600 

0.8 

2.00 
1.24 
2.07 
1.86 
8.78 
1.12 
1.47 
1.20 
2.68 
l.tO 
0.40 
1.S4 


*  The  organic  nitrogen  waa  caloalated  aa  ^f  of  the  albomlnoid  ammonia  doabled. 


Upon  dividing  the  deep  filters  into  two  classes,  according  to  the 
method  of  application  of  water,  and  summarizing  the  data,  it  is  found 
that  the  intermittent  filters  contained  108  bacteria  per  gram  and 
an  increase  in  nitrogen  of  .0021  part  per  100,000  for  each  million 
gallons  of  water  filtered  per  acre ;  while  for  the  continuous  filters 
these  figures  become  122  and  .0016,  respectively.  It  is  probable 
that  somewhat  different  results  would  be  obtained  in  mid-summer. 

In  the  next  tables  the  results  of  the  analyses  of  the  sand  from 
the  several  filters  are  presented  with  greater  detail.  It  is  to  be 
stated  that  the  method  followed  until  September,  1893,  of  scraping 
the  filters  and  not  replacing  the  sand  removed,  until  the  depth  was 
decreased  6  to  12  inches,  caused  greater  irregularities  than  would 
have  been  the  case  if  the  sand  removed  had  always  been  replaced 
with  clean  material  at  the  time  of  scraping. 
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Number  of  Bacteria  per  Oram  found  in  the  Sand  at  Different  Depths,  Dee.  8, 1893. 


KUMBBB  OF  FILTSR. 

ISA. 

aaA. 

as. 

41. 

4a. 

4a. 

Date  when  last  scraped,    . 

Oct.  0. 

Nov.  23. 

Dec.  4. 

Dec.  7. 

Dec.  2. 

Dec.  7. 

Upper  quarter-Inch,    . 

1,670,000 

707,000 

8,480,000 

1,760,000 

1,760,000 

0,800,000 

TTpper  inch. 

1360,000 

680,000 

2,676,600 

1,046,800 

1,047,600 

6,238,100 

Upper  aix  Inches, 

410,000 

102,000 

781,100 

281,100 

228,600 

1,007,000 

Upper  foot,  . 

267,000 

108,000 

809,800 

141,600 

120,400 

676,000 

Second  foot. 

78,000 

10,800 

67300 

22,600 

- 

66,700 

Third  f^t,  . 

27,000 

11,600 

- 

18,600 

- 

10,800 

Fourth  foot, 

13,000 

11,600 

- 

8,700 

- 

18,100 

Fifth  foot,    . 

10,800 

- 

- 

- 

- 

22,200 

Number  of  Bactena  per  Oram  found  in  the  Sand  at  Different  Depths^  Dec,  8, 

1893 — Concluded. 


HDMBSB  or  FlLTBB. 

44. 

49. 

4e. 

47. 

48. 

49. 

Date  when  last  scraped,    . 

Dec.  7. 

Dec.  2. 

Dec.  2. 

Dec  2. 

Dec.  2. 

Dec.  7. 

Upper  qnarter'inch,    . 

2,020,000 

1,800,000 

1,900,000 

8,600,000 

1.700.000 

830.000 

Upper  inch. 

2,082,800 

1,071,400 

1,376.000 

2.072,800 

1.172,800 

628.600 

Upper  six  inches. 

1408,200 

- 

883.200 

439,000 

416,000 

190,800 

Upper  foot, . 

621,000 

168,800 

201,600 

266,600 

886,700 

131,700 

Second  foot. 

131,600 

66,200 

- 

66,800 

23.000 

81,600 

Third  foot,  . 

181,600 

46,400 

- 

40,800 

18,000 

84,600 

Fourth  foot, 

110,600 

22.200 

- 

48,800 

20,000 

30,000 

Fifth  foot,    . 

12,100 

31,100 

- 

46,800 

- 

- 

Amount  of  Nitrogen  stored  in  the  Sand*  at  Different  Depths,  Dec,  8, 1893, 

[Parts  per  100,000  hy  weight  of  dry  sand.] 


JSCMBKB  OF  FiLTXB. 

ISA. 

aaA. 

as. 

41. 

4a. 

4a. 

44. 

49. 

4e. 

47. 

48. 

49. 

Upper  quarter-inch,    . 

17.40 

4.70 

10.90 

0.60 

8.40 

- 

1.82 

6.71 

8.67 

9.02 

4.70 

0.90 

Upper  inch, . 

11.66 

4.91 

8.60 

1.06 

7.16 

0.66 

6.46 

8.61 

2.66 

7.66 

4.23 

1.68 

Upper  six  inches. 

6.21 

2.03 

6.98 

0.89 

4.46 

8.19 

6.91 

1.60 

1.82 

6.42 

2.41 

6.09 

Upper  foot,  .       . 

6.80 

0.72 

4.14 

0.06 

3.78 

3.47 

4.82 

2.47 

2.63 

3.77 

0.68 

4.42 

Second  foot, 

6.10 

4.40 

1.80 

4.80 

- 

1.00 

1.37 

2.06 

- 

0.94 

0.60 

0.90 

Third  foot,   . 

1.40 

0.60 

- 

0.66 

- 

0.40 

0.63 

1.10 

- 

0.64 

0.80 

0.47 

Fourth  foot, . 

0.80 

0.26 

- 

0.90 

- 

0.80 

0.68 

0.86 

- 

0.40 

0.36 

0.46 

Fifth  foot,    . 

0.01 

- 

- 

- 

- 

0.46 

0.67 

0.88 

- 

0.33 

- 

- 

*  Nitrogen  in  original  sand  deducted. 
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Considerable  attention  was  given  to  the  species  of  bacteria  found 
in  the  sand  at  different  depths  in  Filters  Nos.  33  A,  41,  44  and  47. 
No  very  marked  characteristics  with  respect  to  the  distribution  of 
the  species  of  bacteria  could  be  found  in  the  samples  of  sand  from 
the  different  sources.  The  presence  of  about  fifteen  species  was 
noted. 

In  the  following  table  are  given  the  results  of  chemical  and 
bacteriological  analyses  of  representative  samples  of  the  clogged 
sand  removed  from  the  surfaces  of  the  filters  by  scraping. 

The  number  of  bacteria  per  gram  in  these  samples  was  found  to 
be  somewhat  less  than  in  samples  just  below  the  surface,  as  will  be 
seen  from  the  tables  above.  The  reason  of  this  appears  to  arise 
from  the  difficulty  with  which  the  bacteria  are  detached  from  the 
grains  which  are  so  thickly  coated  with  the  accumulation  of  gelati- 
nous organic  matter.  From  this  it  will  be  understood  that  the  merit 
of  determinations  of  bacteria  in  sand  lies  in  their  value  for  com« 
parison  and  not  as  absolute  determinations. 


NUMBBB  OF  FILTIB. 


Average 

Number 

of  BacterU  In 

Sand  per 

Onm. 


88A» 

84A» 

86A» 

MA, 

38 

89, 

41 

42 

43. 

44 

45. 

Totals  and  ayeragea,     . 


820,000 
880,000 
860,000 
900,000 
1,600,000 
680,000 
640,000 
900,000 
910.000 
040,000 
640,000 


Komber 

of  Analyiei 

made. 


800,000 


4 
10 
4 
7 
8 
8 
6 
8 
7 
6 
S 


84 


ATeratfe  Quaniity 

of  nitrogen  In 

Sand. 

(Parts  per  100,000 

b/  Weight 

of  Dry  Sand.) 


Noaober 

of  Analysea 

made. 


S8.9 
82.6 
28.8 
82.2 
80.6 
26.8 
28.8 
28.8 
42.8 
22.1 
17.4 


27.8 


84 
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The  Relation  between  C!on8truction  and  Operation  of  Filters 
AND  THE  Quantity  of  Sand  scraped  from  the  Surfaces 

TO  RELIEVE   ClOGGING. 

The  data  obtained  in  1893  upon  this  point  are  summarized  in  the 
table  below.  These  results  cover  the  period  May  to  November,  in- 
clusive. As  far  as  can  be  judged  from  the  analyses  of  the  applied 
water,  it  is  believed  that  they  are  representative  for  the  entire 
year.  The  increased  viscosity  of  the  water  during  the  winter 
months,  other  conditions  being  equal,  would  probably  reduce  some- 
what the  quantities  of  water  filtered  between  scrapings. 

The  depths  of  sand  removed  were  calculated  in  each  case  from  the 
weight  of  the  sand.  It  will  be  seen  that  in  the  case  of  those  ex- 
perimental filters  having  a  maximum  loss  of  head  of  70  inches  the 
volume  of  sand  removed,  per  million  gallons  of  water  filtered,  was 
in  many  cases  approximately  the  same. 


Summary  of  Results  of  Scraping  of  Water  Filters^  May  to  November^  1893. 


TSTJMsn  or 

FlLTBR. 


Eff)MtlV« 

Size 

of  Sand 

Qraln. 

Milli- 
meters. 


Approxi- 
mate 

Depth  of 
Sand. 

Indiea. 


Maximum 

LflMOf 

Head. 
Inchea. 


Method 
of  Operation. 


Namber 

of 
ScraplDga. 


ATerase 
Depth 

BemoTed 
at  each 

Scraping. 

Inches. 


Arerage 
Qnantltj 
o\  Water 
Filtered 

Cer  Acre 
etween 
Scrapings. 

Gallons. 


Volnme  of 

Sand 

Removed 

per  Million 

Gallons. 

Cnblo 
Tarda. 


88  A,. 

84  A(  • 

85  A,* 
80  A,* 
87,*    . 

M,      . 

89  ,♦    . 

41,  . 

42,  . 

43,  . 

44,  . 

45,  . 

46,  . 

47,  . 

48,  . 

49,  . 


.14 
.00 
.90 
.80 
.20 
.20 
.20 
.14 
.20 
.26 
.20 
.23 
.20 
.20 
.88 
.88 


60 
45 
48 

48 
55 
80 
1 
60 
10 
60 
60 
60 
12 
60 
60 
60 


70 
70 
70 
70 
70 
85 
28 
70 
83 
70 
70 
70 
28 
70 
70 
70 


Oontinuons. 

Continaoas. 

Intermittent. 

Oontinuons. 

Contlnnoas. 

OontinnoBs. 

Ckmtinuoaa. 

Intermittent. 

Continaoas. 

Continaoas. 

Continaoas. 

Intermittent. 

Continaoas. 

Intermittent. 

Intermittent. 

Continaoas. 


8 

.28 

40,000,000 

17 

.12 

14,000,000 

8 

.25 

02,000,000 

7 

.21 

35,000,000 

1 

.20 

141,000,000 

18 

.17 

22,000,000 

14 

.15 

13,000,000 

8 

.10 

56,000,000 

24 

.16 

10,000,000 

16 

.26 

57.000,000 

18 

.30 

70,000,000 

4 

.28 

78,000,000 

0 

.25 

20,000,000 

2 

.45 

100,000,000 

1 

.88 

181,000,000 

4 

.82 

70,000,000 

.68 

1.16 

.36 

.82 

.10 

1.06 

1.55 

.46 

1.11 

.63 

.58 

.48 

1.16 

.60 

.66 

.68 


*  Nos.  85  A  tnd  86  A  were  complicated  by  loam  layers.  No.  87  was  sovaped  bat  once,  and  daring 
a  portion  of  the  period  channels  were  formed  at  the  sides.  For  a  short  time  Nos.  36  A  and  30  were  ran 
Intermittently,  while  No.  35  A  was  operated  conUnoously  for  a  brief  period. 
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Conclusions. 

1.  The  frequeocy  of  scraping  increases  with  the  fineness  of  the 
material  and  as  the  available  head  decreases. 

2.  The  intermittent  filters  under  the  existing  methods  of  opera- 
tion required  scraping  less  frequently  than  the  continuous  filters  of 
the  same  construction,  owing  chiefly  to  a  disturbance  of  the  surface 
sand  by  the  air  which  is  driven  from  the  pores  of  the  filter. 

3.  These  results  confirm  the  conclusions  drawn  from  the  studies 
in  1892,  except  with  regard  to  the  effect  of  the  method  of  applica- 
tion of  water.  This  discrepancy  is  doubtless  explained  by  the  fact 
that  Filters  Nos.  35  A  and  41  in  1892  contained,  a  foot  or  less  from 
the  surface,  loam  layers,  which,  together  with  the  method  of  opera- 
tion then  practised,  prevented  much  air  from  escaping  at  the 
surface. 

4.  As  the  filters  grow  old  the  sand  becomes  more  compact. 
This  compactness  and  the  accumulation  of  matter  from  the  water 
give  the  effect  of  a  finer  material,  requiring  more  frequent  scraping. 
(Filters  Nos.  33A  and  41  were  disturbed  to  a  depth  of  one  foot  in 
July,  1893,  while  No.  34  A  was  not  treated  in  this  manner.) 

The  Water  taken  from  the  Merrimack  Efver  and  applied 

TO  THE  Experimental  Filters. 

Water  taken  from  the  Merrimack  River  has  been  applied  to  all  of 
the  water  filters,  and  is  brought  through  a  two-inch  galvanized  iron 
pipe,  about  four  hundred  feet  long,  from  the  north  canal  of  the  Essex 
Company.  The  water  is  substantially  the  same  as  the  river  water 
above  Lawrence,  which  is  applied  to  the  city  filter.  The  turbidity, 
sediment  and  odor  are  usually  very  slight,  but  after  heavy  rains  and 
during  the  spring  freshets  the  turbidity  and  sediment  become  very 
marked.  The  results  of  analyses  are  given  in  the  two  tables  below. 
In  the  first  table  are  given  the  analyses  of  the  water  as  it  was  drawn 
from  the  pipe.  From  May  12  until  the  discontinuance  of  the  ex- 
periments, December  8,  cultures  of  B.  prodigiosus^  together  with 
the  food  on  which  these  germs  grew,  were  applied  to  the  water  which 
supplied  the  several  filters,  for  ten  hours  each  day.  The  results  of 
analyses  of  the  water  after  its  inoculation  with  these  germs  are  given 
in  the  second  table. 
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MontMy  Averages  of  AtuUyses  of  Canal  Water  {Merrimack  River).* 

[Part*  pcf  100,000.] 


1 

a 

Ammonia. 

• 

1 

s 

NiTROOKN  AS 

Oxygen 

Consumed. 

! 

Per  Cent,  of  Dis- 
solved Oxygen. 

DATE— 19M. 

■ 

• 

o 
s 

1 

• 

1 

Bacteria  per 
bic  Centlm< 

January, 

34 

.41 

.0085 

.0207 

.23 

.019 

.0001 

.46 

93. 

11,200 

February, 

35 

.35 

.oiei 

.0225 

.34 

.022 

.0002 

.41 

96. 

7.200 

March,    . 

35 

.38 

.0061 

.0204 

.18 

.020 

.0001 

.44 

91. 

4.800 

April,      . 

39 

.44 

.0022 

.0146 

.18 

.011 

.0000 

.46 

100. 

2.700 

May.       . 

53 

.46 

.0038 

.0165 

.11 

.015 

.0000 

.45 

86. 

2,400 

June, 

«7 

.37 

.0070 

.0190 

.17 

.018 

.0000 

.39 

75. 

5.900 

July,       . 

72 

.36 

.0005 

.0214 

.19 

.020 

.0002 

.33 

52. 

4.600 

Augaat,  . 

72 

.20 

.0097 

.0210 

.20 

.018 

.0001 

.27 

69. 

4,100 

September, 

«5 

.89 

.0080 

.0170 

.22 

.016 

.0001  1 

.41 

81. 

18,600 

October, . 

57 

.34 

.0110 

.0201 

.24 

.012 

.0003 

.87 

86. 

17,700 

November,     . 

42 

.47 

.0071 

.0194 

.10 

.012 

.0001  i 

.53 

95. 

7.800 

December, 

34 

.44 

.0057 

.0177 

.20 

.015 

.0000 

.49 

98. 

11,900 

*  For  additional  analyaea,  in  which  are  given  the  reaidne  on  evaporation  and  obaervationa  upon  the 
odor,  turbidity  and  mlcroecopical  organiama,  aee  page  181 . 


Monthly  Averages  of  Weekly  Analyses  of  Water  as  applied  to  Filters, 


Temperature. 
Degrees  F. 

1 

Ammomia. 

a 
1 

NlTIOOBM  A8 

1 

Oxygen  Consumed. 

Bactkria  pkk 

Cubic 
Cbmtimbtbk. 

DATS  >  IMS. 

1 

•6 

1 

• 

• 

1 

• 

1 

Water  Bac- 
teria. 

Bacillus  Pro- 
diglotus. 

May,        . 

63 

.46 

.0044 

.0197 

.11 

.016 

.0000 

.47 

2,400 

3,300 

June, 

67 

.37 

.0076 

.0222 

.17 

.018 

.0000 

.40 

6,900 

6,600 

July, 

72 

.36 

.0100 

.0259 

.19 

.020 

.0002 

.34 

4,600 

6,900 

Anguat,  • 

72 

.20 

.0103 

.0263 

.20 

.018 

.0001 

.28 

4,100 

5.900 

Septeraher, 

66 

.30 

.0086 

.0205 

.22 

.016 

.0001 

.42 

18,600 

6,800 

October, 

57 

.84 

.0116 

.0241 

.24 

.012 

.0003 

.38 

17,700 

6,800 

November, 

42 

.47 

.0077 

.0238 

.19 

.012 

.0001 

.64 

7,800 

6,100 

December, 

34 

.44 

.0063 

.0212 

.20 

.015 

.0000 

.50 

11,900 

6,100 
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Detailed  Account  of  the  Work  of  the  Several  Water 

Filters  in  1893. 

The  remaining  pages  contain  a  summary  of  the  weekly  averages 
of  all  bacterial  results,  followed  by  a  brief  description  of  the  opera- 
tion of  each  filter  and  monthly  averages  of  both  chemical  and  bac- 
terial analyses.  One  bacterial  sample  was  examined  daily  from  each 
effluent  from  January  until  May.  These  results  are  more  or  less 
abnormal  because  the  conditions  existing  in  the  filters  were  abnormal 
from  time  to  time.  This  was  caused  partly  by  the  formation  of 
channels  at  the  sides  of  the  iron  tanks  due  to  freezing  weather,  and 
partly  to  the  evolution  of  air  by  the  water  as  it  increased  in  tem- 
perature, which  produced  channels  within  the  filters.  These  condi- 
tions were  touched  upon  in  the  1892  Report.  It  is  believed  that 
they  would  not  appear  in  large  filters  in  actual  practice.  On  ac- 
count of  these  peculiar  and  unfavorable  circumstances  the  results 
obtained  from  January  to  May  do  not  appear  in  the  foregoing 
discussion,  and  for  the  same  reason  the  experiments  were  discon- 
tinued during  the  winter  of  1893-94. 

General  Plan  of  the  Experiments. 

Beginning  May  12  B.  prodigiosus  was  regularly  applied  to  each 
filter  for  ten  hours  a  day  on  six  days  in  a  week.  The  general 
plan  of  the  experiments  was  the  same  as  during  the  preceding  year 
(see  the  1892  Report,  page  529).  A  pure  culture  of  this  species  of 
bacteria  was  obtained  by  inoculation  and  growth  for  four  days  at 
20^  C.  in  a  solution  of  one-tenth  per  cent,  peptone  and  two-tenths 
per  cent,  glucose  in  city  water.  This  solution  was  applied  to  the 
filters  in  the  proportion  of  one  part  to  three  thousand  parts  of  water, 
at  intervals  of  one  or  two  hours  during  the  day,  according  to  the 
rate  of  filtration.  Throughout  the  experiments  four  examinations 
were  made  daily  of  each  of  the  effluents,  at  a  time  when  the  water 
from  the  applied  doses  was  passing  through  the  outlet-pipes.  The 
reasons  that  this  species  of  bacteria  was  used  are  that  it  is  easy  to 
differentiate  from  ordinary  water  bacteria  and  is  apparently  very 
similar  to  the  germ  of  typhoid  fever  [of  Eberth]  in  its  mode  of  life 
in  the  river  water. 

The  experiments  have  been  conducted  with  as  much  uniformity  as 
possible,  and  the  system  practised  has  been  substantially  the  same  as 
that  of  the  preceding  year.     Notes  of  the  slight  changes  that  have 
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been  made  will  be  found  in  the  proper  places.  When  considering 
the  depths  to  which  the  filters  were  reduced,  largely  by  scraping,  it 
is  to  be  borne  in  mind  that  this  diminution  is  partly  accounted  for  by 
settling.  In  November  most  of  the  filters  were  filled  with  water 
from  below  (in  some  cases  very  rapidly)  after  scraping,  and  this, 
together  with  the  very  high  rates  of  filtration,  increased  the  average 
number  of  bacteria  in  the  effluents. 

In  the  first  table  below  will  be  found  the  results  of  the  mechanical 
analyses  of  the  sands  in  the  various  water  filters.     The  underdrains 
were  5  inches  deep  in  each  case.     Filters  Nos.  3  B  and  8  A  are  each 
one  two-hundredth  of  an  acre  in  area  and  are  out  of  doors.     The 
other  water  filters  are  20   inches   in   diameter,  equivalent  to  one 
twenty-thousandth  of  an  acre,  and  are  all  placed  within  the  buildings. 
The  second  table  beyond  contains  the  weekly  averages  of  the  num- 
bers of  bacteria  in  the  applied  water  and  in  the  various  effluents. 
Following  this  are  brief  descriptions  and  monthly  averages  of  the 
chemical  and  bacterial  analyses  of  the  effluents  of  the  several  filters. 
The  report  ends  with  a  detailed  account  of  the  results  of  analyses 
obtained  from  the  Lawrence  city  filter  and  also  from  the  duplicate 
filters  at  the  Experiment  Station,  Nos.  3  B  and  8  A. 

MechaniccU  Composition  of  Materials  used  for  Water  Filters  in  1893, 


Per  C«ht.  bt  Wbioht  of  Grains  ih  Filtbrs  Nos.— 

DiAMKTKB  nr  MlLUlCKTBBS. 

ISA. 

48. 

44. 

48. 

45. 

49. 

41. 

84  A. 

Finer  than  6.0, 

100.0 

100.0 

- 

- 

- 

- 

- 

'•         "    3.9,     . 

97.0 

96.0 

- 

98.0 

98.0 

- 

100.0 

- 

"    2.04,    .       . 

93.0 

72.0 

98.0 

86.0 

96.0 

100.0 

99.0 

- 

"       .03.    .        , 

32.0 

46.0 

78.0 

64.0 

91.0 

97.0 

96.0 

100.0 

"         "       .46,    . 

8.0 

17.0 

82.0 

26.0 

60.0 

87.0 

70.0 

99.0 

"       .316,. 

4.0 

6.0 

12.0 

14.0 

22.0 

44.0 

38.0 

94.0 

"       .184..        . 

1.3 

0.9 

3.7 

6.4 

6.6 

9.0 

16.0 

62.0 

"         "       .106,  . 

0.0 

0.2 

0.8 

1.4 

0.9 

0.4 

6.4 

11.2 

"         "       .08,    . 

- 

- 

- 

- 

- 

- 

- 

3.0 

"         "       .04,    . 

- 

- 

- 

- 

- 

- 

- 

0.6 

BffectiTe  tlze  (millimeter), 

.48 

.38 

.29 

.26 

.23 

.20 

.14 

.09 

Uniformity  co-efficient, 

2.4 

3.6 

2.7 

3.7 

2.8 

1.6 

2.2 

2.1 

EstlmAted  maximum  rate  (million  gallont  per 

acre  dally). 
Organic  nitrogen  (parts  per  100,000),* 

184.0 
1.0 

116.0 

.8 

67.0 
.8 

63.0 

.8 

42.0 
.8 

32.0 
1.3 

16.0 
.8 

7.0 
.8 

Calculated  as  ^  of  the  albuminoid  ammonia  doubled. 
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The  **  effective  size  "  of  the  sand  grains  means  that  ten  per  cent,  by 
weight  of  the  grains  are  finer  than  the  diameter  given.  The  ^*  uni- 
formity coefficient  **  is  the  ratio  A  to  B  when  the  values  of  A  and  B 
are  such  that  sixty  per  cent,  by  weight  of  the  material  is  finer  than 
A  and  ten  per  cent,  finer  than  B.  The  <*  maximum  rate"  is  the 
maximum  quantity  of  water,  expressed  in  million  gallons  per  acre 
daily,  which,  at  a  temperature  of  5(P  F.,  will  pass  through  a  filter 
of  clean  sand  with  no  air  in  its  pores,  and  with  no  suspended  matter 
upon  its  surface  when  the  acting  head  is  equal  to  the  depth  of  sand. 

The  sand  in  No.  48  is  the  same  as  in  No.  49 ;  No.  44  as  in  Nos. 
46  and  47  ;  No.  45  as  in  Nos.  3  B  and  8  A  ;  No.  42  as  in  Nos.  35  A, 
36  A,  37,  38  and  39 ;  and  No.  41  the  same  as  in  No.  33  A. 

The  sand  in  No.  44  corresponds  quite  closely  with  the  **  No.  70" 
sand  in  the  Lawrence  city  filter,  and  No.  45  with  "  No.  50"  sand 
in  the  city  filter. 
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Filter  No.  18  A. 

This  filter,  20  inches  in  diameter,  contains  sand  of  an  effective 
size  of  0.48  millimeter  and  has  been  in  operation  since  Sept.  17, 
1889.  The  original  depth  of  the  sand  was  62  inches.  Up  to 
January,  1891,  city  water  was  applied  in  hourly  doses,  fourteen 
hours  a  day  on  six  days  a  week,  at  the  rate  of  about  one  million 
gallons  per  acre  daily.  The  faucet  at  the  outlet  was  always  kept 
wide  open  until  Oct.  1,  1893,  and  the  rate  of  filtration  regulated  at 
the  top.  The  outlet  has  never  been  trapped.  With  the  exception 
of  a  few  scattering  days  river  water  taken  from  the  canal  has  been 
applied  since  Aug.  18,  1891.  From  January,  1891,  to  July,  1893, 
the  water  was  applied  by  an  automatic  arrangement  in  small  doses 
equivalent  to  5,000  gallons  per  acre  once  in  three  to  seven  minutes, 
days,  nights  and  Sundays,  according  to  the  rate  of  filtration.  On 
July  17, 1893,  the  siphon  attachment,  by  which  the  water  was  applied 
intermittently,  was  removed  and  the  water  applied  constantly  for 
sixteen  hours  a  day  on  six  days  in  a  week.  Beginning  October  1 
the  faucet  at  the  outlet  was  closed  at  5  a.m.  daily  after  draining  over 
night  and  the  water  applied  at  the  top ;  after  the  surface  was  covered 
the  faucet  was  opened  below  to  give  the  desired  rate  of  filtration,  and 
the  surface  was  kept  covered  until  the  water  was  shut  off  at  9  p.m. 
With  the  exception  of  November  21  to  30  this  method  was  followed 
through  the  rest  of  the  year. 

No  sand  was  scraped  from  the  surface  until  November,  1892,  when 
it  was  necessary  to  remove  2^  inches  in  order  to  keep  the  action 
of  the  filter  intermittent.  During  the  four  years  of  its  operation 
the  surface  was  scraped  five  times  and  8  inches  of  sand  were  removed 
without  replacement ;  the  water  filtered  in  this  time  was  equivalent 
to  1,500,000,000  gallons  per  acre.  The  sand  removed  was  equiva- 
lent to  0.70  cubic  yard  per  million  gallons  of  water  filtered.  It  will 
be  seen  that  this  quantity  agrees  approximately  with  some  of  the 
results  from  other  filters  presented  on  page  487.  On  October  9 
clean  sand  was  added  and  the  filter  restored  to  its  original  depth. 
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MotUhly  Averages  of  Analyses  of  Effluent  of  Filter  No.  18  A. 

[Part*  p«r  100,000.] 


Qaantity 

of 
Effluent. 

Gallons 

per  Acre 

Dally. 

TSMPSRA- 

Tuaa. 
Dko.  F. 

■ 

1 

.29 

Ammohia. 

• 
« 

6 

i 

.29 

NITBOOKN 

A8 

• 

1 

a 
§ 

1 

s 

Per  Cent,   of   Dis- 
solved Oxygen.* 

Bactkria 

PBR  Cubic 

Ckmtimktes. 

DATS— 1S98. 

AppUed 
Water. 

• 

i 

1 

1 

a 

< 

• 

• 

1 

• 

s 

Water 
Bacteria. 

• 

SI 

fa 

January, 

1,660,000 

34 

86 

.0080 

.0104 

.0300 

.0002 

.32 

98 

614 

- 

Febraary,     . 

1,680,000 

35 

36 

.27 

.0083 

.0115 

.25 

.0280 

.0005 

.31 

98 

244 

- 

March,  . 

1,840,000 

35 

35.5 

.27 

.0049 

.0084 

.17 

.0200 

.0002 

.37 

98 

90 

- 

April,    . 

1.380,000 

39 

42.7 

.33 

.0021 

.0095 

.12 

.0210 

.0000 

.81 

100 

20 

- 

May.     .        . 

1.530,000 

53 

53.3 

.41 

.0021 

.0108 

.10 

.0270 

.0000 

.40 

97 

24 

- 

Jane,     . 

2,300,000 

67 

68 

.29 

.0018 

.0098 

.16 

.0290 

.0000 

.29 

91 

18 

- 

July,     . 

1.680,000 

72 

68 

.25 

.0017 

.0109 

.20 

.0410 

.0000 

.24 

98 

222 

58 

Augaat, 

1,920,000 

72 

71.6 

.17 

.0022 

.0096 

.20 

.0310 

.0000 

.18 

92 

148 

29 

September,  . 

1,740,000 

65 

65 

.24 

.0017 

.0117 

.22 

.0260 

.0002 

.28 

89 

2,375 

19 

October, 

1,640,000 

67 

55 

.36 

.0025 

.0137 

.23 

.0230 

.0000 

.43 

96 

1,002 

52 

November,  . 

1,760.000 

42 

43.7 

.34 

.0024 

.0124 

.20 

.0230 

.0003 

.39 

100 

167 

11 

Decern  ber.    . 

4,120,000 

34 

34 

.41 

.0060 

.0144 

.20 

.0220 

.0002 

.48 

100 

1,004 

57 

*  In  all  casea  the  dissolved  oxygen  is  expressed  as  per  cent,  of  the  amount  required  to  saturate  the 
water  at  the  temperature  when  collected. 

Filter  No.  33  A. 

This  filter  was  put  in  operation  April  28,  1892,  and  contains  sand 
of  an  effective  size  of  0.14  millimeter.  The  original  depth  was  60 
inches.  The  method  of  operation  has  been  continuous,  except  from 
April  17  to  30,  1893,  and  for  a  few  days  at  irregular  intervals  dur- 
ing the  winter,  when  the  filter  was  accidentally  drained,  owing  to 
freezing  of  the  water  pipes.  The  rate  of  filtration  has  been  regulated 
by  the  faucet  at  the  outlet,  to  which  a  trap  is  attached.  From  May 
25  to  December  8  the  filter  was  scraped  8  times,  an  average  of  once  in 
23  days.  The  average  depth  removed  at  a  scraping  was  0.23  inch  ; 
the  average  quantity  filtered  between  scrapings  was  equivalent  to 
49  million  gallons  per  acre,  and  the  sand  removed  was  equivalent  to 
0.63  cubic  yard  per  million  gallons.  On  July  17  the  upper  foot  of 
sand  was  removed  and  replaced,  as  was  described  on  page  465.  Until 
October  6  the  sand  removed  by  scraping  was  not  replaced,  but  on 
that  date  the  depth  was  restored  from  47  inches  to  its  original  depth 
of  60  inches.  After  this  date  the  sand  was  replaced  at  the  time  of 
scraping. 
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Monthly  Averages  of  Analyses  of  EffluetU  of  Filler  No.  33  A. 

[ParU  p«r  100,000.] 


Quantity 

of 
Effluent 

Oallons 

per  Acre 

Dally. 

TSMPKRA- 
TURK. 

Dso.  F. 

1 

.27 

Ammonia. 

• 

e 

i 

J 

.20 

NlTIOOBM 
A8 

• 

1 

o 
• 

a 

a 

a 
« 

o 

Per   Cent  of   Dis- 
solved Oxygen. 

Bactkkia 

PKB  Cubic 

Cbhtimbteb. 

DATB-1S98. 

Applied 
Water. 

• 

• 

t 

• 

o 

B 

1 

A 

• 

8 

• 

• 

5 

Water 
Bacteria. 

Bacillus 
Prodlglosns. 

January, 

1,540,000 

34 

37 

.0040 

.0006 

.0300 

.0000 

.30 

70 

81 

- 

February,     . 

1,840,000 

35 

87 

.27 

.0034 

.0082 

.10 

.0225 

.0000 

.28 

71 

1    118 

- 

March, . 

i,8eo,ooo 

35 

38 

.25 

.0010 

.0078 

.17 

.0185 

.0000 

.82 

60 

30 

- 

April,   . 

1,660,000 

30 

45 

.33 

.0007 

.0006 

.11 

.0215 

.0000 

.33 

76 

27 

- 

May,     . 

1,720,000 

53 

58 

.41 

.0011 

.0005 

.10 

.0185 

.0000 

.42 

55 

8 

0.7 

June,    . 

1,740,000 

67 

68 

.28 

.0011 

.0087 

.16 

.0335 

.0000 

.20 

38 

15 

0.7 

July,     . 

1,860,000 

72 

68 

.22 

.0015 

.0006 

.10 

.0347 

.0000 

.21 

8 

98 

2.5 

Anguat, 

2,700,000 

72 

09 

.17 

.0023 

.0008 

.20 

.0207 

.0013 

.16 

12 

107 

2.2 

September,  . 

1,020,000 

65 

62 

.22 

.0020 

.U004 

.21 

.0200 

.0000 

.26 

31 

53 

2.0 

October, 

1,040,000 

57 

55 

.23 

.0023 

.0102 

.24 

.0262 

.0000 

.20 

54 

30 

0.8 

November,  . 

2,780,000 

42 

44 

.35 

.0025 

.0107 

.18 

.0223 

.0000 

.30 

81 

28 

0.9 

December,   . 

4,000,000 

84 

35 

.37 

.0068 

.0118 

.20 

.0210 

.0000 

.43 

87 

422 

25.0 

Filter  No.  34  A. 

This  filter  contained  sand  of  an  effective  size  of  0.09  millimeter, 
and  its  original  depth  was  60  inches.  It  was  operated  continuously 
after  it  was  first  put  in  operation,  April  28,  1892.  The  rate  of 
filtration  was  regulated  at  the  outlet  by  a  faucet  to  which  a  trap  was 
attached. 

From  May  12  to  September  7, 1893,  the  date  of  its  discontinuance, 
the  surface  was  scraped  17  times  to  relieve  clogging.  It  was  scraped 
on  an  average  once  in  7  days.  The  average  depth  removed  was  0.12 
inch ;  the  average  quantity  of  water  filtered  between  scrapings  was 
equivalent  to  14  million  gallons  per  acre,  and  the  sand  removed  was 
equivalent  to  1.16  cubic  yards  per  million  gallons.  The  depth  of 
sand  at  the  date  of  its  discontinuance  was  44  inches. 
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MotUMy  Averages  of  Analyses  of  Effluent  of  FiUer  No.  34  A. 

[ParU  p«r  100,000.] 


Quantity 

of 
Effluent. 

Gallons 

per  Acre 

Daily. 

Temprra- 

TDKB. 
Dbo.  F. 

• 

.27 

Amm 

ONIA. 

o 

c 

a 

a 

a 

• 

S 
1 

.30 

KiTBOGKN 
A8 

s 
8 

a 

9) 

o 

Per  Cent,  of   Dis- 
solved Oxygen. 

Bagtksia 

PER  Cubic 

Cbmtihstkb. 

Date  — 1898. 

Applied 
Water. 

s 

• 

• 

• 

• 

s 

• 

5 
5 

Water 
Bacteria. 

Bacillus 
Prodlgiosus. 

January, 

1,840,000 

34 

37 

.0051 

.0101 

.0260 

.0000 

.31 

73 

200 

- 

February,     . 

1,020,000 

35 

37.3 

.20 

.0054 

.0098 

.20 

.0230 

.0000 

.31 

74 

147 

- 

March,. 

1,520,000 

35 

39 

.26 

.0035 

.0066 

.18 

.0200 

.0000 

.31 

80 

30 

- 

April,   . 

1,320,000 

30 

45.3 

.33 

.0013 

.0109 

.12 

.0230 

.0000 

.39 

75 

22 

- 

May,     .        . 

1,5«0,000 

58 

55.3 

.40 

.0009 

.0093 

.11 

.0210 

.0000 

.42 

65 

9 

1.7 

Jane,    . 

1,420,000 

67 

68.3 

.30 

.0036 

.0104 

.16 

.0290 

.0000 

.28 

54 

12 

0.8 

July.     . 

1,860,000 

72 

67.5 

.20 

.0012 

.0104 

.19 

.0290 

.0010 

.22 

22 

24 

1.2 

Aagaat, 

2,300,000 

72 

70.5 

.16 

.0017 

.0091 

.20 

.0260 

.0000 

.17 

18 

39 

1.6 

Filter  No.  35  A, 

This  filter  was  constructed  on  March  30,  1892,  and  contained 
sand  of  an  effective  size  of  0.20  millimeter.  The  original  depth  was 
57.5  inches,  and  1  foot  below  the  surface  was  a  layer  of  loam  1  inch 
thick.  April  17  to  30  and  July  31  to  September  6,  1893,  it  was 
operated  continuously  with  the  trap  attached  to  the  outlet  in  the 
usual  manner.  During  the  remainder  of  the  time  it  was  operated 
intermittently,  with  the  untrapped  faucet  at  the  outlet  wide  open  and 
the  rate  regulated  at  the  top.  The  water  was  applied  sixteen  hours 
a  day  on  six  days  in  a  week.  On  July  17,  when  the  layer  of  loam 
was  less  than  3  inches  below  the  surface,  the  sand  was  taken  out 
down  to  the  loam,  which  was  removed  and  the  sand  replaced. 

From  May  24  to  September  7,  the  date  of  its  discontinuance,  the 
surface  was  scraped  three  times  to  relieve  clogging,  and  the  average 
depth  removed  was  0.25  inch.  The  average  quantity  of  water 
filtered  between  scrapings  was  equivalent  to  92  million  gallons  per 
acre.  It  was  scraped  on  an  average  once  in  33  days,  and  the  sand 
removed  was  equivalent  to  0.36  cubic  yard  per  million  gallons. 

The  depth  of  the  sand  on  September  7  was  49  inches. 
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Monthly  Averages  of  Analyses  of  Effluent  oj  FUter  No.  35  A. 

[ParU  par  100,000.] 
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Filter  No.  36  A. 

This  filter  was  constructed  on  the  same  date  and  in  the  same  man- 
ner as  No.  35  A.  It  was  operated  continuously,  except  from  April 
17  to  30  and  from  July  31  to  September  7,  when  it  was  operated 
intermittently  in  the  same  manner  as  No.  35  A. 

From  May  12  to  September  7, 1893,  the  date  of  its  discontinuance, 
the  surface  was  scraped  7  times  to  relieve  clogging,  and  the  average 
depth  removed  was  0.21  inch.  The  average  quantity  of  water 
filtered  between  scrapings  was  equivalent  to  35  million  gallons  per 
acre.  It  was  scraped  on  an  average  once  in  14  days,  and  the  sand 
removed  was  equivalent  to  0.82  cubic  yard  per  million  gallons. 

The  depth  of  sand  on  September  6  was  48  inches. 

Monthly  Averttges  of  Analyses  of  Effluent  of  FUter  No.  36  A, 

[Parte  per  100,000.] 
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Filter  No.  37. 

This  filter  was  constructed  on  April  18,  1892,  and  contained 
originally  61  inches  in  depth  of  sand  having  an  effective  size  of  0.20 
millimeter.  It  was  operated  continuously  until  June  25,  1893, 
when  the  experiment  was  discontinued,  owing  to  an  accident  which 
happened  to  the  tank. 

The  results  obtained  from  this  filter  are  more  or  less  affected  by 
evolution  of  air  from  the  water  and  the  formation  of  channels  at  the 
sides  of  the  iron  tank,  as  is  indicated  by  the  results  of  the  analyses 
below  and  by  the  fact  that  this  filter  of  medium  fine  sand  was  oper- 
ated for  more  than  three  months  during  the  winter  without  scraping. 
It  was  scraped  on  June  19  to  relieve  clogging,  and  0.20  inch  was 
removed.     The  depth  of  sand  on  this  date  was  55  inches. 

Monthly  Averages  oj  Analyses  of  Effluent  of  FiUer  No.  37, 

[Parte  per  100,000.] 
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Filter  No.  38. 

This  filter  cx)ntained  sand  of  an  effective  size  of  0.20  millimeter, 
and  its  original  depth  was  24  inches.  The  date  of  its  construction 
was  April  28,  1892.  It  has  been  operated  continuously  in  the 
usual  manner. 

From  May  25  to  December  4  the  surface  was  scraped  18  times  to 
relieve  clogging.  It  was  scraped  on  im  average  once  in  11  days. 
The  average  depth  removed  was  0.17  inch ;  the  average  quantity  of 
water  filtered  between  scrapings  was  equivalent  to  22  million  gal- 
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loDs  "per  acre,  and  the  sand  removed  was  equivalent  to  1.06  cubic 
yards  per  million  gallons. 

The  sand  removed  by  scraping  was  not  replaced  with  clean  mate- 
rial until  Sept.  12,  1893.  The  depth  of  sand  was  about  14  inches 
on  that  date,  when  the  filter  was  refilled  to  its  original  depth.  From 
this  time  on  the  sand  was  replaced  at  the  time  of  scraping.  The 
addition  of  new  sand  in  September  caused  a  greater  (percentage) 
removal  of  color. 


Monthly  Averages  of  Analyses  of  Effluent  of  Filter  No,  38. 

[Parts  per  100,000.] 
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Filter  No.  89. 

The  filter  contained  sand  of  an  efiective  size  of  0.20  millimeter. 
Its  depth  on  the  date  of  its  construction,  April  28,  1892,  was  12 
inches.  It  was  operated  continuously  up  to  Aug.  19,  1893,  the 
date  of  its  discontinuance,  with  the  exception  of  July  10  to  30,  when  it 
was  operated  intermittently  with  the  outlet  untrappedand  wide  open. 
The  depth  of  sand  May  1,  1893,  was  2.5  inches.  From  May  12  to 
August  19  the  surface  was  scraped  14  times  to  relieve  clogging,  and 
the  average  depth  removed  was  0.15  inch.  The  average  quantity  of 
water  filtered  between  scrapings  was  equivalent  to  13  million  gal- 


No.  34.] 


FILTRATION  OF  WATER. 


503 


Ions  per  acre.  It  was  scraped  on  an  average  once  in  7  days,  and 
the  sand  removed  was  equivalent  to  1.55  cubic  yards  per  million 
gallons. 

The  depth  of  sand  in  the  filter  at  the  time  the  experiment  was 
brought  to  an  end  was  about  0.5  inch.  In  addition  to  this,  how- 
ever, there  were  5  inches  of  underdrains,  some  of  the  material  of 
which  was  fairly  fine. 

Monthly  Averages  of  Analyses  of  Effluent  of  Filter  No,  39. 

[Parte  per  100,000.] 
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Filter  No.  41. 

This  filter,  a  duplicate  of  No.  33  A,  was  constructed  May  9, 1892, 
and  contained  originally  60  inches  in  depth  of  sand  of  an  efiective 
size  of  0.14  millimeter.  It  has  been  operated  intermittently,  except 
from  April  17  to  30,  with  the  outlet  untrapped.  On  July  17  the 
upper  foot  of  material  was  dug  out  and  put  back  (see  page  465). 
Up  to  Oct.  1,  1893,  the  faucet  at  the  outlet  was  kept  wide  open  and 
the  rate  of  filtration  regulated  at  the  top.  During  the  rest  of  the 
year,  except  November  21  to  30,  it  was  operated  as  follows :  the 
faucet  at  the  outlet  was  closed  at  5  a.m.  daily,  after  the  filter  had 
been  allowed  to  drain  over  night,  and  the  water  applied  at  the  top ; 
after  the  surface  was  covered  the  faucet  was  opened  at  the  outlet  to 
give  the  desired  rate  of  filtration,  and  the  surface  was  kept  covered 
until  the  water  was  shut  ofiT  at  9  p.m. 

From  May  12  to  December  8  the  surface  was  scraped  8  times  to 
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relieve  clogging,  —  an  average  of  once  in  22  days.  The  average 
depth  removed  at  a  scraping  was  0.19  inch;  the  average  quantity 
of  water  filtered  between  scrapings  was  equivalent  to  56  million 
gallons  per  acre;  and  the  sand  removed  was  equivalent  to  0.46 
cubic  yard  per  million  gallons. 

Until  Nov.  15,  1893,  the  sand  removed  by  scraping  was  not  re- 
placed with  new  material,  but  on  that  date  the  depth  was  restored 
from  52  inches  to  its  original  depth  of  60  inches.  After  this  date 
the  sand  was  replaced  at  the  time  of  scraping. 

Monthly  Averages  of  Analyses  of  Effluent  of  Filter  No.  41. 

[Parts  per  100,000.] 
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Filter  No.  42. 

This  filter  was  started  on  Oct.  29,  1892,  and  contained  13  inches 
in  depth  of  sand  of  an  effective  size  of  0.20  millimeter.  It  has  been 
operated  continuously  in  the  usual  manner.  The  depth  of  sand  in 
May,  1893,  was  10  inches. 

From  May  12  to  December  8  the  surface  was  scraped  24  times  to 
relieve  clogging.  It  was  scraped  on  an  average  once  in  7  days. 
The  average  depth  removed  was  0.16  inch ;  the  average  quantity  of 
water  filtered  between  scrapings  was  equivalent  to  19  million  gal- 
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Ions  per  acre;  and  the  sand  removed  was  equivalent  to  1.11  cubic 
yards  per  million  gallons. 

The  sand  removed  by  scraping  was  not  replaced  with  clean  mate- 
rial until  September  9.  The  depth  of  sand  was  then  about  7  inches, 
and  the  filter  was  refilled  to  its  original  depth.  From  this  time  on 
the  sand  was  replaced  at  the  time  of  scraping.  The  addition  of  new 
material  in  September  caused  a  greater  (percentage)  removal  of  color. 

Monthly  Averages  of  Analyses  of  Effluent  of  Filter  No,  42, 

[Parts  per  100,000.] 


Quantity 

of 
Effluent. 

Gallons 

per  Acre 

Daily. 

TlMPEHA- 
TDSK. 

Dbo.  F. 

6 

.30 

Ammonia. 

• 

« 

o 
U 

.23 

NiTROOBX 

AS 

1 
i 

m 
a 

5 

1 

Per  Cent,  of   Dis- 
solved Oxygen. 

Bacteria 

FEB  Cubic 

Cbntimbtbb. 

Date  — 189S. 

Applied 
Water. 

a 

6 
S 

E 

1 

2 

o 
a 

< 

Nitrates. 

• 

s 

Water 
Bacteria. 

Bacillus 
Prodigiosus. 

Jannary, 

1,680,000 

34 

36 

.0068 

.0114 

.0150 

.0000 

.43 

85 

897 

. 

February,    . 

1,740,000 

35 

35 

.30 

.0080 

.0105 

.22 

.0205 

.0000 

.34 

80 

94 

- 

March, . 

1,920,000 

35 

35 

.81 

.0056 

.0107 

.16 

.0190 

.0000 

.86 

85 

21 

- 

April,  . 

1,560,000 

39 

42 

.37 

.0027 

.0108 

.11 

.0160 

.0000 

.85 

85 

18 

- 

May,     .       . 

1,020,000 

53 

55.5 

.41 

.0006 

.0100 

.10 

.0190 

.0000 

.41 

74 

9 

1.5 

Jane,    . 

1,660,000 

67 

69 

.30 

.0021 

.0095 

.16 

.0310 

.0000 

.82 

68 

10 

1.5 

July,     . 

1,920,000 

72 

71 

.23 

.0027 

.0103 

.21 

.0312 

.0002 

.28 

11 

117 

5.5 

Anguet, 

1,860,000 

72 

60 

.14 

.0018 

.0083 

.20 

.0247 

.0004 

.17 

42 

55 

2.8 

September,  . 

1,780,000 

65 

64 

.15 

.0016 

.0097 

.22 

.0255 

.0000 

.22 

56 

22 

2.8 

October, 

1,980,000 

57 

55 

.32 

.0018 

.0121 

.23 

.0223 

.0000 

.89 

54 

13 

1.4 

November,  . 

1,880,000 

42 

43.5 

.31 

.0022 

.0109 

.19 

.0240 

.0000 

.86 

81 

78 

7.0 

December,   . 

2,000.000 

34 

35.5 

.37 

.0080 

.0114 

.20 

.0240 

.0000 

.41 

82 

83 

6.0 

Filter  No.  43. 

This  filter  was  started  on  May  20,  1893,  and  contained  60  inches 
in  depth  of  sand  of  an  efiective  size  of  0.26  millimeter.  It  has 
been  operated  continuously. 

From  May  20  to  December  8  it  was  scraped  16  times.  This  was 
an  average  of  once  in  10  days.  The  average  depth  removed  was 
0.26  inch,  and  the  average  quantity  of  water  filtered  between 
scrapings  was  equivalent  to  57  million  gallons  per  acre.  The  sand 
removed  was  equivalent  to  0.63  cubic  yard  per  million  gallons. 

The  sand  removed  up  to  October  13  was  replaced  with  clean 
material  on  that  date,  and  after  that  time  the  sand  was  replaced  at 
the  time  of  scraping. 
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Monthly  Averages  of  Analyses  of  Effluent  of  Filler  No.  43. 

[P«rU  per  100,000.] 


Tkmpbka- 

TCBK. 

AMMOmA. 

NiTKOOEM 

i 

1 

m 

Ac 

Bacteria 

PkB  C^BIC 

Qaantlty 

of 
Effluent. 

Dso.  F. 

A8 

1 

B 

3 

*5 

Ckktuibtkh. 

.  ( 

■Ff 

. 

Date  — 189S. 

Gallons 
per  Acre 

• 

»• 

o 

a 

1 

• 

m 

• 

• 

Oxygen  Co 

*50 

1 

a  9 

Is 

Daily. 

Oi 
Oi 

a 

^ 

o 
§ 

.46 

• 

1       M 

a 
.a 

< 

1 
6 

.16 

C 

^«     51 

May.     .       . 

2.200,000 

63 

66 

1 

.0028 

.0100 

.0160 

.0000 

.29 

100 

1.042     63.0 

Jane,    . 

3,020.000 

'    67 

66 

.33 

.0026 

.0109 

.18 

.0257 

.0000  ; 

.29 

74 

816       6.0 

July,    . 

2,820.000 

72 

60 

.20 

.0020 

.0111 

.20 

.0290 

.0000 

.23 

29 

72  ,    6.5 

Augtiet, 

4.260,000 

72 

67 

.14 

.0016 

.0098 

.20 

.0246 

.0000  ' 

.17 

83 

2ft       6.0 

Beptanaber,  . 

4,640,000 

66 

66 

.82 

.0016 

.0112 

.22  1 

.0263 

.0000  1 

.89 

49 

67  1    2.4 

October, 

4,820,000 

67 

67 

.26 

.0022 

.0118 

.24, 

.0264 

.0000 

.30 

60 

46  1    8.4 

November,  . 

7,600,000 

42 

44 

.86 

.0064 

.0119 

.18  j 

.0218 

.0000 

.41 

81 

124  ,  11.0 

Deceoiber,   . 

9,340,000 

84 

86 

.41 

.0008 

.0144 

.20 

.0180 

.0000  > 

1 

.48 

86 

1.166     00.0 

Filter  No.  44. 

This  filter  was  put  in  operation,  continuously,  May  20,  1893,  and 
contained  60  inches  in  depth  of  sand  of  an  efiective  size  of  0.29 
millimeter.  The  sand  removed  by  scraping  up  to  October  27  was 
replaced  on  that  date,  and  after  that  time  the  sand  was  replaced 
with  clean  material  at  the  time  of  its  removal. 

From  May  20  to  December  8  the  surface  was  scraped  13  times  to 
relieve  clogging,  and  the  average  depth  removed  was  0.30  inch. 
The  average  quantity  of  water  filtered  between  scrapings  was 
equivalent  to  70  million  gallons  per  acre.  It  was  scraped  on  an 
average  once  in  13  days,  and  the  sand  removed  was  equivalent  to 
0.58  cubic  yard  per  million  gallons. 

Monthly  Averages  of  Analyses  of  Effluent  of  Filler  No.  44, 

[ParU  per  100,000.] 


Qaantlty 

Efflaent. 

Datk-ISOS. 

Qallons 

per  Acre 

Dally. 

May.     .       . 

2,200,000 

Jane,    . 

2,840,000 

Jaly,     . 

2,820,000 

Angast. 
Beptember,  . 

4,840,000 

4,660,000 

i  >ctober. 

6,840,000 

November,  . 

7,630,000 

Dtfcembirt  . 

0,800.000 

TsMPsaA- 

TDBK. 

Dbo.  F. 


o. 


a 
8 

s 


68 

66 

67 

66 

72 

69 

72 

67 

66 

66 

67 

67 

42 

44 

84 

86.6 

I 


.46 

.86 
.28 
.14 
.82 
.26 
.86 
.40 


AMMOmA. 


.0086 
.0018 
.0017 
.0019 
.0019 
.0026 
.0066 
.0004 


1 


a 


.0118 
.0106 
.0108 
.0097 
.0116 
.0110 
.0122 
.0188 


i 


.14 
.17 
.20 
.20 
.21 
.24 
.18 
.20 


NXTBOOBK 
A8 


.0160 

.0262 
.0286 
.0400 
.0267 
.0274 
.0197 
.0190 


i 


.0000 
.0000 
.0006 
.0000 
.0000 
.0000 
.0000 
.0000 


i 

i 


a 
« 


.82 
.29 
.83 
.16 
.86 
.81 
.41 
.46 


i 

II 
1^ 


M 
76 
88 

69 

4e 

71 
80 
88 


Baotrbia 

PBB  Cubic 

Cbbtqibtbb. 


^ 


818 
128 
89 
29 
68 
83 
06 


67.0 
13.0 
7.0 
6.0 
1.8 
1.9 
9.0 
80.0 


No.  34.] 


FILTRATION  OF  WATER. 


507 


Filter  No.  45. 

This  filter  was  constructed  July  10, 1893,  and  contained  60  inches 
in  depth  of  sand  of  an  effective  size  of  0.23  millimeter.  It  has 
been  operated  intermittently  after  the  same  method  that  was  used  in 
the  case  of  No.  41  (see  page  503).  With  respect  to  size  of  sand 
grains  it  resembles  most  closely  the  continuous  filter  No.  43. 

From  July  10  to  December  8  the  surface  was  scraped  4  times. 
This  was  an  average  of  once  in  35  days.  The  average  depth  removed 
was  0.28  inch,  and  the  average  quantity  of  water  filtered  between 
scrapings  was  equivalent  to  78  million  gallons  per  acre.  The  sand 
removed  was  equivalent  to  0.48  cubic  yards  per  million  gallons. 

The  sand  removed  up  to  October  27  was  replaced  with  clean 
material  on  that  date,  and  after  that  time  the  sand  was  replaced  at 
the  time  of  scraping. 

Monthly  Averages  of  Analyses  of  Effluent  of  Filter  No.  45. 

[Parts  per  100,000.] 


Qaantlty 

of 
Efflaent. 

Gallons 

per  Acre 

Dally. 

Tkupkha- 

TUBK. 

Deo.  F. 

• 

a 

.30 

Ammonu.. 

c 
o 

g 

.22 

NiTBOOEN 
A8 

1 

0 

1 

8 

Per   Cent   of  DIs- 
solTed  Oxygen. 

Baotbbia 

PBB  CiTBIO 

Ckmtimbteb. 

Date— 1893. 

Applied 
Water. 

§ 

s 

• 

s 

2 

o 

e 

i 

1 

s 

• 

• 
2 

Water 
Bacteria. 

Badllat 
Prodlglotof. 

July,     . 

1,500,000 

72 

73 

.0025 

.0180 

.0248 

.0000 

.22 

97 

680 

92 

Aagnat, 

1,920,000 

72 

72 

.16 

.0021 

.0106 

.20 

.0258 

.0000 

.17 

95 

92 

25 

September,  . 

1,740,000 

65 

66 

.37 

.0022 

.0147 

.21 

.0227 

.0000 

.44 

93 

725 

8 

October, 

1,800,000 

57 

58 

.24 

.0018 

.0115 

.24 

.0275 

.0000 

.25 

93 

89 

12 

November,  . 

8,560,000 

42 

43 

.36 

.0034 

.0122 

.19 

.0170 

.0000 

.41 

97 

119 

12 

December,   . 

5,700,000 

84 

85 

.42 

.0084 

.0148 

.20 

.0180 

.0000 

.47 

98 

621 

84 

Filter  No.  46. 

This  filter  was  put  in  operation  Aug.  21,  1893,  and  contained  12 
inches  of  sand  of  an  effective  size  of  0.29  millimeter.  This  sand 
was  from  the  same  lot  as  that  used  for  No.  44.  It  has  been  operated 
continuously.  From  August  21  to  December  8  the  surface  was 
scraped  9  times  to  relieve  clogging,  and  the  average  depth  removed 
was  0.25  inch.  The  average  quantity  of  water  filtered  between 
scrapings  was  equivalent  to  29  million  gallons  per  acre.  It  was 
scraped  on  an  average  once  in  11  days,  and  the  sand  removed  was 
equivalent  to  1.16  cubic  yards  per  million  gallons. 
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Monthly  Averages  of  Analyses  of  Effluent  of  Filter  No.  46. 

[ParU  per  100,000.] 


Quantity 

of 
Effluent. 

Oallone 

per  Acre 

DaUy. 

Tempksa- 

TUBS. 

Dko.  F. 

1 

.20 

Ammonia. 

1 

s 

.20 

UlTEOOXK 
AS 

■ 

•o 

a 

a 

m 

a 

6 

a 

1 

Bactbsia 
PKB  Cubic 

CBimMBTBB. 

DATB-189S. 

2 

S: 

< 

a 
• 
a 

1 

1 

0 

• 

1 

?5 

i 

• 

1 
II 

• 

a  a 
B  « 

PQP 

a. 

Aagust, 

2,040,000 

72 

68 

.0029 

.0120 

.0245 

.0000 

.20 

55 

65 

1.8 

September,  . 

1,920,000 

65 

64 

.28 

.0014 

.0180 

.22 

.0265 

.0000 

.85 

49 

98 

3.3 

October, 

2,200,000 

67 

67 

.22 

.0021 

.0106 

.24 

.0270 

.0000 

.26 

57 

41 

18.0 

Koveoiber,  . 

8,000,000 

42 

43 

.89 

.0050 

.0127 

.20 

.0188 

.0000 

.47 

81 

171 

17.0 

December,  . 

4,180,000 

84 

85 

.87 

.0092 

.0126 

.20 

.0180 

.0000 

.46 

85 

254 

18.0 

Filter  No.  47. 

« 

This  filter  was  put  in  operation  Sept.  8,  1893,  and  contained  60 
inches  in  depth  of  sand  of  an  efiective  size  of  0.29  millimeter.  The 
sand  was  of  the  same  size  and  from  the  same  lot  as  that  of  No.  44. 
It  has  been  operated  intermittently  in  the  same  manner  as  No.  41 
(see  page  503). 

From  September  8  to  December  8  it  was  scraped  twice,  an 
average  of  once  in  42  days.  The  average  depth  removed  was  0.45 
inch,  and  the  average  quantity  of  water  filtered  between  scrapings 
was  equivalent  to  100  million  gallons  per  acre.  The  sand  removed 
was  equivalent  to  0.60  cubic  yard  per  million  gallons. 


Monthly  Averages  of  Analyses  of  Effluent  oj  Filter  No.  47. 

[Parte  per  100,000.] 


1 

Quantity 

of       J 
Effluent. 

Tkmpbxa* 

TUBB. 

Ammonia.   . 

1 

1 

NiTBOOBM 

« 

1 

5 .: 

Bactbbia 

PBB  CUBIO 

Dbo.  F. 

1 

AS 

a 
s 

o 

•^  a 

Cbktimbtkb. 

•          1 
<a          1 

h 

Datk— 1898. 

1 

0) 

o 

8 
1 

1 

-S 

Gallons 

per  Acre 

Dally. 

Applied 
Wat 

«1 

a 
« 
s 

g      Color. 

1 

e 

S 

a 

5 

i 
i 

o 
.22 

• 

• 

Si 
S 

• 

1 

Per  Cen 

solved 

r 

September,  . 

1,740,000 

65 

64 

.0027 

.0144 

.0150 

.0001 

.85 

99 

8,206 

176 

October, 

1,800,000 

57 

66 

.28 

.0018 

.0134 

.24 

.0215 

.0003 

.27 

99 

598 

18 

KoTember,  . 

8,580.000 

42 

44 

.41 

.0026 

.0188 

.19 

.0182 

.0002 

.45 

97 

213 

25 

December,   . 

6,860,000 

34 

85.5 

.40 

.0072 

.0144 

.20 

1 

.0180 

.0010 

.47 

95 

716 

46 
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Filter  No.  48. 

This  filter  was  put  in  operation  Sept.  9,  1893,  and  contained  60 
inches  in  depth  of  sand  of  an  effective  size  of  0.38  millimeter.  It 
has  been  operated  intermittently  in  the  same  way  as  No.  41  (see 
page  503). 

Up  to  December  8  it  was  scraped  but  once,  —  71  days  after  it  was 
first  put  in  operation.  The  depth  removed  was  0.88  inch,  which 
was  equivalent  to  0.66  cubic  yard  per  million  gallons  of  water.  The 
quantity  filtered  up  to  the  time  of  the  scraping  was  equivalent  to  181 
million  gallons  per  acre. 

Monthly  Averages  of  Analyses  of  Effluent  of  FiUer  No,  48. 

[Parts  per  100,000.] 


Tkmpera- 

1 

1 

1 

Bactbria 

TURB. 

Ammohia. 

NiTBOOBir 

fia 

PEB  Cubic 

Quantity 

of 
ElRnent 

Duo 

.  r. 

i 

▲8 

§ 

S 

^1 

Cektimeteb. 

. 

• 

Date— 1893. 

t 

1 

1 

rS 

*jO 

Water 
Bacteria 

S| 

Oallont 
per  Acre 

li 

• 

,1 

e 

a 

• 

1 

1 

ll 

Dally. 

e. 
< 

0 

a 

.86 

1 

< 

O 
.22 

s 

f 

pqI 

September,  . 

1,760,000 

«S 

u 

.0029 

.0138 

.0146 

.0004 

.36 

90 

8,060 

186 

October, 

1,800,000 

67 

67 

.80 

.0020 

.0182 

.24 

.0267 

.0000 

.26 

100 

668 

83 

November,  . 

2,920,000 

42 

45 

.43 

.0026 

.0183 

.19 

.0172 

.0002 

.46 

08 

123 

23 

December,   . 

2,980,000 

34 

86 

.40 

.0060 

.0146 

.20 

.0240 

.0006 

.46 

100 

861 

46 

Filter  No.  49. 

This  filter,  a  duplicate  of  No.  48,  was  put  in  operation  Sept.  9, 
1893.  It  has  been  operated  continuously.  Up  to  December  8  the 
surface  was  scraped  4  times,  an  average  of  once  in  37  days.  The 
average  depth  removed  was  0.32  inch,  and  the  average  quantity  of 
water  filtered  between  scrapings  was  equivalent  to  79  million  gal- 
lons per  acre.  The  sand  removed  was  equivalent  to  0.53  cubic  yard 
per  million  gallons. 


510 


STATE  BOARD  OF  HEALTH.         [Pub.  Doc. 


Monthly  Averages  of  Analyses  of  Effluent  of  Filter  No.  49. 

[ParU  per  100,000.] 


Quantity 

of 
Effluent. 

Gallons 

per  Acre 

Dally. 

TSMPXRA- 
TUBK. 

Dbo.  F. 

1 

i 

.33 

Ammonia. 

1 
.22 

NiTBOOKK 

▲8 

I 

1 

Per    Cent,  of  DU- 
•olved  Oxygen. 

'    Bactbbia. 
!  pbb  ccbic 
ckmtimb.ter. 

Datb-1898. 

Applied 
Water. 

«2 

i 

1 

Albuminoid. 

1 

i 

5 

Water 
Bacteria. 

Uaclllui 
ITudiglosUI. 

Beptenaber,  . 

2,060,000 

65 

62 

.0029 

.0142 

.0165 

.0000 

.81 

09 

344 

19 

October, 

2,600,000 

67 

67 

.26 

.0013 

.0102 

.24 

1 

.0265 

.0000  , 

.26 

61 

112 

T 

KoTember,  . 

5,260,000 

42 

44 

.41  j 

.0038 

.0132 

.19 

.0170 

.0001 

.45 

88 

72 

12 

December,  . 

6,600,000 

34 

36 

1 
.41 

.0070 

.0138 

.20 

.0230 

.0002 

.46 

89 

163 

T 

Filters  Nos.  3B  and  8  A. 

These  filters  are  each  one  two-hundredth  of  an  acre  in  area,  and 
contain  5  feet  in  depth  of  sand  of  an  effective  size  of  0.23  millimeter. 
This  sand  was  taken  from  the  same  place  as  that  which  was  used  in 
the  construction  of  the  Lawrence  city  filter,  and  in  size  it  is  very 
similar  to  a  large  proportion  of  the  sand  in  the  city  filter.  The 
maximum  rate  at  which  this  sand  will  allow  water  to  pass,  when  the 
acting  head  is  equal  to  the  depth  of  the  sand,  is  estimated  at 
43,000,000  gallons  per  acre  daily.  The  maximum  loss  of  head  in 
the  case  of  each  filter  is  about  73  inches. 

Filter  No.  3B  has  been  operated  intermittently  since  Sept.  23, 
1893,  as  follows :  at  5  a.m.  the  gate  on  the  outlet  pipe,  to  which 
no  trap  has  been  attached,  was  closed,  and  the  water  turned  on  at 
the  top,  near  the  edge.  When  the  filter  was  covered  (about  7.30 
A.M.)  the  gate  on  the  outlet  pipe  was  opened  to  give  the  prescribed 
rate  of  filtration,  and  the  surface  was  kept  covered  until  9  p.m.,  when 
the  water  was  shut  off  and  the  filter  allowed  to  drain  during  the  night. 
The  filter  has  been  operated  in  this  manner  six  days  in  a  week,  and 
allowed  to  rest,  after  draining,  on  the  seventh  day.  The  rate  of  flow 
was  10  gallons  per  minute  for  about  16  hours  during  the  day.  This 
rate  is  equivalent  to  2,880,000  gallons  per  acre  daily  (24  hours). 
In  addition  to  the  quantity  of  effluent  obtained  at  this  rate  for  16 
hours  daily  there  is  the  daily  drainage  of  the  water  held  in  the  pores 
of  the  sand,  equivalent  to  about  400,000  gallons  per  acre.  On 
Feb.  27, 1894,  the  rate  was  reduced  from  10  to  8  gallons  per  minute, 
owing  to  a  lack  of  water  supplied  by  the  inlet  pipe.     The  total 
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quantity  of  effluent  yielded  up  to  May  1,  1894,  was  equivalent  to 
356,191,100  gallons  per  acre,  which  is  an  average  daily  rate  of 
1,650,000  gallons  per  acre,  or  1,925,000  gallons  for  each  of  the  six 
days  weekly  on  which  it  was  actually  operated.  The  first  occasion 
on  which  the  filter  failed  to  yield  water  at  the  prescribed  rate  was 
on  December  19,  when  the  total  quantity  of  effluent  was  equivalent 
to  153,105,500  gallons  per  acre.  The  outlet  gate  was  closed,  with 
the  surface  covered,  from  9.25  to  10.25  a.m.,  during  which  time  the 
air  that  had  been  held  in  the  pores  of  the  sand  bubbled  up  through 
the  surface  and  caused  the  water  level  to  drop  5  inches.  This  treat- 
ment was  repeated  on  Dec.  24,  1893,  Jan.  13,  15,  16  and  17,  1894. 
Ice  was  removed  from  the  surface,  in  order  to  facilitate  the  dis- 
placement of  air  by  water  within  the  filter,  as  follows  :  January  4, 
2  to  8  inches ;  January  16,  4  inches ;  February  26,  6  inches.  The 
ice  was  broken  along  the  edges  on  January  15,  when  it  was  6  inches 
thick.  The  filter  was  drained  every  night,  and  from  1  to  3  inches 
of  frost  frequently  appeared  at  the  surface  and  caused  an  unfavorable 
efiect  upon  the  removal  of  bacteria  and  upon  nitrification  during 
the  winter  months  (see  pages  468  and  481).  On  Jan.  31,  1894,  a 
wooden  conduit,  similar  to  the  lateral  conduits  at  the  Lawrence  city 
filter,  was  placed  across  the  middle  of  the  surface  to  aid  in  the  distri- 
bution of  the  water.  The  filter  was  scraped  about  0.6  of  an  inch  deep 
on  March  17,  1894,  and  the  surface  ridged ;  the  depth  of  sand  at  the 
sides,  at  right  angles  to  the  conduit,  was  increased  6  inches,  and  the 
surface  graded  off  toward  the  centre,  somewhat  similar  to  the  arrange- 
ment of  the  surface  of  the  Lawrence  city  filter.  It  was  not  necessary 
to  scrape  the  surface  at  this  time  to  relieve  clogging,  as  the  loss  of 
head  was  only  18.5  inches  on  this  date.  The  total  quantity  of  efflu- 
ent up  to  this  time  was  equivalent  to  295,226,500  gallons  per  acre. 
The  discolored  and  partially  clogged  sand  removed  was  equal  to  0.27 
cubic  yard  per  million  gallons.  The  reason  that  this  filter  yielded 
so  much  more  water  without  scraping  than  No.  8  A,  its  continuous 
mate,  was  that  the  method  of  operation  practised  caused  a  dis- 
turbance of  the  accumulating  sediment  on  the  surface.  The  effect 
of  this  was  also  felt  in  the  bacterial  results,  as  will  be  seen  beyond. 

In  the  tables  on  the  pages  beyond  are  presented  the  daily  results 
obtained  from  Filters  Nos.  3B  and  8  A,  and  iu  the  foot-notes  men- 
tion is  made  of  all  special  features  in  the  operation  of  the  filters. 

Filter  No.  8  A  has  been  operated  continuously  since  September 
26  at  the  rate  of  7  gallons  per  minute,  equivalent  to  2,016,000  gal- 
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Ions  per  acre  daily.  The  rate  of  filtration,  which  is  controlled  by  a 
gate  on  the  outlet  pipe  to  which  no  trap  was  attached,  was  reduced 
on  February  27  to  5  gallons  per  minute,  owing  to  a  reduction  in  the 
quantity  of  water  delivered  by  the  inlet  pipe.  The  total  quantity  of 
effluent  yielded  up  to  May  1,  1894,  was  equivalent  to  359,850,300 
gallons  per  acre,  which  is  an  average  daily  rate  of  1,660,000  gal- 
lons per  acre.  During  this  period  the  surface  was  scraped  six  times, 
as  follows:  October  24,  November  13,  December  2,  February  21, 
March  17  and  April  23.  The  depth  removed  in  each  case  was  about 
0.3  of  an  inch,  which  is  equivalent  to  0.70  cubic  yard  per  million 
gallons  on  an  average.  The  average  quantity  of  water  yielded  be- 
tween scrapings  to  relieve  clogging  was  58,200,000  gallons  per 
acre;  the  minimum,  36,900,000  gallons;  and  the  maximum,  147,- 
600,000  gallons  per  acre.  The  average  number  of  days  between 
scrapings  was  35,  the  minimum  19  and  the  maximum  81.  During 
the  latter  period  (December  2  to  February  21)  the  filter  became 
clogged  seven  times,  as  follows :  December  29,  January  16,  26  and 
29,  February  10,  12  and  19.  On  each  occasion  the  prescribed 
quantity  of  water  failed  to  pass  through  the  filter  with  the  gate  on 
the  outlet  pipe  wide  open.  The  pores  of  the  sand  at  these  times 
contained  considerable  air;  how  much  of  it  was  evolved  by  the 
water  is  not  definitely  known,  but  it  appears  now  that  the  greater 
part  came  through  the  untrapped  outlet  pipe,  which  was  only  partly 
filled  with  water  on  these  days.  By  shutting  the  gate  on  the  outlet 
pipe  the  air  rose  to  the  surface  and  disturbed  the  layer  of  accumu- 
lated sediment  sufficiently  to  allow  filtration  to  proceed  for  some 
days.  To  facilitate  the  displacement  of  air  within  the  pores  by 
water  the  ice  was  removed  as  follows  :  December  29,  3  to  8  inches ; 
January  16,  2  to  8.5  inches ;  January  29,  6  inches ;  February  12,  3 
to  6.5  inches;  February  21,  2  to  6  inches.  The  ice  was  broken 
along  the  edge  on  February  10  and  19.  The  space  above  the  top 
of  the  sand  was  9  inches.  It  is  probable  that  scraping  could  have 
been  considerably  longer  postponed  by  continuing  this  method  of 
treatment.  The  filter  was  scraped  on  March  17  for  the  sake  of  get- 
ting conditions  for  experiments  comparable  with  those  in  No.  3  B. 
The  filter  was  not  clogged  on  that  date.  Neither  filter  was  at  any 
time  protected  from  the  weather. 

The  monthly  averages  of  the  results  of  chemical  and  bacterial 
analyses,  which  have  already  been  discussed,  are  presented  in  the 
following  tables :  — 
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Monthly  Averages  of  Analyses  of  Merrimack  River  Water  taken  from  the  Canal 

and  applied  to  Fillers  Nos.  3  B  and  8  A. 

[Parts  per  100,000.] 


Temperature. 

Degrees  F. 

1 

Ammonia. 

Chlorine. 

NiTBOOKN 
AS 

i 

m 

1 

a 

1 

Per  Cent  of    Dis- 
solved Oxygen. 

• 

i 

e 

1 

1 

Datk. 

1 

ALBUMINOID. 

• 

s 

• 

1 

ii 

• 

1 

• 
9 

3 

1 

Bacteria  | 
Centime 

1898. 

• 

September, 

63 

.88 

.0108 

.0161 

- 

.22 

.0130 

.0003 

.39 

83 

- 

30,200 

October,  . 

67 

.34 

.0110 

.0201 

- 

.24 

.0120 

.0003 

.37 

86 

- 

16,600 

November, 

42 

.47 

.oon 

.0104 

- 

.19' 

1 

.0120 

.0001 

.63 

97 

- 

7,800 

December, 

34 

.44 

.0067 

.0177 

- 

.20  , 

.0150 

.0000 

.49 

98 

- 

9,800 

1894. 

1 

January,  . 

83 

.43 

.0066 

.0164 

.0141 

.21 

.0160 

.0001 

.41 

88 

1.6 

6,700 

Pebmary,        •       . 

84 

.40 

.0068 

.0160 

.0148 

.22 

.0180 

.0001 

.42 

94 

1.6 

8,000 

If  arch,      •       ■       • 

87 

.47 

.0040 

.0198 

.0172 

.16 

.0130 

.0001 

.46 

100 

1.0 

10,100 

April,       ... 

47 

.43 

.0027 

.0143 

.0126 

.16 

.0140 

.0000 

.41 

96 

1.3 

11,600 

The  bacterial  samples  in  this  and  in  the  two  following  tables  cor- 
respond as  to  time  of  collection  to  the  chemical  samples.  The 
results  of  daily  bacterial  analyses  will  be  found  beyond. 

Monthly  Averages  of  Analyses  of  Effluent  of  (Intermittent)  Filter  No,  3  B, 

[Parto  per  100,000.] 


Qaantl^ 

of 
Effluent 

Gallons 

per  Acre 

DaUy. 

Temperature. 

Degrees  F. 

ft: 

1 

1 

Ammonia. 

Chlorine. 

l^ITROGKN 
A8 

• 

a 

1 

1 

Per  Cent  of  Dis- 
solved Oxygen. 

• 

1 

!5 
s 
r-4 

DATS. 

i 

Em 

• 

1 
1 

1 

Nitrates. 

1 

S 

Bacteria  per  < 
Centimeter. 

1898. 

Septemberi    . 

2,198,800 

68 

1.36 

.0042 

.0168 

.22 

,.0170 

.0000 

.19 

- 

- 

20,000 

October, 

1,809,400 

66 

.36 

.0035 

.0189 

.24 

.0190 

.0012 

.29 

97 

- 

2,700 

November,    . 

1,868,400 

41 

.41 

.0022 

.0187 

.18 

.0220 

.0001 

.44 

100 

- 

157 

December,     . 

1,718,600 

84 

.38 

.0029 

.0121 

.20 

.0190 

.0000 

.42 

100 

- 

237 

1894. 

Jaouary, 

1,692,200 

88 

.38 

.0021 

.0117 

.21 

.0260 

.0000 

.86 

100 

1.6 

194 

February, 

1,464,700 

33 

.84 

.0018 

.0107 

.22 

.0270 

.0000 

.86 

100 

1.6 

197 

ICarch,   . 

1,482,600 

37 

.40 

.0014 

.0096 

.16 

.0180 

.0000 

.86 

100 

1.0 

166 

April,     . 

1,497,600 

48 

.36 

.0011 

.0090 

.16 

.0200 

.0000 

1 

.33 

99 

1.4 

83 
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Monthly  Averages  of  Analyses  of  Effluent  of  (Continuous)  Filter  No.  8  A. 

[Parte  per  100,000.] 


Quantity 

of 
Effluent. 

Gallons 

per  Acre 

Dally. 

Temperature. 

Degrees  F. 

Color. 

Ammokia. 

Chlorine. 

NiTBOOKN 
AS 

• 

•I 

a 

s 
• 
a 

5 

8 

o 

Per   Cent   of  Dla- 
toWed  Oxygen. 

• 

m 
m 
«» 

1 

Date. 

1 

2 
§ 
S 

Nitrates. 

• 

S 

Bacteria  per 
Centimeter. 

1898. 

September,    . 

1,026,200 

58 

.66 

.0014 

.0122 

.22 

.0150 

.0000 

.22 

- 

- 

io,4oa 

October, 

1,780,500 

66 

.38 

.0053 

.0122 

.24 

.0180 

.0008 

.26 

80 

- 

1,000 

November,    . 

1,808,600 

41 

.30 

.0018 

.0124 

.10 

.0900 

.0000 

.42 

04 

- 

12ft 

December,     . 

1,000,400 

84 

.37 

.0021 

.0117 

.20 

.0220 

.0000 

.80 

04 

- 

13ft 

1894. 

January, 

1,883,400 

83 

.37 

.0016 

.0115 

.21 

.0800 

.0000 

.85 

80 

1.6 

72 

Febmary, 

1,465,000 

83 

.32 

.0017 

.0106 

.22 

.0310 

.0000 

.83 

84 

1.6 

62 

Ifarcb,   . 

1,200,200 

80 

.30 

.0016 

.0102 

.16 

.0180 

.0000 

.84 

08 

1.0 

71 

April,     . 

1,371,400 

47 

.82 

.-0014 

.0087 

.15 

.0210 

.0000 

.31 

84 

1.4 

37 

Monthly  Averages  of  Bacterial  Results  from  (Intermittent)  Filter  No,  3  B. 


DATE. 


ToUl 
Quantity  of 

Effluent 
for  Month. 

Gallons  per 
Acre. 


Bacteria 

per  Cubic 

Centimeter 

In  Applied 

Water. 


1893. 

October,     . 

November, 
December, 

1894. 

January,    . 

February,  . 

March, 

April, 


65,887,000 
56,052,600 
53,275,300 

40,358,000 
40,731,400 
45,960,400 
44,026,400 


22,000 

7,000 

10,200 

7,100 

8,200 

7,700 

12,700 


Bactksia  psb  Cubic  Ckhtim btbb  m 
ErrLUKKT. 


8  a.m. 


11  A.M. 


3pjf. 


304 
308 

203 
230 
188 
148 


4  p.m. 


5,200 

3,670 

273 

178 

280 

238 

220 

224 

214 

146 

162 

121 

134 

88 

128 
251 

206 
171 
100 

74 


Averages,  Nov  .-April,  inclusive,         .       .       . 
Average  per  cent,  in  effluent  of  number  applied, 


0,000 


280 
2.56 


214 
2.88 


165 
1.88 


166 
1.73 


The  treatment  of  this  filter  on  March  17,  1894,  by  which  the  sur- 
face was  ridged  in  the  manner  already  described,  appeared  to  lessen 
the  mechanical  disturbance  of  the  sand  during  the  process  of  filling 
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the  filter  from  the  top,  and  thereby  increase  its  bacterial  efficiency. 
The  average  of  the  results  given  above  show  that  during  the  period 
November  to  April,  inclusive,  this  filter  allowed  2.13  per  cent,  of  the 
number  of  applied  bacteria  to  pass  through  into  the  effluent.  These 
results,  however,  cover  only  the  first  eight  hours  of  each  day's  flow, 
and  it  has  been  learned  that  during  the  latter  half  of  the  flow  (4 
P.M.  to  midnight)  the  efficiency  is  practically  the  same  or  a  very  little 
greater  than  at  4  p.m.  Averaging  then  the  results  obtained  at  4  p.m. 
with  the  total  average  for  the  first  half  of  the  day  (8  a.m.  to  4  p.m.) 
we  find  that  1.93  per  cent,  of  the  number  of  applied  bacteria  passed 
through,  —  a  removal  of  98.07  per  cent. 


Monthly  Averages  of  Bacterial  Results  from  {Continuous)  Filter  No,  8  A, 


October,     . 

Kovember» 

December, 


Jaoiiary» 
February, 
March, 
AprU, 


DATE. 


1S98. 


1S94. 


Total 
Qoantltj  of 

Effluent 
for  Month. 

Gallons  per 
Acre. 


Bacteria 

per  Coble 

Centimeter 

In  Applied 

Water. 


63,200.400 
66,953,600 
60,958,800 

56,835,600 
40,765,200 
39,095,200 
41,141,500 


23,000 

7,000 

10,200 

7,100 

8,200 

7,700 

12,700 


Baotbria  pbr  Cubic  Cxhtiuktbe  in 
Efflukvt. 


Sam. 


11  A.lf. 


2  P.M. 


„ 

2,540 

8,200 

.24 

117 

117 

92 

92 

117 

70 

79 

80 

88 

76 

78 

67 

70 

67 

40 

40 

41 

4  pm. 


110 
142 

88 
72 
65 
42 


Averages,  Nov.-Aprll,  loclasive. 

Average  per  cent,  in  effluent  of  number  applied, 

C,  — 


9,000 


86 
0.95 


Experiments  upon  this  filter  show  that,  under  normal  conditions, 
its  efficiency  in  removing  bacteria  is  substantially  the  same  during 
the  entire  twenty-four  hours.  The  averages  given  above  include  all 
results  obtained  and  indicate  that  in  some  cases  somewhat  variable 
numbers  were  found  in  the  effluent  during  the  day.  This  is  explained 
by  the  existence  of  some  abnormal  condition  during  a  very  few  days 
in  the  month.  The  average  results  for  the  period,  November  to 
April,  inclusive,  show  that  the  effluent  contained  0.91  per  cent,  of 
the  number  of  applied  bacteria,  —  a  removal  of  99.09  per  cent. 
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FilUr  No.  3B  (IntcrmUtetU). 


DATE— 189S. 


Quantity 
of  Effluent. 

Gallons 
per  Acre  Dailj. 


September  27, 

28. 

2«. 

80, 

October       1, 

2. 

8. 

4, 

6. 

6. 

7. 

8. 

». 
10, 
11. 
12, 
18, 

14. 
M. 
16. 
17. 
18, 
19. 
20. 
21. 
22. 
28, 
24. 
26, 
26, 
27, 
28, 
29, 
80, 
81. 


S.828,900 
2,024.200 
1,662,400 
2,285,600 

0 
2,087,200 
2.200,400 
2.188,000 
2,146,400 
2,269,000 
2,120,000 

0 
2,206,800 
2,261,000 
2,080,000 
2,161,600 
2,186,800 
2,088,400 

0 
2,179,800 
2,242,600 
2,106,800 
2,292,000 
2,227,400 
2,329,000 

0 
2.260,000 
2.262,000 
2,087,600 
9,262,000 
2,138,200 
2,236,800 

0 
2.266.400 
2.289,400 


Bacteria  per 

Cubic 
Centimeter 

m 

Applied  Water. 


39.900 
64.800 
44.800 
79,800 

24,800 
18,600 
20,200 
12,500 
13,800 
22,000 

8,600 
25,000 
45,600 
56,200 
34,200 
61,800 

22,000 
16,200 
4,600 
6,200 
6,800 
6,300 

1,900 
4,800 
16,200 
20.700 
7,200 
7,100 

6,000 
4,400 


Baotsbia  per  Cubic  Cbktixbt 
IM  ErrLUBVT. 


U  A.lf. 


2  pjf. 


12,800 
20,600 
36,600 
83,600 


8,300 
8,800 
4,100 
2,700 
4,200 

1,700 
8,000 
6,800 
2,100 
6,200 
1,870 

1,200 
1,020 
450 
280 
760 
270 

280 
280 
480 
230 
640 
400 

210 
180 


18,800 
13,000 
18,600 
21,600 

6,400 
1,600 
4,800 
2,400 
1,600 


900 
1,260 
4,600 
2,000 


420 
640 
210 
180 
ISO 
160 

160 

120 
130 
380 
210 

120 
160 


The  toul  qaaotity  of  efflaeot  to  the  end  of  October  was  eqnivalMit  to  66,887,000  gaUou  p«r  acr«. 
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Filter  No.  8  A  (Coniintious). 


DATS  —  isos. 


Quantity 
of  Effluent. 

Gallons 
per  Acre  Daily. 


Bacteria  per 

Cubic 

Centimeter 

in 

Applied  Water. 


September  27, 
28. 
2©. 
30. 

October        1, 

2. 
8, 
4, 
6. 
6. 
T, 
8. 

10, 

". 
12. 
13. 

14. 
16. 

16. 
17. 
18, 
W, 
20. 

21. 
22. 
28. 
24, 
26, 
28, 
27, 
28. 
29. 
30, 
31. 


1,871,400 
2,016,000 
1,081,400 
2,056,000 
2,056,000 
1,070,000 
2,002,000 
2,007,400 
2,030,000 
2,044,000 

880,000 
0 
1,017,000 
1,804,800 
2,000,000 
2,002,000 
1,005,800 
1,098,500 
1,998.500 
2.184.000 
1.925,600 
2,009,000 
1.027.200 
1,878,200 
1,047,200 
1,000,000 

268,400 
1.673,000 
2,044.000 
2,023,000 
2,009,000 
2.023,000 
2,023,000 
2.016,000 
1.995,000 


39.900 
64.800 
44,800 
70,800 

24,300 
18,600 
20,200 
12,600 
13,800 
22,000 

8,600 
25.000 
45,600 
55,200 
84,200 
51.300 

22.000 
16,200 
4,600 
6,200 
6,800 
6,800 

1,000 
4,800 
16,200 
20,700 
7,200 
7,100 

6,000 
4,400 


Baotbua  pbr  Cubic  CaimMBTBB 

IN  EFPLDBNT. 


11  A.M. 


3  P.M. 


12,100 

18.700 

12.000 

6.000 

8,300 
3,000 
2,700 
2,700 
3.000 
2.600 

1.040 
840 

1,750 
420 
430 
190 

190 
210 
120 
180 
190 
260 

220 

270 
130 
220 
190 

90 
150 


13.600 
24.000 
14,600 
16,000 

4,400 
2,800 
3,800 
1.600 
2,200 


530 
420 
720 
000 


180 
200 
ISO 
120 
220 
240 

200 
180 
320 
140 
210 
100 

00 
120 


The  total  quantity  of  efElnent  to  the  end  of  October  was  63,200,400  gallons  per  acre. 
The  gate  on  the  outlet  pipe  was  closed  October  7, 4  p.m.,  to  October  0,  8  a.m.  ;  and  October  28, 8.40 
to  11U)6  A  JC.    On  October  24  the  snrface  was  allowed  to  uncover,  and  was  scraped  between  10  and  12  a.m. 
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Filler  No.  3  B  {Intermiltenl)  —  Continued. 


T\  .  M..B           V  A  flkO 

Quantity 
of  Effluent. 

Gallons  per 
Acre  Daily. 

Bacteria  per 

Cubic 

Centimeter 

in  Applied 

Water. 

Bactkria 

PBS  Cubic  Ckntimktbr  in  ErFLUEvr. 

DA.TK  —  1SW3« 

8  A.M. 

11  A.M. 

2  P.M. 

4  P.M. 

November  1,    . 

2,293,000 

6,000 

336 

300 

164 

110 

2.    .       . 

2,185,800 

7,600 

276. 

384 

187 

170 

8.    . 

2,251,000 

8.000 

100 

240 

198 

110 

4.    . 

2,186,400 

6,300 

102 

240 

144 

110 

6.    . 

0 

- 

- 

- 

- 

- 

6,    . 

2,225,400 

7,300 

610 

546 

250 

100 

7.    . 

2,102,800 

5,200 

396 

824 

150 

75 

8,    . 

2,200,400 

4,400 

890 

258 

98 

112 

».    . 

2,269,800 

4,600 

294 

258 

150 

115 

10,    . 

2,197,000 

5,600 

240 

145 

140 

60 

11.    . 

2,072,400 

5,100 

215 

296 

162 

112 

12,    . 

1 

0 

- 

- 

- 

- 

- 

13,    . 

2,252,200 

8,700 

351 

321 

100 

120 

14.    . 

1,978,000 

8,900 

294 

243 

170 

103 

15.     . 

1,986,000 

4,700 

180 

128 

57 

97 

16,    . 

2,217,400 

6,900 

210 

208 

120 

65 

17,    . 

2,101,000 

6,300 

170 

248 

114 

08 

18,    . 

2,270,400 

6,700 

240 

221 

105 

62 

w.  . 

0 

- 

- 

- 

- 

- 

20,    . 

2,145,600 

8,900 

400 

216 

120 

140 

21,    . 

2,071,200 

8,200 

180 

60 

150 

145 

22,    . 

2,185,600 

8,200 

132 

180 

117 

110 

23,    .       . 

2,110,600 

18,300 

240 

190 

105 

80 

24,    .        . 

2,105,200 

10,100 

246 

270 

252 

100 

25,    .        . 

2,170,800 

11,500 

396 

360 

800 

800 

26,    .        , 

0 

- 

- 

- 

- 

- 

27.    .        . 

2.259.200 

10,500 

600 

480 

140 

124 

28,    . 

1.992.000 

9,100 

420 

480 

629 

420 

29,    .       . 

2,095,600 

12,800 

450 

230 

260 

140 

30,    . 

2,127,800 

6,800 

684 

- 

- 

- 

Qaantlty  of  effloent  for  month  was  56,052,600  gallons  per  acre. 


No.  34.] 


FILTRATION  OF  WATER. 
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FiUer  No.  8  A  (Continuous)  —  Continued. 


TV  *  ^^            V  Atfh^ 

Quantity  of 
Effluent. 

Gallons  per 
Acre  Daily. 

Bacteria  per 

Cubic 

Centimeter 

in  Applied 

Water. 

Bacteria  pb£  Cubic  Cbntimbtbb  in 

^FFLCBKT. 

DATB  —  ISwB- 

8  AJi. 

1 

11  A.M. 

2  P.M. 

4  P.M. 

November   1,  . 

•                • 

2.023.000 

6.000 

210 

56 

58 

96 

2.  . 

1.088.000 

7,600 

170 

128 

180 

180 

8,  .       . 

2.051,000 

1 

8,000 

130 

1 

150 

164 

108 

4.  .       . 

1       2,002,000 

6,300 

97 

75 

121 

55 

6,   .        . 

2,002,000 

- 

- 

- 

- 

- 

6,  . 

1       1,985,400 

7,300 

46 

92 

95 

76 

7.  . 

1,955,800 

5,200 

125 

120 

120 

112 

8.  . 

2,027,200 

4.400 

65 

91 

62 

76 

9.   . 

1,829.600 

4.600 

110 

100 

114 

126 

10.  . 

^       1,685.600 

5.600 

110 

130 

184 

216 

11.   .        . 

1.000,000 

5,100 

185 

275 

279 

240 

12.   . 

848,400 

- 

- 

- 

- 

- 

13,  . 

1,663,200 

8,700 

559 

342 

310 

378 

14.   .        . 

2,002,000 

8,900 

270 

240 

105 

90 

16,  . 

2,016,000 

4,700 

130 

123 

160 

91 

16.  .        < 

2.001.400 

6,900 

140 

127 

110 

104 

17.   . 

2.016.000 

0,300 

97 

70 

100 

70 

18.   . 

2,026,500 

6,700 

105 

107 

70 

87 

1».  . 

2,026,500 

- 

- 

- 

- 

- 

20.  . 

2,084,200 

8,900 

110 

80 

95 

70 

21.  . 

2,169,800 

8.200 

100 

140 

102 

100 

22,  .        . 

2,051.000 

8,200 

80 

97 

92 

90 

28.   . 

1.081.000 

18,300 

58 

52 

89 

90 

24.  .        , 

2.087.000 

10,100 

50 

55 

35 

20 

25,   . 

2.080.000 

11,500 

45 

46 

44 

26 

26.  . 

2,080,000 

- 

- 

- 

- 

- 

27.  .       . 

1,985,200 

10,500 

26 

70 

82 

54 

28.  .        . 

2,046,800 

9,100 

76 

90 

112 

120 

29.  .        . 

2,028,000 

12,800 

78 

80 

45 

88 

80.  . 

1,916.000 

6,800 

75 

1 

- 

- 

QoADtlty  of  effloent  for  month  was  56,953,600  gallons  per  acre. 

The  onOet  pipe  was  oloeed  November  11, 9  to  10  a.x^  bnt  no  air  came  out  at  the  snrface.  The  snr< 
face  was  acraped  Norember  13  between  11  a  x.  and  3  p.m. 
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Filter  No.  3  B  (IntermiUent)  —  Continued. 


Qoantity 
of  Effluent. 

Gallons  per 
Acre  Dally. 

Bacteria  per 

Cubic 
Centimeter 
in  Applied 

Water. 

BAOTBKLa  PEB  CUBIC  CBHTIMBTBH  DC  EFPLUBNT. 

Datb  — 1S08. 

8  a.m. 

11  A.M. 

1 

2  p.m. 

4  p.m. 

December  1,    .       . 

2.084,800 

12.300 

408 

270 

190                 167 

1 

2.    .       . 

2,055.000 

15,500 

790 

890 

240 

250 

3,    .        . 

0 

- 

- 

- 

- 

- 

4,    . 

1.897,800 

11.200 

568 

336 

300 

240 

5,     . 

1,920.800 

11.700 

318 

690 

270 

218 

6,    . 

2,043,800 

10,500 

288 

360 

170 

165 

7,    .        . 

1.086,200 

11.900 

230 

190 

222 

185 

•       8,    .       . 

2.157,800 

10,300 

192 

240 

218 

294 

9.    . 

2,190,600 

10,400 

252 

294 

- 

- 

10.    . 

0 

- 

- 

- 

- 

- 

11.    .        . 

2,207,800 

9,200 

360 

384 

830 

818 

12,    .        . 

2,123,000 

8,500 

275 

270 

202 

252 

13.    .        . 

2.025,600 

7.400 

870 

240 

854 

270 

14.    .        . 

2,086.600 

9.000 

130 

192 

836 

818 

15,    . 

2,100,700 

7,200 

151 

180 

848 

204 

16.    . 

2.030,600 

10,600 

270 

150 

- 

17,    .       . 

0 

- 

- 

- 

- 

18,    . 

2,254,800 

12,800 

270 

258 

240 

720 

19,    . 

1,900,200 

21,200 

800 

195 

240 

ro 

20,    .        . 

1,988,400 

11.600 

288 

810 

380 

420 

21,    . 

2,084,600 

11.200 

180 

193 

180 

uo 

22,    .       , 

2,103,000 

9,100 

329 

220 

276 

288 

28.    .        . 

2.057.000 

8.300 

i         886 

1 

294 

228 

170 

24.    . 

1.817.600 

- 

- 

- 

- 

- 

25,    . 

0 

- 

- 

- 

- 

- 

28,    .        . 

2.017.400 

10,300 

860 

360 

246 

210 

27,    .        . 

2.053.800 

5,000 

220 

147 

167 

140 

28,    . 

2,052.000 

5.300 

285 

261 

120 

156 

29,    . 

2.015.600 

5,800 

340 

839 

128 

146 

30,    . 

2,069,800 

7,600 

163 

227 

133 

140 

31,    . 

0 

- 

- 

- 

- 

- 

Quantity  of  effluent  for  month  was  53,275,300  gallons  per  acre. 

To  remove  the  air  held  In  the  pores  of  the  sand  and  which  prevented  a  normal  flow  of  water  the  oau 
let  was  dosed  Decembei  19.  9.26  to  10.25  A.X.,  and  December  24,  9.45  to  11  a.m. 
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Filter  No.  8 A  (Con^inuotM)— Continaed. 


T\  A  «•  V        1  AAA 

Quanttty 
of  BfflaenL 

Oallont  per 
Acre  DaJIj. 

Bectertaper 

Cubic 
Centimeter 
In  Applied 

Water. 

Baotbbxa  pbb  Cubio  Cbbtiicbtbb  nr  EyfLUBvr. 

ifATB  ^  A9W« 

8  A.M. 

11a.m. 

2  F.lf. 

4  P.IC 

December  1,    . 

1,704,200 

12.800 

67 

170 

210 

147 

2.    .       . 

1.887,600 

16.600 

364 

■• 

- 

843 

8.    .       , 

1,887.600 

- 

- 

- 

- 

- 

4.    .       , 

1.968.600 

11.200 

180 

170 

800 

120 

6.    .       . 

2.087.000 

11.700 

216 

184 

246 

140 

6.    .       . 

2,009.000 

10.600 

110 

140 

180 

120 

.    T.    . 

1.967.600 

11.900 

128 

106 

82 

77 

S.    .        . 

2.009,000 

10.300 

72 

86 

126 

146 

0.   .      . 

1.980.600 

10.400 

86 

70 

- 

- 

10.    .       , 

1.980.600 

- 

- 

- 

- 

- 

11.    . 

2.016.000 

9.200 

46 

67 

70 

98 

12,    . 

2.016.000 

8,600 

49 

63 

60 

67 

18.    . 

2.080,000 

7.400 

44 

82 

48 

48 

14,    .       . 

2.090.000 

9.000 

61 

78 

68 

81 

16,    . 

1.920.200 

7.200 

84 

26 

80 

74 

16.    . 

2.182.600 

10.600 

22 

46 

- 

- 

17,    .       . 

2.132.600 

- 

- 

- 

- 

- 

IS,    .       . 

2,080,000 

12.800 

110 

188 

120 

147 

w,   .      , 

1,988,000 

21.200 

98 

76 

140 

110 

20,    .       , 

2,087,000 

11.600 

114 

98 

72 

120 

21,    .       , 

2.016.000 

11.200 

41 

63 

66 

69 

22,    .       . 

1.988.000 

9.100 

79 

62 

96 

80 

23,    .       . 

2.068.000 

8.300 

99 

92 

97 

- 

24,    .       . 

1,886.700 

- 

- 

- 

■• 

- 

26.    .       , 

1.886.700 

- 

- 

- 

- 

- 

26.    .       . 

1.994.000 

10.800 

44 

49 

49 

60 

27.    .       , 

1.829.800 

6.000 

86 

46 

60 

66' 

28.    . 

1.796,000 

6.800 

60 

87 

79 

148 

29,    .       , 

1.716.000 

6.800 

166 

210 

802 

806 

80,    .       . 

2.016.000 

7.600 

74 

78 

92 

98 

81,    . 

2.016.000 

- 

- 

- 

- 

- 

Qoaottty  of  effluent  for  month  was  60.968.800  gallona  per  acre. 

The  surface  was  scraped  on  December  2  between  10  a  Ji  and  4  p.m.  The  loss  of  head  was  equal  to 
the  depth  of  the  filter  on  December  29;  the  Ice  8  to  8  Inches  In  thickness  was  remoTed  and  the  outlet 
closed  8.80  to  1146  a.x.  to  allow  the  escape  of  air  held  In  the  sand. 
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Filter  No.  3  B  (IntermiUent)  —  Continued. 


Y\  &  tm^            V  ^MkA 

Qoantlty 
of  Effluent. 

Oallont  per 
Acre  Dally. 

Loss  or  Hbad. 

(IM0HK8.) 

Bacteria  per 

Coble 
Centimeter 
in  Applied 

Water. 

Baotkkia  fkb  Cubic  CBrnmaTaB 
nr  Eftldbht. 

DATS— 1994. 

8  A.M. 

4pjf. 

8A.JC. 

U  A.M. 

2  p.m. 

4  p.m. 

Janaary  1,    . 

2,166,000 

- 

- 

4,600 

838 

904 

262 

286 

2.    . 

1,966,600 

- 

- 

6.000 

268 

166 

170 

186 

3,    . 

1,698,400 

- 

- 

3.600 

162 

160 

142 

108 

4.    . 

1,862,200 

- 

4.400 

112 

211 

228 

210 

6.    . 

1.914.800 

- 

- 

6.000 

160 

160 

146 

16S 

6.    .       , 

2.090,600 

- 

- 

7.800 

806 

278 

178 

112 

7.    . 

0 

- 

- 

- 

- 

- 

- 

8.    . 

2,068,600 

68.8 

18.8 

8,200 

286 

206 

878 

622 

9.    . 

2,068,600 

48.0 

17.8 

7.600 

888 

224 

810 

148 

10,    . 

2,222,200 

40.0 

14.0 

6.700 

868 

277 

280 

267 

11.    . 

2,087,800 

14.0 

16.0 

6.800 

276 

210 

170 

140 

12.    • 

1,988.800 

14.8 

16.6 

7,600 

280 

196 

197 

191 

18,    . 

840.000 

61.0 

- 

7.900 

- 

- 

- 

119 

u,  . 

0 

- 

- 

- 

- 

- 

- 

- 

1ft,    . 

1.268.400 

- 

68.0 

10.600 

- 

- 

- 

140 

16.    . 

1.816.600 

72.0 

66.0 

7.100 

- 

468 

834 

848 

17.    .        . 

1.696.200 

62.6 

67.8 

6.800 

- 

216 

848 

474 

18.    .        . 

2,087.000 

67.6 

61.6 

8.100 

202 

210 

872 

149 

19,     . 

2,022,400 

16.6 

16.0 

8,600 

206 

220 

196 

180 

20,    . 

1.996,000 

48.6 

14.8 

7,800 

118 

221 

880 

285 

21.    .        , 

0 

- 

- 

- 

- 

- 

- 

- 

22,    .        . 

2,188.800 

16.6 

14.3 

9,700 

1 

226 

814 

166 

169 

28.    .        . 

1.960,200 

18.6 

16.8 

8,600 

316 

269 

210 

241 

24,    .        . 

1.970.600 

16.8 

16.0 

6,200 

124 

242 

191 

110 

26.    .        , 

1,967,600 

16.8 

16.0 

6,800 

80 

166 

186 

05 

26,    . 

2.168.000 

41.0 

18.0 

6,100 

96 

1 

146 

189 

241 

27.    .        . 

2.146,800 

18.0 

18.6 

9,000 

92 

1 

117 

162 

122 

28,    .       , 

0 

- 

- 

- 

- 

- 

- 

- 

29,    . 

1.874.800 

14.6 

16.0 

6.400 

1      116 

1 

191 

201 

167 

80,    . 

0 

- 

- 

6.900 

1         * 

- 

- 

- 

81,    .        . 

2.040,000 

- 

12.3 

7.700 

- 

- 

- 

170 

Quantity  of  effluent  for  month  was  49.368.000  gallons  per  aere. 

January  4. 2  to  8  Inches  of  Ice  removed.  January  13,  outlet  closed  10.46  a.m.  to  2.80  tm.  January 
16.  toe  6  inches  thick  was  broken  along  the  edge  and  outlet  dosed  unttl  3.60  p.m.  January  16, 4  Inches 
of  Ice  removed  and  outlet  closed  10  to  11.16  a.m.  January  17,  outlet  opened  at  10.30  a.m.;  a  large  quan- 
tity of  air  appeared  at  the  surface.    January  81,  a  wooden  distributing  trough  put  on  surface. 
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Filter  No,  8 A  (^Ckmtinwma) — Continued. 


Quantity  of 
Effluent 

QftllonsMr 
Aere  Dally. 

Loss  OF  Head. 

(lllCHKS.) 

Bacteria  per 

Cable 

Centimeter 

In  Applied 

Water. 

Baotbbia  m  Cubic  Cbhtdcstbb 
ur  EvnuKifT. 

Dats—ISM* 

8  a.m. 

4  F.M. 

8  A.M. 

U  AJf. 

2P.1C 

4  P.M. 

Janiiary  1,    . 

2,016.000 

- 

- 

4,600 

44 

80 

40 

60 

«,    . 

2,016,000 

- 

- 

6,000 

40 

47 

62 

60 

8,    .       , 

2,072,000 

- 

- 

8,600 

60 

66 

68 

61 

4,    .        . 

1,974,000 

- 

- 

4,400 

37 

48 

64 

40 

6,    .        . 

2,016,000 

- 

- 

6,000 

24 

81 

68 

60 

«,    .        , 

2,016,000 

- 

- 

7,800 

24 

80 

47 

68 

7,    . 

2.016,000 

- 

- 

- 

- 

- 

- 

- 

8,    .        , 

1,M6,000 

13.6 

21.0 

8,200 

47 

42 

60 

63 

9,    .        , 

2,246,400 

16.6 

24.6 

7,600 

36 

48 

66 

88 

10,    . 

1,802,400 

24.6 

23.6 

6,700 

71 

126 

06 

146 

11,    .        , 

1,806,000 

81.0 

81.0 

6.800 

102 

110 

118 

122 

12,    .        , 

2,080,000 

48.8 

61.6 

7,600 

148 

166 

186 

184 

18,    . 

1,926,000 

02.0 

60.8 

7,900 

221 

288 

248 

206 

14,    .        . 

1,926,000 

- 

- 

- 

- 

- 

- 

- 

16,    .        . 

1,623,000 

69.0 

78.0 

10.600 

200 

262 

240 

208 

16,    . 

1,638,000 

78.0 

12.6 

7.100 

106 

- 

168 

168 

17,    . 

2.002,000 

11.6 

11.8 

6,800 

189 

08 

106 

126 

18,    . 

2,037,000 

12.0 

12.0 

8.100 

89 

77 

78 

92 

»,    .        , 

2.023.000 

18.0 

12.8 

8,500 

88 

86 

62 

76 

20,    . 

2.019.600 

14.6 

16.0 

7,800 

46 

67 

43 

87 

21,    .        . 

2,019.600 

1 

- 

- 

- 

- 

- 

- 

22.    .        , 

1,886,200 

19.0 

20.6 

9,700 

28 

26 

82 

76 

23.    .        . 

2,030,000 

28.6 

24.6 

8,600 

46 

48 

61 

81 

24.    .        . 

1,866,800 

27.3 

82.3 

6.200 

83 

61 

44 

41 

26.    .        . 

1,704,600 

47.0 

1 

67.6 

6.300 

42 

27 

66 

68 

28,    .        . 

219,000 

78.0 

47.0 

6.100 

60 

68 

69 

- 

27,    .        . 

1,841.200 

87.0 

62.0 

9.000 

49 

68 

61 

Ill 

28,    .        . 

400.000 

- 

- 

- 

- 

- 

- 

- 

28.    .        . 

1.607,000 

78.0 

1 

10.6 

6,400 

28 

- 

- 

64 

80,    . 

2.044,000 

1    13.6 

18.6 

6,900      ' 

80 

68 

66 

68 

81,    . 

1,988.000 

10.3 

10.3 

1 

7,700 

46 

41 

46 

46 

Quantity  of  efflaent  for  month.  66.836.600  gallons  per  acre. 

January  16.  2  to  8.5  inches  ice  removed,  and  outlet  closed  8  a.m.  to  1.60  p.m.  to  allow  escape  of  air. 
January  26,  outlet  closed  9.10  to  11.10  a.m.,  and  from  2  p.m.  to  8.36  a.m.  January  27.  January  29,  6 
inches  ice  removed  and  outlet  closed  9  a.m.  to  3.20  p.m. 
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FilUr  No.  3  B  (InUrmiaenl)  —  Continaed. 


TV  A  ^»            V 

Qoantttj  of 
Efflaeot 

Gallons  per 
Acre  Duly. 

Loss  or  Hbai>. 

(IMOHBS.) 

BscterUper 

Coble 
Centimeter 
In  Applied 

Water. 

Baotbbia  per  Cdbio  CusrommM. 
IK  Eppluxnt. 

DATt  — l9V«* 

8  A.U. 

4  pjc. 

8  A.X. 

U  A.M. 

3  P.M. 

4  PJC. 

Febrnaryl,  . 

2,182,400 

12.0 

11.6 

7.900 

151 

146 

114 

106 

2.  . 

2.021,800 

16.5 

14.0 

7.800 

255 

278 

181 

114 

8.  . 

2,019.000 

14.0 

14.0 

4,100 

204 

840 

102 

186 

4, 

0 

- 

- 

- 

- 

- 

- 

- 

fi.  . 

1,881,600 

11.8 

18.0 

9.900 

288 

270 

208 

184 

6,  . 

1.718.400 

15.5 

18.8 

8,900 

- 

258 

190 

170 

7,  . 

1.086.600 

15.0 

15.3 

10.700 

208 

190 

121 

186 

8,  . 

2.098.600 

15.0 

14.8 

7.800 

828 

198 

123 

- 

».  . 

2.0S6.600 

18.5 

16.0 

9.500 

247 

246 

190 

lOT 

10.  . 

2,166,600 

14.0 

15.0 

9.300 

806 

280 

116 

128 

11.  . 

0 

- 

- 

- 

- 

- 

- 

- 

13. 

1,086.200 

85.8 

16.8 

12.400 

255 

178 

216 

487 

18, 

1.880.800 

10.0 

81.8 

6.000 

- 

225 

170 

226 

14.  . 

1.729,400 

14.5 

14.0 

6,100 

332 

258 

149 

197 

16.  . 

1.747.400 

18.0 

14.5 

7,500 

271 

218 

125 

188 

M.  , 

1.314.200 

14.5 

8.8 

9.100 

266 

219 

166 

182 

IT. 

1.508.000 

11.0 

8.8 

7,300 

212 

127 

185 

190 

18,  , 

0 

- 

- 

- 

- 

- 

- 

- 

1».  . 

2,086.400 

16.8 

16.0 

10.100 

205 

180 

158 

140 

20,  . 

1,604,000 

16.0 

16.0 

8,400 

240 

218 

108 

182 

21.  . 

1.646.200 

15.0 

15.8 

8.700 

- 

257 

192 

190 

22.  . 

1.962,000 

19.8 

17.8 

8.600 

168 

160 

186 

180 

28, 

1.784.600 

18.3 

16.8 

6,800 

i      227 

222 

145 

- 

24.  , 

10.000 

- 

- 

6,700 

- 

- 

- 

873 

26,  . 

458,800 

- 

- 

- 

- 

- 

- 

- 

28.  . 

0 

- 

- 

9,500 

- 

- 

- 

- 

27,  . 

1,544,400 

10.0 

9.8 

8,800 

100 

60 

56 

M 

28,  . 

1,623,400 

12.0 

12.8 

6,400 

120 

180 

120 

160 

Quantity  of  efflnent  for  month  was  40,731,400  gallons  per  acre. 

Febmarj  1,  the  filter  was  not  drained  on  the  night  preceding.  February  24.  the  filter  was  filled 
from  below  with  city  filtered  water.  February  26, 6  inches  of  Ice  removed ;  1  to  2.5  inehes  of  froM  In 
sand;  filled  with  city-filtered  water  from  below  (rate.  1.150.000  gallons  per  acre  daily)  and  allowed  to 
stand  OTsr  night.    Febmary  27.  rate  reduced  from  10  to  8  gallons  per  minute. 
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FiUer  No.  8  A  (Ctm/tnttOtt«)— Continued. 


Datb~1W4. 


Febroary  1,  . 

2.  . 

8.  . 

4.  . 

6.. 

«,  . 

T.  . 

8.  . 

».  . 
10.. 
11.. 
12,  . 
18,  . 

14,  . 

15,  . 

16,  . 

17,  . 

18,  . 

»,  . 
20,  . 

21,. 
22,. 
28.. 
24,. 
26,. 

as, . 

27,  . 
28,. 


Qoantlty  of 
Effluent. 

Qallons  p«r 
Acre  Dally. 


2,016,000 
2,016,000 
2,016,000 
2,016,000 
2,000,000 
1,722.000 
2,016,000 
2,016,000 
1,704,400 
1,828,200 
1,828,200 
1,619,000 
2,058,000 
2,000,000 
1,728,000 
1,046,400 
1,000,000 

290,000 

0 

1,848,000 

161,200 
2,000,000 
2,016,000 

763,000 

468,800 

0 

1,847.000 

1,440,000 


LOM  OF  Hbax>, 
(INCHBS.) 


8  a.m. 


4  p.m. 


0.0 
10.6 
14.0 

21.0 
11.5 
20.8 
27.8 
48.8 
73.0 

78.0 
12.6 
18.0 
14.8 
22.0 
81.6 

73.0 
19.0 
61.0 
11.8 
11.0 
8.6 


10.0 
6.6 


0.6 
12.0 
16.0 

22.8 
17.8 
24.0 
88.6 
60.0 
40.0 

18.0 
18.0 
18.6 
16.0 
26.0 
87.0 


86.0 

10.3 

11.0 

0.0 


6.0 
6.6 


BaeterUpcr 

Coble 
Centimeter 
In  Applied 

Water. 


7,000 
7.800 
4,100 

9,900 
8,000 
10,700 
7,800 
9,600 
0,800 

12,400 
6,000 
6,100 
7,600 
0,100 
7,800 

10,100 
8,400 
8,700 
8,600 
6,300 
6,700 

0,600 
8,800 
6,400 


Baotbbia  FEB  Cubic  Cbmtimbtbb 

IB  ErrLUBNT. 


8  a.m. 


42 
46 
62 

71 
68 

48 

81 

28 

102 

228 
110 
92 
88 
61 
96 

08 
40 
221 
186 
91 
98 


87 
48 


Uajc. 


3  p.m. 


4PJC. 


28 

82 

46 

87 

69 

40 

69 

60 

60 

40 

60 

46 

80 

80 

24 

27 

• 

162 

104 

01 

108 

106 

66 

86 

80 

104 

94 

114 

- 

- 

80 

06 

167 

117 

07 

76 

96 

94 

68 

114 

46 

60 

62 
66 
60 

67 
88 
60 
34 
24 
29 

119 
116 
76 
119 
108 
116 


00 

88 
60 
07 


88 
61 


Quantity  of  efflaent  for  month  waa  40,766,200  gallons  per  acre. 

Febroary  6,  inlet  ptpe  frozen  and  snrface  nncovered.  Febroary  10,  lee  4  Inohea  thick  broken  along 
the  aidee  and  outlet  oloeed  7.66  a.m.  to  8.46  p.m.  Febroary  12,  lee  3  to  6.6  inohea  thick  removed  and  out- 
let oloaed  8  a.m.  to  140  p.m.  Febroary  19,  ice  4  inches  thick  broken  along  the  sides  and  outlet  closed 
8.30  A  X.  to  Febroary  20, 8  a.m.  February  21,  2  to  6  Inches  ice  removed  and  surfaoe  scraped.  After 
filling,  filter  was  allowed  to  stand  with  outlet  closed  from  0  p.m.  till  8  a  ji.  the  next  morning.  Febroary 
24,  inlet  pipe  frozen  and  surface  uncovered.  February  16,  filter  allowed  to  drain.  February  26,  filled 
with  dty  filtered  water  from  below  and  allowed  to  stand  over  night  with  outlet  closed.  February  27, 
rate  reduced  from  7  to  6  gallons  per  minute. 
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Filter  No.  3  B  {Intermittent)  —  Continued. 


DATS -ISM. 


Kareh  1, 
2. 
8. 
4. 

T, 
8. 

». 
10. 

11. 
W. 
18. 
14. 
18. 
16, 
17, 
18. 

W. 
20, 

21. 
M. 
28. 
24, 

28. 
28. 

27, 
28. 
29. 
80, 
81, 


Qnantlty  of 
Efflaeot. 

OaUont  per 
Acre  Duly. 


1,828.200 
1.786,200 
1,798,600 

0 
2.272,000 
1,787.600 
1,747,400 
1,806,600 
1,798,600 
1,560,200 

0 
1,983,000 
1,800,800 
1,827,400 
1,726,600 
1,836,000 
400,000 

0 
1,786,200 
1,704,000 
1.656,400 
1,779.200 
1,598,400 
1,625,600 

0 
1,767,200 
1,876,000 
1,888,000 
1,649.600 
1,617,600 
1,640,000 


Loss  OF  HSAD. 
(INOHXS.) 


8  A.lf. 


4  F.M. 


11.6 
12.5 
10.0 

18.6 
18.8 
9.5 
12.5 
12.0 
12.0 

13.5 
18.0 
10.5 
11.0 
10.5 
18.5 

10.0 
10.5 

9.5 
11.0 

9.6 
10.8 

11.5 

10.8 
18.0 
12.8 
11.0 


18.0 
12.5 
11.8 

12.5 
12.0 
11.8 
12.5 
14.0 
18.8 

14.8 
18.5 
18.8 
14.0 
18.8 


9.0 
10.8 
11.5 
11.5 
18.5 
11.5 

12.0 

11.8 
14.0 
12.8 
11.5 


BaeterUpar, 

Cubic 
Ctntiineter 
io  Applied  I 
Water.      | 


7,800 
9,800 
6,900 

7,000 
11,800 
18,600 
18,400 
18,000 
12,800 

10,900 
9,800 
8,600 
7,800 
6,800 
6,000 

5,200 
4,100 
8,900 
4.000 
4.900 
3,600 

4,900 
8,500 
2,100 
8,600 
8.600 
10,200 


Baotbkia  pbb  Cubic  Cbvtim 

nf  EFTLUBirT. 


8  A.M. 


185 
114 
289 

34 
107 
860 
256 
281 
837 

80 
285 
257 
220 
167 
150 

29 
144 
180 

140 
160 

78 
280 
206 
157 
808 
290 


U  A.IC 


2  F.M. 


4  F.M. 


174 

128 

191 

178 

119 

91 

52 

82 

101 

87 

190 

115 

252 

152 

840 

245 

290 

156 

56 

84 

221 

217 

196 

186 

190 

188 

161 

117 

41 

68 

190 

114 

188 

80 

107 

87 

110 

4S 

158 

90 

81 

89 

196 

96 

156 

95 

114 

75 

152 

126 

242 

210 

130 
116 
18S 

51 
77 
150 
180 
141 
150 

ISS 
102 

61 
180 

06 


80 

80 
112 

76 
108 

60 


12S 
75 
68 

175 
142 


QaaoUty  of  efflaent  for  montii  was  45,960,400  gallons  per  acre. 

ICarch  4  and  11,  filter  filled  with  dty  filtered  water  from  below  and  allowed  to  ttand  over  night. 
ICareh  17,  sorfaoe  seraped  and  new  sand  added  to  ridge  the  tnrfaoe  similar  to  that  of  the  Lawrenoo 
flitj  filter;  the  sand  at  the  sides  at  right  angles  to  the  wooden  condolt  was  made  6  Inches  deeper  than  In 
the  middle,  towards  which  It  was  graded.  The  filter  was  filled  from  below  with  dty  filtered  wator  on 
the  night  of  Mareh  18.  The  filter  was  filled  as  nsual.  from  the  top,  on  March  25,  and  allowed  to  stand 
over  night  with  the  outlet  dosed. 
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Filter  No.  8 A  {Continuous)  —  Continued. 


■-1 — 

Quantttjof 
EfDoent 

Qalloni  per 
Acre  Dailj. 

Loss  OF  Head. 

(IMORBS.) 

Bacteria  per 

Cable 

Centimeter 

In  Applied 

Water. 

Baotssia  PBS  Cubic  CsanxBTSB 

Of  EVFLUBIIT. 

DATS  — l9V«« 

8  A.M. 

4  P.M. 

8  A.IC 

11a.m. 

3  PJC 

4  P.M. 

lijureh  ly       •       •       • 

1.446,000 

6.6 

6.6 

7.300 

28 

68 

40 

42 

2. 

1.440,000 

6.6 

6.6 

0.800 

83 

81 

66 

61 

8,       . 

1.380.000 

6.6 

6.6 

6.000 

61 

42 

66 

68 

4, 

600.000 

- 

- 

- 

- 

- 

- 

- 

5.        . 

1.270.000 

7.6 

7.8 

7,000 

- 

74 

49 

26 

«.        . 

1.440.000 

8.0 

7.8 

11,800 

66 

86 

74 

70 

7.        . 

1,446,000 

7.3 

6.6 

13,600 

74 

66 

80 

63 

8.       . 

1,446,000 

7.0 

7.0 

18,400 

73 

76 

70 

78 

».       . 

1.426,000 

7.0 

6.6 

13,000 

87 

110 

63 

97 

10. 

1.896,000 

6.6 

6.6 

12.800 

98 

87 

64 

96 

11,        . 

664.600 

- 

- 

- 

- 

- 

- 

- 

12. 

1.840.000 

7.6 

7.8 

10.900 

- 

63 

44 

66 

18.        , 

1.440.000 

8.0 

7.6 

9.800 

97 

86 

91 

62 

14, 

1.440.000 

7.8 

7.8 

8.600 

89 

87 

96 

98 

16. 

1.440.000 

8.8 

8.6 

7,800 

78 

77 

79 

78 

M. 

1,440,000 

8.6 

8.0 

6,800 

87 

63 

76 

67 

17. 

664,600 

8.0 

- 

6,000 

60 

- 

- 

- 

18.        . 

0 

- 

- 

- 

- 

- 

- 

- 

M. 

1,246,000 

7.8 

7.0 

6,200 

- 

64 

69 

49 

20.        . 

1,896,000 

7.8 

7.8 

4.100 

102 

96 

106 

93 

21.        . 

1,440.000 

7.6 

7.6 

8,900 

76 

40 

92 

66 

22, 

1.440,000 

6.6 

6.6 

4.000 

70 

78 

66 

74 

23.       . 

1,440.000 

6.6 

6.6 

4,900 

86 

78 

81 

60 

24.       , 

1.447.600 

6.6 

6.6 

3.600 

66 

68 

61 

61 

26.        . 

1,447.600 

- 

- 

- 

- 

- 

- 

- 

28.       , 

1.466.000 

7.0 

6.8 

4.900 

60 

46 

49 

41 

27.       , 

1.410.000 

- 

- 

8.600 

66 

64 

66 

64 

28,        . 

1.440,000 

6.6 

6.6 

2.100 

24 

S6 

19 

20 

29,       , 

1.440.000    ! 

6.6 

6.6 

8.600 

32 

84 

41 

86 

80,       , 

1.440.000 

7.6 

8.6 

8.600 

78 

88 

93 

90 

81.        , 

1.440.000 

8.0 

8.0 

10.900 

96 

106 

100 

116 

Qosnttty  of  efflnent  for  month  was  39.996.200  gallons  per  acre. 

The  filter  was  allowed  to  drain  March  4. 11  and  17;  and  was  filled  with  city  filtered  water  from 
below  March  6. 12  and  19,  and  pat  In  operation  In  the  nanal  manner  as  soon  as  the  snrfaoe  was  eoversd. 
The  •nrtucB  was  scraped  on  March  17. 
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FOter  No.  3B  {IntermiUenty—Conclvded. 


■  ^k^M 

Qoantltj  of 
Sfflooit. 

Lost  OF  Hbad. 

(IKCHBS.) 

DATB — A  aw* 

Oallont  per 
Acre  Dally. 

8  A.M. 

4  F.M. 

April   1.       . 

0 

- 

- 

2, 

1.771.200 

11.0 

11.8 

8. 

1.686.000 

11.8 

11.8 

4. 

1.608.000 

11.6 

12.0 

6.       . 

1.827.400 

10.6 

12.8 

«, 

1.708.800 

12.0 

12.3 

T,       , 

1.688.000 

11.0 

11.8 

8, 

0 

- 

- 

9,       . 

1.708.600 

10.3 

11.8 

10.       . 

1.648.200 

11.8 

18.0 

11.       . 

1.672,000 

18.0 

18.8 

13, 

1.684.800 

11.0 

14.0 

18,        . 

1.606.000 

13.0 

14.3 

M.       . 

1.667.600 

10.3 

16.0 

16,        . 

0 

- 

- 

1«»        . 

1,768.000 

0.8 

11.8 

IT,       . 

1,604,800 

10.0 

11.8 

18.       , 

1.607.600 

11.0 

12.6 

1»,       , 

1.662.800 

12.0 

12.8 

20,       , 

1.700,200 

11.0 

12.0 

21.        . 

1,728.600 

11.0 

12.6 

22. 

0 

- 

- 

28. 

848.000 

11.0 

11.8 

24.       . 

1,706.200 

10.6 

12.0 

26, 

1.620,600 

12.6 

14.0 

28. 

882,000 

16.8 

16.6 

27.       . 

1,708,600 

11.0 

12.0 

28,       . 

1,768,000 

12.8 

14.0 

20. 

0 

- 

- 

30.       . 

1,768.800 

10.8 

11.8 

Bacteria  per 

Cubic 

Centimeter 

In  Applied 

Water. 


0.400 

6.600 

16,000 

18.600 

0.400 

12.800 

14.700 
14,600 
18,800 
20,700 
20,600 
10,600 

20,000 
8,800 
11,600 
12,000 
16,100 
28,200 

0,800 
4,400 
14,000 
6,700 
6,500 
6,400 

3,700 


Bactsua  fbs  Cubic  OsirmcBTBX 

IB  EFBLDBXT. 


8  A.M. 


133 
226 
800 
128 
186 
246 

112 
240 
160 
127 
06 
136 

80 
110 

66 
108 

02 
114 

236 
00 
174 
140 
160 
124 

178 


11  AJC. 


9  pjc. 


4  TM. 


- 

- 

142 

66 

888 

172 

270 

100 

148 

87 

142 

71 

206 

06 

107 

00 

208 

106 

160 

112 

136 

112 

178 

02 

120 

102 

60 

47 

76 

66 

64 

28 

101 

88 

88 

86 

76 

82 

- 

- 

140 

66 

110 

08 

160 

108 

112 

110 

82 

70 

60 

46 

100 

72 

74 
118 
31 
76 
70 
104 

84 

114 

108 

71 

70 

88 

82 
88 
86 

73 

6» 

or 

OT 
06 
66 
47 
40 
60 

76 


Quantity  of  efflaent  for  month  was  40,026,400  gallon*  per  acre. 

The  filter  was  filled  from  the  top  in  the  usual  way  on  April  1, 8, 16,  22  and  20,  and  allowed  to  stand 
over  ntght  with  the  outlet  dosed.  The  outlet  was  closed  and  the  surface  remained  eovered  on  the  night 
of  April  23. 
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Filter  No.  8  A  (C<m/tnttOtt«)  — Concluded. 


DATS— 1S94. 


April  1, 

2. 

8. 

4. 

6. 

6. 

7, 

8. 

». 
10. 
11. 
12. 
13. 
M, 
16. 
16. 
17. 
18. 

1». 
20. 

21. 
22. 
23. 
24. 
26. 
26, 
27. 
28. 
29. 
30. 


Qnantitj  of 
Efflaent. 

Qalloni  per 
Acre  Dally. 


1,440,000 
1,440,000 
1,440.000 
1.440,000 
1,440,000 
1,440,000 
1,440,000 
1,440,000 
1,440,000 
1,440,000 
1.440,000 
1,440,000 
1,440,000 
1,440,000 
1,440,000 
1,440,000 
1,440,000 
1,440,000 
1,440,000 
1,843,200 
1,579,100 
500,000 
270,200 
1,440,000 
1,440,000 
1,440,000 
1,440,000 
1.440.000 
1,440,000 
1,440,000 


Loss  OF  Head. 

(INOHSS.) 


8  a.m. 


4  P.M. 


7.8 
7.8 
7.8 
8.5 
7.8 
8.8 

10.5 
11.5 
12.5 
14.0 
14.5 
16.0 

16.8 
16.0 
17.5 
22.0 
84.8 
49.0 


6.0 
5.0 
5.0 
5.0 
5.0 

4.5 


9.0 
8.0 
8.5 
9.5 
8.3 
9.0 

11.8 
11.5 
18.0 
14.0 
14.8 
14.8 

16.5 
17.0 
19.5 
27.8 
41.0 
59.0 


5.0 
5.0 
5.0 
5.0 
5.0 

4.5 


Bacteria  per 

Cable 
Centimeter 
In  Applied 

Water. 


9,400 

5,600 

16,900 

18,600 

9,400 

12,800 

14,700 
14,500 
18,800 
20,700 
20,600 
19,500 

20,000 
8,300 
11,600 
12,000 
15,100 
28,200 

9,800 
4,400 
14,000 
6,700 
5,500 
5,400 

3,700 


Baotkua  pks  Cubic  Cbhtimstbb 
nr  Efvlubiit. 


8  a.m. 


79 
54 

40 
46 
41 
88 

88 
88 
88 
17 
89 
87 

89 
85 
18 
80 
28 
27 

26 
51 
60 
47 
53 
50 

41 


llAJC. 


9  p.m. 


4  p.m. 


- 

- 

92 

68 

42 

83 

58 

58 

48 

46 

46 

88 

89 

48 

85 

41 

50 

88 

81 

27 

24 

80 

82 

24 

40 

45 

80 

40 

28 

28 

21 

18 

82. 

28 

29 

29 

21 

28 

62 

52 

43 

56 

86 

31 

48 

25 

47 

54 

42 

57 

98 
58 
74 
41 
44 
54 

88 
40 
26 
24 
30 
25 

40 
30 
24 
28 
81 
28 
29 

40 
59 
88 
49 
53 

61 


Quantity  of  efflaent  for  month  was  41,141,500  gallons  per  acre. 
The  surface  was  scraped  on  April  28. 
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Lawrence  City  Filter. 

This  filter  was  first  put  in  use  Sept.  20,  1893.  The  coDstruction 
and  operatioD  of  the  filter  are  fully  described  in  an  article  beyond  by 
its  designer,  Mr.  Hiram  F.  Mills,  A.M.,  C.E.,  chairman  of  the 
committee  on  water  supply  and  sewerage  of  the  State  Board  of 
Health.  Briefly,  it  is  2.5  acres  in  area ;  the  underdrains  conduct 
the  effluent  to  a  collecting  conduit  and  thence  to  the  pump  well. 
The  nominal  capacity  of  the  pumps  is  5,000,000  gallons  in  24  hours, 
and  when  pumping  at  this  rate  water  passes  through  the  filter  at  a  rate 
of  2,000,000  gallons  per  acre  in  24  hours.  The  average  daily  con- 
sumption is  a  little  over  3,000,000  gallons,  and  the  pumps  work  on 
an  average  about  16  hours ;  under  ordinary  circumstances,  the  sur- 
face of  the  filter  is  uncovered  and  the  sand  drained  about  8  hours 
daily.  The  effluent  is  pumped  to  the  open  distributing  reservoir, 
which  is  25  feet  deep  at  the  high-water  mark  and  has  a  capacity  of 
40,000,000  gallons. 

Very  frequent  analyses,  both  chemical  and  bacterial,  have  been 
made  of  the  Merrimack  River  water  before  and  after  its  passage 
through  the  filter,  as  it  leaves  the  reservoir,  and  from  taps  at  the 
City  Hall  and  Experiment  Station,  which  are  distant  about  1.5  and 
2.5  miles,  respectively,  from  the  reservoir.  A  summary  of  the 
results  of  these  analyses  is  presented  below. 


Monthly  Averages  of  the  AncUyses  oj  the  Merrimack  Biver  Water  as  it  flows  on 

to  the  Lawrence  City  Filter, 

[Parte  per  100,000.] 


MOKTH. 


ISM. 

September, 

October,  . 
NoTember, 
December, 

1S»4. 

Jenoary,  . 
Febnuury, 
March, 
April, 


I 


06 

.80 

.0118 

6T 

.27 

.0113 

42 

.45 

.0000 

84 

.44 

.0050 

82 

.48 

.00T6 

82 

.80 

.0007 

8T 

.48 

.0020 

- 

.42 

.0020 

AmcoviA. 


i 


▲LBUMIirOID. 


£ 


.A 
0 

I 


.0168 
.0200 
.0212 
.0181 


.0150 


.0180  .0137 
.0182  |.0102 
.0168  .0148 
.0157  1.0147 


.22 
.25 
.19 
.20 

.20 
.21 
.18 
.15 


NiTBOOBK 


Si 

s 


.0120 
.0120 
.0170 
.0140 

.0140 
.0100 
.0110 
.0110 


f 


.0008 
.0004 

.0006 
.0001 

.0001 
.0001 
.0000 
.0000 


I 


I 


^1 


.42 
.28 
.47 
.50 

.48 
.48 
.45 
.40 


80 
86 
08 
07 

88 

08 

100 

96 


1^ 


57,500 

22,900 

10^800 

8,100 

1.5  7,700 

1.6  I  7,000 
1.0  '  6.500 
1.8       11.200 


For  additional  aoalytee  and  notea  with  regard  to  turbidity  and  odor  aee  page  188. 
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MotUhli/  Averages  of  Analyses  of  Effluent  from  the  City  Filter. 

[Put*  p«r  100,000.] 


Quantity 
of  Effluent 

Gallons 

per  Acre 

Dally. 

Temperature. 

DegreetF. 

1 

Ammonia. 

s 
1 

6 

KiTBOOBH 
AS 

a 

s 

1 

e 

1 

• 

8 

a 

•2 

V 

2 

MOMTH. 

i 

b4 

ALBUMIVOIO. 

• 

s 

• 

1 

5 

Bacteria  per 
Centlmetei 

1 

• 

a 
1 

1898. 

September,  . 

1,389,000 

66 

.28 

.0072 

.0108 

- 

.23 

.0200 

.0028 

.22 

- 

6,860 

October, 

1,129,800 

68 

.25 

.0079 

.0113 

- 

.25 

.0350 

.0008 

.19 

- 

1,216 

November,    . 

1,105,200 

42 

.37 

.0102 

.0108 

- 

.22 

.0340 

.0004 

.38 

- 

161 

December,    . 

1,106,300 

85 

.36 

.0077 

.0113 

.0112 

.20 

.0410 

.0003 

.34 

- 

111 

1894. 

January, 

1,227,000 

84 

.84 

.0071 

.0106 

.0102 

.20 

.0370 

.0002 

.31 

3.0 

129 

Febmary,     . 

1,218,300 

35 

.34 

.0090 

.0099 

.0095 

.21 

.0460 

.0001 

.29 

2.9 

244 

March, 

1,137,200 

39 

.40 

.0121 

.0098 

.0085 

.18 

.0450 

.0003 

.26 

3.3 

456 

April,    . 

090,100 

- 

.88 

.0073 

.0097 

.0093 

.21 

.0370 

.0000 

.31 

2.7 

281 

*  The  bacterial  aamples  in  this  set  of  tables  correspond  as  to  time  of  collection  to  the  chemical 
samples.    The  reaalta  of  daily  bacterial  analyses  are  given  in  the  tables  beyond. 


Monthly  Averages  of  Analyses  of  Water  from  the  Outlet  of  the  Distributing 

Reservoir. 

[Parts  per  100,000.] 


Temperature. 

Degrees  F. 

1 

Ammonia. 

1 

8 

KiTBOOBN  AS 

Oxygen  Consumed. 

Hardness. 

• 

ti 

2 

MOHTH. 

• 

1 

ALBUMINOID. 

Nitrates. 

S 

s 

ll 

• 

• 

.A 

a 
I 

Bacterial 
Centlm 

1898. 

September,  . 

65 

.82 

.0077 

.0139 

" 

.22 

.0180 

.0006 

.26 

- 

556 

Octol>er, 

59 

.26 

.0031 

.0144 

- 

.25 

.0250 

.0004 

.21 

- 

178 

November,    . 

44 

.88 

.0034 

.0126 

- 

.22 

.0250 

.0000 

.32 

- 

04 

December,    . 

36 

.86 

.0056 

.0123 

.0115 

.20 

.0300 

.0001 

.35 

- 

142 

1894. 

January, 

86 

.36 

.0064 

.0116 

.0104 

.20 

.0320 

.0000 

.33 

2.7 

88 

February,     • 

34 

.84 

.0065 

.0104 

.0101 

.21 

1 

.0410 

.0000 

.30 

2.7 

188 

March,  ... 

38 

.86 

.0060 

.0097 

.0092 

.20 

.0250 

.0000 

.27 

2.6 

179 

April,    ... 

- 

.86 

.0082 

.0093 

.0088 

.19 

.0200 

.0000 

.27 

2.6 

137 
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Monthly  Averages  of  Analyses  of  Water  from  a  Tap  at  the  Ltuorenee  City  Hall. 

[Put.  par  100,000.] 


Temperature. 
Degrees  F. 

• 

1 

Ammonia. 

• 

1 

NiTIOQBH  Afl 

1 
s 

i 

si 

|5 

2-2 

3- 

MOHTR. 

• 

I 

;6 

o 

• 

1 

1 

5 

1898. 

September, 

04 

.80 

.0036 

.0149 

.22 

.0290 

.0008 

.25 

- 

312 

October,  . 

59 

.26 

.0026 

.0186 

.24 

.0290 

.0001 

.80 

- 

162 

November, 

61 

.81 

.0032 

.0120 

.22 

.0290 

.0000 

.29 

- 

00 

December, 

42 

.84 

.0089 

.0103 

.20 

.0800 

.0001 

.84 

- 

8& 

1894. 

Janaary, . 

88 

.86 

.0066 

.0117 

.20 

.0860 

.0000 

.32 

2.7 

61 

February, 

88 

.83 

.0048 

.0106 

.21 

.0400 

.0000 

.80 

2.9 

102 

March,     . 

89 

.36 

.0048 

.0107 

.19 

.0800 

.0000 

.27 

2.5 

92 

April, 

- 

.38 

.0081 

.0101 

.19 

.0300 

.0000 

.27 

2.4 

100 

Monthly  Averages  of  Analyses  of  Water  from  a  Tap  ai  the  Lawrence  Experimtnt 

Station. 

[Parte  per  100,000.] 


MO!fTH. 


1898. 

September,  . 

October, 
November,    . 
December,    . 

1894. 

January, 

February,     . 
March,  . 
April,    . 


63 
69 
61 
42 

39 
38 
89 
46 


o 


.26 
.24 
.80 
.34 

.36 
.82 
.84 
.88 


Ammonia. 


.0016 
.0021 
.0020 
.0026 

.0027 
.0036 
.0068 
.0028 


sz 
S 
1 


.0136 
.0121 
.0108 
.0106 

.0100 
.0098 
.0096 
.0096 


a 

r 

o 


.22 
.24 
.22 
.20 

.20 
.21 
.23 
.19 


NrrxooiN  AS 

i 

i 

1 

7i 

.0800 

.0002 

.0270 

.0000 

.0810 

.0000 

.0340 

.0000 

.0370 

.0000 

.0410 

.0000 

.0480 

.0000 

.0340 

.0000 

.23 
.20 
.29 
.84 

.82 
.81 
.27 
.27 


64 

^ 

79 

- 

89 

- 

94 

- 

96 

2.6 

83 

2.9 

80 

2.6 

87 

2.4 

212 

140 

77 

78 

60 
84 

160 
80 
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Monthly  Averages  of  Daily  Bacterial  Results  from  the  Latvrence  City  Water, 


MOSTH. 


Bactbsia  pbr  Cubic  Cbmtdcbtkb  ih  Watkr  vbom 


River. 


Effluent 
at  Filter. 


Refterroir 
OuUet 


CltjHftU 
Tap. 


Experiment 
Station  Tap. 


October,  . 
17oT«mber, 
December, 


January.  • 
February, 
March,  . 
April,       . 


1S9«. 


1894. 


Average!, 

Average  per  cent,  of  nnmber  removed. 

Average  per  cent,  of  number  of  river  bacteria 
remuning  in  water, 


20,900 
7.600 
9,800 


7.300 

8,200 

8,000 

14,700 


10,900 


558 
245 
200 


140 
250 
222 
282 


264 
97.58 

2.42 


146 
117 
152 


80 
180 
220 
127 


189 
98.78 

1.27 


127 
68 
92 


56 

88 

115 

80 


90 
99.17 

0.83 


186 
71 
72 


68 
63 
94 

78 


82 
99.25 

0.75 


In  the  table  above  all  results  are  included  in  the  averages.  Some 
of  these  results  were  obtained  under  abnormal  conditions,  and  in  the 
table  below  are  presented  averages  from  which  are  excluded  the 
results  from  October  1  to  17,  which  were  obtained  before  the  filter 
arrived  at  its  normal  efficiency ;  those  of  November  27,  28  and  De- 
cember 4,  when  high  numbers  were  present  in  the  effluent,  which 
were  doubtless  caused  by  lowering  the  suction  pipe  in  the  pump  well 
and  thereby  disturbing  the  sediment  which  had  collected  there  before 
the  filter  was  put  in  use ;  and  the  results  from  February  20  to  March 
12  when  the  water  passed  through  a  very  limited  area  of  the  filter. 


Monthly  Averages  of  Bacterial  Results  shounng  the  Normal  Efficiency  of  the  Law- 
rence City  Filter, 


llOKTH. 


Bactuua  pbr  Cubio  Cshtimbtbb 

IK  WatBS  from 


Blver. 


Id98. 

October,  ..... 
November,  .... 
December,       .... 

1894. 

January 

February,         .... 

March, 

April, 

Aversgee,  .... 


8,700 
7,200 
9,700 


7.300 

8,000 

7,100 

14,700 


9,000 


Effluent  at 
Filter. 


180 
177 
141 


140 
126 
100 
282 


150 


Per  Cent. 

of  Number 

of  Rtver  Bacteria 

which 

appeared  in  the 

Effluent. 


1.50 
2.40 
1.45 


1.92 
1.50 
1.41 
1.58 


1.67 


534 


STATE  BOARD  OF  HEALTH.        [Pub.  Doc, 


These  results  show  that  during  this  period  the  normal  efficiency  of 
this  filter  in  the  removal  of  bacteria  was  98.33  per  cent,  of  the  num- 
ber applied. 

In  the  next  table  are  given  the  results  of  the  bacterial  examination 
of  series  of  samples  of  the  effluent  of  the  city  filter  taken  at  different 
hours  during  the  day.  The  pumps  were  started  between  7  and  7.30 
A.M.  All  things  taken  into  consideration,  the  results  are  quite 
uniform  under  ordinary  circumstances.  Both  the  bacterial  and  the 
chemical  analyses  indicate  that  some  ground  water  at  times  is  mixed 
with  the  effluent. 


Table  showing  the  Number  of  Bacteria  per  Cubic  Centimeter  at  Different  Hours  in 

the  Effluent  of  the  Lawrence  City  Filter. 


Bac- 
teria In 

Rirer 
Water. 

Baotbua  IK  Effluwit. 

Datb~1894. 

7  a.m. 

7.80 

A.M. 

8  a.m. 

9  a.m. 

10  a.m. 

11a.m. 

12  k. 

1P.M. 

2  p.m. 

Sp.m. 

4  p.m. 

Jan.       8,     . 
JaD.     15,     . 
Jan.     16,     . 
Jan.     20,     . 
Feb.       5,     . 
Feb.     12,     . 
Feb.     10,     . 
Feb.     26,     . 
March  12,     . 
March  19,     . 
March  26,     . 
April     2,     . 
AprU     9.     . 
AprU   16,     . 
April  23,     . 
April  30,     . 

8,700 

9.300 

7,600 

8,700 

7,800 

11,000 

11,000 

9,300 

9,200 

4,400 

4,500 

11,800  1 

21,400 

21,700 

13.000 

5,900 

118 

103 

1^ 

120 

764 

352 

07 

280 
178 

148 

81 

102 

85 

75 

140 

105 

652 

334 

Lost. 

86 

826 

64 

116 

116 

02 
106 
128 
72 
76 
114 
161 
688 

97 

185 

110 

145 

91 

102 

74 

190 

72 

88 

63 

148 

640 

866 

94 

88 

636 

164 

75 

231 

75 

85 
108 
246 
109 
117 

77 
139 
778 
885 

92 

86 
251 
188 
135 
194 

94 

125 
108 
244 
118 
107 

99 
138 
686 
890 

94 

73 
272 
212 

89 
157 

89 

135 

210 

280 

133 

148 

186 

678* 

648 

838 

87 

92 
219 
200 
100 
173 
108 

188 

166 

249 

168 

188 

180 

448 

646 

832 

89 

88 

221 

184 

82 

184 
140 
231 
147 
178 
136 
409 
470 
760 

03 
Lost. 
205 
190 
106 
181 

80 

140 
182 
101 
HI 
184 
175 
424 

740 
90 
92 

152 

183 
90 

151 
75 

LoeU 

104 

162 

07 

217 

lU 

454 

844 

OlS 

98 

84 

180 

I7S 

240 

180 

*  Began  to  scrape. 


The  following  table  shows  the  number  of  bacteria  in  the  river 
water  before  and  after  its  passage  through  the  filter  during  the  first 
ten  days  of  its  use  :  — 


September  20. 
22, 
23, 
25, 
26, 
27, 
28, 
29, 
30, 


Datb  — 1S03. 


Bactbria  pbr  Cctbic  Cbiitimbtbk. 


River  Water. 

RiBoentof  City 
Filter. 

3,200 

3,600 

20,300 

13.500 

19,000 

16,700 

17,000 

3,600 

6,400 

8,600 

22,000 

6,600 

44,300 

4,100 

93,000 

2.600 

108,000 

8,600 
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Daily  Bacterial  ResuUs,  Lawrence  City  Water. 
[Bacteria  p«r  cable  centimeter.] 


In  Riyer 
Water. 

Tm  Filtirsd  Watxb  vbom 

Dats~18»8. 

Filter. 

Besenroir 
Outlet 

Tap  at 
City  Han. 

Tap  at  f 

Experiment 
Station. 

October  1, 

• 

•                      ■ 

- 

- 

- 

- 

- 

2. 

• 

84.800 

700 

870 

200 

250 

8, 

• 

86,000 

1,500 

408 

240 

880 

4, 

• 

22,200 

2.200 

252 

818 

306 

6. 

• 

• 

16,500 

1.000 

285 

145 

276 

«. 

• 

10.800 

240 

156 

120 

110 

7, 

• 

38.000 

800 

148 

184 

98 

8, 

» 

- 

- 

- 

- 

- 

». 

» 

9.600 

726 

162 

160 

122 

10, 

• 

24.000 

960 

108 

110 

65 

u. 

• 

48.800 

1.920 

115 

108 

101 

12. 

• 

55.200 

880 

128 

122 

110 

18, 

» 

44.400 

448 

145 

129 

86 

14. 

» 

60.000 

265 

120 

100 

110 

16, 

» 

- 

- 

- 

- 

- 

16, 

» 

- 

- 

- 

- 

102 

17,         . 

1 

12,500 

810 

112 

126 

121 

18.         . 

« 

10.500 

228 

100 

100 

146 

19. 

« 

9.200 

110 

106 

80 

97 

20. 

4 

6.500 

180 

102 

80 

80 

21.         . 

• 

6.200 

82 

70 

92 

90 

22, 

• 

- 

- 

- 

- 

- 

28.         . 

• 

2.500 

126 

97 

68 

117 

24. 

■ 

4,800 

100 

77 

89 

130 

25. 

« 

23,000 

181 

110 

100 

180 

28. 

• 

18.000 

160 

112 

08 

104 

27.         . 

« 

5,000 

110 

90 

76 

122 

28, 

« 

. 

6,100 

65 

126 

90 

100 

29. 

* 

- 

- 

- 

- 

- 

30, 

1 

»                      • 

1 

- 

- 

- 

95 

31. 

4.900 

148 

84 

76 

85 

Total  quantity  of  efflnent  for  month,  87,556,523  gallons. 
*  The  earface  was  ecraped  about  \  Inch  deep  as  follows:  the  2  lower  bede.  October  14;  the  next  4, 
October  21 ;  the  next  17.  October  28 ;  and  the  remaining  5.  October  31. 
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Daily  Bacterial  Results^  Lawrence  City  Water  —  ContiDued. 

[Bacteria  per  cubic  centimeter.] 


Date  — 1S98. 


November  1, 
2, 

8. 

4. 

6. 

«. 

7. 

8. 

». 
10. 
11, 
12, 
18. 
W. 
16. 
1«, 
17. 
18, 

W. 
20. 
21, 
22. 
28. 
24, 
25. 
26. 
27. 
28. 
29. 
80. 


6.000 
8,500 
4.300 
6.800 


4.700 
6.500 
4.400 
4.600 
5.000 
6.000 


6.000 
8.000 
4.700 
6,900 
5.000 
6.400 

12,600 
8.200 
8.200 

15.600 
9.500 
9.800 


Ik  Filtbsbd  Watxb  raoic 


9.800 
18.500 
12.300 

6,800 


Filter. 

Resenroir 
Outlet 

Tapat 
atyHaU. 

Tapat 

Experiment 

Station. 

83 

60 

41 

80 

180 

110 

90 

80 

804 

120 

80 

115 

180 

83 

40 

90 

135 

135 

05 

94 

90 

la 

50 

58 

- 

83 

60 

52 

- 

- 

- 

47 

- 

- 

- 

53 

182 

00 

61 

62 

90 

185 

65 

50 

- 

180 

60 

6S 

- 

- 

- 

35 

- 

- 

- 

62 

240 

110 

02 

33 

104 

80 

46 

64 

270 

112 

100 

65 

- 

150 

48 

50 

- 

- 

- 

90 

310 

86 

75 

100 

240 

100 

60 

64 

140 

58 

70 

71 

1,008 

176 

70 

98 

420 

210 

130 

03 

- 

- 

- 

00 

- 

- 

- 

100 

Total  qoantity  of  efBaent  for  month.  82.887.336  gallons. 

Oato  on  inlet  pipe  fixed  November  15  and  16. 

Suction  pipe  in  pump-well  lowered  November  27. 

The  second  scraping  of  the  surface,  about  I  inch  deep,  was  completed  November  20  and  80. 
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Dcdly  Bacterial  Results^  Lawrence  CUy  TToter— Continued. 

[Baeteria  per  oabio  oentlmeter.] 


DATS— 189«. 


December  1, 
2, 
8. 
4. 
6. 
6, 
T. 
8. 

10. 

n. 

12. 
18, 
14. 
W. 
1«. 
17. 

18. 

W. 
20. 

21. 
22, 
28, 
24. 
26. 
20. 
27. 
28. 
29. 
30. 
81, 


InBlver 
Water. 


12.800 
16.600 

13.000 
11.700 
11.000 
11.900 
11.100 
10.400 


0.400 
8,600 

o.eoo 

0.000 

7,400 

10.200 


12.800 
8.000 

11,000 
8.000 
0.100 
8.800 


10.800 
0,800 
6.800 
6,800 
7.000 


IV  PXLTXBBD  WATBX  TBOM 


Filter. 


840 

240 
126 
100 


208 

224 

168 
120 


102 


87 


112 


70 


Beeeryolr 
Outlet 


Tapat 
Gl^Ban. 


208 


190 


106 


120 


06 


117 


186 


100 
78 

180 
128 
140 
110 
78 
70 

90 

84 
128 

80 
110 

90 

80 
08 
00 
74 
08 
88 


86 

78 
74 
74 
99 


Tapat 

Enmment 

StatkMi. 


82 
70 

78 
78 
81 
88 
70 
08 

08 
78 
72 
78 
02 
78 

70 

lis 

60 
60 
00 
61 


74 
80 
67 
87 
78 


Total  quantity  of  effluent  for  month.  90.392,987  gallone. 

The  surface  remained  covered  after  the  last  scraping  until  about  December  10.  after  which  the  aand 
was  drained  daily  when  the  temperature  was  24*  F.  or  above. 
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Daily  Bacterial  BesuUs,  Lawrence  City  Water — Continued. 

[Bacteria  p«r  cabio  oentimeter.] 


In  River 
Water. 

In  Filtekbd  Watkb  fbom 

Ck>n(lltlon 

of  Surface 

when 

Pumps  wore 

Stopped. 

DATS  ~  1894. 

ruter. 

Reseryoir 
Outlet. 

Tap  at 
CltjHaU. 

Tap  at 
Experi- 
ment 
Station. 

Lose  of 
fiead. 

Feet 

January  1, 

4.600 

- 

- 

- 

80 

Covered. 

• 

2. 

6,000 

76 

128 

63 

96 

Drained. 

- 

8. 

8,600 

- 

98 

60 

62 

u 

- 

4. 

7.600 

76 

72 

63 

61 

<f 

- 

6. 

6,000 

- 

78 

60 

76 

(« 

- 

«.        . 

6,600 

196 

- 

66 

94 

Covered. 

- 

7,        . 

- 

- 

- 

- 

- 

ir 

- 

8.        . 

8,700 

122 

98 

46 

77 

If 

- 

0.       . 

6,000 

88 

104 

77 

83 

<( 

- 

10,        . 

7,100 

80 

114 

66 

61 

« 

- 

11.        . 

6,800 

- 

04 

46 

60 

« 

- 

12.        . 

7,400 

116 

78 

89 

94 

Drained. 

- 

18.        , 

8,200 

137 

82 

72 

73 

Covered. 

8.1 

14,        . 

- 

- 

- 

- 

i< 

- 

16.        , 

9,300 

102 

90 

71 

84 

(1 

2.0 

,        M.        . 

7,600 

198 

94 

60 

82 

Drained. 

8.8 

IT.        . 

7,700 

141 

96 

61 

67 

Covered. 

3.7 

18,        . 

7,400 

260 

98 

71 

63 

Drained. 

3.0 

1».        . 

10,600 

183 

77 

66 

62 

(1 

8.7 

20,        . 

6,100 

162 

73 

70 

68 

II 

3.5 

21.        . 

- 

- 

- 

- 

- 

Covered. 

- 

22.        . 

7,600 

168 

61 

68 

46 

II 

2.9 

28.        . 

8,600 

162 

66 

60 

77 

Drained. 

8.6 

24.        . 

6,000 

146 

34 

44 

83 

II 

3.8 

26. 

8,600 

102 

62 

26 

40 

f« 

2.0 

20.        , 

6,300 

117 

60 

31 

30 

Covered. 

8.2 

27,        . 

6.000 

131 

74 

40 

42 

II 

2.8 

28.        . 

- 

«» 

- 

- 

- 

It 

- 

29.        . 

9,600 

112 

66 

62 

64 

«• 

8.0 

80.        . 

7,000 

137 

78 

62 

34 

Drained. 

8.0 

31.        . 

9,800 

208 

74 

66 

38 

II 

3.1 

Total  quantity  of  effluent  for  month,  96,138.269  gallone. 
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Daily  Bacterial  BesuUs,  Lawrence  City  Water — Contiiiued. 

[Bwteria  par  cablo  centimeter.] 


In  River 
Water. 

In  Filtbbbd  Watbb  fbom 

Condition  of 

Bnrlhce 

when 

Pomps  were 

Stopped. 

DATS— 1894. 

Filter. 

Besenroir 
OuUet 

Tap  at 
CilyHaU. 

Tap  at 

Experi- 

mant 

Station. 

Lofsof 
Head. 

Feet. 

February  1, 

6,800 

86 

56 

30 

51 

Covered. 

3.6 

2.       . 

7,700 

50 

63 

26 

54 

i( 

3.0 

3,       . 

6,600 

102 

55 

22 

50 

M 

3.5 

4,       . 

- 

- 

- 

- 

- 

(( 

- 

6,       . 

7,800 

146 

00 

72 

88 

11 

3.6 

6.       . 

10.200 

150 

41 

62 

50 

(« 

3.8 

7.       . 

0,000 

110 

51 

85 

61 

Drained. 

8.0 

8.       . 

7.800 

- 

70 

48 

40 

II 

6.1 

9,        . 

7.500 

101 

67 

58 

87 

II 

4.6 

10,       . 

7,800 

151 

75 

55 

10 

•< 

4.8 

n,     . 

1 
\ 

- 

- 

- 

- 

II 

- 

12,        . 

11,000 

115 

40 

00 

53 

Covered. 

4.8 

13. 

7,100 

,        180 

60 

05 

85 

ti 

4.4 

14,        . 

7,100 

125 

67 

72 

43 

II 

4.0 

15.        . 

6,600 

165 

1 

70  ' 

63 

58 

ti 

6.2 

16,        . 

8,100 

163 

63 

56 

64 

II 

6.0 

17,        . 

7.000 

1            ~ 

08 

88 

80 

Drained. 

7.0 

18.        , 

- 

- 

- 

- 

- 

II 

19.        . 

10,700 

140 

00 

66 

30 

II 

7.6 

20.        . 

11,200 

460 

05 

58 

62 

II 

6.8 

21,        . 

0,300 

306 

157 

118 

68 

II 

7.7 

22.        . 

8,600 

- 

- 

110 

80 

II 

7.6 

23.        . 

7,000 

887 

1 

254 

122 

60 

Covered. 

7.4 

24,        . 

0,400 

1        520 

281 

185 

00 

Drained. 

6.0 

25,        . 

- 

- 

- 

~      1 

II 

7.3 

26,        . 

0,900 

623 

856 

248 

180 

II 

7.0 

27, 

7,100 

682 

411 

152 

142      ' 

•« 

7.2 

28.        , 

• 

6.500 

438 

345 

105 

116 

II 

7.0 

Total  quantity  of  effluent  for  month,  85,270,002  gallone. 

On  February  19  there  were  about  2  feet  of  ice  on  the  surface,  and  in  plaoea  on  the  aWo  opposite  from 
the  main  distributing  conduit  it  was  frozen  to  the  sand;  considerable  air  waa  In  the  pores  of  the  sand. 
During  the  next  10  days  a  strip  about  6  feet  in  width  was  scraped  along  each  lateral  conduit  for  about 
two-thirds  the  width  of  the  filter. 
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Daily  Bacterial  Results,  Lawrence  City  Water  —  Continued. 

[BwterU  p«r  onblo  etntlmeter.] 


In  BlTer 
Water. 

In  FlLTBBBO  Watbr  noM 

Oondltioa 
of  Snrlkoe 

wboi 

Pmnpawere 

Stepped, 

Dati— 1894. 

Filter. 

Betervolr 
Oatlet. 

Tap  at 
CltjHaU. 

Tap  at 
Experi- 
ment 
SUtlon. 

Loasof 
Head. 

Feet. 

March  1,    .       . 

6,500 

860 

284 

211 

180 

Drained. 

7.0 

2.    . 

0,000 

410 

846 

167 

116 

•4 

6.4 

8,    .       , 

6,000 

688 

295 

186 

179 

«i 

6.2 

4,    . 

- 

- 

- 

- 

- 

i( 

5.6 

6,    . 

7,000 

- 

408 

185 

100 

(i 

6.7 

«,    .        . 

12,200 

896 

806 

162 

104 

«( 

6.5 

7.    .       . 

16,000 

860 

420 

170 

88 

i« 

5.8 

8,    .       . 

18,400 

- 

890 

182 

74 

i( 

4.8 

9,    .       . 

18,000 

- 

270 

170 

65 

«i 

5.8 

10,    . 

18.000 

825 

810 

140 

280 

11 

5.9 

11.    . 

- 

- 

- 

- 

- 

II 

- 

12,    . 

9,200 

711 

262 

110 

89 

II 

4.8 

18,    . 

9,800 

- 

270 

128 

189 

It 

6.4 

14,    . 

8,600 

- 

240 

98 

112 

«i 

6.6 

15,    . 

7,800 

- 

290 

117 

68 

M 

5.7 

16,    . 

7,200 

198 

287 

191 

90 

II 

6.0 

17,    .       . 

5,000 

165 

262 

72 

71 

II 

8.9 

18,    .       . 

- 

- 

- 

- 

- 

II 

- 

10.    . 

4,400 

98 

116 

78 

40 

It 

8.9 

20,    . 

7,000 

99 

108 

60 

60 

«• 

5.8 

21,    . 

6,000 

1         »8 

1 

124 

48 

68 

l« 

6.2 

22,    . 

8,000 

76 

195 

86 

68 

•« 

6.5 

28,    .       . 

8.100 

1          76 

107 

46 

86 

«• 

6.6 

24,    . 

5.000    i 

65 

76 

42 

67 

•4 

6.8 

26,    . 

- 

- 

- 

- 

- 

«• 

- 

28,    .       , 

4.500 

87 

94 

48 

80 

«l 

6.2 

27,    .       . 

8.500 

110 

78 

68 

81 

l< 

6.7 

28,    .        , 

8.000 

88 

108 

67 

82 

II 

6.6 

20,    .       , 

2.000    , 

'          1 

74 

98 

186 

68 

<l 

5.4 

80,    .       . 

8,700    j 

78 

no 

122 

96 

M 

6.4 

81,    . 

10,200    ' 

- 

90 

120 

86 

II 

5.1 

Total  quantity  of  effluent  for  month,  88.182.282  gallons. 

The  ice  had  disappeared  by  March  12  and  the  sarfaoe  was  gradually  scraped  and  grftded.    This 
took  aboot  a  month,  and  was  the  third  complete  scraping  of  the  snrfaee. 
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Daily  Bacterial  Bemlts,  Lawrence  City  Water — Condnded. 

[BaeterU  par  onbto  oenttmeter,] 


In  Rlyer 
WMer. 

IH  FJLtmaMD  Watbb  vbom 

Condition  of 
Sorftee 

whenPompa 

were 

Stopped. 

DATS -ISM. 

Filter. 

Besenrolr 
Outlet. 

Tftpat 
CltyHaO. 

Tap»t 
Experi- 
ment 
SUtlon. 

Lots  Of 
Head. 

Feet 

April  1,      . 

- 

- 

- 

■  - 

- 

Drained. 

- 

2,     . 

11.300 

280 

188 

197 

94 

<f 

8.9 

8, 

7.800 

101 

112 

70 

76 

<• 

4.7 

4. 

19.000 

887 

810 

187 

110 

•• 

4.6 

6» 

22.600 

100 

70 

62 

186 

•« 

4.6 

«. 

0.800 

140 

181 

68 

98 

i« 

4.8 

T,     . 

19.200 

860 

218 

76 

78 

«« 

4.8 

8, 

- 

- 

- 

- 

- 

Oorered. 

- 

». 

21.000 

196 

162 

78 

80 

Drained. 

4.0 

10. 

10.800 

170 

186 

88 

76 

•• 

4.7 

11. 

28.000 

198 

184 

82 

76 

•« 

4.6 

12.      . 

19.200 

798 

196 

86 

68 

i« 

4.7 

18, 

22.100 

720 

170 

88 

76 

«( 

4.8 

14. 

18.000 

860 

168 

89 

68 

(• 

4.7 

16.      . 

- 

- 

- 

- 

- 

f* 

- 

w.    . 

21.700 

106 

166 

100 

88 

i« 

8.6 

IT,      . 

8.800 

86 

96 

126 

96 

«• 

8.9 

18,      , 

16.200 

- 

160 

40 

86 

•• 

4.0 

18.      . 

18.000 

- 

- 

60 

66 

•« 

4.4 

20,      , 

16.100 

121 

127 

72 

69 

ft 

4.8 

21,      . 

26,400 

180 

76 

47 

64 

•< 

4.7 

22.      , 

- 

- 

- 

- 

- 

i« 

- 

28,      , 

18.000 

170 

96 

68 

60 

M 

8.8 

24,      , 

12.100 

190 

84 

64 

67 

<( 

8.4 

26,      . 

6.800 

226 

88 

78 

67 

•< 

8.7 

26.      . 

11.400 

216 

68 

76 

68 

(( 

8.9 

27.      . 

7,800 

91 

76 

<       66 

70 

i« 

8.9 

28,      . 

6.400 

110 

66 

64 

67 

(• 

4.4 

28, 

- 

- 

- 

- 

- 

Oorered. 

- 

80. 

6.000 

98 

68 

60 

90 

M 

8.1 

Total  quantity  of  efflnent  for  month,  74.706.798  galloni. 


THE    FILTER 


OF  THE 


WATER   SUPPLY  OF  THE  CITY  OF 

LAWEENCE 


Al^T>   ITS    EESULTS. 


By  HIEAM  F.  mills,  A.M.,  C.E., 

Mbxbbb  of  thb  State  Boabd  or  Health  or  Massaohusbttb. 
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THE  FILTER  OF  THE  WATER  SUPPLY  OF  THE  CITY  OF 

LAWRENCE  AND  ITS  RESULTS. 


By  HIRAM  F.  MILLS,  A.M.,  C.E., 
Member  of  the  State  Board  of  Health  of  Massachusetts. 


The  Lawrence  pumping  station  is  by  the  side  of  the  Merrimack 
Kiver  above  the  city  and  about  a  thousand  feet  up  stream  from  the 
nearest  house.  The  water  was  drawn  from  the  river  through  a 
thirty-inch  iron  pipe  continued  to  the  engine  house  by  a  brick  con- 
duit four  feet  in  diameter.  At  right  angles  with  this  conduit,  and 
extending  down  stream  from  the  engine  house  for  three  hundred  feet 
along  the  shore,  was  a  stone  and  brick  filter-gallery  eight  feet  wide 
and  eight  feet  high  inside,  the  bottom  of  which,  as  well  as  the  bottom 
of  the  conduit  from  the  river,  was  about  level  with  the  bottom  of  the 
pump  well  under  the  engine  hpuse  and  eleven  feet  below  low  water 
in  the  river. 

The  river  water  brought  so  much  silt  at  the  time  of  the  spring  and 
fall  freshets  that  the  shore  became  impermeable,  and  soon  after  the 
works  were  constructed  it  became  evident  that  the  filter-gallery 
received  little  or  no  water  from  the  river  side  and  the  quantity 
received  from  the  land  side  was  insignificant.  The  works  have  been 
in  use  about  seventeen  years.  For  some  years  after  they  were  built 
there  was  a  diminution  in  the  number  of  deaths  by  typhoid  fever 
from  the  number  when  well  water  was  used,  and  no  one  thought  of 
direct  poisoning  by  sewage  of  the  water  taken  from  the  river  nine 
miles  below  Lowell  with  a  fall  of  ten  feet  through  a  rapid  a  mile  long 
on  the  way.  Many  made  the  remark  that  running  water  purified  itself 
in  a  less  distance  and  put  away  any  fear  of  contamination,  while  a 
few  did  not  like  to  drink  water  into  which  the  sewage  of  seventy 
thousand  people  was  poured  only  eight  hours  before  it  reached  the 
intake  of  the  water  works. 

Shortly  after  the  State  Board  of  Health  was  reorganized  in  1886 
the  Experiment  Station  was  established  at  Lawrence,  and  it  was 
soon  found  that  all  of  the  bacteria  in  sewage,  amounting  generally  to 
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several  hundred  thousand  in  every  thimbleful,  could  be  removed  by 
slow  intermittent  filtration ;  also,  that  the  same  result  could  be  at- 
tained by  filtering  water  at  a  more  rapid  rate,  but  not  at  a  rate  that 
rendered  it  practicable  to  apply  to  a  city's  water  supply.  Experi- 
ments of  the  Board  with  rapid  mechanical  filters  showed  a  large 
percentage  of  the  bacteria  remaining  in  the  filtered  water,  and 
experiments  at  Berlin  indicated  tha*j  the  continuous  filters  of  that 
city  allowed  some  of  the  germs  of  typhoid  fever  to  pass  through ; 
enough  to  cause  sickness  in  the  city. 

In  1890  a  careful  study  of  the  deaths  from  typhoid  fever  in  the 
cities  of  the  State  showed  that  the  cities  of  Lowell  and  Lawrence 
had  nearly  three  times  the  average  number,  from  the  same  popula- 
tion, in  other  cities  ;  and  that  during  the  season  —  August,  Septem- 
ber and  October  —  when  other  cities  had  the  most  typhoid  fever, 
Lowell  and  Lawrence  had  about  the  same  number  as  other  cities, 
but  a  month  or  more  later  the  deaths  in  Lowell  reached  three  and 
four  and  eight  times  the  deaths  in  other  cities,  and  after  another 
month  those  of  Lawrence  increased  by  a  still  greater  ratio,  so  that 
in  some  years  the  deaths  in  January  and  February  from  this  disease 
were  more  than  the  actual  number  in  Boston,  with  ten  times  the 
population.  This  condition,  following  year  after  year,  made  it  so 
evident  that  the  disease  came  down  the  river  to  Lowell  from  the 
cities  and  towns  above,  and  then  came  with  greater  intensity  from 
Lowell  to  Lawrence,  that  the  State  Board  of  Health  made  strenuous 
efforts  to  produce  a  filter  that  would  remove  all  disease-producing 
germs  that  could  be  applied  to  it,  and  at  the  same  time  filter  rapidly 
enough  to  serve  for  a  city's  water  supply.  Billions  of  typhoid-fever 
germs  were  cultivated  and  applied  to  filters  of  different  construction, 
and  in  1891  we  succeeded  in  removing  all  that  were  applied  when 
filtering  two  million  gallons  per  acre  daily.  Then  the  Board  advised 
the  city  of  Lawrence  to  filter  its  water,  and  offered  to  show  how  to 
do  it. 

Such  a  filter  would  require  some  layers  of  quite  fine  sand,  and  it 
was  thought  necessary  to  first  take  out  the  very  fine  river  silt  from 
the  water  by  means  of  a  coarser  sand  filter  at  the  river  bank.  Fur- 
ther experiments  showed  that  the  construction  of  a  filter  at  the 
river  bank  with  a  sand  coarse  enough  to  allow  the  river  silt  to  be 
deposited  upon  it,  if  removed  promptly,  would  serve  to  remove 
ninety-eight  per  cent,  of  all  of  the  bacteria  of  the  river  water  and  a 
still  larger  per  cent,  of  the  disease  producing  germs ;  and  considera- 
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tions  of  economy  and  the  immense  advantage  of  such  a  filter  with 
the  probability  of  this  or  none,  with  an  unbelieving  public,  induced 
the  State  Board  of  Health  to  advise  the  city  to  immeliiately  con- 
struct such  a  filter  and  save  the  fiftv-seven  lives,  which  was  the 
annual  excess  of  deaths  by  this  disease  over  that  of  the  same  num- 
ber of  inhabitants  in  cities  of  the  State  having  a  good  water  supply. 

In  l^{92,  in  view  of  the  possibility  of  cholera  getting  into  Lowell 
and  making  it  necessary  to  cut  oflf  the  Lawrence  water  supply,  the 
city  government  made  an  appropriation  for  beginning  the  work  of 
constructing  the  filter  in  accordance  with  the  advice  of  the  State 
Board  of  Health  and  under  its  direction. 

The  general  design  was  to  excavate  the  bed  and  bank  of  the  river 
to  seven  feet  below  low  water  for  a  width  of  about  one  hundred  and 
fifty  feet  out  from  the  old  filter-gallery  and  from  the  high  water 
shore  down  stream  from  this,  making  a  length  of  about  seven  hun- 
dred and  fifty  feet  and  an  area  of  excavation  of  two  and  one-half 
acres  (see  Plate  I.,  Fig.  7).  The  suitable  material  from  the  excava- 
tion was  to  be  put  into  a  tight  embankment,  on  the  ends  and  river 
side,  carried  to  nine  feet  above  low  water  in  the  river  or  high 
enough  to  exclude  the  highest  freshets.  The  excavation  was  to  be 
then  filled  for  a  depth  of  about  five  feet  with  suitable  filtering  sand 
properly  underdrained  into  the  old  filter-gallery  and  into  a  small 
perforated  conduit  in  extension  of  the  gallery. 

The  top  of  the  sand,  being  two  feet  below  low  water  in  the  river, 
could  by  a  proper  inlet  be  flooded  by  gravity  to  a  depth  of  about  two 
feet,  thus  forming  a  shallow  pond  of  two  and  a  half  acres  area,  which 
would  gradually  filter  downward  through  the  sand  to  the  underdrains 
and  be  conveyed  to  the  old  gallery,  and  through  this  to  the  pump- 
well. 

One  of  the  essential  qualities  of  the  design  required  that  the  inlet 
water  should  be  shut  off  once  a  day  and  the  pumps  kept  running 
until  the  sand  was  uncovered  and  the  water  within  the  sand  drawn 
out,  so  that  the  sand  could  fill  with  air  from  top  to  bottom. 

This  condition  of  filling  the  sand  with  air  daily  was  regarded 
necessary  to  insure  the  burning  up  of  the  organic  matter  which  pene- 
trated the  sand  below  the  surface  and  forming  nitrates  in  the  water, 
thus  producing  conditions  the  most  unfavorable  for  the  continuation 
of  the  life  of  bacteria  within  the  water  in  their  passage  through  the 
sand  and  in  the  water  after  leaving  the  filter. 

There  is  nearly  air  enough  in  our  drinking  waters  to  supply  the 
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oxygen  which  is  necessary  to  carry  on  the  process  of  nitrification 
when  the  water  comes  in  contact  with  the  grains  of  sand  which  have 
nitrifying  bacteria  adherent,  but  the  addition  of  the  air  which  enters 
the  sand  by  drawing  the  water  out  of  it  once  a  day  causes  a  more 
complete  burning  up  of  the  organic  matter  in  the  water,  which  is  the 
nitrifying  process  spoken  of. 

The  question  may  arise,  if  water  contains  so  much  air  why  does 
not  nitrification  take  place  in  the  reservoir?  The  reason  is  that 
nitrification  will  not  take  place  unless  the  water  with  the  air  comes 
in  contact  with  certain  bacteria  which  in  some  unknown  way  cause 
the  process  to  be  carried  on.  These  bacteria  attach  themselves  to 
the  grains  of  sand  of  the  filter  and  remain  there,  and  when  air  is 
present  they  can  in  a  short  time  cause  the  nitrifying  process  to  be 
carried  on  so  completely  that  nearly  all  of  the  organic  matter  in  the 
water  is  burnt  up,  and  with  this  burning  the  disease  germs  in  the 
water  are  killed. 

The  carrying  out  of  this  design  required  some  original  investi- 
gations upon  the  head  required  to  convey  a  definite  quantity  of 
water  through  sands  of  different  size  of  grain  and  through  gravel 
stones  of  different  sizes.  The  circumstances  of  the  location  would 
allow  an  expenditure  of  head  of  one  and  a  half  feet  when  the  surface 
of  the  sand  was  clean,  through  the  sand  and  through  the  underdrains 
and  conduit  to  the  pump- well,  when  drawing  the  full  quantity  of 
2,000,000  gallons  per  acre  per  day,  or  5,000,000  gallons  for  the 
field. 

The  sand  selected  to  meet  these  conditions  was  of  two  sizes,  the 
finer  of  the  two  being  placed  directly  over  the  underdrains  and  for 
five  feet  each  side  of  them ;  and  the  coarser  occupying  the  remain- 
ing twenty  feet  between  the  drains,  and  through  which  the  water 
would  move  laterally  and  use  up  about  the  same  amount  of  head  as 
when  flowing  directly  downward  through  the  finer  sand. 

The  coarser  sand  was  such  that  70,000,000  gallons  would  flow  in 
twenty-four  hours  through  a  foot  in  depth,  covering  an  acre,  with 
the  expenditure  of  one  foot  head ;  and  the  finer  sand  would  convey 
50,000,000  gallons  under  the  same  conditions.  In  moving  ver- 
tically downward  five  feet  through  the  finer  sand,  10,000,000  gal- 
lons would  flow  through  with  the  expenditure  of  one  foot  of  head,  but 
the  water  moving  laterally  through  the  coarser  sand  toward  the  under- 
drain  would  crowd  the  stream  in  the  finer  sand  below  the  surface  so 
that  the  water  going  through  the  surface  in  a  width  of  ten  feet  would 
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be,  near  the  bottom,  pressed  into  a  channel  of  perhaps  not  more  than 
five  feet  in  width  and  thus  decreasing  the  quantity  that  could  pass 
with  one  foot  head  to  perhaps  7,000,000  gallons  per  acre  per  day. 

As  the  water  was  to  flow  through  the  sand  with  a  daily  intermis- 
sion of  several  hours,  the  actual  time  of  flowing  would  be,  say  two- 
thirds  of  the  day,  and  would  allow  between  four  and  five  millions  to 
pass.  This  is  the  quantity  that  could  pass  with  one  foot  loss  of 
head  through  the  sand  when  the  surface  of  the  sand  is  clean,  but  the 
fine  mineral  sediment  and  the  organic  matter  brought  by  the  river 
water  choke  the  surface  and  reduce  the  quantity  of  water  that  can  pass 
through,  and  in  order  not  to  have  to  clean  the  surface  too  frequently, 
the  sand  when  clean  should  be  able  to  convey  two  or  three  times  the 
quantity  required. 

It  was  expected,  from  experiments  that  had  been  made  with  this 
water,  that  ordinarily  with  sand  grains  of  the  sizes  here  used,  the 
surface  would  have  to  be  cleaned  by  removing  from  an  eighth  to  a 
quarter  of  an  inch  and  replacing  with  clean  sand  once  a  month,  and 
that  during  freshets,  when  more  sediment  comes  in  the  river  water, 
the  surface  would  have  to  be  cleaned  oftener. 

If  the  surface  should  not  be  cleaned  as  often  as  necessary,  the 
result  would  be  a  lowering  of  water  in  the  pump-well  and  if 
neglected  until  the  surface  became  so  impervious  that  the  one  or 
two  feet  in  depth  of  water  over  the  surface  were  not  sufficient  to 
force  the  required  quantity  through  the  upper  layer,  the  drawing 
down  of  the  pump  well  to  the  bottom  of  the  sand  would  give  no 
relief,  the  surface  would  have  to  be  cleaned. 

Economy  of  construction,  the  providing  for  a  nearly  uniform  rate 
of  filtration  through  every  square  foot  of  the  area  of  the  filter,  and 
applying  the  water  to  the  surface  of  the  sand  in  a  valley  so  that  as 
it  is  filled  daily  there  will  not  be  a  current  over  the  surface  of  the 
sand  sufficiently  rapid  to  move  the  sand  grains,  caused  the  following 
section  to  be  adopted. 

The  underdrains  were  arranged  to  be  thirty  feet  apart.  The  ex- 
cavation was  not  made  to  a  unifonn  depth  of  seven  feet  below  low 
water  in  the  river,  but  was  made  to  the  depth  of  eight  feet  for  a 
width  of  five  feet  where  the  underdrains  were  to  be,  and  to  the  depth 
of  six  feet  for  a  width  of  five  feet  at  ridges  between  the  underdrains, 
with  slopes  of  one  foot  in  ten  feet  between  (see  Plate  I.,  Figs.  3,  4,  5 
and  6).  Over  these  ridges  the  sand  was  filled  only  to  the  depth  of 
three  feet  for  a  width  of  five  feet  and  beyond  this  the  surface  of  the 
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sand  ro8e  one  foot  in  twenty  feet  and  then  ran  level  for  five  feet  at 
a  height  of  six  feet  above  the  bottom.  Such  ridges  and  hollows 
formed  the  general  longitudinal  section  of  the  bed. 

The  direct  conduit  through  which  water  was  formerly  supplied  to 
the  pump-well  from  the  river  is  at  the  up-river  end  of  the  filter-bed 
(Plate  I;,  Fig.  1).  It  is  furnished  with  a  gate  at  the  inner  end,  and 
the  top  was  pierced  and  a  chimney  built  about  forty  feet  outside  of 
the  engine  house,  and  projecting  through  the  side  of  this  chimney  were 
set  two  iron  pipes  two  feet  in  diameter  with  a  gate  in  each,  having 
its  centre  two  feet  below  low  water  in  the  river.  One  of  these  is 
intended  to  supply  an  extension  of  the  works  up  the  river ;  the  other 
discharges  into  an  open  conduit  which  extends  along  the  inside  of 
the  embankment  nearly  the  whole  length  of  the  bed.  At  the  upper 
end  the  section  is  a  semi-circle  six  feet  in  diameter.  The  edge 
toward  the  bed  remains  level  throughout  its  length  at  three  feet 
below  low  water  of  the  river,  but  the  bottom  rises  gradually  from 
three  feet  below  the  edge  to  six  inches  below  at  the  lower  end,  and 
this  continues  by  a  curve  and  crosses  the  bed  in  the  down-river  valley 
with  the  edges  level,  but  the  bottom  rises  so  that  the  depth  at  the 
end  is  only  one  inch.  In  each  of  the  valleys,  thirty  feet  apart, 
extends  from  this  main  conduit  a  shallow  carrier  of  concrete  lined 
with  cement  mortar,  having  its  edges  level  with  the  edge  of  the  con- 
duit, and  extending  from  the  conduit  to  thirty-two  feet  from  the  oppo- 
site side  of  the  bed.  These  are  two  feet  wide  and  three  inches  deep 
at  the  conduit,  and  one  foot  wide  and  one  inch  deep  at  the  end.  In 
this  way  there  are  formed  edges  of  water  carriers  at  the  same  level 
and  about  one  and  one-third  miles  in  length,  over  which  the  water 
reaches  the  sand,  and  as  within  two  feet  from  these  edges  the  surface 
of  the  sand  rises  with  a  slope  one  foot  in  ten  there  is  very  little  per- 
ceptible current  over  the  sand  as  the  water  leaves  the  carriers. 

The  conduit  is  made  of  cobble  paving  stones  four  to  six  inches 
through,  laid  in  Portland  cement  mortar  on  a  layer  of  gravel  eight 
inches  thick  and  made  smooth  within  by  a  coat  of  mortar.  The 
carriers  are  made  of  cobble  stones  about  four  inches  in  diameter, 
laid  in  Portland  cement  mortar  on  the  sand,  and  made  smooth 
within.  At  the  junction  with  the  conduit  the  carriers  are  widened 
by  curves  to  prevent  washing  of  sand  at  the  turn. 

The  underdrains  enter  the  old  filter-gallery  through  holes  cut  in 
the  wall.  (See  Plate  I.,  Fig.  2.)  Glazed  sewer  pipe  surrounded 
by  stones  are  used  for  about  four-tenths  of  the  distance  from  the 
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gallery  across  the  bed,  beyond  which  are  layers  of  stones  of  different 
sizes  without  pipes.  Beginning  at  the  gallery  is  one  length  of  ten- 
inch  pipe,  then  two  lengths  of  eight-inch  pipe,  then  from  thirty-five 
to  sixty-five  feet  of  six-inch  pipe,  ending  with  three  lengths  of  four- 
inch  pipe.  These' pipes  are  laid  apart  so  that  the  spigot  approaches 
but  does  not  enter  the  bell,  and  they  are  surrounded  by  a  layer  of 
about  four  inches  of  stones  about  two  inches  in  diameter.  (See 
Plate  I.,  Figs.  3,  4,  5  and  6.)  Other  layers,  decreasing  in  size 
through  one  and  one-half  inches,  three-quarters  of  an  inch,  three- 
eighths  of  an  inch  and  three-sixteenths  of  an  inch,  are  applied  in  the 
form  shown  by  the  sections  and  plans,  and  the  latter  being  spread 
out  to  a  width  of  seventeen  feet  is  covered  by  one  inch  of  coarse 
mortar  sand  which  spreads  to  a  width  of  twenty  feet.  Upon  this 
rests  the  filtering  sand  from  four  to  five  feet  deep. 

The  valley  in  the  excavation  is  deepened  in  the  part  occupied  by 
the  pipe  so  that  the  pipe  has  a  slope  of  one  foot  in  one  hundred  feet. 
The  pipe  was  applied  as  far  from  the  filter-gallery,  or  conduit  in  ex- 
tension of  the  gallery,  as  it  and  the  stones  surrounding  it  cost  less 
than  the  much  larger  area  of  stones  required  to  give  the  desired  free- 
dom of  flow.  Beyond  this  the  large  stones  were  spread  out  to  the 
widths  and  with  the  depths  required  to  give  the  desired  flow. 

To  determine  how  much  head  would  be  used  in  flowing  through 
layers  of  sand  and  layers  of  stones  of  different  sizes  experiments 
were  made  under  my  direction  by  Mr.  Allen  Hazen,  the  chemist  in 
charge  of  the  Experiment  Station  of  the  State  Board  of  Health.  As 
is  well  known,  the  head  required  to  convey  water  through  ordinary 
pipes  varies  with  the  square  of  the  velocity,  but  with  extremely 
small  pipes  and  through  the  interstices  of  fine  sand  the  head  required 
to  convey  water  varies  with  the  velocity  and  with  the  temperature, 
more  head  being  required  with  colder  water.  Through  coarse  sand 
and  through  gravel  stones  the  head  varies  with  powers  of  the  veloc- 
ity between  the  first  and  second  powers,  increasing  with  the  size  of 
the  grains  or  of  the  stones.  For  sands,  ten  per  cent,  of  whose  grains 
are  as  small  as  two  millimeters  or  eight-hundredths  of  an  inch  in 
diameter,  the  quantities  of  water  that  would  pass  through  an  acre  in 
area  with  different  depths  and  sizes  of  grains  were  determined  by  the 
following  formula  deduced  from  experiments  which  had  been  made 
up  to  the  time  of  constructing  this  filter:  Qi=^*^^  in  which  Q  ex- 
presses the  quantity  of  water  in  million  gallons  per  acre  per  day,  h 
the  acting  head  in  feet,  I  the  distance  flowing  through  the  sand  in 
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feet,  and  d  the  maximum  diameter  in  mi]limetei*8  of  the  finer  ten  p>er 
cent,  of  the  sand  grains. 

This  formula  expresses  quite  satisfactorily  the  quantity  of  water 
that  will  pass  through  clean  sand  from  which  air  has  been  pushed 
out  when  the  temperature  is  about  50^  Fah.,  and  is  convenient  to 
use  in  comparing  sands  of  different  sizes ;  but  Mr.  Hazen  found  that 
the  resistance  was  nearly  twice  as  great  when  the  temperature  was 
near  the  freezing  point  as  when  at  summer  heat,  and  he  afterward 
determined  an  expression  from  the  experiments,  giving  the  velocity 
of  flow  through  sands  at  any  temperature,  which  may  be  found  on 
page  553  of  the  Report  of  the  State  Board  of  Health  for  1892. 

The  sand  used  in  the  Lawrence  filter  which  was  placed  directly 
over  the  underdrains  and  five  feet  on  either  side  had  the  coarser 
grains  of  the  finer  ten  per  cent,  twenty-five  hundredths  of  a  milli- 
meter in  diameter,  and  by  the  above  formula  when  the  head  used  is 
equal  to  the  distance  which  the  water  passes  through  the  sand  the 
quantity  of  water  that  could  pass  through  an  acre  in  twepty-four 
hours  would  be  fifty  million  gallons.  If  two  million  gallons  were 
applied  to  an  acre  in  sixteen  hours,  or  the  equivalent  of  three  mil- 
lion gallons  in  twenty-four  hours,  and  this  were  crowded  into  one- 
half  its  area  near  the  bottom  of  the  sand,  by  the  lateral  pressure  of 
the  water  coming  towards  the  underdrains  through  the  ten  feet  of 
coarser  sand  on  each  side,  the  resistance  would  be  like  that  of  four 
and  a  half  million  gallons  traversing  six  feet  in  depth  of  sand,  for 
which  the  head  required  would  be  fifty-four  hundredths  of  a  foot. 

As  the  circumstances  here  allowed  of  a  loss  of  head  throusrh  the 
sand  of  one  foot,  the  remaining  head,  from  fifty-four  hundredths  to 
one  foot,  was  the  amount  allowed  for  increased  obstruction  through 
the  sand  due  to  air  and  to  lower  temperature. 

Bj^  a  similar  process  of  computation  the  coarser  sand  occupying 
the  remaining  twenty  feet  of  the  thirty  feet  between  underdrains 
was  found  to  be  able  to  convey  its  proportion  of  the  water  to  the 
underdrains  with  a  like  loss  of  head ;  hence  the  arrangement  pre- 
sented by  these  sections  enabled  all  parts  of  the  area  of  the  filter  to 
transmit  nearly  their  proper  quantity  of  water. 

With  this  loss  of  head  through  the  sand  when  clean,  there  would 
be  a  noticeable  increase  in  loss  by  a  slight  deposit  of  sediment  upon 
the  sur&ce,  and  depending  upon  this  narrow  mai^n  it  was  deemed 
practicable  to  construct  and  use  for  a  term  of  years  a  single  bed 
which  was  to  be  cleaned  regularly  each  month,  a  portion  being 
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cleaned  every  day  during  the  interval  when  the  bed  is  resting ;  and 
this  portion  when  cleaned  is  not  capable  of  conveying  so  large  a 
quantity  of  water  that  it  cannot  be  properly  purified  in  its  passage, 
unless  there  be  an  extreme  drawing  down  of  the  head  which  would 
require  very  close  watching  at  the  pumps. 

When  it  becomes  impracticable  to  properly  purify  the  full  amount 
of  the  city's  supply  by  the  present  bed  it  is  designed  to  construct 
another  bed  extending  up  the  river  from  the  intake,  to  be  supplied 
by  the  second  two-foot  valve  mentioned  as  built  into  the  side  of  the 
chimney  rising  from  the  old  intake. 

We  have  followed  the  water  through  the  sand  and  considered  the 
head  lost  in  its  passage.  There  is  still  some  head  to  be  used  in 
passing  through  the  layers  of  stone  and  the  underdraining  pipes. 

In  considering  the  loss  of  head  through  fine  sand  and  through 
coarser  material  to  very  large  gravel  stones,  we  find  the  loss  increas- 
ing with  the  first  power  of  the  velocity,  and  with  powers  increasing 
with  the  coarseness  from  the  first  to  the  second  power  of  the  velocity  ; 
hence  the  most  convenient  method  of  presenting  what  our  experi- 
ments have  shown  is  in  the  form  of  a  table  which  was  used  in  distrib- 
uting the  remaining  allowable  loss  of  head  of  about  half  a  foot  in 
addition  to  the  one  foot  through  the  sand,  so  that  it  should  still  serve 
to  make  the  passage  of  water  nearly  uniform  from  all  portions  of  the 
surface  of  the  bed. 

This  table,  though  capable  of  improvement  by  additional  data,  led 
to  conclusions  which  proved  satisfactory  in  this  case. 


Quantity  of  Water  Flowing  through  Gravel  Stones  at  Different  Heads, 

[Qaantity  flowing  In  1,000,000  gallons  per  acre  dally.] 


Losa  ov  Hkad  m 
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5  Mm. 
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8  Mm. 
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20  Mm. 
0.79  In. 

80  Mm. 
1.3  In. 

40  Mm. 
1.6  In. 

50  Mm. 
2.0  In. 

0.0005 

0.001 

0.002 

0.004 

0.01 

0.02 

0.05 

0.10 

4 

7 

15 

20 

72 
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12 

23 

48 

83 
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320 
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22 

43 

84 
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320 
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1,400 

35 

65 
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230 

420 

630 

1,140 
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00 

160 

300 

520 

800 

1,280 

2,030 

2,850 

170 

300 

400 

790 

1,280 

1,800 

2,862 

4,044 

280 
480 
720 
1,070 
1,670 
2,340 
3,734 
6,280 

410 
600 
1,040 
1,360 
2,150 
3,030 
4,800 
6,800 
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feet,  and  d  the  maximum  diameter  in  millimeters  of  the  finer  ten  per 
cent,  of  the  sand  grains. 

This  formula  expresses  quite  satisfactorily  the  quantity  of  water 
that  will  pass  through  clean  sand  from  which  air  has  been  pushed 
out  when  the  temperature  is  about  50^  Fah.,  and  is  convenient  to 
use  in  comparing  sands  of  different  sizes ;  but  Mr.  Hazen  found  that 
the  resistance  was  nearly  twice  as  great  when  the  temperature  was 
near  the  freezing  point  as  when  at  summer  heat,  and  he  afterward 
determined  an  expression  from  the  experiments,  giving  the  velocity 
of  flow  through  sands  at  any  temperature,  which  may  be  found  on 
page  553  of  the  Report  of  the  State  Board  of  Health  for  1892. 

The  sand  used  in  the  Lawrence  filter  which  was  placed  directly 
over  the  underdrains  and  five  feet  on  either  side  had  the  coarser 
grains  of  the  finer  ten  per  cent,  twenty-five  hundredths  of  a  milli- 
meter in  diameter,  and  by  the  above  formula  when  the  head  used  is 
equal  to  the  distance  which  the  water  passes  through  the  sand  the 
quantity  of  water  that  could  pass  through  an  acre  in  tweoty-four 
hours  would  be  fifty  million  gallons.  If  two  million  gallons  were 
applied  to  an  acre  in  sixteen  hours,  or  the  equivalent  of  three  mil- 
lion gallons  in  twenty-four  hours,  and  this  were  crowded  into  one- 
half  its  area  near  the  bottom  of  the  sand,  by  the  lateral  pressure  of 
the  water  coming  towards  the  underdrains  through  the  ten  feet  of 
coarser  sand  on  each  side,  the  resistance  would  be  like  that  of  four 
and  a  half  million  gallons  traversing  six  feet  in  depth  of  sand,  for 
which  the  head  required  would  be  fifty-four  hundredths  of  a  foot. 

As  the  circumstances  here  allowed  of  a  loss  of  head  throu^rh  the 
sand  of  one  foot,  the  remaining  head,  from  fifty-four  hundredths  to 
one  foot,  was  the  amount  allowed  for  increased  obstruction  through 
the  sand  due  to  air  and  to  lower  temperature. 

By  a  similar  process  of  computation  the  coarser  sand  occupying 
the  remaining  twenty  feet  of  the  thirty  feet  between  underdrains 
was  found  to  be  able  to  convey  its  proportion  of  the  water  to  the 
underdrains  with  a  like  loss  of  head ;  hence  the  arrangement  pre- 
sented by  these  sections  enabled  all  parts  of  the  area  of  the  filter  to 
transmit  nearly  their  proper  quantity  of  water. 

With  this  loss  of  head  through  the  sand  when  clean,  there  would 
be  a  noticeable  increase  in  loss  by  a  slight  deposit  of  sediment  upon 
the  surface,  and  depending  upon  this  narrow  margin  it  was  deemed 
practicable  to  construct  and  use  for  a  term  of  years  a  single  bed 
which  was  to  be  cleaned  regularly  each  month,  a  portion  being 
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cleaned  every  day  during  the  interval  when  the  bed  is  resting ;  and 
this  portion  when  cleaned  is  not  capable  of  conveying  so  large  a 
quantity  of  water  that  it  cannot  be  properly  purified  in  its  passage, 
unless  there  be  an  extreme  drawing  down  of  the  head  which  would 
require  very  close  watching  at  the  pumps. 

When  it  becomes  impracticable  to  properly  purify  the  full  amount 
of  the  city's  supply  by  the  present  bed  it  is  designed  to  construct 
another  bed  extending  up  the  river  from  the  intake,  to  be  supplied 
by  the  second  two-foot  valve  mentioned  as  built  into  the  side  of  the 
chimney  rising  from  the  old  intake. 

We  have  followed  the  water  through  the  sand  and  considered  the 
head  lost  in  its  passage.  There  is  still  some  head  to  be  used  in 
passing  through  the  layers  of  stone  and  the  underdraining  pipes. 

In  considering  the  loss  of  head  through  fine  sand  and  through 
coarser  material  to  very  large  gravel  stones,  we  find  the  loss  increas- 
ing with  the  first  power  of  the  velocity,  and  with  powers  increasing 
with  the  coarseness  from  the  first  to  the  second  power  of  the  velocity  ; 
hence  the  most  convenient  method  of  presenting  what  our  experi- 
ments have  shown  is  in  the  form  of  a  table  which  was  used  in  distrib- 
uting the  remaining  allowable  loss  of  head  of  about  half  a  foot  in 
addition  to  the  one  foot  through  the  sand,  so  that  it  should  still  serve 
to  make  the  passage  of  water  nearly  uniform  from  all  portions  of  the 
surface  of  the  bed. 

This  table,  though  capable  of  improvement  by  additional  data,  led 
to  conclusions  which  proved  satisfactory  in  this  case. 


Quantity  of  Water  Flowing  through  Gravel  Stones  at  Different  Heads. 

[Quantity  flowing  In  1,000,000  gallont  per  acre  daily.] 
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By  the  aid  of  this  table  the  anderdrains,  formed  of  layers  of  stones 
of  different  sizes,  were  proportioned  as  shown  in  the  accompanying 
plan  and  sections.  The  larger  stones  were  selected  by  hand,  and  if 
soiled  were  washed.  The  smaller  sizes  were  selected  by  screening, 
and  in  this  way  all  sand  was  removed.  The  stones  of  the  two  larger 
sizes  were  carefully  placed  at  the  open  joints  of  the  pipes  to  allow 
water  to  enter  as  freely  as  possible ;  the  other  layers  were  shovelled 
to  place. 

In  extension  of  the  old  filter-gallery,  to  serve  to  conduct  the  water 
from  the  down-river  underdrains  to  the  gallery,  a  conduit  was  built 
with  walls  four  inches  thick  of  brick  laid  in  Portland  cement  mortar, 
with  the  mortar  left  out  of  the  end  joints,  which  were  a  little  more 
than  an  eighth  of  an  inch  wide.  This  conduit  was  two  feet  in 
diameter  for  a  length  of  105  feet,  then  20  inches  in  diameter  for  a 
length  of  120  feet,  then  16  inches  in  diameter  for  a  length  of  65 
feet,  then  12  inches  in  diameter  for  a  length  of  30  feet,  beyond 
which  were  ten-inch,  eight-inch  and  six-inch  glazed  pipes,  in  lengths 
of  30  feet,  laid  as  in  the  underdrains.  This  conduit  was  surrounded 
by  the  large  stones  2  inches  in  diameter  for  a  thickness  of  4  inches, 
with  layers  of  decreasing  sizes  around  this,  making  a  total  thickness 
of  about  8  inches. 

Great  care  was  taken  to  deposit  the  filtering  sand  so  that  the  mass 
should  be  as  homogeneous  as  possible.  It  was  deposited  in  two 
layers.  The  first  layer  was  covered  with  planks  as  fiist  as  laid,  upon 
which  the  loads  were  hauled,  and  these  were  dumped  upon  the  planks 
near  the  edge,  so  that  a  part  of  the  load  ran  over  the  bank  and  the 
other  part  was  shovelled  over.  If  the  edge  of  the  bank  remained 
exposed  to  the  wind  and  sun  the  coarser  material  would  appear  on 
the  surface  and  run  down.  Such  an  edge  was  shovelled  over  before 
an  addition  was  made. 

The  second  layer  was  dumped  upon  the  planks  resting  upon  the 
lower  layer  and  shovelled  up  to  grade,  and  upon  taking  up  the  planks 
the  lower  layer  was  shovelled  over  to  the  depth  of  one  foot  and  a 
half  to  remove  the  packing  of  the  sand  which  was  evident  under  the 
planks,  sometimes  to  a  depth  of  one  foot. 

It  will  be  evident  that  watchful  care  was  necessary  in  laying  the 
underdraining  stones  to  see  that  no  bar  of  finer  material  crossed  it  in 
any  direction.  In  fact,  the  success  of  the  filter  depended  laigely 
upon  careful  and  conscientious  superintendence  of  the  construction 
of  the  underdrains  and  the  bed.     This  was  accomplished  by  Mr. 
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Charles  C.  Campbell,  who  had  an  intelligent  appreciation  of  the 
essentials  to  success  and  most  scrupulous  care  that  the  work  should 
be  done  as  directed. 

Sand  for  the  filter  was  obtained  from  a  bank  about  seven-eighths 
of  a  mile  away,  where  layers  and  pockets  were  found  containing  all 
kinds,  from  the  very  fine,  almost  impervious,  sands  to  large  gravel 
stones,  and  much  unsuitable  niaterial  had  to  be  removed  in  selecting 
layers  from  which  suitable  sand  could  be  obtained.  By  judicious 
selection,  screening  and  mixing  the  two  kinds  of  sand  were  obtained 
and  wheeled  to  piles  for  loading.  These  piles  were  frequently  tested 
by  half  filling  with  sand  a  cylinder  six  inches  high  and  three  inches 
in  diameter,  having  a  wire  bottom.  The  sand  was  packed  slightly 
and  covered  with  a  wire  screen  and  the  cylinder  filled  with  water, 
and  the  time  observed  that  it  took  the  water  to  pass  below  the  sur- 
face of  the  sand.  Time  limits  for  the  two  grades  were  determined 
at  the  laboratory,  making  correction  for  the  temperature  of  the  water, 
and  the  accuracy  of  these  tests  at  the  bank  was  determined  by  occa- 
sionally taking  duplicate  samples  to  the  laboratory  and  making  reg- 
ular mechanical  analyses  by  means  of  sieves. 

The  filter  was  completed,  at  a  cost  of  about  $65,000,  in  the  forenoon 
of  Sept.  20, 1893,  just  about  one  year  from  the  time  of  commencing, 
although  there  were  four  or  five  months  when  work  was  suspended ; 
and  in  the  afternoon  of  September  20  the  inlet  gate  was  opened  and 
the  water  filled  the  open  conduit  along  the  base  of  the  embankment, 
ran  into  the  carriers,  and  gradually  flowed  over  the  one  and  one-third 
miles  of  level  edge  and  entered  the  sand,  disappearing  in  a  short  dis- 
tance at  first,  but  gradually  as  the  sand  was  filled  extending  further 
from  the  carriers  and  filling  the  bottom  of  the  twenty-six  valleys,  and 
then  rising  slowly  up  their  sides  and  covering  the  ridges,  forming  a 
shallow  pond  of  two  and  a  half  acres.  Then  the  pumps  were  started, 
and  when  running  at  the  rate  of  five  million  gallons  in  twenty-four 
hours  we  found  that  the  difierence  in  level  between  the  water  over 
the  filter  and  in  the  pump-well  was  seventeen  inches. 

The  water  first  coming  through  the  filter  contained  an  extremely 
fine  dust  in  suspension,  probably  washed  from  the  surfaces  of  the 
stones  and  underdrains.  In  the  first  ten  days  the  chemical  changes 
in  the  water  were  as  follows  :  the  albuminoid  ammonia  was  reduced 
from  0.0168  to  0.0108  in  parts  per  100,000.  The  free  ammonia  was 
reduced  from  0.0113  to  0.0072,  and  the  nitrates  were  increased  from 
0.0120  to  0.0200  part.    The  color  was  reduced  from  0.36  to  0.28  on 
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the  scale  for  color.  Since  that  time  the  average  change  has  been  in 
albuminoid  ammonia  from  0.0187  to  0.0104;  free  ammonia  from 
0.0067  to  0.0087,  and  the  nitrates  from  0.0140  to  0.0390  part,  and 
the  color  reduced  from  0.42  to  0.35.  The  hardness  of  the  water 
has  increased  from  1.3  to  2.9.*  This  change  is  probably  partly  tem- 
porary, due  to  absorption  of  lime  from  the  conduit  and  carriers,  but 
it  is  partly  due  to  ground  water,  as  it  was  the  greatest  when,  in  the 
latter  part  of  February  and  early  part  of  March,  there  was  the 
greatest  loss  of  head  through  the  filter  and  consequently  the  greatest 
draft  from  the  ground.  At  the  same  time  there  was  an  increase  in 
the  free  ammonia  of  the  filtered  water,  evidently  due  to  the  same 
cause ;  but  this  cause  was  an  exceptional  condition  due  to  the  sur- 
face of  the  bed  not  having  been  cleaned  for  three  months,  which  will 
probably  not  occur  again. 

While  the  improvement  of  the  water  by  the  removal  of  the  sus- 
pended matter  and  the  burning  up  of  the  organic  matter  that  was 
readily  oxidizable  was  very  satisfactory,  the  most  important  change 
and  the  real  object  of  the  construction  of  the  filter  was  the  removal 
of  bacteria,  and  especially  of  those  kinds  of  bacteria  that  are  danger- 
ous to  health,  known  as  disease  germs. 

The  removal  of  bacteria  is  not  merely  a  straining  process ;  it  is 
accomplished  by  making  conditions  unfavorable  to  the  life  of  bac- 
teria in  the  passage  through  the  filter,  which  conditions  grow  with 
the  proper  use  of  the  filter.  In  the  first  three  days  75  per  cent,  of 
the  number  of  bacteria  applied  came  through  the  filter.  In  the  next 
three  days  30  per  cent,  came  through,  but  in  the  first  week  in 
October  only  4  i>er  cent,  came  through,  and  in  the  next  week  2  per 
cent. ;  that  is,  during  the  first  three  weeks'  use  the  number  of  bac- 
teria in  the  effluent  rapidly  decreased  to  2  per  cent,  of  the  number 
applied,  and  from  that  time  to  the  present,!  excepting  on  two  occa- 
sions when  work  on  the  filter  or  in  the  pump-well  interfered  with 
the  results,  the  efiluent  from  the  filter  has  contained  1.7  per  cent, 
of  the  numl>er  of  bacteria  contained  in  the  river  water,  the  filter 
having  removed  98.3  i>er  cent,  of  all  of  the  bacteria  in  the  water 
applied  to  it.* 

But  the  result  given  to  the  i>eople  is  better  than  this.     It  appears 
that  with  the  removal  of  those  |Kirtc>  of  the  organic  matter  that  are 
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easily  oxidized  the  food  material  of  the  bacteria  has  been  removed, 
and  as  the  water  flows  on  through  the  reservoir  and  through  the 
pipes  the  conditions  of  life  are  still  unfavorable  for  the  bacteria,  and 
they  go  on  decreasing,  so  that  the  numbers  found  at  the  outlet  of 
the  reservoir  are  but  one  and  two-tenths  per  cent,  of  the  numbers 
in  the  river  water ;  and  at  the  tap  in  the  city  hall  the  numbers  pf 
bacteria  found  are  but  nine-tenths  of  one  per  cent,  of  the  numbers 
in  the  river  water/  More  than  ninety-nine  per  cent,  of  all  of  the 
bacteria  of  the  river  water  have  been  removed. 

The  experiments  of  the  State  Board  of  Health  go  to  show  that 
with  this  result  we  can  rely  upon  the  complete  extinction  of  all  of 
the  disease  producing  germs  that  may  have  been  in  the  water. 

We  have  seen  the  eflfect  of  the  filter  upon  the  bacteria  of  the  water 
applied  to  it ;  we  will  now  seek  the  efi^ect  of  the  filter  upon  the  inhab- 
itants of  Lawrence.  It  has  been  stated  that  the  deaths  from  typhoid 
fever  in  Lawrence  were  about  three  times  those  of  other  cities  in  the 
State.  Its  relation  to  other  cities  from  a  broader  field  is  shown  by 
the  following  diagram,  in  which  are  given  the  percentage  of  mortality 
from  typhoid  fever  to  the  total  mortality  in  London,  New  York,  Bos- 
ton, Philadelphia,  Chicago  and  Lawrence. 

Diagram  showing  Percentage  of  Typhoid  Fever  Mortality  to  Total  Mortality  in 
London^  New  York,  Boston,  Philadelphia,  Chicago  and  Lawrence  from  1870 
to  1893. 


t 

o 

r 

|2 
o 


t 

o 
> 


o 

O. 
1^ 


zo 

\ 

%o 

\ 

i% 

i 

\ 

^W 

RCN 

( 
:e 

Of 

t/ 

\ 

\ 

9.0 

\ 

\ 

L 

IB 

T6 

< 

\ 

/ 

\ 

4.0 

1 

bo: 

1 

>TOI 

1  J 

k. 

\ 

% 
• 
% 
• 
% 
% 
1 

./ 

\ 

5? 

\y 

/ 

-1 

( 

• 
# 
• 

• 

• 
• 

\ 

m   % 
ff      % 
f         % 

\ 

\ 

^-' 

*"% 

"'  Kx' 

^ 

■9 

• 

/■: 

y 

• 

'I 

V 

/ 

\ 

' 

1 

• 

• 

\ 

• 

1 

"i 

s 

/^ 

'            \ 

/ 

• 
• 
• 

1  8 
/  / 

OSJ 

OH 

\^ 

/ 

> 

y 

• 
• 

% 
• 

's 

\ 

NC 

\ 

• 

<: 

/ 

\ 

* 

5h 

^•^ 

*-.. 

^'-° 

"■0 

^  •« 

vO« 

uo 

^ 

i^^K 

\ 

LON 

?OH 

-•• 

•  •«•• 

••• 



,.-•' 

I      i 
»      t 

m                  * 

• 

■>         r 

5       i 

8       * 

>    < 

\       ! 

\     « 

> 
>   < 

•      ■ 

i     S 
?     s 

1    » 

• 

4 
t 

t 

*                • 

>       « 

!    1 

« 
f      ! 

1    1 

>  c 

)      « 

>  « 

i  i 

\   1 

558 


STATE  BOARD  OF  HEALTH.         [Pub.  Doc. 


That  the  typhoid  fever  that  has  in  the  past  affected  Lawrence  so 
seriously  has  come  down  the  river  year  after  year  may  be  confirmed 
by  the  following  diagram  containing  three  broken  lines.     The  heaviest 


Diagram  showing  Deaths  per  lOOfiOO  Inhabitants  in  Boston^  Lowell  and  Laimrence 

from  June,  1889,  to  May,  1894, 
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line  indicates  the  number  of  deaths  from  typhoid  fever  in  100,000 
inhabitants  in  the  city  of  Boston  in  each  month  in  the  past  five  years. 
This  line  represents  approximately  the  number  of  deaths  from  this 
disease  in  100,000  inhabitants  in  the  cities  of  the  State  and  the  months 
in  which  they  occur.  It  will  be  seen  that  the  months  of  greatest  prev- 
alence are  September  and  October  of  each  year.  A  vertical  line  has 
been  drawn  at  such  time  of  prevalence  in  each  year  at  Boston,  and 
this  is  nearly  the  time  of  its  prevalence  in  our  cities  generally. 

We  see  that  in  these  months  the  disease  prevailed  to  as  great  an 
extent  in  Lowell  and  Lawrence,  but  that  following  this  period  in 
about  two  months  it  prevails  at  Lowell  to  a  much  greater  extent,  and 
one  or  two  months  later  it  prevails  to  a  still  greater  extent  in  Law- 
rence. This  is  the  case  year  after  year  until  during  the  past  winter, 
when  in  February  and  March  there  was  an  increase  in  Lawrence  fol- 
lowing that  at  Lowell,  but  instead  of  being  in  greater  numbers,  as  in 
former  years,  it  was  to  only  about  half  as  many  per  100,000,  and  the 
cause  of  this  increase  will  now  be  considered. 

In  the  following  diagram  the  average  number  of  deaths  from 
typhoid  fever  at  Lawrence  for  each  month  from  October  to  May,  in 
the  preceding  five  years,  are  given  by  the  heavy  dotted  line ;  and 


No.  34.]  CITY  OF  LAWRENCE  FILTER. 


559 


the  number  daring  the  past  eight  months  are  given  by  the  heavy 
full  line. 

Typhoid  Fever  in  Lawrence, 
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The  total  number  for  the  eight  months  in  past  years  has  been 
forty-three,  and  in  the  present  year  seventeen,  making  a  saving  of 
twenty-six.  Of  the  seventeen  who  died  nine  were  operatives  in  the 
mills,  each  of  whom  was  known  to  have  drunk  unfiltered  canal 
water,  which  is  used  in  the  factories  at  the  sinks  for  washing. 

The  6ner  full  line  shows  the  number  of  those  who  died  month 
after  month  who  are  not  known  to  have  used  the  poisoned  canal 
water.     The  whole  number  in  the  eight  months  is  eight. 

It  is  evident  from  the  previous  diagram  that  the  numbers  above 
the  fine  full  line,  here,  follow  after  those  at  Lowell  in  the  usual  time, 
and  were  undoubtedly  caused  by  the  sickness  at  Lowell ;  but  we 
have  satisfactory  reason  to  conclude  that  the  disease  was  not  propa- 
gated through  the  filter  but  that  the  germs  were  conveyed  directly 
into  the  canals  and  to  those  who  drank  of  the  unfiltered  canal  water. 
Among  the  operatives  of  one  of  the  large  corporations  not  using  the 
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canal  water  there  was  not  a  case  of  typhoid  fever  daring  this  period. 
Warnings  have  been  placed  in  the  mills  where  canal  water  is  used 
to  prevent  the  operatives  from  drinking  it. 

We  find,  then,  that  the  mortality  from  typhoid  fever  has,  during 
the  use  of  the  filter,  been  reduced  to  40  per  cent,  of  the  former  mor- 
tality, and  that  the  cases  forming  nearly  one-half  of  this  40  percent, 
were  undoubtedly  due  to  the  continued  use  of  unfiltered  river  water 
drawn  from  the  canals. 

The  effect  of  the  filter  in  preventing  the  communication  of  diarrhoeal 
and  other  diseases  carried  by  water  can  be  given  after  the  season  of 
the  year  when  these  diseases  prevail.  We  can  say  further  at  present 
that  the  physicians  have  very  generally  reported  a  marked  improve- 
ment in  the  health  of  the  people  since  the  filter  came  into  use. 

The  study  of  this  problem  and  its  solution  have  established  with 
more  of  certainty  than  ever  before  three  important  points  in  sanitary 
science :  — 

1.  The  insufficiency  of  the  self-purification  of  streams. 

2.  The  ready  conveyance  of  typhoid  fever  down  a  stream  by 
sewage-polluted  drinking  water. 

3.  The  practicability  of  protecting  a  community  against  an  in- 
fected drinking  water  supply  by  natural  sand  filtration. 
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SEWAGE  PURIPICATION  OF  CITIES  AND  TOWNS  IN 

MASSACHUSEHS. 


The  last  annual  report  (1892)  contained  a  paper  upon  the  **  Sew- 
age Disposal  of  Cities  and  Towns  in  Massachusetts  by  Intermittent 
Filtration,"  which  was  accompanied  by  chemical  analyses  of  the  sew- 
age and  effluent  from  the  works  of  the  three  places  described,  viz. : 
Framingham,  Marlborough  and  Gardner.  Owing  to  the  time  required 
for  the  publication  of  that  report  it  was  feasible  to  include  in  it 
analyses  made  up  to  the  end  of  July,  1893.  In  the  present  paper 
results  from  sewage  disposal  works  at  several  additional  places  are 
given,  and  analyses  of  sewage  and  effluent  from  the  three  places 
mentioned  above  are  included  only  from  the  first  of  August  to  the 
end  of  the  year.  A  short  description  of  each  of  the  systems  exam- 
ined is  given  in  the  following  pages,  and  to  assist  the  reader  in 
understanding  the  conditions  at  the  various  places  some  of  the  state- 
ments made  last  year  are  repeated. 

The  first  plant  for  the  disposal  of  town  sewage  by  intermittent 
filtration  in  Massachusetts  was  constructed  at  Lenox  in  1876.  A 
system  for  the  disposal  of  the  sewage  of  a  portion  of  the  town  of 
Amherst,  partly  by  filtration  but  chiefly  by  irrigation,  was  con- 
structed about  1881,  and  a  small  system  for  the  disposal  of  sewage 
by  intermittent  filtration  was  introduced  at  Medfield  in  1886.  Since 
the  last  date  the  towns  of  Framingham  and  Gardner  and  the  city  of 
Marlborough  have  constructed  and  are  now  operating  works  for 
the  disposal  of  sewage  by  intermittent  filtration,  and  a  new  disposal 
field  has  been  constructed  and  is  in  use  at  Lenox.  The  city  of 
Brockton  (population  in  1890,  27,294,)  is  at  present  constructing 
works  of  this  kind,  which  will  be  operated-  in  1894.  There  are, 
also,  several  large  institutions  which  dispose  of  their  sewage  by  inter- 
mittent filtration.  The  sewage  of  the  city  of  Worcester  is  treated 
by  chemical  precipitation,  as  described  on  page  341  of  this  report. 

[6«3] 
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In  order  to  learn  the  results  obtained  by  the  systems  of  sewage 
disposal  in  the  various  places,  the  State  Board  of  Health  has  caused 
many  analyses  of  the  sewage  and  effluent  from  the  filter-beds  at 
Framingham,  Gardner  and  Marlborough  to  be  made,  and  has  also  made 
one  or  more  chemical  examinations  of  the  sewage  and  effluent  from 
the  sewage  disposal  works  at  Amherst,  Lenox,  Medfield,  Westbor- 
ough  and  Wellesley  College.  The  results  of  these  analyses  are  given 
in  connection  with  a  description  of  the  works  in  the  pages  which  fol- 
low. Analyses  made  by  the  chemists  at  Worcester,  showing  the 
results  obtained  at  the  chemical  precipitation  works  there,  have 
already  been  given  on  page  345. 

Sewage  Disposal  at  Amherst. 

The  population  of  the  town  in  1890  was  4,512.  Sewerage  facilities 
have  been  provided  only  for  portions  of  the  main  village,  and  the 
sewage  is  disposed  of  by  two  systems. 

The  first  system,  begun  in  1881  and  subsequently  extended,  col- 
lects the  sewage  from  about  1,000  inhabitants.  The  sewage  flows  to 
a  settling  tank  about  a  mile  south-east  of  the  village  and  thence 
through  a  pipe  520  feet  long  into  Fort  River. 

By  the  second  Hystem,  since  1886,  the  sewage  of  a  portion  of  the 
thickly  populated  part  of  the  town  north  of  the  town  hall  has  been 
applied,  after  settling  in  a  tank,  to  a  field  having  an  area  of  about 
three  acres  and  a  slight  slope,  located  about  half  a  mile  north  of  the 
village.  It  is  said  that  there  are  about  300  people  connected  with  this 
system,  and  storm- water  is  excluded  from  the  sewers.  The  sewage 
is  conducted  by  a  ten-inch  pipe  to  a  settling  tank  located  on  the 
upper  side  of  the  disposal  field.  The  tank  is  about  4  feet  deep 
and  holds  about  500  gallons.  The  outlet  pipe  is  arranged  to  avoid 
drawing  the  scum  from  the  surface  of  the  tank,  and  discharges  into 
a  long  ditch  running  along  tjie  upper  side  of  the  field,  from  which 
the  sewage  is  discharged  through  openings  in  its  sides.  The  place 
of  discharge  is  changed  from  time  to  time  by  blocking  up  the  exist- 
ing opening  and  making  a  new  one.  The  sludge  from  the  settling 
tank  is  removed  at  intervals  and  composted.  Analyses  of  the  sew- 
age before  and  after  settling  in  the  tank  are  given  below.  There 
is  no  opportunity  to  obtain  a  sample  of  the  effluent  from  this  field, 
as  the  sewage  sinks  into  the  ground  and  does  not  reappear  in  such 
a  way  that  a  sample  can  be  collected. 
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Chemical  Examination  of  Sewage  from.  Amherst. 

[Paru  per  100,000.] 
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Chemical  Examination  of  Sewage  from  Amherst  —  Concluded. 

[ParU  per  100,000.] 
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Odor,  offensive. The  flrtt  sample  was  collected  from  the  main  sewer  of  the  northerly  system  as 

it  discharges  into  the  settling  tank.    The  last  sample,  from  the  pipe  which  conveys  sewage  from  the 
settling  tank  to  a  ditch  on  the  sewage  disposal  area. 

*  The  determinations  of  Oxygen  Consumed,  given  In  this  paper,  were  made  after  boiling  five 
minutes. 
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Sewage  Disposal  at  the  Norfolk  County  Jail,  Dedham. 

Chemical  Examination  of  Water  from  the  Brook  which  flows  from  Fisher^s  Ice  Pond 
above  and  beloiv  the  Sewage  Disposal  Area  of  the  Norfolk  County  Jail, 

[Parte  per  100,000.] 
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Iron,  in  each  sample.  .0080.    Odor,  dittinctly  vegetable,  disappearing  on  heating. The  flrtt  tarn- 

pie  was  collected  about  500  feet  above  the  sewage  disposal  area  and  the  last  a  very  short  distance  below 
it.    Sewage  had  been  discharged  upon  the  area  about  6  hours  before  the  samples  were  collected. 

It  is  evident  from  the  analyses  that  no  sewage  effluent  was  present  in  the  sample  collected  below  the 
disposal  area. 

Microscopical  Examinalvnu 

No.  0835.  DiatomacesB,  AtterioneUa,  2;  Jferidion,S;  Synedra,2;  Tabeilaria,  1.  Fungi,  (^-vno- 
thrix,  3.    Miscellaneous.  ZodgUxa,  48.    Total,  64. 

No.  9836.  DiatomacesB.  JfirW(l<on.2;  iS'yn«(2ra,  1.  Fungi,  OenoMrix,  3.  Miscellaneous,  Zo^^^esa, 
28.    Total,  84. 


Sewage  Disposal  at  Framingham. 

The  town  of  Framingham  (population  in  1890,  9,239,)  contains 
three  villages,  of  which  South  Framingham  is  by  far  the  most 
populous,  and  up  to  the  present  time  is  the  only  village  sewered. 

The  sewerage  system  was  put  in  operation  near  the  end  of  the 
year  1889,  and  at  the  end  of  the  year  1893,  610  dwelling-houses 
and  41  business  blocks,  stores,  factories,  etc.,  were  connected  with 
the  sewers.  In  addition  to  this  the  sewage  of  the  women's  prison 
(population  about  350),  located  in  the  town  of  Sherborn,  just  be- 
yond the  Framingham  line,  is  taken  care  of  by  this  system. 

Storm-water  is  excluded  from  the  sewers,  and  a  continuous  system 
of  underdrains  was  laid  beneath  the  principal  sewers  to  collect  and 
carry  off  the  ground  water.  The  amount  of  sewage  flowing  during 
a  season  of  high  rainfall,  however,  is  fully  three  times  the  ordinary 
flow.  The  main  underdrain  discharges  by  gravity  into  a  brook,  and 
the  character  of  the  water  discharged  by  it  can  be  seen  by  reference 
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to  a  table  of  analyses  on  page  153  of  this  volume.*  The  average 
amount  of  sewage  pumped  and  purified  in  1893  was  218,000  gallons 
per  day. 

The  sewage,  after  collection  in  a  pair  of  receiving  reservoirs  hav- 
ing a  total  capacity  of  431,000  gallons,  is  pumped  during  the  day- 
time to  the  filtration  area,  which  is  located  about  two  and  one-half 
miles  north-east  of  the  village  of  South  Framingham.  This  area,  a 
more  detailed  description  of  which,  accompanied  by  a  plan,  may  be 
found  in  the  annual  report  of  the  Board  for  1892,  page  560,  covers 
about  seventy  acres,  much  of  which  is  quite  level  and  at  an  eleva- 
tion of  about  20  feet  above  Bannister  Brook.  An  area  of  about 
twelve  acres  has  been  specially  prepared  for  filtration  by  dividing  it 
into  ten  beds  of  convenient  size,  removing  most  of  the  loam,  which 
was  used  in  the  construction  of  embankments  between  the  beds,  and 
by  levelling  the  surface.  Six  of  the  beds  are  underdrained  to  a 
limited  extent. 

In  1893  about  nine  acres  of  the  prepared  beds  were  planted  with 
field  com  (maize),  and  the  remainder  with  squashes,  beans,  pota- 
toes and  cabbages.  The  crops  were  very  satisfactory,  especially  the 
field  corn,  and  received  only  ordinary  attention.  The  preparation 
of  additional  filter-beds  is  under  way  in  order  to  increase  the  area 
to  be  devoted  to  farming  purposes.  The  present  area,  however,  is 
amply  sufficient  for  the  disposal  of  the  sewage. 

A  reasonable  objection  has  often  been  made  to  the  cultivation  of 
crops  in  connection  with  intermittent  filtration,  where  the  area  is 
small,  owing  to  the  danger  that,  in  order  to  avoid  injuring  the  crops, 
the  flow  of  sewage  at  certain  seasons  of  the  year  will  either  be  con- 
centrated on  a  small  portion  of  the  area  or  allowed  to  escape  unpuri- 
fied.  In  the  case  of  Framingham,  however,  the  cultivation  of  crops 
has  had  a  favorable  effect  upon  the  purification  of  the  sewage  by  in- 
ducing the  preparation  of  additional  filter-beds,  by  loosening  the 
soil  by  ploughing  and  other  disturbances  of  the  surface  incident  to 
cultivation,  and  by  the  removal  by  the  crops  of  matters  brought  to 
the  beds  in  the  sewage. 

The  surfaces  of  nine  of  the  filter-beds  were  left  during  the  winter  of 
1893-94  in  hills  and  furrows,  and  without  disturbance,  after  the  crops 

*  Analyses  of  water  from  this  nnderdrain  are  also  given  in  the  annnal  reports  of  the  Board 
for  1890, 1891  and  1892,  pages  149, 131  and  126,  respectivelj.  The  first  sample  analysed  was 
collected  before  any  sewage  had  been  admitted  to  the  sewers,  and  the  character  of  the  water  has 
not  changed  materially  since  sewage  was  admitted. 
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had  been  removed  from  them.  The  remaining  bed  was  ploughed  and 
wide  furrows  made,  about  6  feet  apart,  at  right  angles  to  the  carriers 
along  the  side  of  the  bed  from  which  the  sewage  is  applied.  It  was 
found  that  this  bed  gave  the  most  satisfactory  results,  particularly 
when  there  was  much  snow  on  the  ground.  It  is  also  to  be  noted 
that  the  beds  where  the  surface  is  left  in  hills  and  furrows  are  much 
more  efficient  in  winter  than  beds  with  level  surfaces. 

The  quality  of  the  sewage  and  of  the  effluent  from  several  different 
places  may  be  seen  by  the  tables  of  analyses  on  the  following  pages. 
The  sewage  is  ordinary  town  sewage,  discolored  and  somewhat  modi- 
fied in  character  at  times  by  a  considerable  amount  of  spent  dyes 
discharged  into  the  sewers  from  the  straw  goods  factories  in  the 
town. 

With  regard  to  the  purification  effected  at  Framingham  it  may  be 
said  that  the  conditions  for  filtration  are  very  favorable,  owing  to  the 
large  area  of  land  in  use  in  proportion  to  the  amount  of  sewage 
treated,  the  porosity  of  the  material,  which  has  an  effective  size  of 
0.32  to  0.42  millimeter,  and  the  depth  to  ground  water.  Another 
favorable  condition  is  the  high  temperature  of  the  sewage  in  winter 
(48**  to  50**  F.)  due  chiefly  to  the  fact  that  the  water  supply  of  the 


[ParU  per  100,000.] 


C?iemical  Examination  of 


I 


o 

9 


1 

10807 

2 

10024 

11006 

11081 

11184 

11288 

11822 

8 

11414 

9 

11401 

10 

Av.* 

18»S. 

Aug.  16 

Aug.  80 
Sept.  11 
Sept.  25 
Oct.  12 
Nov.  1 
Nov.  10 
Nov.  29 
Dec.  18 


Afpbabahcb. 


if 
i 


*2 

8 


Thick, 

opaque. 
Decided, 

milky. 
Decided, 

thick. 
Decided. 

Thick. 

Decided. 

Decided. 

Thick,  black. 

Thick,  dark. 


Cone.,  dark. 

Heavy,  dark. 

Cone.,  dark. 

Heavy,  dark. 

Cone.,  gray. 

Cone.,  black. 

Cone.,  gray. 

Heavy, 

black. 
Heavy,  dark. 


I 


0.40 
0.60 


0.70 

0.70 
1.00 
0.60 


0.68 


BUID0B  ON  EVATOBATIOir. 


TOTAT.  BBSIDUS. 

• 

• 

1 

• 

1 

1 

1 

• 

H 

a 

00 

42.60 

83.20 

49.60 

29.80 

31.60 

28.20 

86.80 

31.20 

46.80 

40.60 

108.00 

46.00 

83.40 

29.40 

66.00 

46.20 

40.60 

33.20 

67.00 

33.80 

0.80 

20.30 
8.40 
6.60 
6.20 

62.00 
4.00 

18.80 
7.40 

24.09 


LOU  ON  t«Nrno>. 

• 

• 

1 

► 

a 

-j 

"§ 

1 

'S 

jj 

s 

H 

^ 

OD 

20.40 

13.10 

26.00 

9.80 

12.00 

10.00 

12.80 

12.00 

21.20 

15.60 

68.20 

14.00 

12.80 

10.40 

27.40 

12.80 

16.20 

8.20 

80.37 

10.06 

7.80 

16.70 
2.00 
0.80 
6.60 

64.20 
2.40 

14.60 
7.00 

19.48 


*  Thit  average  is  for  the  whole  year  1803,  and  indadee  the  retalts  of  analyeea  made  daring  the 
earlier  part  of  the  year  and  printed  in  the  preceding  annual  report. 
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town  is  taken  from  the  ground  and  has  a  winter  temperature  of  about 
49^ 

Only  a  small  portion  of  the  effluent  is  collected  by  the  underdrains 
beneath  the  beds,  and  of  this  quantity  all  or  nearly  all  again  enters 
the  ground  and  receives  a  second  filtration  before  it  reaches  the 
brook,  while  most  of  the  effluent  passes  for  a  long  distance  through 
the  ground  and  appears  in  the  form  of  springs  at  the  edge  of  the  low 
land  near  the  brook.  The  existence  of  lateral  filtration  to  such  a 
marked  degree  is  believed  to  be  a  very  important  feature  of  the 
Framingham  filter-beds. 

The  average  degree  of  purification  of  the  applied  sewage  in  1893, 
as  indicated  by  the  albuminoid  ammonia  in  the  analyses,  is  as  fol- 
lows :  — 


Per  Cent  of 

Orgftnto  Matter 

Removed 

(Albumhioid 

Ammonia). 


Effluent  at  east  nnderdrain, 
"  at  west  QDderdraio, 
**      atipring, 


97.6 
08.0 
09.6 


Sewage  from  Framingham. 


[Part*  per  100,000.] 


Ammonia. 

ALBDMUIOZI). 

• 

• 

1 

► 

a 

i 

t 

O 

1 

s 

N 

H 

O 

OD 

2.0000 
1.6000 
2.7200 
2.8800 
1.6000 
2.2400 
1.0840 
4.0000 
2.0800 
2.0288 


.8400 

.1640 

.3700 

.1840 

.2000 

.1140 

.8280 

.2140 

.2620 

.1900 

.4880 

.2240 

.8040 

.3100 

.5840 

.8000 

.3440 

.2700 

.4006 

.2162 

,1760 
.1860 
.0860 
.1140 
.0720 
.2140 
.0840 
.1040 
.0740 


.1854 


9 

a 

•c 


4.86 
6.20 
5.40 
6.80 
8.00 
6.75 
4.70 
6.80 
5.80 


5.22 


NiTBOOBV  AS 


I 


.0000 
.0100 
.0000 
.0050 
.0050 
.0000 
.0050 
.0050 
.0000 


5 


.0000 
.0000 
.0000 
.0000 
.0000 
.0000 
.0000 
.0000 
.0250 


.0135 


.0116 


OXTOBN  COMSDMBO. 


a 


4.0922 
6.0660 
3.1200 
1.5580 
8.6865 
6.2800 
4.8576 
21.8150 
4.1440 


S.6860 
S.2010 
2.8080 
1.1480 
2.9160 
8.1200 
2.1166 
2.0580 
8.0640 


Ibom. 


a 


.0000 
.0660 
.0400 
.2400 
.1160 
.1200 
.0960 
.3800 
.0700 


.1290 


.0500 
.0270 
.0400 
.1240 
.1000 
.0520 
.0520 
.2300 
.0560 
.0720 


n 


6.1 
6.9 
5.1 
5.1 
5.3 
4.7 
'6.1 
5.8 


1 
2 
3 
4 

5 
6 
7 
8 
9 
10 


Odor,  offeotlve.  -—  The  aewage  was  collected  aa  it  flowed  out  upon  the  filter-beds. 
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Chemical  Examination  of  Effluent  from  the  East 

[Parta  per  100,000.] 


I 

D 


^6 
«    o 

o 


1 

10809 

2 

10926 

3 

11007 

4 

11083 

5 

11186 

6 

11285 

7 

11324 

8 

11416 

9 

11403 

0 

Av.* 

1808. 

Aug.  15 

Aug.  30 
Sept.  11 
Sept.  25 
Oct.  12 
Nov.  1 
Nov.  10 
Nov.  29 
Dec.  13 


Appkabamcb. 


•3 

1 


e 

a 


BUght. 
DittiDCt. 
None. 

Very  eUght. 
Distinct,  milky. 
Distinct,  milky. 
Very  slight. 
Very  slight. 
Blight. 


Very  slight. 
Blight,  white. 
Slight. 
Cons. 
Blight. 
Blight. 

Blight,  white. 
Very  slight. 
Very  slight. 


0.02 
0.02 
0.00 
0.00 
0.05 
0.06 
0.00 
0.02 
0.00 


0.03 


Odok. 


•a 
"3 


m 


Distinctly 

dlsagreeftble. 
Distinctly  mnsty. 

None. 

Distinctly  musty. 

Offensive. 

Decidedly  musty. 

Very  faintly 

muity. 

Very  faintly 

musty. 

None. 


Distinc  ly 

disagreeable. 
Very  bint  or  none. 

None 

Very  faintly 

musty. 
Decidedly  musty. 

Decidedly  musty. 

Distinctly  musty. 

Decidedly  musty. 

Very  faint  or  none. 


*  The  average  given  here  includes  the  results  of  analyses  made  during  the  earlier  part  of  the  year 
and  printed  in  the  preceding  annual  report.    No  analyses  were  made  in  January  or  February. 


Chemical  ExamincUion  of  Effluent  from  the  West 

[Parts  per  100,000.] 


a 

a 

Date  of  Collec- 
tion. 

Appbarangk. 

Odor. 

• 

S 

■e 

a 

c 

a 

1 
o 

a 

• 

• 

a 

1 

10808 

1808.* 

Aug.  15 

Very  slight. 

Slight. 

0.03 

None. 

Faintly  musty. 

2 
3 

10925 
11008 

Aug.  30 
Sept.  11 

Very  slight. 
Very  slight. 

Very  slight. 
Blight. 

0.02 
0.00 

None. 
None. 

Very  faintly 

mouldy. 
Distinct. 

4 

6 

11082 
11185 

Sept.  25 
Oct.    12 

None. 
1  None. 

Considerable, 
yellowish. 
Very  slight. 

0.02 
0.08 

Faintly  musty. 
None. 

Distinctly 

swe(;tiah. 
Faintly  musty. 

6 

11284 

Nov.    1 

'  None. 

Slight. 

0.02 

None. 

Distinctly  musty. 

7 
8 

11328 
11415 

Nov.  10 
Nov.  29 

1  Very  slight. 
i  None. 

Blight, 

yellowish. 
Very  slight. 

0.00 
0.00 

Very  faint  or  none. 
None. 

Distinctly  musty. 
Distinctly  mnsty. 

9 

11492 

Dec.  13 

'  None. 

Blight,  earthy. 

0.00 

None. 

Very  faint  or  none. 

10 

Av.* 

J 

0.04 

1 

! 

*  This  average  is  for  the  whole  year  1808,  and  includes  the  results  of  analyses  made  during  the  eariler 
part  of  the  year  and  printed  in  the  preceding  annual  report. 
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Underdrain  at  the  Framingham  FiUer-bed$. 

[ParU  per  100,000.] 


• 

1 

s  1 

•§  * 

1 

Ammonia. 

Chlorine. 

XlTBOOSV  AS 

• 

J 

M 

o 

• 

8 

e 

•2 

« 

n 

• 

1 

■^^ 

Free. 

• 

1 

1 

< 

Nitrates. 

Nitrites. 

85.50 

.0720 

.0060 

4.89 

1 

2.4000 

.0120 

.1501 

6.2 

.0100 

1 

27.50 

1      .0640 

.0040 

3.80 

1      1.5000 

.0080 

.1659 

1 

5.4 

.0120 

2 

16.70 

.0280 

.0060 

2.58 

1.3000 

.0070 

.1716 

8.9 

.0400 

3 

i9:io 

.0560 

.0060 

3.80 

1.0000 

.0010 

.0788 

8.6 

.0050 

4 

29.70 

.1480 

.0270 

5.45 

1.2000 

.0090 

.8442 

8.1 

.0200 

5 

28.40 

.1320 

.0110 

5.01 

1.0000 

.0090 

.8060 

7.1 

.0120 

6 

29.10 

.0400 

.0040 

6.22 

'       1.4000 

.0060 

.1826 

6.4 

.0040 

7 

26.80 

.0600 

.0040 

3.80 

1.7000 

.0120 

.1914 

6.0 

.0000 

8 

28.80 

.1120 

.0040 

4.07 

1.8000 

.0050 

.1504 

6.0 

.0200 

9 

24.70 

.1786 

.0095 

8.85 

1.2202 

.0074 

! 

1 

5.6 

.0114 

10 

The  samples  were  collected  from  the  andardraln  at  ita  outlet. 


Underdrain  at  the  Framingham  Filler-beds. 

[ParU  per  100,000.] 


s 
o 
9 

r 


29.80 
27.10 
28.70 
28.00 
25.60 
24.90 
S4.70 
26.00 
26.10 


23.55 


1             AMMOmA. 

• 

e 

■c 

e 

NiTBOOSK  AS            ' 

Oxygen 

Consnmed. 

• 
•9 

s 

1 

• 

Free. 

• 

1 
1 

Nitrates. 

Nitrit4Mi. 

.0480 

.0080 

4.00 

.      1.6000 

.0100 

.1422 

7.6 

.0080 

1 

.0520 

.0050 

4.17 

1.6000 

.0040 

.1106 

6.1 

.0150 

2 

.0820 

.0030 

1      3.98 

1.7000 

.0030 

.1014 

7.3 

.0100 

8 

.0600 

.0150 

8.79 

1.4000 

1 

.0050 

.0048 

5.9 

.0100 

4 

1 '       .0160 

.0030 

1      3.62 

1.8000 

.0010 

.1417 

5.1 

.       .0060 

5 

.0280 

.0050 

8.58 

i      1.0500 

1 

.0060 

.1320 

5.1 

.0040 

6 

.0320 

.0040 

3.97 

1.2000 

.0040 

.1618 

5.4 

.0040  < 

7 

.0400 

.0040 

8.46 

1.1000 

•0050 

.1606 

5.1 

.0180 

8 

.0560 

1 

.0040 

I      3.63 

1.6000 

.0030 

.1584 

5.6 

.0140 

» 

.1071 

1 

.0080 

3.64 

1.0360 

1 

.0045 

- 

5.8 

i 

.0098 

1 

10 

The  samples  were  collected  from  the  uoderdrain  at  Its  oatlet. 
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Chemical  Examination  of  Water  from  a  Spring  near  Bannister 

[Partt  per  100,000.] 


• 

1 

a 

9 

Date  of  Collec- 
tion. 

Appbarancb. 

Odob. 

• 

i 

3 

s 

a 

1 

o 

o 

■6 

u 

» 

1 

2 
3 
4 
5 
6 
7 
8 
0 

10810 
10027 
11000 
11084 
11187 
11286 
11325 
11417 
11404 

1898. 

Aag.   15 

Aug.  30 
Sept.   11 
Sept.  25 
Oct.     12 
Nov.     1 
Nov.    10 
Nov.    20 
Dec.    13 

None. 
None. 
None. 
None. 
None. 
None. 
Nona. 
None. 
None. 

None. 

Very  slight. 

None. 

Slight. 

Very  slight. 

None. 

None. 

None. 

None. 

0.0 
0.0 
0.0 
0.0 
0.0 
0.0 
0.0 
0.0 
0.0 

None. 
Nona. 
None. 
Nona. 
None. 
None. 
None. 
None. 
None. 

None. 
None. 
None. 
None. 
None. 
None. 
Nona. 
None. 
None. 

10 

Av.* 

1 

0.0 

1         

1 

*  The  average  given  hare  includes  the  results  of  analyses  made  during  the  earlier  part  of 


Chemical  Examination  of  Water  from  Bannister  Brook  below  the  Framingham 

Filter-beds, 

[ParU  per  100,000.] 


10001 
11010 
11085 
11188 
11287 

iiste 

11418 
Av. 


a 
o 


a 

o 

n 
Q 


18»8. 

Feb.   13 

Sept.  11 
Sept.  25 
Oct.  12 
Nov.  1 
Nov.  10 
Nov.  20 


Appbahancb. 


^ 

5 


S 


O     I 

5  ' 


Slight. 

I  Distinct. 

Slight. 

Slight, 
clayey. 
SUght. 

Distinct, 
cla; 
Slig] 


clayey, 
rht. 


KKSIUUK 

ON  EVAPO- 

BATIOH. 


I 


SB 


Cons.,      1.80:  5.00 
brown. 


Slight. 
Slight. 


0.70 


8.75 


0.52i|8.50 
It 
V.  slight.  0.56'  7.75 


Slight. 
V.  slight. 
SHght. 


1.50 


8.25 


1.40,<7.35 

It 

0.05  I  0.55 
1.15  17.37 


3.05 
3.05 
1.00 
2.20 
2.85 
2.65 
2.60 
2.67 


AMMOIIIA. 


ALBUMINOID. 

• 

• 

► 

B 

1 

1 

1 

H 

— 

s 

i 
1 


.0040 
.0012 
.0014 
.0080 
.0026 
.0026 
.0018 


.0204.0262 
.0160  .0122 


.0026 


.0162 
.0166 
.0282 
.0270 
.0450 
.0260 


.00421  0.36> 

!l 
.0088,'1.38 


.0128 
.0122 
.0262 
.0260 
.0264 


.0207 


.0034:1.60 
.OO34J1.I6 
.0020;'o.06 


NlTBOOBH 
AS 


I 


.0260 
.1300 
.1000 
.0280 
.0230 


.0020  tO.07  .0460 
.01861  0.86j  .0880 


.0052;  0.06,  .0606 

II        II 


8 


I 


M 

o 


ll 
.0001  1.4819 

.0008;  0.6148 

r 

.0003  0.4182 


.0010 
.0004 
.0003 
.0001 


0.4000 


.0003, 


1.14802.6 


1.1406 


1.7 
2.8 
2.6 
3.6 


2.6 


1.08812.6 


0.0608,2.6 


Odor,  distinctly  vegetable,  rarely  mouldy.  On  heating  the  odor  is  generally  stronger  and  frequently 
mouldy  or  unpleasant.  — The  samples  were  collected  from  the  brook  at  the  flrat  road  crossing  below 
the  sewage  field. 
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Brook,  which  receives  Effluent  from  the  Framingham  Filter-beds. 

[Parts  p«r  100,000.] 


on. 

Ammonia.    i 

Chlorine. 

KiTBOOBH  AS 

Oxygen 

Contomed. 

• 

8 

« 

e 

• 

e 
£ 

Kentdoe  on 
EvaporatI 

• 

• 

1 

e 

1 

o 

< 

• 

• 

m 

14.30 
14.10 
13.50 
18.45 
14.70 
15.50 
14.25 
14.80 
14.00 

.0000 
.0006 
.0000 
.0000 
.0004 
.0000 
.0000 
.0000 
.0000 

.0010 
.0022 
.0000 
.0016 
.0004 
.0000 
.0008 
.0012 
.0010 

2.77 
2.80 
2.66 
2.72 
2.81 
2.08 
3.17 
2.54 
2.63 

.4500 
.7000 
.7000 
.5000 
.5250 
.5500 
.5000 
.6000 
.5800 

.0000 
.0000 
.0000 
.0000 
.0000 
.0001 
.0000 
.0000 
.0000 

.0276 
.0558 
.0078 
.0410 
.0445 
.0400 
.0996 
.0870 
.0482 

3.4 
2.9 
4.2 
3.6 
8.9 
4.4 
4.0 
3.9 
4.6 

.0050 
.0000 
.0000 
.0025 
.0040 
.0000 
.0000 
.0000 
.0050 

1 

2 
3 

4 
5 
6 
7 
8 
9 

13.45 

.0001 

.0014 

1 

2.76 

.5095 

.0000 

- 

3.6 

.0030 

10 

the  year  and  printed  io  the  preceding  annaal  report.    No  analyses  were  made  in  January. 


Sewage  Disposal  at  Gardner. 

The  Gardner  sewerage  system  was  put  in  operation  about  Aug.  1 , 
1891.  At  the  end  of  1893  there  were  161  connections  with  the 
sewers,  120  of  which  were  from  dwelling-houses  and  the  remainder 
from  factories,  business  blocks,  hotels  and  public  buildings.  The 
population  of  the  town  in  1890  was  8,424.  With  the  exception  of 
roof-water,  used  for  flushing  purposes,  from  a  limited  number  of 
buildings  at  the  upper  ends  of  the  sewers,  surface  water  is  excluded. 
The  quantity  of  sewage  is  not  definitely  known,  but  it  is  probably 
not  far  from  200,000  gallons  per  day  in  dry  weather. 

The  tract  purchased  by  the  town  for  the  disposal  of  the  sewage 
contains  16.9  acres.  Much  of  the  material  upon  this  tract  was  found 
to  be  too  fine  for  the  filtration  of  sewage,  and,  as  a  result,  the  filter- 
beds  are  almost  wholly  artificial,  being  formed  of  the  porous  sand  and 
gravel  from  a  ridge  upon  this  tract.  There  are  twelve  thoroughly 
underdrained  filter-beds  for  the  disposal  of  sewage,  having  a  total  area 
of  1.39  acres,  two  supplementary  beds  which  are  less  porous  and  not 
underdrained,  having  a  total  area  of  0.37  acre,  and  two  other  small 
underdrained  beds,  containing  together  0.14  acre.     One   of  these 


574 


STATE  BOARD  OF  HEALTH.         [Pub.  Doc. 


small  beds  is  used  to  receive  the  sludge  from  the  sludge  tank,  and 
the  other  to  receive  the  discharge  from  a  blow-off  located  at  the 
lowest  point  in  the  pipe  leading  from  the  town,  which,  for  the  last 
1,050  feet  of  its  length  where  it  crosses  the  valley  of  Pond  Brook, 
is  an  inverted  siphon.  This  bed  was  not  used  in  1893,  however, 
because  it  has  been  found  that  if  clogging  occurs  the  sewage  backs  up 
in  the  pipe  until  sufficient  head  is  obtained  to  remove  the  obstruction. 
The  material  of  the  filter-beds  has  an  effective  size  of  O.IO  to  0.24 
millimeter,  which  is  somewhat  coarser  than  at  Marlborough  but  much 
finer  than  at  Framingham.  The  underdrains  beneath  the  beds  are 
generally  twenty  feet  apart  and  at  a  depth  of  from  four  to  five  feet 
below  the  surface  of  the  beds. 

The  sewage,  when  it  reaches  the  disposal  area,  first  passes  through 
duplicate  separating  tanks  having  a  total  capacity  of  about  10,000 
gallons,  and  overflows  through  wooden  troughs  upon  the  disposal 
area,  as  described  in  the  annual  report  of  the  Board  for  1892,  page 
580. 

It  has  been  the  custom,  except  during  the  winter  months,  to  apply 
sewage  to  one-half  of  the  beds  one  day  and  the  other  half  the  next, 
and  once  in  ten  days  or  two  weeks  to  remove  one-eighth  to  one- 
quarter  inch  of  scum  and  clogged  sand,  and  afterward  to  rake  to  a 
depth  of  about  1.5  inches  to  loosen  the  material.  Below  this  depth 
the  material  is  compact  to  a  depth  of  several  inches. 


[Parts  per  100,000.] 


Chemical  Examination  of 


s 

s 


a 
o 


o 
o 

<0l 


1 

10795 

2 

10920 

8 

11002 

4 

11097 

5 

11180 

6 

112C8 

7 

11334 

8 

11410 

9 

11487 

10 

11556 

11 

Av.* 

Aug.  14 
Aug.  80 

Sept.  11 

Sept.  27 
Oct.  12 
Oct.  30 
Nov.  14 
Nov.  28 
Deo.  13 
Deo.  27 


Appkaranck. 


a 

a 

•3 

CO 


Thick. 
Decided, 

miiky. 
Decided, 

thick. 
Decided. 
Decided. 
Decided. 
Decided. 
Decided. 
Very  thick. 
Thick. 


Heavy,  dark. 

CODB. 

Heavy. 

Heavy,  gray. 
Heavy,  gray. 
Heavy,  gray. 
Heavy,  gray. 
Heavy,  gray. 
Heavy. 
Cons.,  white. 


o 


0.90 
0.50 

0.50 

0.70 
1.20 
1.20 
0.00 

o.eo 

0.70 
0.00 

0.61 


RKSIDUa  CM  EVAPOBATIOX. 


TOTAL  RB8IDUB. 


• 

1 

> 

e 

• 

s 

s. 

JO 

s 

H 

a 

OQ 

64.50 

28.40 

60.10 

32.80 
46.40 
36.60 
29.20 
35.80 
43.20 
28.80 


38.35 


45.80 
19.10 

25.80 

21.80 
25.40 
24.00 
18.40 
20.40 
20.80 
23.20 


20.90 


19.20 
9.30 

84.80 

11.00 
21.00 
12.60 
10.80 
15.40 
22.40 
5.60 


LOSS  ON  lOVITION. 


• 

1 

► 

a 

• 

1 

1 

.9 

1 

a 

H 

Q 

00 

32.20 
15.40 

41.10 

18.00 
29.20 
19.00 
13.60 
16.40 
30.00 
17.80 


12.45  I;  19.01 


17.80 
7.40 

13.60 

10.00 

11.60 

9.00 

7.00 

8.00 

10.20 

12.20 


9.28 


14.90 
8.00 

27.50 

8.00 
17.60 
10.00 

6.60 

8.40 
19.80 

5.60 


9.79 


*  This  average  Is  for  the  whole  year  1898,  and  iDcIudes  the  results  of  analyses  made  during  the 
earlier  part  of  the  year  and  printed  in  the  preceding  annual  report. 
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The  results  obtained  at  Gardner  have  been  satisfactory  in  the  sum- 
mer,  but,  as  stated  in  the  last  annual  report,  in  order  to  obtain  these 
results  it  has  been  necessary  to  attend  carefully  to  the  distribution  of 
the  sewage  upon  the  different  beds,  and  to  remove  at  frequent  inter- 
vals the  scum  which  forms  upon  them.  During  cold  weather  when 
the  removal  of  this  scum  is  prevented  by  snow  and  ice  upon  the 
beds,  it  has  not  been  found  practicable  to  filter  the  sewage  upon  the 
small  area  provided,  and  a  portion  of  it  has  overflowed  into  the 
brook.  In  December,  1893,  the  surfaces  of  the  filter-beds  remained 
smooth,  and  were  unprepared  by  ridging  or  otherwise  for  use  in 
cold  weather,  and  during  the  latter  part  of  the  month  the  sewage 
froze  to  the  surfaces  of  some  of  the  beds.  The  remaining  beds  were 
used  beyond  their  capacity  and  remained  constantly  covered  with 
sewage,  thereby  making  the  filtration  continuous,  while  a  consider- 
able quantity  of  sewage  overflowed  into  the  brook.  The  effluent  of 
the  portion  of  the  sewage  filtered  through  the  beds  deteriorated  in 
quality  when  cold  weather  began. 

The  analyses  of  sewage  and  effluent  from  the  Gardner  filter- 
beds,  from  August  to  December,  1893,  are  given  in  the  following 
table.  The  averages  of  analyses  for  the  whole  year  1893  show  that, 
of  the  sewage  filtered,  91.1  per  cent,  of  the  organic  matter  (as 
represented  by  the  albuminoid  ammonia)  was  removed  from  the 
sewage  by  filtration. 


Sewage  from  Gardner, 


[Parts  per  100,000.] 


Ammonia. 

1 

S    1 

w        1 

NiTBOOBK  AS 

OxTGBH  Consumed. 

Iron.        i 

1 

• 

m 
m 

ALBUMIMOID. 

• 

•a 

• 

m 
o 

% 

2 

• 

1 

5 

a 
D 

i 

i 

e 
D 

Filtered. 

• 

• 

1 

Dissolved. 

Suspended. 

1.0200 

.8260 

.5160 

.3100 

10.77  ; 

.0000 

.0000 

8.4688 

8.9105 

1 

1.7600 

.4380 

.2220 

.2160 

3.20  , 

.0000 

.0000 

4.0132 

1.8960 

.0750 

.0330 

— 

2 

S.2000 

.6640 

.3200 

.3440 

1 
2.97 

.0000 

1 

.0010 

4.9520 

2.5740 

.1350 

.0400 

2.4 

3 

2.5600 

.7080 

.3020 

.3460 

3.40 

.0050 

.0010 

4.3870 

1.9680 

.0440 

.0200 

4.0 

4 

2.8800 

.7420 

.4000 

.3420 

6.08 

.0050 

.0000 

4.7790 

2.3490 

.1640 

.0200 

6.6 

5 

1.9200 

.4700 

.2260 

.2440 

3.22 

.0000 

.0000 

6.3075 

3.9150 

.9000 

.0280 

3.9 

6 

2.0240 

.4740 

.2380 

.2360 

3.43 

.0000 

.0000 

4.3160 

2.7390 

.0800 

.0300 

8.5 

7 

2.2400 

.5800 

.2920 

.2880 

4.96 

.0050 

.0400 

5.7190 

8.3110 

.2520 

.0400 

3.8 

8 

2.8680 

.6240 

.3220 

.3020 

3.00 

.0250 

.0100 

5.0400 

3.4000 

.0640 

.0240 

1  3.6 

9 

1.5680 

.2520 

.1540 

.0980 

2.90 

.2000 

.0200 

2.1175 

1.8006 

.0300 

.0140 

3.8 
3.6 

10 

1.8767 

.4760 

.2577 

.2192 

1  3.48 

]  .0212 

.0059 

- 

.1142 

.0262 

11 

Odor,  offensive.^— The  sewage  was  collected  as  it  flowed  upon  the  beds. 
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Chemical  Examination  of  Effluent  from  the 

[ParU  per  100,000.] 


a 

a 


I 

o 


1 

10,796 

2 

10,921 

S 

11,003 

4 

11,008 

5 

11,181 

6 

11,260 

7 

11,385 

8 

11,411 

9 

11,488 

10 

11,657 

11 

Av.* 

1A98.* 

Aug.  14 

Aag.  80 
Sept.  11 
Sept.  27 
Oct.  12 
Oct.  90 
Nov.  14 
Nov.  28 
Dec.  13 
Dec.  27 


Appkarancb. 


s 
H 


c 

a 

•3 

00 


Slight,  milky. 
Slight,  milky. 
Slight,  milky. 
SUght,  milky. 
Slight,  mUky. 
Very  slight. 
Very  slight. 
Distinct. 
SUght,  mUky. 
Distinct,  milky. 


Blight,  white. 

Very  slight. 

Very  slight. 

Very  slight. 

Very  slight. 

Very  slight. 

None. 

Considerable, 
white. 
Blight. 

Slight. 


o 
o 

O 


0.12 
0.10 
0.05 
0.12 
0.03 
0.02 
0.02 
0.20 
0.12 
0.10 


0.15 


Odok. 


o 


Decidedly 

disagreeable. 
Decidedly  musty. 

Distinctly  mnsty. 

Decidedly  musty. 

0£Fenslva. 

Decidedly  musty. 

Decidedly  musty. 

Offensive. 

Distinctly  mnsty. 

Decidedly  mnsty. 


Offensive. 
Deddedly  mnsty. 
Decidedly  mnsty. 
Decidedly  musty. 
Decidedly  musty. 
Offensive. 
Decidedly  musty. 
Offensive. 
Distinctly  musty. 
Offensive. 


*  The  average  given  here  Includes  the  results  of  analyses  made  during  the  earlier  part  of  the  year 
and  printed  in  the  preceding  annual  report. 


Chemical  Examination  of  Water  from  Pond  Brook  above  the  Gardner  Filter-beds. 

[Parte  per  100,000.] 


Date  of  Collection. 

Appbabakcb. 

Rksidcb 

CM  Eva  PC - 

bation 

Ammowia. 

i 

i 

S 

4.99 

I 
5.44 

1 

6.37 
2.77' 
2.28 
1.98 
2.41 

3.75 

NiTBOOBN 
AS 

'2 
a 

s 

c 

s 

e 

5 

•3 

s 
H 

e 
« 

a 
? 

1 
. 

u 
O     1 

o 

o 

• 

e 
c 

§1 

S 
5 

1 

ALBUVIVOIO.      1 

• 

8 

1 

1 

55 

• 

i 

• 

1 
1 

•s 

•a 
c 

1 

a 
0(0 

i 

« 

11004 
11099 
11182 
11270 
11336 
11412 
11489 

1S»8.    ' 

Sept.  11 

Sept.  27 

Oct.   12 

t 
Oct.  30 

Nov.  14 

Nov.  28 

Dec.  13 

Slight. 

Slight, 

milky. 
Slight, 

milky. 
,  Distinct, 
'     milky. 
Slight. 

1  Decided. 

Distinct, 
milky. 

Slight. 

Slight. 

Slight. 

V.  slight. 

Cons. 

Heavy, 
gray. 
Cons., 
brown. 

0.18 
0.18 

0.18 

1 
0.45 

0.18 

0.50 

0.15 

0.26 

19.70 
19.65 
24.90 

14.30 

1 
!10.50 

11.50 

12.70 

5.80 
3.20 
4.80 
3.90 
3.20 
3.80 
3.00 

.0032 
.0056 

.0114 

1 

;.0300 

.0310 
.0338 

|.0640 

.0264 

.0180 
.0182 
.0246 
.0250 
.0180 
.0550 
.0270 

.0162 
.0166 
.0214 
.0130 
.0130 
.0312 
.0210 

.0018 
.0016 
.0032 
.0120 
.0050 
.0238 
.0060 

.0650 
.0400 
.0280 
.0800 
.0800 
.1250 
.1700 

.0020 

1 

.0020 
.0023 
.0060 
.0010 
.0020 
.0010 

.3198 
.4610 
.4212 
.6016 
.3486 
2.4060 
.3184 

9.1 
9.3 
11.6 
4.6 
4.2 

8.6 
4.2 

Av. 

16.18  -^-QA 

.0265 

.0189 

.0076 

.0840 

.0022 

.0941 

6.6 

1 

i 

Iron,  .0299.    Odor  generally  distinctly  musty,  occasionally  offensive. The  samples  were  collected 

from  the  brook  above  the  point  where  it  is  crossed  by  the  main  sewer  leading  to  the  filter-beds. 
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Main  Underdrain  of  the  Gardner  Filter-beds, 

[Parti  per  100,000.] 


Reildne  on 
Evaporation. 

AMXOHIA. 

1 

s 

NlTKOOKN  AS 

Oxygen 

Conanmed. 

• 

3 

a 

1 

• 

e 
£ 

Free. 

1 

e 

1 
1 

5 

1 

i 

21.00 

1 

.4400 

.0310 

1.07 

2.4000 

.1600 

.6767 

5.8 

.0600 

1 

17.00 

.1200 

.0230 

2.00 

1.6000 

.0240 

.2766 

4.7 

.0100 

2 

18.80 

.0000 

.0240 

1.61 

1.4000 

.0100 

.2808 

6.3 

.0060 

3 

13.60 

.0020 

.0160 

1.65 

1.0000 

.0020 

.2624 

1 

4.4 

.0080 

4 

36.10 

.1080 

.0180 

2.41 

3.0200 

.0800 

.3726 

11.0 

.0100 

5 

14.20 

.2240 

.0120 

2.17 

0.8600 

.0600 

.3741 

3.8 

.0020 

6 

14.10 

.0880 

.0000 

2.42 

0.8200 

.0100 

.2730 

3.6 

.0100 

7 

13.40 

.6080 

.0660 

2.43 

0.6600 

.0600 

.6704 

2.7 

.0120 

8 

11.00 

.8000 

.0360 

2.01 

0  3200 

.0020 

.3720 

2.6 

.0060 

9 

11.00 

.8400 

.0200 

1.06 

0.2000 

.0020 

.8027 

3.0 

.0050 

10 

14.70 

.4628 

.0423 

2.03 

0.7783 

.0267 

4 

- 

4.1 

.0266 

11 

The  aamplea  were  oollected  from  the  main  underdrain  at  the  point  where  It  dlachargea  Into  the 
brook. 


Chemical  Examination  of  Water  from  Pond  Brook  below  the  Gardner  Filter-beds, 

[ParU  per  100,000.] 


Bbsidus 

ON  EVAPO- 
SATIOM. 


11006 
11100 
11183 
11271 
11337 
11413 
11490 

Av. 


I 

o 
O 

o 


1S»8. 

Sept.  11 

Sept.  27 
Oct.  12 
Oct.  30 
Nov.  14 
Nov.  28 
Dec   13 


Appbabavob. 


a 
H 


a 
« 


o 


SUght. 

SUght, 
mUky. 

Slight, 
milky. 

V.  alight, 
milky. 

Slight. 

Decided. 

Slight, 
milky. 


Slight. 

Cons., 

floe. 
Slight. 

V.  alight. 

Cons. 

Heavy, 


0.38 
0.18 
0.15 
0.45 
0.18 
0.50 
0.12 


0.28 


o 


20.70 
17.75 
30.00 
13.20 
10.60 
10.70 
12.30 

17.75 


7.10 
3.25 
10.60 
3.60 
8.60 
3.60 
3.00 


6.08 


AmioiriA. 


ALBUmXOID. 


I 


I 


.0126 
.0130 
.0360 
.0560 
.0420 
.0816 
.1440 


.0550 


.0204 
.0118 
.0140 
.0130 
.0100 
.0358 
.0240 


.0107 


.0182 
.0114 
.0000 
.0000 
.0130 
.0252 
.0200 

.0151 


.0022 
.0004 
.0050 
.0040 
.0060 
.0106 
.0040 

.0046 


i 
g 


4.25 
4.63 
6.80 
2.64 
2.27 
1.84 
2.18 


3.46 


NiTBOOBH 
AS 


• 


s 


.2000 
.2000 
.2000 
.2300 
.1300 
.1350 
.2000 


.1850 


.0030 
.0025 
.0045 
.0120 
.0020 
.0040 
.0010 

.0041 


'Z 


a 

o 
o 

& 

K 
M 

o 


n 


.8003 
.4060 
.4608 
.6177 
.8735 
1.0780 
.3536 


.6427 


8.0 
8.4 
11.6 
4.4 
4.2 
3.2 
4.2 

7^4 


Iron, .  0222.  Odor  generally  distinctly  musty,  occasionally  offensive.  —  The  samples  were  collected 
from  the  brook  below  the  fllter.beds,  and  below  the  polnu  where  effluent  from  the  fllter-beds  enters  the 
stream. 
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Sewage  Disposal  at  Lenox. 

The  village  of  Lenox  is  situated  upon  high  laud,  from  which  (he 
ground  slopes  to  the  west,  south  and  east.  The  first  attempt  at  sew- 
age purification  was  made  in  1876  at  a  small  field  upon  the  westerly 
slope  of  the  hill.  In  1881  the  sewage  of  a  few  houses  on  the  southerly 
slope  of  the  bill  was  conveyed  to  a  small  tract  of  land  at  the  foot  of 
the  hill  in  the  town  of  Stockbridge  and  there  disposed  of.  In  1888 
the  principal  sewerage  system  of  the  town  was  completed,  and  by  it 
the  sewage  is  conveyed  to  a  disposal  field  about  two  miles  east  of  the 
village  and  near  the  Housatonic  River. 

This  system  diverted  much  of  the  sewage  which  formerly  went  to 
the  small  field  on  the  westerly  slope  of  the  hill,  but,  notwithstanding 
the  reduced  quantity  of  sewage  going  to  this  field  and  the  small 
quantity  going  to  the  southerly  field,  the  neighboring  land  owners 
objected  to  the  use  of  these  areas  for  sewage  disposal,  and  in  De- 
cember, 1893,  works  were  completed  for  collecting  the  sewage  of 
the  westerly  and  southerly  slopes  at  a  pumping  station  west  of  the 
village  and  for  pumping  it  into  the  main  system  of  sewers  leading  to 
the  easterly  field,  which  will  be  the  only  one  in  use  after  the  pump- 
ing station  is  operated. 

The  sewers  of  Lenox  are  pipe  sewers,  and  storm-water  is  excluded 
from  them,  except  a  small  quantity  of  roof-water,  which  is  admitted 
for  flushing  purposes.  There  are  said  to  be  about  1,000  persons 
connected  with  the  system  ordinarily,  but  during  the  summer  season 
the  number  is  more  than  doubled. 

The  main  pipe  leading  from  the  village  to  the  easterly  disposal 
field  is  twelve  inches  in  diameter,  and  ends  at  a  settling  tank  on  the 
upper  portion  of  the  hillside,  about  800  feet  from  the  Housatonic 
River.  The  tank  is  of  masonry,  and  has  two  separate  compartments. 
There  are  two  overflow  pipes,  one  discharging  into  a  pipe  connecting 
with  the  sub-surface  disposal  system  and  the  other  with  a  pipe  which 
has  a  direct  connection  with  the  river.  There  is  also  a  pipe  at  the 
bottom  of  the  tank  through  which  the  sludge  can  be  run  out  when- 
ever the  tank  needs  cleaning. 

The  sewage  is  disposed  of  beneath  the  surface  by  turning  it  into 
stone  drains,  which  are  long,  nearly-level  trenches,  filled  with  stone 
up  to  within  a  short  distance  of  the  surface,  and  above  the  stone 
with  earth  and  loam.  In  addition  to  the  stone  the  trench  contains  a 
six-inch  Akron  pipe,  with  open  joints,  through  which  the  sewage 
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from  the  settling  tank  is  conveyed  to  the  drains.  These  drains  vary 
in  length  from  200  to  800  feet. 

Beneath  these  stone  drains  are  underdrains,  about  thirty  feet  apart, 
running  down  hill  toward  the  river.  The  underdrains  are  laid  with 
tight  joints  where  they  pass  beneath  the  stone  drains  and  with  open 
joints  between  the  drains. 

The  material  of  the  disposal  field  is  compact  and  nearly  imper- 
vious, so  that  only  a  portion  of  the  sewage  will  filter  through  the 
ground  and  the  remainder  flows  out  from  the  stone  drains  upon  the 
surface  through  relief  pipes  which  have  been  laid  at  their  farther 
ends,  or  passes  off  into  the  river  through  one  of  the  overflow  pipes 
at  the  settling  tank. 

In  the  following  table  will  be  found  analyses  of  sewage  and 
effluent  taken  from  different  points  of  the  Lenox  system.  The  sew- 
age is  very  dilute,  owing  to  the  large  amount  of  ground  water  enter- 
ing the  sewers.  It  may  be  noticed,  by  reference  to  the  table,  that 
the  second,  and  third  samples,  taken  from  the  settling  tank  after 
some  precipitation  had  taken  place  and  from  the  ends  of  the  stone 
drains,  are  much  less  impure  than  the  first  sample,  which  was  col- 
lected from  the  main  sewer.  There  was,  doubtless,  some  improve- 
ment in  quality  caused  by  the  passage  of  the  sewage  through  the 
settling  tank  and  through  the  drains,  but  the  bulk  of  the  difference 
is  probably  due  to  the  fact  that  the  sewage  from  the  main  sewer 
represented  the  day  sewage,  while  the  samples  from  the  tank  and 
drains  represented  to  a  greater  extent  the  night  flow,  the  larger  pro- 
portion of  which  is  ground  water. 

Chemical  Examination  of  Sewage  and  Effluent  from  the  Lenox  Sewage 

PurificcUion  Works, 

[Parts  per  100,000.j 


Date  of  Collection. 

APPEA.RAKCK. 

Odob. 

Rbsiduk  on  Evaporation. 

i 

• 

a 

1             -3 

a 

j  TOTAL  BB8IDCK. 

LOSSONIGNITIOir. 

i 

a 

a 

• 

1 

•s 

s 

• 
s 

s 

•3 
a: 

• 

• 

•a 
o 

s 

s 

•6 

0/ 

•o 

B 
I. 

OS 

S 
99 

• 

1 

•a 

« 

5 

7.20 
3.00 
4.20 
6.00 

i 

a 

9 

a 

s 

11499 
11600 
11601 
11502 

1 

1808. 

Dec.  11 

Dec.  11 

Dec.  11 

1 

Dec.  11 

1 

Decided. 
DlsUnct. 
Distinct. 
V.  slight. 

1 

Heavy, 

gray. 
Cons., 

gray. 
Cons , 

gray. 
Cons., 

dark. 

0.28 
0.15 
0.15 

0.02 

i 

1 

Offensive.   Offensive. 

Offensive,  i  Offensive. 

Offensive. '  Decidedly 
musty. 
V.  faintly  V.  faint     ' 
musty.      or  none. 

1 

:38. 80  28.00 
|21.00  19.20 
,20.2019.60 

1 

30.80  29.40 

15.80 
1.80 
0.60 
1.40 

20.20 
4.80 
4.20 

^  6.60 

1 

1 

13.0 
1.8 

o.c 
o.« 

10 
0 
K) 

(0 
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Chemical  Examination  of  Sewage  and  Effluent  from,  the  Lenox  Sewage 

Purification  Works  —  Concluded. 

[Parts  per  100,000.] 


Ammokia. 

hlorine. 

NlTBOOBX  AS 

OXTOKV 
COWSDMBD. 

1 

1 

IBOV. 

ALBUMUrOID. 

• 

3 

• 

5 

e 

• 

1 

5 
e 

• 

1 

• 

1 
1 

• 

t 

e 

« 
a 

1 

k 

H 

Q 

s 

u 

9S 

% 

D 

h 

B 

9 

c 

1.2000 

.2240 

.0980 

.1200 

1.89 

.0060 

.0000 

8.2000  j  1.0800 

11.0 

.1600 

.0160 

.6400 

.0700 

.0830 

.0870 

0.88 

.0000 

.0000 

.7200 

.4800 

11.8 

.0140 

.0100 

.7200 

.0690 

.0880 

.0200 

0.96 

.0000 

.0010 

.6800 

.4800 

11.9 

.0200 

.0100 

.0240 

.0110 

.0100 

.0010 

1.80 

.8800 

.0030 

.8840 

.3360 

16.9 

.200Q 

.0000 

The  first  sample  was  collected  from  the  sewer  which  conveys  sewage  from  the  town;  the  second, 
from  the  main  settling  tank;  the  third,  from  the  ends  of  the  snh*sarface  pipes  In  the  stone  drains;  the 
last,  from  the  outlet  of  the  nnderdrains.  . 


Sewage  Disposal  at  Marlborough. 

The  sewerage  system  of  the  city  of  Marlborough  (population  in 
1890,  13,805)  was  completed  late  in  1891,  and  at  the  end  of  1893 
there  were  about  800  conuectioDS,  including  those  from  all  of  the 
larger  places,  such  as  hotels,  factories,  etc.  The  total  length  of 
sewers  was  21.58  miles.  The  so-called  separate  system  was  adopted, 
but  no  underdrains  were  laid  beneath  the  sewers  and  a  large  amount 
of  ground  water  enters  them  at  certain  seasons  of  the  year. 

As  the  sewage  arrives  at  the  disposal  field  it  passes  through 
separating  tanks  and  screens  before  passing  into  the  distributing 
pipes.  The  tanks  are  built  in  duplicate,  to  facilitate  cleaning,  and, 
including  the  portions  where  the  screens  are  situated,  are  each  about 
twenty-five  feet  long,  six  and  one-half  feet  wide  and  six  feet  deep. 
The  screens  are  of  wire  and  have  a  one-inch  mesh.  The  elevation 
of  the  tanks  above  the  sandy  land  is  such  that  it  was  feasible  to  pre- 
pare beds  upon  which  the  sludge  deposited  in  the  tanks  could  be 
turned  by  gravity. 

Thirteen  sewage  beds,  with  a  total  area  of  9.6  acres,  and  six 
sludge  beds,  with  a  total  area  of  1.7  acres,  have  been  prepared  for 
the  disposal  of  the  sewage  and  the  sludge.  The  material  of  the 
beds  is  finer  than  that  of  Framingham  and  Gardner,  and  has  an 
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effective  size  of  0.12  to  0.14  millimeter.  The  area  has  a  moderate 
slope  toward  a  small  brook ,  and  is  from  seven  to  twenty-two  feet 
above  it.  The  beds  are  thoroughly  underdrained  by  means  of 
parallel  lines  of  four-inch  pipes,  laid  with  open  joints  fifty  feet  apart 
and  about  six  feet  beneath  the  surface.  All  of  these  drains  dis- 
charge into  the  brook  before  mentioned. 

The  sewage  is  ordinary  city  sewage,  varying  in  strength  from  time 
to  time  with  the  amount  of  ground  water  which  enters  the  sewers,. 
The  average  quantity  is  not  definitely  known,  but  it  was  probably 
in  the  neighborhood  of  400,000  gallons  per  day  during  1893. 

Previous  to  December,  1893,  it  is  said  that  the  beds  were  gener- 
ally flooded  in  turn  for  twenty-four  hours,  but  that,  beginning  with 
this  month,  they  were  flooded  in  turn  as  before,  but  for  only  half  a 
day  at  a  time,  and  the  results  obtained  from  this  treatment  show, 
apparently,  an  improvement.  The  beds  were  harrowed  twice  dur- 
ing the  year,  about  the  first  of  May  and  the  first  of  November,  with 
a  wheel-harrow,  to  a  depth  of  four  to  six  inches.  In  November  no 
leveller  was  attached  to  the  harrow,  and  the  surface  was  left  in 
alternate  ridges  and  furrows.  The  grass  and  weeds  were  cut  several 
times  during  the  summer,  and  in  the  fall  several  beds,  where  the 
weeds  grew  more  luxuriantly,  were  ploughed  before  harrowing.  A 
considerable  portion  of  the  sludge  in  the  sewage  passes  through  the 
separating  tanks  and  in  time  forms  a  thick  scum  upon  the  surfaces  of 
the  filter-beds.  This  scum  was  removed  at  irregular  intervals  during 
the  warmer  months,  but  not  during  the  winter.  As  a  general  rule 
the  scum  was  removed  before  the  surfaces  were  ploughed  or  harrowed. 

With  the  aid  of  the  furrowed  surfaces  and  the  application  of  smaller 
doses  the  filters  disposed  of  the  sewage  during  the  winter  months 
with  satisfactory  results.  At  times  there  has  been  considerable  odor 
from  the  sludge  beds,  but  as  the  beds  are  a  long  distance  from  any 
road  or  habitation  this  has  not  been  a  source  of  complaint. 

It  has  not  been  the  custom  to  employ  a  man  constantly  in  caring 
for  the  beds,  but  to  employ  a  man  living  in  the  neighborhood  to 
attend  to  changing  the  flow  of  sewage  from  bed  to  bed,  and  to  re- 
move the  scum  from  the  surfaces  of  the  beds,  paying  him  by  the 
hour  for  the  time  spent  on  the  work.  The  cost  of  all  work  done  on 
the  beds  during  the  year  1893  amounted  to  $497.19. 

The  averages  of  the  analyses  for  the  whole  year  1893  indicate  that 
94.2  per  cent,  of  the  organic  matter,  as  represented  by  the  albu- 
minoid ammonia,  was  removed  from  the  sewage  applied. 
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Chemical  Examinaiion  of 


[Parts  per  100,000.] 


C 

• 

a 
o 
a 

i 

Appkaravce. 

RsaiDUB  OH  EVAPORATIOK. 

i 

i 

TOTAL  SBSIDUB. 

LOSS  ox  lOMITIOK. 

• 

■2 

•2 

• 

• 

■2 

•3 

e 

s 

i 

1 

• 

3 

S 

10 

c 
« 

•i 

1 

1 

m 

s 

«t 

p 

1 

o 

o 

o 

o 

a 

V5 

/^ 

^ 

5 

H 

Q 

CO 

H 

fi 

oo 

1898. 

1 

10844 

Aag.  15 

Thick, 
opaque. 

V.  heavy, 
dark. 

0.50 

230.40 

44.40 

186.00 

162.80 

20.00 

142.80 

2 

10933 

Aug.  80 

Thick, 

Heavy, 
dark. 

0.90 

86.70 

48.30 

38.40 

45.90 

17.50 

28.40 

milky. 

8 

11058 

Sept.  18 

Thick, 
milky. 

Hoavv, 
dark. 

0.70 

95.30 

55.90 

39.40 

51.60 

17.70 

33.90 

4 

11101 

Sept.  26 

Decided. 

Heavy, 
dark. 

- 

81.00 

47.80 

33.20 

41.40 

18.00 

23.40 

6 

11191 

Oct.  12 

Thick. 

Heavv, 
dark. 

— 

70.00 

36.80 

83.20 

39.80 

17.20 

22.00 

• 

0 

11262 

Oct.  27 

Decided. 

V.  heavy, 
dark. 

. 

298.00 

83.00 

265.00 

179.40 

9.80 

169.00 

7 

11339 

Nov.  15 

Decided, 
milky. 

Cod*., 
heavy. 

0.90 

108.80 

82.60 

26.20 

85.20 

16.20 

19.00 

8 

11425 

Nov.  29 

Distinct. 

Cods., 
brown. 

0.20 

24.40 

28.00 

0.80 

5.60 

5.20 

0.40 

9 

11483 

Dec.  12 

Thick. 

V.  heavy, 
brown. 

0.70 

66.00 

89.40 

27.20 

83.60 

11.00 

22.00 

10 

11548 

Deo.  26 

Decided. 

Heavy, 
gray. 

0.60 

44.80 

26.40 

18.40 

21.00 

9.00 

12.00 

11 

Av.* 

I 

0.54 

72.36 

34.93 

87.43 

87.27 

10.83 

26.43 

1 

*  Thia  average  la  for  the  whole  year  1898  and  Ineludea  the  resnlta  of  analyses  made  during  the  earlier 
portion  of  the  year  and  printed  in  the  preceding  annual  report. 


Chemical  Examination  of  Effluent  from  the 

[Parts  per  100,000.] 


s 

s 

>5 


50 


e 
o 
9 


1 

10845 

2 

10846 

8 

10934 

10935 

11059 

11060 

11102 

11103 

0 

11192 

10 

11193 

1808. 

Aug.  15 

Aug.  15 
Aug.  30 
Aug.  30 
Sept.  18 
Sept.  18 
Sept.  26 
Sept.  26 
Oct.  12 
Oct.   12 


Appbabamob. 


D 


I 


Slight. 
Distinct. 
Decided. 
None. 

Decided,  milky. 
Decided,  milky. 
Decided,  milky. 
Very  slight. 
Distinct. 
Very  slight. 


Slight,  fibrous. 

Slight,  rusty. 

Cons.,  white. 

None. 

Heavy,  rusty. 

Slight. 

Cons.,  floe. 

and  fibrous. 
Very  slight. 

Cons.,  gray. 

Very  slight. 


o 


0.05 
0.05 
0.25 


Odob. 


1 


Distinctly  musty. 
Distinctly  musty. 
Offensive. 


0.00   I  Offensive. 


0.50 
0.10 
0.15 
0.00 
0.50 
0.02 


Offensive. 

Offensive. 

Offensive. 

Distinctly  musty. 

Offensive. 

Offensive. 


Decidedly  musty. 

Decidedly  musty. 

Decidedly  musty. 

Faintly  musty. 

Offensive. 

Offensive. 

Deoidodly  musty 
and  offensive* 
Very  faint  or  none. 

Offensive. 

Offensive. 
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Sewage  from  Marlborough. 


[Part!  per  100,000.] 


Ammokia. 

4 

o 

e 

NlTBOOBV  AS 

OXTOBX 
COMSUMBD. 

Iron. 

1 

ALBDMIHOID. 

i 

8 

km 

9 
C 

a 

i 

«2 

«3 

1 

s 

• 

I 

• 

1 

► 

1 

m 

s 

1 
1 

s 

00 

- 

8.2000 

1.8000 

.2200 

1.3800 

7.40 

.0050 

.0000 

14.2740 

8.7908 

1.8000 

.0700 

^ 

1 

8.2000 

.7260 

.2340 

.4920 

10.00 

.0050 

.0000 

6.7545 

3.2785 

.1800 

.0850 

.     - 

2 

2.8800 

1.0460 

.4880 

.0080 

12.00 

.0050 

.0000 

8.6100 

4.7150 

.5800 

.0750 

5.2 

8 

2.0000 

1.1680 

.4300 

.7380 

8.40 

.0050 

.0000 

9.1020 

4.7970 

.2200 

.0740 

6.8 

4 

5.0000 

.7200 

.3140 

.4060 

9.00 

.0050 

.0000 

7.6140 

3.8210 

.3600 

.1400 

6.6 

6 

1.0800 

1.7060 

.1800 

1.5260 

4.60 

.0000 

.0000 

22.3590 

8.2190 

1.7680 

.8200 

11.6 

6 

2.0800 

.8760 

.4840 

.4420 

82.95 

.0000 

.0000 

7.7605 

4.8575 

.2100 

.1400 

7.6 

7 

.2320 

.0580 

.0350 

.0280 

3.59 

.9000 

.0300 

1.5660 

1.1745 

.1120 

.0600 

9.6 

8 

4.1600 

.0740 

.8580 

.6160 

8.20 

.0100 

.0000 

6.6400 

3.0000 

.2740 

.1160 

7.9 

9 

1.8440 

.5620 

.1020 

.8700 

5.21 

.2000 

.1600 

3.5700 

1.5060 

.1500 

.0120 

8.4 

10 

2.0140 

.6186 

.2164 

.8972 

7.36 

.1125 

.0286 

- 

- 

.3163 

.0754 

7.3 

11 

Odor,  offeoBive. The  lamplee  were  collected  from  the  ■epBratiog  tanka  and  repreaentthe  aewage 

after  a  portion  of  the  anapended  matter  had  been  aeparated  from  it. 


Underdrains  of  the  Marlborough  FiUer-beds. 

[Parte  per  100»000.] 


• 

Ammonia. 

Chlorine. 

KrrBOOBN  AS 

Oxygen 

Contamed. 

• 

n 

s 

e 

1 

S 

• 

a 

Resldae  on 

Evaporatl 

i 

2 
o 

c 

1 

a 

< 

1 

• 
Si 
r 

— 

87.20 

.3920 

.0130 

6.13 

1.6250 

.0086 

.2705 

7.6 

.0280 

1 

87.90 

.4000 

.0200 

5.92 

1.7500 

.0125 

.2239 

11.0 

.0330 

2 

32.40 

.8400 

.0000 

7.45 

.8000 

.0760 

.7742 

7.1 

.0250 

8 

34.00 

.2480 

.0080 

5.82 

1.6000 

.0300 

.1698 

9.4 

.0150 

4 

46.60 

.9600 

.0460 

6.92 

2.2000 

.0200 

.8526 

10.8 

1.0500 

5 

47.00 

.7000 

.0540 

7.60 

2.4000 

.0170 

.5166 

11.5 

.0400 

6 

87.70 

.8000 

.0690 

7.37 

2.0000 

.0240 

.6232 

8.4 

.0250 

7 

22.10 

.0240 

.0020 

4.07 

1.6000 

.0020 

.2173 

6.3 

.0000 

8 

28.70 

1.6000 

.2060 

7.20 

.0300 

.1200 

1.3648 

6.4 

.0500 

9 

38.00 

.4200 

.0220 

7.97 

2.0000 

.0200 

.2227 

8.3 

.0300 

10 
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Chemical  Examination  of  Effluent  /rom  the 

[Put.  per  100,000.] 


I 


s 

a 

Q 


1 

11263 

T 

11264 

8 

11340 

4 

11841 

5 

11426 

6 

11427 

7 

11484 

8 

11485 

0 

11540 

10 

11550 

11 

Av.» 

Oct.  27 
Oct.  27 
Nov.  15 
Nov.  15 
Nov.  20 
Nov.  20 
Dec.  12 
Deo.  12 
Deo.  26 
Deo.  26 


AFPBABAirCB. 


•3 
2 


a 

a 


Decided. 
Dlttinct. 
Dittlnot,  milky. 
DistiDct,  milky. 
DistlDot,  milky. 
None. 

Slight,  milky. 
Very  slight. 
NoDe. 
Very  slight. 


Cons.,  msty. 
Cons. ,  light. 
Slight. 

Cons.,  fibrous. 
Slight. 
None. 
Slight. 
Very  slight. 
Very  slight. 
Slight. 


o 

a 


0.40 
0.12 
0.15 
0.08 
0.12 
0.00 
0.07 
0.05 
0.00 
0.03 


0.01 


Odor. 


a 


o 
S3 


Offensive. 
Offensive. 
Offensive. 
Offensive. 
Offensive. 
Offensive. 
Faintly  raosty. 
Distinctly  musty. 
Distinctly  musty. 
Decidedly  musty. 


Offensive. 

Offensive. 

Offensive. 

Offensive. 

Offensive. 

Offensive. 

Decidedly  musty. 

Decidedly  musty 
and  disagreeable. 
Decidedly  musty. 

Decidedly  musty. 


*  The  average  given  here  includes  the  results  of  analyses  made  during  the  earlier  part  of  the  year 
and  printed  in  the  preceding  annual  report. 


Chemical  Examination  of  Water  from  the  Brook  into  which  the 

[Parts  per  100,000.] 


1 

• 

a 
I 

.Appbabancb. 

Odob. 

• 

s 

a 

•3 

• 

a 

s 

2 

■e 

s 
H 

5 

a 

a 

1 

1 

11061 

1S98. 

Sept.  18 

Very  slight. 

Cons.,  rusty. 

0.28 

Faintly  vegetable. 

Faintly  vegetable. 

2 

3 

11062 
11104 

Sept.  18 
Sept.  26 

Very  slight. 
Slight. 

Cons.,  brown. 
Slight. 

0.20  1 
0.08 

Decidedly 
j        disagreeable. 
Decidedly  musty. 

Decidedly  musty. 
Decidedly  musty. 

4 

11104 

Oct.   12 

Very  slight. 

Slight,  earthy. 

0.10 

Distinctly  musty. 

Decidedly  musty. 

5 

11265 

Oct.   27 

None. 

None. 

0.12 

Decidedly  musty. 

Offensive. 

6 

11342 

Nov.  15 

Very  slight. 

Slight. 

0.10 

Decidedly  musty. 

Decidedly  musty. 

7 

11428 

Nov.  20 

Very  slight. 

Slight,  brown. 

0.45 

Distinctly  musty. 

Decidedly  musty. 

8 

11486 

Deo.  12 

Very  slight. 

Slight. 

0.18 

Faintly  mouldy. 

Distinctly  mouldy. 

0 

11551 

Dec.  26 

Slight. 

Considerable. 

0.55 

Faintly  vegetable. 

Distinctly  veg*ble. 

10 

Av.* 

i    0.22 

1 



*  Sample  No.  11061  is  omitted  from  the  average. 
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Underdrains  of  the  Marlborough  Filter-beds —  Concluded. 

[Part,  per  100,000.] 


• 

i 

Ammokia. 

• 

s 

o 

6 

NiTBOOBX  ▲• 

Oxygea 

Consuated. 

• 

1 
1 

n 

• 
0 

8 

Uesidac  on 
EvaporstI 

Em 

• 

1 

1 

a 

< 

• 

s 

2 

• 

m 

5 

36.80 

.8000 

.0190 

7.45 

1.5000 

.0200 

.5138 

9.1 

.1500 

1 

29.50 

.9000 

.0360 

6.34 

• 

1.1000 

.0180 

.4950 

7.1 

.0160 

2 

36.00 

.9280 

.0650 

6.60 

1.5000 

.0200 

.7719 

9.0 

.0400 

8 

32.50 

1.0000 

.0080 

4.55 

.7000 

.0060 

.8756 

8.0 

.0420 

4 

82.40 

.8000 

.0580 

5.60 

1.6000 

.0110 

.6351 

7.9 

.0050 

5 

33.50 

.5600 

.0220 

6.56 

1.5000 

.0080 

.2958 

9.3 

.0100 

6 

23.90 

.8800 

.0280      ' 

1 

4.80 

.8200 

.0050 

.3344 

6.1 

.0160 

7 

31.00 

.6720 

.0260 

5.60 

1.3000 

.0080 

.2464 

8.3 

.0060 

8 

31.00 
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The  Minples  were  collected  from  the  underdraiDs,  generally  from  those  beneath  the  beds  to  which 
sewage  was  being  applied  at  the  time. 


Effluent  from  the  Marlborough  Sewage  Filter-beds  is  discharged. 
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Iron,  .0094.    The  first  sample  was  collected  from  the  brook  above  the  filter-beds;  the  remaining 
samples  from  the  brook  below  the  filter-beds  after  it  had  received  the  efl!nent  therefrom. 
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Sewage  Disposal  at  Medfield. 

A  system  of  sewage  disposal  by  intermittent  filtration  was  intro- 
duced at  Medfield  in  1886,  and  was  described  in  the  Nineteenth 
Annual  Report  of  the  Board  for  the  year  1887.  Up  to  the  end  of 
1893  connections  had  been  made  with  one  hotel,  three  houses  and  a 
large  straw  factory,  in  which,  at  times,  as  many  as  900  operatives 
are  employed.  The  original  area  of  the  beds  was  about  one  acre. 
The  material  is  mostly  coarse  gravel.  As  the  level  of  the  ground 
water  is  about  ten  feet  below  the  surface  of  the  filter  there  are  no 
underdrains.     There  are  four  beds,  the  surfaces  of  which  are  some- 
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Chemical  Examination  of  Water  from  a  Spring  below 
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The  lamplei  were  collected  from  the  iprlng  which  li  located  north  of  the  filter-beds  and  a  little  over 
direction  of  this  spring. 
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what  uneven,  each  of  which,  as  a  general  rule,  takes  the  sewage  in 
turn  for  two  days.  It  was  found  that  there  was  considerable  loam  a 
short  distance  below  the  surface  of  a  portion  of  the  beds  which 
eventually  became  clogged.  In  the  summer  of  1893  this  loam  was 
removed  and  replaced  with  coarse  gravel,  and  the  area  of  the  filter 
increased  about  one-third. 

No  trouble  has  arisen  from  odors.  In  the  following  tables  will 
be  found  analyses  of  the  sewage,  and  of  the  effluent  taken  from  a 
spring  a  short  distance  below  the  filter.  The  effluent  is  of  excellent 
quality,  and  no  deterioration  is  shown  by  the  analyses  when  com- 
pared with  those  made  in  1887,  after  the  works  had  been  in  opera- 
tion for  a  comparatively  short  time. 


Sewage  from  Medfield. 
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the  Filtration  Area  of  the  Medfield  Sewerage  System, 

[Parts  per  100,000.] 
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260  feel  from  tbe  edge  of  the  nearest  bed.    Tbe  ground  where  tbe  filter-beds  are  located  slopes  in  the 
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Sewage  Disposal  at  Wellesley  College. 

Up  to  1892  the  greater  part  of  the  sewage  from  the  Wellesley 
College  buildings  was  disposed  of  by  passing  it  through  small  and 
imperfect  artificial  filters  of  peat  and  gravel,  but  as  the  results  ob- 
tained by  this  method  were  unsatisfactory,  new  works  were  con- 
structed in  1892  for  the  treatment  of  the  sewage  from  the  main 
building  and  cottages  near  it,  by  intermittent  filtration. 

As  the  works  were  first  constructed  the  sewage  passed  from  the 
buildings  through  pipe  sewers  to  a  settling  tank  six  feet  in  diameter, 
thence  into  an  automatic  flush  tank  thirty  feet  long,  and  six  feet 
wide,  in  which  the  sewage  had  a  depth  of  twenty-six  inches,  and 
from  the  flush  tank  was  discharged  into  two  eight-inch  pipes  pass- 
ing through  the  middle  of  a  nearly  level  filtration  area  300  feet 
long  and  150  feet  wide.  Every  four  feet  along  each  of  the  eight- 
inch  pipes  there  was  laid  out  to  the  edge  of  the  area  a  line  of  three- 
inch  pipes,  with  open  joints,  for  distributing  the  sewage.  These 
pipes  were  about  twenty  inches  below  the  surface  of  the  ground, 
and  the  joints  between  some  of  them  were  covered  with  tarred 
paper  and  all  were  surrounded  with  coarse  gravel.  Much  of  the 
material  of  the  filter  bed  is  coarse  sand  or  gravel,  but  in  some  places 
there  is  a  very  fine  sand. 

After  about  three  months'  use  the  pipes  were  so  badly  clogged 
that  it  was  necessary  to  dig  them  up  and  clean  them.  It  was  found 
that  many  of  the  pipes  were  clogged  with  pieces  of  rags  and  paper, 
and  that  the  fine  sand  had  filled  the  interstices  of  the  coarse  gravel. 
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Odor,  offensive.  —  The  sample  was  collected  from  the  third 
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After  this  clogging  occurred  provision  was  made  for  screening  the 
sewage  so  as  to  prevent  the  entrance  of  coarse  substances  into  the 
eight-inch  pipes. 

In  the  summer  of  1893  some  further  changes  were  made.  Two 
settling  tanks,  each  ten  feet  long  and  six  feet  wide,  were  added,  and 
the  length  of  the  filtration  area  was  extended  to  450  feet,  making 
the  total  area  1.55  acres.  All  of  the  sub-surface  distributing  pipes 
were  relaid,  and  over  the  joints  of  the  pipes,  in  ail  cases,  were 
placed  pieces  of  half-pipe  of  larger  diameter.  An  eight-inch  pipe 
was  laid  along  each  side  of  the  filtration  area  and  connected  with 
the  ends  of  all  of  the  three-inch  distributing  pipes.  Gates  have 
been  placed  at  the  lower  ends  of  all  of  the  eight-inch  pipes,  and 
about  once  a  week,  usually  on  washing  day,  they  have  been  opened 
with  a  view  to  flushing  the  entire  system  of  pipes.  The  sewage 
used  in  flushing  discharges  upon  a  thin  filter-bed  about  fifty  feet 
square.  It  has  been  the  custom  to* empty  the  settling  tanks  once  a 
week,  and  at  these  times  the  liquid  matter  is  discharged  upon  a  small 
filter-bed  constructed  for  this  purpose,  while  the  semi-solid  portions 
remaining  are  run  into  carts  and  removed  to  some  woods  at  a  con- 
siderable distance  from  the  buildings  where  they  are  disposed  of  by 
composting.  There  are  about  500  people  connected  with  this  system. 
There  have  been  no  indications  of  clogging  in  the  sub-surface  pipes 
since  the  changes  were  made. 

In  the  following  tables  will  be  found  analyses  of  the  Wellesley 
sewage,  and  of  samples  of  water  taken  from  a  small  brook,  into  which 
some  of  the  effluent  finds  its  way,  above  and  below  the  filter-bed. 


Sewage  Jrom  Wellesley. 
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Chemical  Examination  of  Water  Jrom  the  Brook  above  and  below  the  WeUesley 

Sewage  Filtration  Area, 
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Iron,  .0878.    Odor  of  the  first  saiuple,  none;  of  the  second,  faintly  earthy;  of  the  last,  strong  of  gas 
liqaore.    On  heating,  the  odor  of  the  first  two  samples  was  dlstinolly  vegetable,  but  the  last  waa 

unchanged. The  first  sample  was  collected  from  the  brook  above  the  filter-beds;  the  second,  near 

the  sludge  bed,  and  the  last,  near  the  gas  works,  aboat  150  feet  above  the  point  where  the  brook  enters 
Waban  Lake. 


Sewage  Disposal  at  Westborough. 

The  construction  of  the  sewerage  system  of  the  town  of  West- 
borough  (population  in  1890,  5,195)  was  begun  in  1891,  and  up  to 
the  end  of  the  year  1893  ninety-one  connections  had  been  made  with 
the  sewers,  forty-three  of  which  were  from  the  larger  places,  such 
as  business  blocks,  factories,  etc.  The  main  sewer  leading  from  the 
town  to  the  place  of  disposal  passes  through  low  wet  ground,  and 
receives  a  large  amount  of  ground  water. 

The  sewage  is  disposed  of  upon  land  located  on  the  right  bank  of 
the  Assabet  River,  in  the  north-westerly  part  of  the  town.  About 
thirty-three  acres  were  taken  by  the  town  for  sewage-disposal  pur- 
poses, 17.5  of  which  may  be  classed  as  swamp  or  meadow  subject 
to  flooding  at  times  of  high  water,  its  surface  being  at  an  elevation 
of  three  feet  or  less  above  the  ordinary  level  of  the  river.  About 
six  acres  of  the  upland  is  at  too  great  an  elevation  to  be  reached  by 
gravity  without  grading. 

The  sewage  is  conducted  to  a  settling  tank  on  the  disposal  area. 
The  tank  is  of  masonry,  built  in  two  compartments,  and  has  a  total 
capacity  of  less  than  1,000  gallons.  Two  filter  beds,  having  a  total 
area  of  a  little  over  two  acres,  were  prepared  in  1892  by  stripping 
off  most  of  the  loam  and  filling  with  coarse  sand  or  gravel  to  depths 
varying  from  about  thirty  inches  at  the  lower  end  to  about  a  foot  at 
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the  other  end.  The  material  beneath  the  filling  is  a  fine,  compact 
sand  almost  impervious  to  water.  The  surfaces  of  the  beds  are 
from  six  to  six  and  one-half  feet  above  the  ordinary  level  of  the  sur- 
face of  the  water  in  the  Assabet  River,  opposite  the  sewage  field. 
During  the  prevalence  of  high  water  in  the  spring  the  surface  of  the 
water  in  the  river  rises  to  about  three  feet  above  the  ordinary  level. 

Sewage  was  applied  to  the  beds  in  April,  1893,  and  it  was  found 
that  the  sand  beneath  the  artificial  and  porous  surface  layer  was  so  fine 
that  it  remained  saturated  and  also  kept  the  material  above  it  saturated 
for  weeks  ailber  the  application  of  sewage  had  ceased.  It  is  said  that 
these  beds  could  be  made  to  take  the  whole  flow  of  sewage  for  about 
a  week  by  filling  them  to  the  level  of  the  top  of  the  embankment. 
On  discontinuing  the  use  of  the  beds  in  July  it  took  eight  weeks  for 
the  sewage  to  disappear. 

To  obtain  material  to  prepare  the  filter  beds  as  above  described, 
a  pit  was  excavated  in  a  gravel  ridge  in  the  higher  portion  of 
the  area  owned  by  the  town.  Into  this  gravel  pit,  covering  an  area 
of  approximately  15,000  square  feet,  the  bottom  of  which  is  said  to 
be  six  inches  above  the  ground- water  level,  the  sewage  has  been 
discharged  from  time  to  time,  and  it  has  been  filled  to  the  level  of 
the  bottom  of  the  sewage  carrier,  or  approximately  six  feet  deep, 
forming  a  huge  cesspool,  the  eflluent  from  which  appeared  in  the 
form  of  a  flowing  spring,  on  the  surface  of  a  piece  of  low  land  fifty 
to  seventy-five  feet  from  the  edge  of  the  excavation.  During  the 
year  1893  sewage  has  also  been  discharged  from  time  to  time  on 
a  portion  of  the  unprepared  ground  and  allowed  to  flow  over  its 
surface  to  find  its  way  to  the  meadows. 

The  selectmen  of  the  town  applied  to  the  State  Board  of  Health, 
Sept.  18,  1893,  stating  that  the  former  advice  of  the  Board  had  not 
been  carried  out,  and  requesting  the  Board  to  make  another  exami- 
nation of  the  present  sewage-disposal  works  at  Westborough,  and 
advise  the  town  farther  in  the  matter  of  sewage  disposal.  The  reply 
of  the  Board  to  this  application  may  be  found  on  page  86  of  this 
volume. 

Toward  the  end  of  the  year  the  surfaces  of  the  two  filter  beds 
were  raised  from  one  to  two  feet  by  the  addition  of  more  coarse 
sand,  and  two  six-inch  underdrains  were  placed  beneath  the  beds  at 
depths  of  from  three  to  five  feet  beneath  the  surface.  In  addition  to 
this  work,  two  additional  beds,  each  about  an  acre  in  area,  were 
prepared  between  the  settling  tank  and  the  river.     The   surfaces 
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of  the  new  beds  were  levelled  to  some  extent,  and  in  each  two 
four-inch  underdrains  were  laid  three  feet  below  the  surface  at  the 
upper  ends  and  five  feet  below  at  the  lower  ends.  It  is  said  that 
some  of  the  mud  in  the  low  places  on  the  area  covered  by  these  beds 
was  removed  while  preparing  the  beds  and  replaced  with  gravel 
from  a  knoll  situated  partly  within  the  limits  of  the  beds.  There  is 
considerable  loam  remaining  on  each  bed.     Sewage  was  distributed 

Chemical  Examination  of  Sewage  from 
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Odor,  offenaive. The  aamplea  were  collected  from  the 


Chemical  Elimination  of  Effluent  from  the 

[Parte  per  100.000.] 
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Ubie  and  naoaldy. 

Offensive. 

Offensive. 

Decidedly  vege- 
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i 
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1 

The  flrst  and  last  samples  were  collected  from  the  spring  below  the  gravel  pit;  the  second 
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upon  the  two  new  beds  from  trenches  along  the  sides  and  by  furrows 
across  the  beds.  The  distribution,  however,  at  the  time  the  beds 
were  examined  was  very  uneven. 

In  the  following  table  will  be  found  analyses  of  samples  of  the 
sewage,  of  the  effluent  from  the  gravel  pit  collected  at  the  spring 
already  mentioned  and  of  samples  collected  from  the  Assabet  River 
above  and  below  the  disposal  area. 

the  Westboroicgh  Sewerage  System, 

[Parts  per  100,000.] 
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sewer  at  the  point  where  It  discbarges  apoa  the  filter-beds. 


Beds  of  the  Westborough  Sewerage  System. 


[Parts  per  100,000.] 
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4 

saoiple  from  the  underdrain  of  new  filter-beds  which  had  been  in  use  but  six  days. 
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Chemical  Examination  of  Water  from  the  Assabet  Biver  above  and  below  the  West- 
borough  Sewage  Filter-beds, 

[Parts  per  100,000.] 
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1 
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Odor,  distinctly  vegetable  and  mouldy  or  anpleosant. The  first  two  samples  were  collected  from 

the  river  above  the  filter-beds  and  the  last  two  irom  the  river  below  the  filter-beds. 


CHEMICAL  PEECIPITATION  OF  SEWAGE 


AT  THB 


WORLD'S  Columbian  Exposition, 

CHICAGO,  1893. 


By  ALLEN  HAZEN, 

0HSMI8T,  DKPABTXBNT  OT  WATXB  SUPPLY,  8SWIRAGK  AHD  TIBK  PBOTBCTIOK. 


CHEMICAL  PRECIPITATION  OF  SEWAGE  AT  THE  WORLD'S 

COLUMBIAN  EXPOSITION,  CHICAGO, 

1893. 


By  ALLEN  HAZEN,* 
Chemist,  Department  of  Water  Sdpply,  Sewerage  and  Fire  Protection. 


The  sewage  disposal  works  at  the  World's  Columbian  Exposition 
were  described  in  the  *«  Engineering  News"  of  Aug.  3,  1893,  which 
contains  drawings  showing  many  of  the  details  of  construction  and 
arrangement. 

The  works  were  designed  and  built  under  the  direction  of  W.  S. 
MacHarg,  C.E.,  engineer  for  water  supply,  sewerage  and  fire  pro- 
tection, Mr.  C.  M.  Wilkes  being  first  assistant  engineer,  and  the 
construction  of  the  plant  and  the  operation  of  the  machinery  being 
superintended  by  Mr.  C.  E.  Chester.  The  writer  was  employed  to 
superintend  the  precipitation  of  the  sewage  after  the  construction  of 
the  works  was  practically  completed. 

The  works  consisted  in  brief  of  four  cylindrical  iron  settling  tanks 
of  the  Rockner-Rothe  type,  32  feet  high  and  32  feet  in  diameter,  with 
conical  bottoms,  which,  in  a  height  of  22  feet,  tapered  from  32  feet 
to  6  feet  (see  diagram  on  following  pagef).  The  total  height  was 
thus  54  feet,  and  the  capacity  of  each  tank,  as  ordinarily  used  with 
sewage  standing  18  inches  below  the  top,  was  237,000  gallons. 

The  sewage  from  the  various  buildings  on  the  Exposition  grounds 
was  forced  by  Shone  ejectors  into  the  iron  sewers  which  terminated 
in  a  receiving  tank  16  feet  in  diameter  and  10  feet  deep,  where  the 
sewage  was  screened  and  afterward  passed  through  the  four  pipes 
which  conveyed  it  to  the  different  settling  tanks,  receiving  and  be- 


■+i- 


*  Mr.  Hazen,  at  the  time  of  his  appointment  at  Chicago,  was  chemist  in  charge  of  the  Experi. 
ment  Station  of  the  Massacbnsetts  State  Board  of  Health  at  Lawrence.  He  held  the  ^Mftitibn 
at  Chicago  during  a  leave  of  absence  granted  by  the  Board. 

t  The  plate  from  which  this  diagram  is  printed  was  kindlj  famished  bj  tUe.^Engineering 
News  Pabllshing  Company,  -^  ' 
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coming  mixed  with  the  necessary  chemicals  oo  the  way.  The  mixed 
Bnd  precipitated  sewage  then  passed  down  through  central  cylinders, 
6  feet  in  diameter,  to  points  near  the  bottoms  of  the  tanks,  where  it 
was  distributed  by  obeet-iron  arms  and  the  precipitate  settled  to  the 
bottom,  while  the  clarified  liquid,  ready  for  discharge  into  the  lake, 
slowly  rose  to  the  top,  where  it  was  removed  by  a  set  of  troughs 
drawing  as  nearly  as  possible  equal  quantities  of  effluent  from  equal 


areas  of  sur&ce  to  give  a  uniform  and  regular  upward  movement  to 
the  sewage  in  the  tanks.  The  sludge  which  settled  to  the  conical- 
shaped  bottom  was  expected  to  slide  to  the  point  of  the  cone,  where 
there  was  an  outlet  through  which  it  could  be  drawn  off  from  time  to 
time  for  pressing  without  interrupting  the  continuous  action  of  the 
tanks. 

The  filter-presses,  which  were  exhibited  by  the  Perrin  Company, 
Chicago,  were  made  by  the  G.  H.  Busbnell  Company,  Thompsonville, 
Conn.,  and  produced  at  each  operation  fifty  cakes  of  sludge  36  inches 
in  diameter  and  about  1|  inches  thick,  weighing  about  47  pounds 
each.  The  central  passages  in  the  filter-presses  were  4  inches  in 
diameter,  bat  it  was  found  that  rags  and  cotton  waste  which  passed 
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the  bars  in  the  screen,  about  three-fourths  of  an  inch  apart,  would 
frequently  stop  the  4-inch  holes  in  the  plates,  allowing  the  pressure 
to  accumulate  on  one  side  of  the  plate  until  it  broke.  The  delay 
and  expense  of  replacing  plates  was  considerable,  and  it  was  not 
until  the  screen  was  covered  with  a  finer  wire  screen  to  retain  all 
rags  and  the  holes  in  the  plates  were  cut  out  to  six  inches  in  diame- 
ter that  satisfactory  working  was  obtained.  The  quantity  of  sludge 
which  could  be  pressed  with  these  presses  was  much  below  the 
anticipated  amount,  and  the  failure  to  press  promptly  the  sludge  as 
produced  was  often  the  limit,  during  a  large  part  of  the  summer,  of 
the  efficiency  of  the  plant. 

The  sludge  cake,  together  with  the  garbage  from  the  grounds, 
was  burned  in  an  Engle  crematory  near  the  sewage-disposal  works. 

The  object  of  having  four  separate  settling  tanks,  each  of  them 
with  its  independent  appliances  for  mixing  chemicals,  was  to  allow 
the  simultaneous  application  of  different  chemicals  to  sewage  of  pre- 
cisely the  same  composition,  and  to  secure  in  that  way  definite 
comparisons  between  the  different  chemicals  when  working  upon  a 
large  scale.  Such  experiments  were  made  almost  from  the  first,  but 
it  soon  became  apparent  that,  within  wide  limits  at  least,  the  chemicals 
employed  were  not  the  controlling  or  even  the  leading  factor  in  the 
results  obtained,  and  that  the  differences  between  the  various  quan- 
tities or  kinds  of  chemicals  were  often  far  more  than  offset  by  other 
conditions,  which  will  be  described  beyond,  over  which  we  had  less 
control.  In  this  way,  our  investigations,  instead  of  throwing  light 
upon  the  questions  which  we  had  propounded,  have  been  mainly 
confined  to  quite  another  set  of  problems  which  were  scarcely  antici- 
pated l)efore  they  presented  themselves.  We  found  it  necessary  to 
study,  not  so  much  how  to  produce  a  precipitate  by  adding  chemicals 
to  the  sewage,  as  how  to  make  it  settle  to  the  bottom  and  stay  there 
until  it  could  be  removed  and  pressed. 

Manner  op  Delivery  of  the  Sewage  at  the  Works. 

Ooe  of  the  most  troublesome  circumstances  in  connection  with  the 
plant  was  the  irregular  manner  in  which  the  sewage  was  delivered 
at  the  works.  The  flow  of  sewage,  instead  of  coming  regularly,  was 
subject  to  violent  fluctuations,  due  to  the  method  of  collection  and 
to  the  construction  of  the  force  main.     The  sewage  was  forced  into 
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this  main  by  twenty-six  pairs  of  Shone  ejectors  located  at  various 
points  on  the  grounds.  These  were  operated  by  compressed  air 
from  a  central  station  in  Machinery  Hall,  and  each  was  furnished 
with  an  automatic  appliance  to  shut  off  the  air  as  soon  as  the  tank 
was  sufficiently  emptied.  For  some  reason  these  valves  often  failed 
to  act  as  was  intended  and  the  compressed  air  followed  the  sewage 
into  the  pipes  in  large  quantity^  pushing  ahead  of  it  the  sewage  io 
the  sewer  pipes  with  great  rapidity  to  the  precipitation  works.  The 
sewer  pipes  having  been  laid  without  attention  to  grades,  contained 
numerous  summits  and  depressions,  and  the  air  rapidly  accumulated 
in  the  summits  until  finally  the  bulk  of  the  sewage  in  the  sewers  had 
been  forced  to  the  works  when  at  last  the  air  commenced  to  come 
through  the  vertical  discharge  pipe.  This  at  once  relieved  the  press- 
ure and  the  large  volume  of  air  contained  in  the  sewers,  now  rapidly 
expanding  and  mixed  with  varying  proportions  of  sewage,  came  out 
with  explosive  violence,  throwing  quantities  of  sewage  into  the  air 
and  even  through  the  roof.  The  violence  of  these  *'  blows'*  can  be 
somewhat  appreciated  when  it  is  stated  that  most  of  the  glass  in 
the  roof  twenty  feet  above  the  outlet  was  broken  by  these  **  blows  " 
within  a  few  days  after  the  works  were  started,  and  that  among  other 
debris,  a  piece  of  lead  weighing  nine  pounds,  which  had  been  acci- 
dentally left  in  the  sewers,  was  carried  up  through  and  discharged 
from  the  vertical  pipe  fifty  feet  in  height. 

The  number  of  days  in  each  month  on  which  such  «*  blows  "  oc- 
curred, usually  from  one  to  ten  and  sometimes  even  as  many  as 
twenty  *'  blows  "  occurring  in  a  single  day,  was  as  follows :  — 

April  (14  to  30),  13  days,  or  76  per  cent,  of  the  total  number  of  days. 
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The  average  maximum  hourly  flow  of  sewage  was  about  6  per  cent, 
of  the  total  daily  flow,  and  the  latter  never  exceeded  3,200,000  gal- 
lons; it  may  thus  be  said  that  the  normal  flow  of  sewage  which  should 
have  been  obtained,  if  it  had  been  delivered  at  the  same  rate  as  it 
was  produced,  would  not  have  exceeded  190,000  gallons  per  hour, 
and  this  quantity  would  produce  a  velocity  of  only  a  foot  a  second 
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in  the  three-foot  discharge  pipe.  Actually,  the  ordinary  discharge 
between  '^  blows*'  was  much  less  than  this,  and  allowed  much  of  the 
suspended  matter  of  the  sewage  to  be  deposited  on  the  bottom  of  the 
sewer.  Every  time  a  "  blow"  occurred  the  matter  which  had  been 
deposited  since  the  previous  *«  blow"  was  flushed  out,  and  at  these 
times  sewage  was  obtained  two  or  three  times  as  concentrated  as 
at  other  times.  Thus  for  short  intervals  enormous  quantities  of 
highly  concentrated  sewage  were  received  at  the  works,  and  the  rest 
of  the  time  only  a  reduced  flow  of  a  sewage  from  which  the  sludge 
had  been  partially  removed,  and  frequently  for  a  time  after  the 
*'  blows"  occurred  there  was  no  flow  at  all. 


Precipitants  Employed. 

The  chemicals  employed  as  precipitants  were  copperas  or  crude 
ferrous  sulphate,  crude  alum  or  sulphate  of  alumina,  a  crude  ferric 
sulphate,  and  lime.  The  copperas,  alum  or  ferric  sulphate  was  first 
added  to  the  sewage,  which  then  passed  through  a  mechanical  mixer 
containing  a  rapidly  revolving  paddle-wheel,  and  then  received  the 
lime.  The  mechanical  mixers  for  mixing  the  chemicals  with  the  sew- 
age had  no  advantage  over  a  fishway,  and  were  more  expensive  and 
troublesome  in  construction  and  operation.  The  chemicals  were 
added  mainly  in  accordance  with  the  principles  given  in  the  special 
report  of  the  Massachusetts  State  Board  of  Health  for  1890  ;*  but 
owing  to  variation  in  the  market  prices  of  the  various  chemicals 
and  the  freight  the  relative  costs  were  changed  somewhat. 

The  analyses  and  costs  of  the  various  chemicals  employed,  together 
with  many  other  data,  are  given  in  the  Appendices  following  (pages 
613-624).  In  calculating  the  costs  the  actual  costs  of  chemicals  de- 
livered in  Chicago  are  given  in  each  case,  although  much  lower  prices 
were  paid  for  some  of  the  later  lots  than  at  the  beginning. 

It  was  found  that  the  sludge  produced  with  copperas  and  lime  as 
precipitants  was  much  more  easily  pressed  than  that  with  alum,  even 
when  used  with  lime ;  and  as  the  cost  of  pressing  the  sludge  ex- 
ceeded the  cost  of  precipitating,  copperas  was  a  more  economical 
precipitant  than  alum.  For  the  same  reason  more  lime  was  used 
with  alum  than  was  necessary  to  produce  the  best  effluent,  because 

*  Experiments  npon  the  Chemical  Precipitation  of  Sewage,  by  Allen  Hazen.  Special  Report 
of  the  Masfachasetts  State  Board  of  Health  upon  PorilicatiOQ  of  Sewage  and  Water,  1890. 
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the  sludge  produced  in  presence  of  an  excess  of  lime  could  be  much 
more  easily  pressed,  and  the  extra  lime  applied  to  the  sewage  was 
cheaper  than  the  labor  on  the  presses.  For  equal  costs  of  treatment 
copperas  and  alum  produced  equally  good  effluents,  although  the 
effluent  from  copperas  had  more  color  (due  to  the  suspended  iron) 
than  that  from  alum.  The  only  ferric  sulphate  obtainable  contained 
much  free  acid,  with  a  disappointingly  low  percentage  of  soluble 
ferric  oxide,  and  the  rather  poor  results  obtained  should  not  be 
taken  as  disparaging  the  use  of  a  better  quality  of  reagent. 

Two  kinds  of  lime  were  employed,  a  very  pure  lime  from  Hanni- 
bal, Mo.,  and  a  local  dolomite  lime  which  was  used  at  first,  and  on 
one  or  two  occasions  afterwards  when  the  stock  of  Hannibal  lime 
was  exhausted.  This  lime  cost  only  two-thirds  as  much  and  was 
hardly  six- tenths  as  strong  as  the  Hannibal  lime,  and  to  avoid  un- 
necessarily complicating  the  figures  in  the  tables  given  beyond,  when 
dolomite  lime  was  used,  its  weight  is  reckoned  as  its  equivalent  in 
cost  of  Hannibal  lime,  or  two-thirds  its  actual  weight. 

Measurement  and  CoMPOsmoN  of  Sewage  and  Effluents. 

The  quantities  of  sewage  passing  each  tank  were  determined  by 
hourly  weir  measurements,  so  that  the  total  daily  flow  of  sewage 
was  calculated  from  ninety-six  readings.  Records  were  kept  of  all 
these  quantities,  and  of  the  weights  of  the  chemicals  employed. 

Many  samples  of  sewage  and  of  the  diflferent  effluents  were  analyzed 
to  determine  the  efficiency  of  the  treatments,  but  to  avoid  an  unneces- 
sarily large  volume  of  data,  only  the  monthly  averages  are  given 
below,  as  it  is  believed  that  no  additional  information  of  importance 
would  be  obtained  from  a  more  detailed  presentation.  The  method 
of  obtaining  the  samples  was  to  mix  eight  pint  samples  in  a  gallon 
bottle,  the  eight  portions  being  taken  at  such  intervals  that  one- 
eighth  of  the  total  daily  flow  passed  between  each  two  of  them. 
The  samples  of  effluent  were  taken  in  the  same  way,  but  as  much 
later  than  the  corresponding  sewage  samples  as  the  average  time 
required  for  the  sewage  to  pass  through  the  tanks. 

The  analyses  are  believed  to  represent  correctly  the  character  of 
effluent  as  discharged  into  Lake  Michigan  ;  but,  owing  to  the  violent 
fluctuations  in  the  flow  of  the  sewage  mentioned  above,  the  samples 
of  sewage  taken  represent  in  general  the  sewage  between  <*  blows," 
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when  it  did  not  contain  the  full  amount  of  sludge,  as,  owing  to  the 
personal  danger  involved,  satisfactory  samples  could  not  be  obtained 
during  '*  blows,"  and  even  if  they  could  have  been  collected,  it  would 
have  been  impossible  to  determine  how  much  sewage  actually  had  the 
composition  indicated  by  the  samples.  For  this  reason  the  results 
for  loss  on  ignition,  albuminoid  ammonia  and  oxygen  consumed  in 
the  unfiltered  sewage  are  too  low  and  the  results  of  efficiency  given 
must  be  taken  as  relative  instead  of  absolute.  The  soluble  constitu- 
ents, including  chlorine  and  free  ammonia,  were  not  affected  in  the 
least  by  sedimentation. 

The  averages  of  analyses  of  sewage  and  effluents  by  four  weeks' 
periods  are  as  follows  :  — 
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One  of  the  most  striking  features  of  these  analyses  is  the  excessive 
number  of  bacteria  found  in  the  effluents, — several  times  as  many 
as  in  the  crude  sewage.  The  causes  of  this  remarkable  condition 
were  investigated  by  Drs.  Wilson  and  Agar  of  the  United  States 
Army  Hospital.  The  results  obtained  show  that,  while  the  sewage 
contained  a  great  variety  of  species  of  bacteria,  the  effluents  con- 
tained only  a  few  species  in  large  numbers,  and  these  forms  were 
very  much  more  abundant  than  in  the  crude  sewage.  It  appears 
that  the  bulk  of  the  bacteria  of  the  sewage  was  taken  to  the  bottoms 
of  the  tanks  in  the  precipitate,  and  did  not  exist  in  the  effluents. 
The  tanks,  however,  served  as  a  breeding  place  for  enormous  num- 
bers of  the  species  found  in  the  effluents,  which  were,  presumably, 
non-pathogenic,  for,  so  far  as  we  know,  the  pathogenic  forms  some- 
times found  in  water  are  probably  incapable  of  growing  in  the  condi- 
tions present  in  the  tanks.  The  treatment  may  be  said  to  have  secured 
a  partial  but  probably  very  incomplete  removal  of  objectionable 
bacteria. 

The  Work  of  the  Individual  Tanks. 

The  quantities  of  sewage  treated  and  chemicals  employed  for  each 
tank  during  the  different  periods  and  the  costs  of  the  chemicals  are 
shown  in  the  following  tables  :  — 

Period  L    June  10  to  July  7, 1893. 


Efficiency. 

Daily  Quantity  of 
Sewaob  Treatkd 

Percent. 
ofOrganic 

Matter 
Removed, 
as  shown 

by 
Chemical 
Analysis. 

Suspended 

Matter 
In  Effluent 

Parts  per 
100,000. 

IN  Onb  Tank. 
THonaAWDs  or 

OALLOH8. 

Fob  Omb  MtLUOM  Oallovs. 

Average. 

Maximum. 

Cost  of 
Chem- 
icals. 

Lime. 
Pounds.* 

Copperas. 
Pounds. 

Alum. 
Pounds. 

Ferric 
Sulphate. 

Pounds. 

Tank  1,      . 

63t 

6.7 

608 

800 

$7  44 

762 

016 

- 

- 

"     2,      . 

Mf 

6.4 

608 

602 

8  17 

412 

- 

028 

- 

"     8.      . 

Not  In  op 

oration. 

••     4.      . 

eof 

2.8 

466 

042 

10  80 

660 

- 

700 

- 

Period  IL    July  8  to  Auguit  4, 1893. 

Tank  1,      . 

4ir 

0.4 

006 

766 

$6  70 

744 

870 

- 

- 

"     2.      . 

46t 

6.7 

608 

740 

7  40 

486 

- 

642 

- 

"     8.      . 

44t 

e.8 

004 

780 

8  21 

781 

766 

- 

- 

"     4.      . 

66t 

8.8 

464 

612 

0  20 

020 

808 

800 

- 

*  When  dolomite  Ume  waa  emploved  only  two-thirds  of  its  weight  la  aaed  in  this  table. 

t  The  percentage  purification  Indicated  by  these  figures  is  too  low,  owing  to  the  partial  sedimenta- 
tion of  the  sewage  analyzed,  already  referred  to  on  pages  002,  603.  The  emoienoy  of  the  plant  as  a 
whole  is  dlecnssed  beyond.    The  flgnres  for  each  period,  however,  are  oomparable  among  thamselvia. 
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Period  HI.    August  5  to  September  1, 1893. 


EfDclency. 

Per  Cent, 
of  Organic 

Mutter 
Uemoved, 
aa  shown 

by 
Chemical 
Analysts. 

Suspended 
Matter 

In  Effluent 

Parts  per 
1U0,000. 

Daily  Quamtitt  of 

SaWAOK  Trbatkd 

IM  0mm  TaKK. 

TroU8aiii>«  or 
Gallons. 

Fob  Omb  Miluom  Oalloks. 

* 

Average. 

Maxfanam. 

Cost  of 
Chem- 
icals. 

Lime. 
Pounds.* 

Copperas. 
Pounds. 

Alum. 
Pounds. 

Ferric 
Sulphate. 

Pounds. 

Tank  1,      . 

41t 

0.0 

608 

800 

$6  71 

1,033 

836 

- 

- 

"     2.      . 

43t 

0.0 

eoo 

863 

7  12 

406 

- 

488 

- 

"     8.      . 

42t 

7.8 

008 

840 

8  82 

1,003 

671 

- 

- 

•*     4.      . 

68t 

6.1 

440 

614 

0  70 

1.070 

744 

- 

- 

Period  IV.    September  2  to  September  29, 1893. 


Tankl, 
"  2. 
"  8, 
"     4. 


88f 

6.0 

661 

012 

$7  08 

1,000 

801 

- 

46t 

8.2 

672 

008 

8  76 

620 

- 

646 

30t 

7.1 

666 

042 

8  64 

864 

867 

- 

6lt 

4.1 

666 

no 

11  16 

1,278 

820 

-^ 

176 


Period  V,    September  30  to  October  27, 1893, 


Tankl, 
"  2, 
"  8, 
"     4, 


84f 

7.2 

674 

800 

$6  70 

1,060 

604 

- 

46t 

6.S 

622 

604 

048 

m 

- 

728 

81t 

6.0 

666 

828 

0  18 

703 

- 

- 

87t 

4.1 

670 

882 

10  82 

1,800 

1,002 

- 

417 


Character  of  the  Sludge. 

The  quantity  of  sludge  pressed  was  estimated  by  weighing  an  occa- 
sional representative  pressing.  No  separate  record  could  be  kept  of 
the  weights  of  sludge  from  the  different  tanks.  Analyses  of  the 
pressed  sludge  were  made  from  time  to  time.  Its  composition  was 
quite  constant,  the  average  result  being  — 

Moisture, •        .    58.0  per  cent 

Dry  matter, 42.0      *• 

The  dry  matter  contained  — 

Ash, 65.6  per  cent. 

Loss  on  ignition  (in  a  radiator),        .        .        .        •        .44.4       ** 

Fats, 8.2       " 


*  When  dolomite  lime  was  emploved  only  two-thlrda  of  Its  wefg ht  Is  used  in  thia  table. 

t  The  percentage  puriflcation  indicated  by  these  figures  is  too  low,  owing  to  the  partial  sedimenta- 
tion of  the  sewage  analysed,  already  referred  to  on  pagea  602,  608.  The  efficiency  of  the  plant  as  a 
whole  is  discuss^  beyond.    The  figures  for  each  period,  however,  are  comparable  among  themselves. 
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During  May  and  June  occasional  **  soft"  pressings  were  obtained , 
which  decreased  the  percentage  of  dry  matter  in  the  total  output. 
The  presses  were  but  rarely  able  to  press  the  sludge  promptly  as 
produced,  and  on  two  occasions,  July  13  and  September  4  to  6,  it 
was  necessary  to  discharge  unpressed  sludge  into  the  lake  to  avoid 
a  nuisance  at  the  works.  There  was  also  a  slight  accidental  dis- 
charge in  October.  The  sludge  was  usually  pressed  without  the  addi- 
tion of  lime.  With  copperas  as  a  precipitant  the  addition  of  lime  to 
the  sludge  had  little  effect  upon  the  rapidity  of  pressing.  With  alum 
as  a  precipitant  the  addition  of  lime  allowed  somewhat  more  rapid 
work,  but  the  same  result  was  obtained  by  mixing  the  sludge  from 
copperas  with  the  alum  sludge. 

The  quantities  of  sludge  pressed  in  the  different  periods  are  shown 
in  the  following  table.  The  table  also  includes  estimates  of  the 
quantity  of  sludge  on  hand  and  of  the  quantity  discharged  into  the 
lake  reduced  to  the  basis  of  pressed  sludge  cake.  These  estimates, 
based  in  part  upon  the  observed  heights  of  sludge  in  the  tanks  at 
different  times,  are  necessarily  only  rough  approximations. 


Summary  of  Sludge  Staiistics, 

[In  tons  of  preaMd  sladge.] 


Pbuod— 189t. 


Quantity 

or  Sewage 

Treated. 

Million 
Gallons. 


Sladffe 
Pressed. 


Dis- 
charged 
Into  Lake 
Michigan. 


Stock  of 
Unpressed 

Sludge 

on  hand  at 

end  of 

Period. 


Quantity 

Preclpl- 

Uted 

during 

Period. 


Per  Cent 

of  Dry 
Matter  In 

Slnoge. 


Tons  Dry 
Matter 

In  Sludge 

Preclpl- 

Uted.  K 


April  16  to  June   0, 

47 

86 

- 

10 

06 

88 

80.1 

June  10  to  July    7, 

62 

140 

- 

86 

106 

41 

07.0 

July    SloAng.   4» 

08 

102 

18 

10 

180 

42 

76.0 

Aug.   6  to  Sept.   1, 

71 

260 

- 

46 

286 

42 

119.7 

Sept.    2  to  Sept.  29. 

00 

207 

88 

10 

296 

40 

118.0 

Sept.  30  to  Oct.   27, 

71 

820 

4 

80 

844 

88 

180.7 

Totals  and  av'ges, 

878 

1,284 

60 

80 

1,804 

40 

647.7 

Sludge 

per 
Mlilkm 
Gallons 
Sewage. 


2.0 
8.S 
S.9 
4.0 
4.8 
4.8 


8.6 


EmCIENCY  OF  THE   PROCESS. 

As  stated  above,  it  was  found  that  large  quantities  of  insoluble 
matters  were  removed  from  the  sewage  by  sedimentation  in  the 
sewers  lietween  «♦  blows,**  and  when  **  blows  **  occurred  these  matters 
were  washed  out,  so  that  the  sewage  at  these  times  was  often  several 
times  as  concentrated  as  at  other  times.  The  concentrated  sewage  is 
not  properly  represented  in  the  sewage  samples  taken  for  examina- 
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tion  owing  to  the  difficulty  or  impossibility  of  getting  samples  at  these 
times;  or,  in  case  samples  were  taken,  of  determining  what  propor- 
tion of  the  daily  flow  was  of  the  same  character  as  the  samples.  For 
this  reason  the  efficiency  of  the  plant,  as  calculated  from  the  chem- 
ical analyses,  is  considerably  below  the  actual  efficiency.  We  have, 
however,  a  fairly  satisfactory  record  of  the  quantities  of  organic  mat- 
ters in  the  sludge  and  in  the  effluents,  and  by  adding  them  together 
we  can  obtain  an  approximate  estimate  of  the  matters  in  the  sewage, 
which  is  probably  much  more  accurate  under  the  circumstances  than 
the  direct  calculation  from  the  average  analyses. 

Efficiency  of  PrecipUaiion, 

[By  fonr  weeks'  periods.] 


PERIOD. 
1808. 

Average 

Quantity  of 

8ewage 

Treated 

iMUly. 

Thonaand 
Oallona. 

Tons 

Organic 

Matter  In 

the  Sewage 

Calcnlated 

fh>m 
Analyses. 

Tons 

Organic 

Matter  in 

the  Effluent. 

Tons 

Organic 

Matter  fai 

the  Sludge. 

Sum  Total 

Organic 

Blatter  In 

the  Sewage. 

Corre- 
sponding 
Percentage 
of  Organic 

Matter 
Bemoved. 

April  14  to  June   0,    . 
Jane  10  to  July    7,     . 
July    8  to  Aug.    4,    . 
Aug.    6  to  Sept.  1,     . 
Sept.    2  to  Sept.  29,    . 
Sept.  80  to  Oct.  27,     . 

830 
1,866 
2,261 
2,529 
2,453 
2,641 

62.9 
60.1 
90.6 
94.6 
102.6 

28.5 
34.3 
46.8 
61.1 
64.6 

16.2 
80.4 
84.0 
63.9 
63.1 
68.8 

68.9 

68.8 

100.7 

114.2 

123.4 

62 
60 
64 

46 
48 

Total,  Jane  10  to  Oct.  27, 

2,380 

410.7 

236.3 

280.2 

466.6 

49 

This  calculation  indicates  that  for  the  entire  period  the  error  in 
the  average  analyses  of  the  sewage  was  12  per  cent.,  but  that  during 
the  first  part  of  the  time,  when  *<  blows"  were  less  frequent  the 
error  was  less  and  for  the  last  two  months,  with  almost  continual 
*«  blows,"  the  error  was  greater. 

The  calculation  shows  that  as  a  result  of  the  operation  of  the  works 
for  the  twenty  weeks  for  which  complete  data  are  available,  sub- 
stantially one-half  of  the  total  organic  matters  of  the  sewage  was  re- 
moved by  the  precipitation.  This  efficiency  is  slightly  less  than 
was  indicated  for  the  Worcester  plant  by  the  examination  of  the 
Massachusetts  State  Board  of  Health  in  1891,*  and  is  less  than  we 

*  Annual  Report,  1801,  page  267.  [Daring  this  ezaininatioD,  which  was  made  for  the  week  ending 
Jaly  29, 1891,  the  average  amount  of  organic  matter  removed  from  the  Worcester  sewage  was  56  per 
cent.  Since  Mr.  Hazen*s  paper  was  written,  the  annual  report  of  the  saperlntendent  of  sewers  of  the 
city  of  Worcester  for  18S»3  has  been  issued,  and  extracts  from  it  may  be  found  on  pages  343-345  of  this 
volume.  As  there  stated,  the  average  amount  of  organic  matter  removed  from  the  sewage  from  July 
19  to  Dec.  1, 1893,  was  about  50  per  cent.    Sd.] 
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had  hoped  to  obtain.  The  experiments  made  at  Lawrence  in  1889* 
had  indicated  that  chemical  precipitation  might  remove  as  much  as 
60  per  cent,  of  the  total  organic  matter  of  the  sewage. 

The  above  calculation  includes  practically  the  whole  operation  of 
the  plant,  with  all  the  conditions  as  they  actually  existed.  Some 
of  the  unfavorable  conditions  which  have  been  mentioned  could 
hardly  have  been  anticipated,  and  in  a  permanent  plant  would  have 
been  rectified ;  but  there  was  no  opportunity  for  changes  in  the 
short  time  that  the  plant  was  operated  in  Chicago.  With  the  single 
exception  of  the  test  of  the  Worcester  plant  for  one  week,  men- 
tioned above,  I  do  not  know  of  any  results  which  can  be  fairly  com- 
pared with  these,  as  it  is  manifestly  unfair  to  compare  the  entire 
operation  of  one  plant  with  a  single  set  of  analyses  from  another 
plant,  taken,  perhaps,  under  the  most  favorable  conditions  possible; 
and  it  must  be  admitted  that  our  knowledge  in  regard  to  the  total 
result  of  the  operation  of  other  chemical  precipitation  works  is 
extremely  limited. 

The  erroneous  impression  which  may  result  from  a  single  set  of 
analyses  was  well  illustrated  by  the  analyses  of  sewage  and  of  efflu- 
ents from  the  Chicago  works  taken  at  noon,  August  14,  when  the 
sewage  had  reached  its  full  strength,  but  while  the  effluent  was 
mainly  from  the  diluted  sewage  of  the  preceding  night.  The  results 
of  these  analyses  indicated  that  88  per  cent,  of  the  organic  matters 
of  the  sewage  had  been  removed,  and  were  of  course  entirely  mis- 
leading. 

The  disappointingly  low  efficiency  of  the  plant  is,  I  believe,  to  be 
attributed  solely  to  the  unfavorable  conditions  for  sedimentation 
present  in  the  tanks.  The  violent  fluctuations  in  the  flow,  indeed, 
made  it  impossible  to  apply  the  chemicals  to  the  sewage  with  that 
regularity  which  is  necessary  for  the  best  results,  and  the  agitation 
of  the  sewage  in  passing  from  the  outlet  of  the  sewer  to  the  settling 
tanks  was  such  that  minute  air-bubbles  were  constantly  inclosed  in 
the  precipitate,  often  causing  it  to  rise  at  first  instead  of  sinking ;  bat 
in  spite  of  these  minor  difficulties  I  believe  comparatively  good  results 
would  have  been  obtained  had  better  opportunities  for  sedimentation 
been  present.  This  is  strongly  suggested  by  the  record  of  Tank  4, 
which,  during  the  first  three  periods,  was  protected  from  the  exces- 
sive flows  at  the  times  of  • '  blows  "  by  sending  the  extra  volume  through 

*  BpeeUl  Report  of  the  MaMaohoMtte  BUte  Board  of  Health  od  Parlflcatlon  of  Sewage  and  Water, 
1890. 
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the  other  tanks,  and  it  so  received  a  somewhat  smaller  and  very  much 
steadier  flow.  While  the  tank  was  so  operated  it  constantly  gave  a 
very  much  better  effluent  than  the  other  tanks,  and  for  the  whole 
period  averaged  a  removal  of  58  per  cent,  of  the  organic  matters  of 
the  sewage  passing  through  it  at  an  average  daily  flow  of  456,000 
gallons,  while  all  the  other  tanks  for  the  same  time  removed  only 
about  50  per  cent,  of  the  organic  matters,  with  average  flows  of 
635,000  gallons  daily. 

The  prejudicial  eflfect  of  these  excessive  flows  for  short  periods  is 
believed  to  be  mainly  due  to  the  general  stirring  up  which  they  gave 
to  the  contents  of  the  tanks.  They  did  not  last  long  enough  for  any 
of  the  sewage  coming  in  them  to  pass  through  the  tanks  before  the 
ordinary  rate  was  restored.  The  sloping  surfaces  of  the  bottoms  of 
the  tanks  were  always  covered  with  more  or  less  sludge,  which  was 
apparently  to  some  extent  loosened  and  mixed  again  with  the  sewage 
at  these  times,  and  did  not  again  completely  settle  back,  but  was 
instead  carried  out  by  the  effluent,  reducing  seriously  the  total 
efficiency. 

It  was  shown  by  several  series  of  chlorine  determinations  that  the 
incoming  sewage  did  not  with  any  regularity  displace  the  sewage 
previously  in  the  tanks,  but  to  a  very  large  extent  mixed  with  it,  and 
a  fraction  of  it  appeared  in  the  effluent  almost  at  once,  long  before 
the  displacement  equalled  the  capacity  of  the  tank.  This  tendency 
may  have  been  increased  by  the  irregularities  of  the  flow,  as  it  un- 
doubtedly was  by  the  variations  in  the  temperature  of  the  sewage.  It 
was  repeatedly  observed  that  the  turbidity  of  the  effluents  increased 
very  much  in  the  latter  part  of  the  afternoon,  often  being  two  or 
three  times  as  great  at  five  o'clock  as  at  noon ;  and  it  was  thought 
possible  that  the  slightly  increased  temperature  of  the  afternoon 
sewage  might  have  caused  it  to  come  at  once  to  the  top  and  flow  out, 
leaving  the  colder  night  and  morning  sewage  in  the  tanks,  or  it 
may  have  been  simply  the  effect  of  the  continued  higher  flow  during 
the  hours  in  the  middle  of  the  day  which  brought  this  suspended 
matter  to  the  top  only  after  continuing  for  some  hours. 

The  slowness  with  which  the  sludge  was  removed  from  the  tanks 
undoubtedly  contributed  its  share  to  the  imperfect  results,  although 
it  must  be  said  that  sludge  was  also  present  in  Tank  4  when  it  was 
doing  uniformly  excellent  work  with  a  limited  flow.  The  sludge 
which  settled  on  the  conical-shaped  bottoms  of  the  tanks  did  not  of 
itself  settle  to  the  point  of  the  cone,  but  required  to  be  pushed  down 


612  STATE  BOARD  OF  HEALTH.         [Pub.  Doc. 

at  intervals  of  two  or  three  days  by  a  heavy  weight  which  was 
pulled  back  by  means  of  an  attached  rope.  The  fact  that  the  lower 
plates  overlapped  the  upper  and  were  secured  by  a  row  of  heavy 
projecting  rivets,  making  ledges  at  every  joint,  may  have  had  some- 
thing to  do  with  the  failure  of  the  sludge  to  slide.  The  filter  presses, 
although  their  capacity  was  continually  increased  as  improvements  in 
details  of  construction  and  operation  were  efi^cted,  only  removed  the 
sludge  so  slowly  that  there  was  hardly  a  time  during  the  whole  oper- 
ation of  the  plant  when  there  was  not  sludge  waiting  to  be  pressed. 
At  times  the  quantity  so  held  became  troublesome  by  decompos- 
ing, and  on  two  occasions,  as  has  already  been  stated,  it  was  neces- 
sary to  discharge  some  of  it  unpressed  into  the  lake  to  avoid  a 
nuisance  at  the  works.  There  was  always  plenty  of  sludge  on  the 
bottoms  and  sides  of  the  tanks  to  be  washed  out  when  the  occasion 
was  favorable. 

Summary. 

In  an  experimental  way  the  sewage  cleansing  works  of  the  World's 
Columbian  Exposition  have  served  to  indicate  some  of  the  peculi- 
arities of  the  form  of  settling-tank  used,  and  have  clearly  defined 
some  forms  of  construction  which  should  not  be  repeated. 

In  a  practical  way  they  succeeded  in  holding  back  from  Lake 
Michigan  thirteen  hundred  tons  of  sludge  removed  from  the  sewage 
treated,  and  containing  two  hundred  and  fifty  tons  of  actual  organic 
matters.  They  prevented  the  sewage  from  making  a  nuisance  along 
the  lake  front  such  as  often  resulted  from  one  of  the  city's  sewers 
discharging  untreated  sewage  just  north  of  the  grounds,  and  they 
reduced  the  danger  of  infection  of  the  water  drawn  from  the  Hyde 
Park  intake  and  supplied  to  the  fair  grounds  and  to  the  southern 
part  of  the  city  of  Chicago. 

As  an  object  lesson  to  thousands  of  visitors  they  have  given  new 
ideas  as  to  the  possibility  and  necessity  of  sewage  treatment  and  as 
to  modem  methods  of  securing  the  cleanliness  of  the  waters  on  which 
many  cities  and  towns  are  located. 
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APPENDICES. 


APPENDIX   I. 

Showing  Daily  Volume  of  Sewage  in  Thousands  of  Gallons. 


DAT  OP  Month  — 1 808. 

May. 

Jnne. 

July. 

Angast. 

September. 

October. 

1. 

• 

- 

.    776 

1.042 

2.421 

2,810 

1.979 

2. 

• 

K 

- 

1,104 

1.780 

2.266 

2,891 

2.359 

8, 

» 

» 

- 

1.184 

1,034 

2.426 

2,162 

2.394 

4. 

• 

• 

- 

1,2a 

2,472 

2.388 

2,681 

2,639 

6. 

• 

• 

- 

1.353 

2,309 

2,703 

2.662 

2.424 

«. 

» 

• 

- 

1,838 

2.256 

1,099 

2,910 

2,477 

7. 

• 

» 

i          •  • 

- 

1,343 

2,164 

2.129 

3.186 

2.321 

8, 

• 

> 

- 

1,626 

2.211 

2,261 

8.116 

1.862 

9, 

» 

• 

- 

1,452 

1.918 

2,434 

8.147 

2,936 

10. 

• 

• 

- 

1.477 

2.150 

2,362 

1,890 

2,650 

11. 

• 

» 

- 

1.281 

2.208 

2,631 

2,761 

2,644 

12. 

» 

» 

- 

1.401 

2,230 

2,734 

2,738 

2,056 

13, 

•       « 

» 

- 

1,004 

2.364 

1.419 

2,368 

2,714 

14. 

1 

1 

- 

1,728 

2.337 

2.376 

2.803 

2,473 

15. 

>       1 

ft 

- 

1,841 

2,600 

2.673 

2.271 

1.008 

1«. 

- 

1,780 

1,871 

2,886 

2,306 

2,840 

17. 

» 

ft 

- 

1.043 

2,407 

2.650 

1,870 

2.722 

18, 

>       1 

< 

718 

1,722 

2,483 

2.496 

2,463 

2,504 

1«. 

1       < 

1 

862 

1,617 

2.438 

2.957 

2,270 

2,681 

20, 

ft 

1 

807 

1.887 

2,760 

2,222 

2.238 

2,726 

21, 

>       1 

ft          '         i 

8(» 

1.602 

2,623 

2.764 

2.380 

8,040 

22. 

< 

ft                   1 

843 

1.990 

2,606 

2,669 

2.431 

1,962 

23.         . 

i 

< 

1,082 

2.033 

1,420 

2.746 

2,360 

2,729 

24, 

< 

1 

1.140 

1,076 

1,874 

2,996 

1,667 

2,814 

26, 

« 

1 

1,100 

1.701 

2,108 

2.739 

2,170 

2,760 

26, 

« 

< 

083 

2,006 

2,201 

2,940 

2,300 

2.793 

27, 

• 

fl 

1.0«5 

2,046 

2,310 

1.067 

2,426 

2,643 

28, 

« 

t 

1.017 

1,823 

2,640 

2.810 

2,150 

2,926 

29, 

• 

« 

1.040 

1,828 

2,661 

2.811 

2.093 

2,207 

80, 

• 

• 

1,200 

1.848 

1,673 

2,814 

2.236 

2.203 

81,         . 

1 

a 

1 

1.460 

- 

2.022 

2,826 

- 

1,503 

Totals.  . 

- 

48.808 

68,683 

77,403 

72.742 

77,772 

Averages, 

- 

1.627 

2.216 

2,497 

2,426 

2,609 

6U 
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APPENDIX   II. 


Showing  Percentages  of  Total  Daily  Volume  for  the  Different  Hours  of  the  Day. 


HouB  Ekoiko  at— 

May. 

Jane. 

July. 

Aogutt. 

SepUmber. 

October. 

Whole 
Time. 

1  A.X., 

2.9 

8.1 

3.0 

8.1 

2.7 

3.0 

8.0 

2    ••     , 

2.2 

8.3 

8.1 

8.2 

2.7 

2.6 

2.9 

8    "     . 

2.6 

8.2 

2.9 

8.0 

2.8 

2.1 

2.8 

4    "     . 

2.8 

2.7 

8.0 

8.0 

2.7 

3.1 

2.9 

5    " 

2.5 

2.8 

2.9 

8.0 

8.1 

2.9 

2.9 

6    ««     , 

2.9 

8.6 

2.9 

2.9 

8.8 

1.8 

8.0 

7    "     . 

3.7 

2.6 

2.8 

8.0 

2.7 

8.2 

2.8 

8    " 

8.6 

8.2 

8.0 

2.9 

8.0 

8.5 

8.2 

0    •• 

4.8 

3.8 

8.7 

4.0 

4.0 

8.5 

8.8 

10    "     . 

6.3 

4.6 

4.8 

4.6 

4.4 

4.7 

4.6 

11  " 

6.5 

4.8 

4.7 

5.0 

4.6 

6.4 

4.9 

12  X., 

4.7 

4.6 

6.2 

6.0 

5.2 

5.6 

6.1 

iPJi., 

6.4 

5.4 

5.4 

6.8 

6.9 

5.8 

6.6 

2    " 

6.7 

5.8 

6.2 

6.9 

6.0 

6.6 

6.7 

8    " 

6.3 

6.6 

6.6 

6.8 

6.9 

6.9 

5.7 

4    •*     . 

5.7 

6.1 

5.4 

6.6 

6.4 

7.0 

6.9 

5    " 

6.2 

5.5 

5.6 

6.6 

6.5 

6.2 

6.6 

6    "     . 

4.7 

6.6 

5.9 

5.5 

6.6 

6.8 

6.7 

7    "     , 

4.9 

5.8 

4.9 

6.5 

6.8 

6.2 

6.2 

8    "     . 

8.7 

5.1 

4.9 

4.0 

6.0 

4.0 

4.6 

9    " 

8.3 

4.2 

4.1 

8.6 

4.0 

8.8 

4.0 

10    "     . 

3.1 

8.7 

8.8 

8.8 

8.6 

8.6 

8.7 

11    «•     . 

8.1 

8.1 

8.1 

8.6 

2.8 

8.2 

S.l 

12    "     , 

2.9 

2.8 

4.2 

8.5 

8.4 

2.6 

8.8 

ToU 

lit,  . 

100.0 

100.0 

100.0 

100.0 

100.0 

100.0 

100.0 
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APPENDIX   III. 


Showing  the  Number  of  **  Blows'*^  an  each  Day,  The  actual  Number  of  Blows  is 
recorded^  except  thoL  when  they  occurred  at  very  frequent  intervals  for  a 
Number  of  Hours  in  succession,  the  Number  of  Hours  has  been  substituted 
for  the  Number  of  Blows. 


DAT  or  Month— 1898. 


ApriL 


May. 


June. 


July. 


Aofiin. 


8«ptembflr. 


October. 


1. 
2, 
3, 
4, 
«• 
«. 
T. 
8. 
•. 
10, 
11. 

M. 
18, 

14, 
15. 
1«, 
IT. 

18. 
W, 
». 
21. 
22. 

28. 
24. 
25, 
28, 
27. 
28. 
29. 
80. 
81, 


- 

6 

2 

0 

4 

- 

7 

0 

0 

ft 

- 

1 

0 

8 

1 

- 

0 

0 

4 

4 

- 

8 

0 

1 

6 

- 

5 

0 

0 

2 

- 

10 

0 

0 

0 

- 

0 

0 

0 

2 

- 

0 

1 

0 

1 

- 

10 

0 

0 

0 

- 

0 

1 

0 

1 

- 

4 

10 

0 

T 

- 

6 

10 

0 

e 

1 

1 

0 

2 

0 

2 

10 

0 

2 

4 

'   1 

0 

0 

2 

10 

6 

T 

1 

0 

4 

0 

8 

5 

8 

2 

0 

2 

8 

10 

0 

4 

2 

0 

6 

10 

4 

1 

0 

1 

2 

8 

10 

0 

0 

0 

1 

1 

5 

2 

7 

8 

0 

0 

0 

0 

0 

0 

0 

0 

1 

0 

0 

0 

0 

0 

0 

0 

0 

8 

0 

6 

0 

2 

4 

8 

2 

8 

0 

5 

2 

2 

0 

6 

4 

0 

8 

8 

10 

8 

e 

10 

0 

10 

0 

0 

0 

1 

0 

0 

- 

4 

- 

8 

0 

- 

8 
4 

12 
2 
1 
8 
4 
0 
4 
8 
6 
2 
0 
0 
0 
4 

12 

10 
9 

11 
8 
5 
0 

15 

18 
5 
0 
7 
8 

11 
8 
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APPENDIX   IV. 


Showing  Hourly  Variation  in  Temperature  of  Sewage, 

[Average  temperatare  (in  Oeotlgrade  degrees)  of  sewage  at  the  different  honra  of  the  daj  for  periods  of 

ten  oonaecutlve  daya.] 


HOUB. 

Sept.  16 

to 
Sept.  24, 

180S. 

Oct  1 

to 
Oct.  10, 

180S. 

Oct.  14 

to 
Oct.  28, 

189S. 

Arerage 

•• 
Daya. 

Abov* 
Minimum 
ATcraga. 

12.30  A.M 

21.82 

17.28 

14.83 

17.64 

0.84 

1.80 

21.06 

17.81 

14.24 

17.68 

0.2S 

2.30 

21.01 

17.21 
17.06 

14.16 
14.00 

17.46 
17.42 

0.16 

3.80 

21.10 

0.12 

4.80 

21.04 

16.00 

14.00 

17.81 

0.01 

6.30, 

21.18 

16.06 

18.01 

17.86 

O.Oi 

6.80 

21.88 

16.86 

18.70 

17.84 

0.04 

7.80, 

20.80 

16.08 

14.08 

17.80 

0.00 

8.80 

21.16 

17.16 

18.08 

17.43 

0.18 

o.ao 

21.17 

17.26 
17.48 

14.48 
14.86 

17.82 
17.66 

0.12 

10.80, 

21.16 

0.86 

IImO,      a.li..*.. 

21.88 

17.60 

14.76 

17.80 

0.80 

12.30  P.M 

21.27 

17.60 

14.60 

17.70 

0.40 

1.80, 

21.10 

17.68 

14.86 

17.80 

0.80 

2.80 

21.22 

17.70 

14.78 

17.88 

0.68 

ZJSO 

21.22 

17.66 

14.02 

17.08 

0.68 

4.80. 

21.88 

17.61 
17.64 

14.70 
14.76 

17.00 
17.02 

0.60 

21.87 

0.62 

6.80, 

21.44 

17.66 

14.40 

17.80 

0.60 

21.90 

17.88 

14.41 

17:66 

0.86 

8.80, 

21.26 

17.48 

14.80 

17.60 

0.80 

21.20 

17.64 

14.66 

17.88 

0.68 

10.80 

21.21 

17.88 

14.62 

17.60 

0.80 

21.08 

17.81 

14.20 

17.66 

0.26 
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APPENDIX    V. 


Showing  Hourly  Range  in  the  Chlorine  of  the  Sewctge  and  Effluents. 

[Average  chlorine  In  sewage  or  effluent  at  the  different  hoara  for  fonr  or  five  consecutive  days.] 

[Parts  per  100,000.] 


HOUR. 

Sewage 
May  9  to  13, 

1888. 

Sewage 

May  SO  to 

June  3, 

1888. 

Effluent 

Tank  3, 

May  80  to 

June  3, 

1888. 

Sewage 

August  31  to 

August  25, 

1888. 

Effluent 

Tank  1, 

August  31  to 

August  35, 

1888. 

12p.m., 

4.04 

8.65 
5.87 
3.87 

5.98 
0.04 
6.10 

8.42 
1.27 
0.86 

7.84 

8  A.M.. 

1.78 

6.36 

6    •• 

1.28 

5.19 

8    '• 

0.83 

- 

- 

2.47 

4.69 

•    " 

0.95 

0.97 

5.98 

4.80 

4.11 

10    ••           

0.95 

1.86 

5.90 

5.56 

8.96 

11    " 

1.27 

2.91 

5.68 

6.18 

4.11 

12  M.,  .......       . 

2.24 

7.75 

5.85 

7.18 

4.18 

1  p,M.. 

2.68 

7.28 
8.60 

6.28 
5.32 

5.29 
7.74 

5.01 

2    " 

8.70 

4.40 

8    •• 

4.85 

7.60 

6.89 

7.16 

6.17 

4    ••           

5.51 

9.24 

6.47 

7.24 

6.68 

5    •• 

5.55 

7.80 

5.67 

7.96 

6.57 

8    «           ....... 

6.26 

7.87 

6.66 

7.46 

7.14 

•    •• 

4.00 

9.86 

5.97 

8.42 

7.80 

12    " 

4.04 

8.65 

5.98 

8.42 

7.76 

Average  dally  flow  of  sewage  esti- 
mated at  

750,000 

1,160,000 

2,794,000 

It  is  seen  that  with  the  low  flow  in  May  the  day  sewage  was  being 
slowly  forced  out  of  the  sewers  all  through  the  night.  During  the 
forenoon  nothing  but  slightly  dirty  water  was  received,  and  at  about 
noon  the  morning  sewage  first  made  its  appearance  at  the  works. 
In  August,  with  three  times  as  great  a  flow,  the  morning  sewage 
was  noticeable  as  early  as  eight  o'clock,  and  at  nine  it  had  become 
quite  concentrated.  Afterward  it  slowly  increased  in  strength  until 
nine  in  the  evening,  after  which  the  sewage  was  rapidly  displaced  by 
clear  water,  and  from  midnight  until  morning  very  little  sewage 
matter  was  received. 
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APPENDIX   VI. 

Samples  of  Sewage  and  Effluent  taken  at  Noon  when  the  Sewage  had  reached  Us 
full  Concentration  and  while  the  Effluent  was  derived  from  the  Dilute  Sewage 
of  the  Preceding  Night, 

[ParU  per  100,000.] 


Tempera- 

Appkab- 

▲NOB. 

BseiDUK  ON  BVAPOBATION. 

• 

1 

0 

1 

NiTBOQBH  AS 

TOTAL  RBSIDUB. 

L088  0V 

ALBDMIKOID. 

ture. 

Degrees 
Centi- 

• 

lOMITIOH. 

^ 

AMXOIIIA. 

3 

i 

• 

1 

• 

1 

• 

■a 

• 

i 

S 

grade. 

IS 

1 

• 

1 

i 

a 

m 
0 
CO 

• 

1 

1 

1 

s 

CO 

a 

s 

1 

1 

i 

1 

m 
0 
00 

1 

i 

1 

Bewage, 

22.5 

.70 

1.20 

84.2 

65.0 

29.2 

50.0 

26.6 

23.4 

S.42 

8.52 

1.00 

.89 

.61 

4.60 

0 

0 

Effluent, 

21.5 

.05 

0.20 

22.4 

21.4 

1.0 

7.6 

6.8 

0.8 

2.(n 

0.85 

0.14 

.14 

.00 

1.10 

0 

0 

*  Determined  after  filtration  throu^  filter-paper. 


APPENDIX    VII. 


Showing  Monthly  Attendance  at  the  Fair  in  comparison  wUh  the  Volume  of  Sewage 

produced,* 


Sewage. 

Thousands 

of 

Oallons. 

APPKOXIXATB  ATTBMDAHOB  in  THOnSAHDS. 

Bewage 

per 

Admission. 

Gallons. 

Sewage  per 
AdmlasfcNH 

MOHTH— 1898. 

Paid 
Admissions. 

Photo- 

grsphlc 

Passes. 

Workmen. 

Total 
Attendance. 

and  80 

Percent,  ibr 

Midway 

Plalsanoe. 

May,       .       . 

June, 
July, 
August, . 
September,    . 
October, 

S9,709t 

48,808 

68,688 

77,403 

72,742 

77,772 

1,050 
2,675 
2,702 
8,515 
4,650 
6,866 

466 
900 
1,216 
1,172 
1,150 
1,168 

465 
800 
100 

1,981 
3,875 
4,078 
4,687 
6,809 
8,034 

15.0 
12.6 
16.9 
16.5 
12.5 
9.7 

19.6 
16.8 
fS.O 
il.4 
16.8 
12.6 

Totals  and 
Averages, 

875,112 

21,527 

6,072 

865 

28,464 

18.2 

17.2 

*  The  sewage  reoelred  at  the  cleansing  works  was  from  Jackson  Park  only,  the  Midway  Plaltaooe 
draining  into  city  sewers,  and,  as  the  attendance  Included  both  Jackaon  Park  and  the  Plidaanee,  It  la 
necessary  for  this  calculation  to  estimate  the  quantity  of  sewage  prodnoed  In  the  Plaiaanoe. 

t  Estimated. 
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APPENDIX   VIII- 


Showing  the  Quantities  of  Various  Substances  and  the  Number  of  Bacteria  in  the 
Sewage  for  Each  Person  admitted  to  the  Fair  Cfrounds. 


Month— 1893. 

Sewaire 
per  Person. 

Gallons. 

Sewaire 
per  Person. 

Liters. 

Chlorine 
per  Person. 

Grams. 

nitrogen  In 

Free 

Ammonia 

per  Person. 

Grams. 

Nitrogen  In 

Atbnmtnofcl 

Ammonia 

per  Person. 

Grams. 

Total 

Nitrogen 

per  Peraon. 

Grams. 

Bacteria  In 

Billions 
per  Person. 

Jane, 
July, 
August,   . 
September, 
October,  . 

16.8 
22.0 
21.4 
16.8 
.      12.6 

62 
84 
81 
62 
48 

8.68 
4.20 
4.40 
8.49 
2.78 

2.06 
2.42 
2.71 
8.00 
2.88 

.61 
.68 
.68 
.68 
.43 

8.07 
8.48 
8.97 
4.06 
8.10 

260 
284 
856 
155 
106 

Averages,  . 

17.7 

67 

8.71 

2.50 

.58 

8.56 

232 

• 

APPENDIX    IX. 

Showing  Quantity ^  Composition  and  Cost  of  Chemicals  tised  in  Precipitation,* 

I.  Sulphate  of  Alumina. 

[From  BoBBRT  Stetbnson  8c  Co.,  Chicago.] 
Cost,  in  barrels, $47  00  a  ton. 

Analysis, 

Insoluble  in  water, 06  per  cent. 

Alumina, 15.64       *' 

Ferric  oxide, 60       " 

Sulphuric  acid, 84.88       " 

Moisture  and  undetermined, 48.92       *' 

II.  Sulphate  of  Alumina. 

[From  Mbbrimao  Chbmioal  Compant,  Boston  ] 
Cost,  in  bulk,    .        . f  20  40  a  ton. 

Analysis, 

Insoluble  in  water,   .        . 6.11  percent. 

Alumina 13.17       " 

Ferric  oxide, 1.31       " 

Sulphuric  acid, 32.66       " 

Moisture  and  undetermined, 46.75       ** 

Taking  into  account  the  difference  in  analyses  the  first  sample  was 
twice  as  expensive  as  the  second. 

*  The  oott  Inclndea  freight  to  Jackson  Park  in  each  case. 
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IIL     COPPEBAS. 

[From  Washburn  &  Moxn,  WaakegaD,  HI.] 
Cost,  in  bulk, $13  40  a  ton. 

AncUysia, 

Insoluble  in  water, 0.24  per  cent 

Ferrous  oxide 25.21       '* 

Sulphuric  acid, 28.60       " 

Moisture  and  undetermined, 46.05       " 


IV.    Crude  Ferric  Sulphate. 

[From  JoBBiNS  &  Van  Rtxbbcks,  Aurora,  III.] 

Cost,  in  barrels, $32  00  a  ton. 

Analysis. 

Insoluble  in  water, 12.00  per  cent. 

Ferric  oxide, 22.76       " 

Sulphuric  acid 45.00       " 

]\loisture  and  undetermined, 20.24       ** 

V.  Lime. 

[From  Chicago  Union  Lixb  Cox  pant  ] 
Cost,  in  barrels,  $0.60  a  barrel  of  200  pounds,       .        .    f  6  00  a  ton. 

Analysis. 

Insoluble  in  acid 0.10  per  cent. 

Alumina  and  ferric  oxide,        • 1.00       ** 

Calcium  oxide 57.10       " 

Magnesium  oxide, 38.60 

Water,  carbonic  acid  and  undeteiTuined, .        .        .        .      3.20 

Lime  soluble  in  water, 55.01       *' 

VI.  Lime. 

[Prom  Hannibal  Lixb  Co.,  Hannibal,  Mo.] 
Cost,  in  barrels,  $0.75  a  barrel  of  about  170  pounds,     .    $8  80  a  ton. 
Cost,  in  bulk,  $0.22  a  bushel, 6  50 


it 
It 


t» 


Afialysis, 

Alumina  and  ferric  oxide, 1.50  per  cent 

Calcium  oxide, 95.00       " 

Water,  carbonic  acid  and  undetermined,         .        .        .3.50       " 

Lime  soluble  in  water, 93.00       " 

Even  at  the  higher  price  paid  for  the  Hannibal  lime  it  was  a  much 
more  economical  lime  to  use  on  account  of  the  much  hi<];her  percent- 
age of  available  lime.  The  magnesia  present  in  the  local  lime  is 
without  value  in  sewage  treatment;  it  simply  adds  itself  to  the 
sludge. 
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During  the  first  weeks  an  attempt  was  made  to  apply  chemicals  in 
proportion  to  the  flow  of  sewage  without  having  any  fixed  schedule, 
but  the  plan  proved  to  he  too  complicated,  with  the  four  sets  of 
chemicals  for  the  four  tanks,  each  of  which  required  separate  regula- 
tion, particularly  during  those  hours  when  it  was  impracticable  for 
either  myself  or  my  assistant  to  closely  supervise  the  operation,  and 
after  a  little  while  the  following  arrangement  was  made  and  worked 
very  satisfactorily :  a  schedule  was  prepared  showing  the  quantity 
of  alum,  copperas,  or  ferric  sulphate  to  be  dissolved  for  each  tank 
at  7.30  A.M.,  3.30  and  11.30  p.m.  The  men  on  each  shift  com- 
menced work  half  an  hour  earlier  than  these  times.  Each  man 
weighed  the  quantities  of  chemicals  shown  by  the  schedule  into  the 
respective  tanks  used  for  this  purpose  and  dissolved  them  in  a  tank 
full  of  water,  using  at  first  steam,  and  in  the  summer  after  the  water 
became  warmer,  compressed  air  to  thoroughly  stir  up  the  contents  of 
the  tanks.  The  solutions  so  prepared  were  allowed  to  flow  into  the 
sewage,  varying  the  rates  with  changes  in  the  flow  of  sewage  as  well 
as  possible,  but  in  such  a  way  as  to  make  the  solution  last  through 
and  yet  be  exhausted  at  the  expiration  of  the  eight  hours'  shift.  The 
lime  schedule  was  arranged  somewhat  difierently.  The  lime  was 
always  slaked  in  barrel  lots,  and  the  schedule  showed  the  hours  at 
which  lime  was  to  be  added.  Each  lot  was  made  to  last  until  the 
next  lot  was  slaked,  varying  the  flow  with  the  flow  of  sewage  as  far 
as  possible  within  that  time. 

A  constant  stream  of  water  was  kept  running  through  the  lime 
box  in  use  to  stir  up  and  wash  out  the  lime  as  required.  Water  from 
a  tap  instead  of  sewage  was  used  both  for  this  purpose  and  for  dis- 
solving the  other  chemicals,  on  account  of  the  practical  difiiculty  of 
regulating  a  small  stream  of  sewage  with  the  slight  head  available. 
Putting  the  chemicals  into  the  sewage  at  four  points  instead  of  one, 
so  reduced  the  quantity  and  the  flow  of  water  required  to  carry  the 
chemicals  at  each  point,  that  when  sewage  was  used  for  mixing  the 
chemicals  the  gates  were  continually  heconiing  stopped  with  sewage 
matters.  The  quantity  of  water  used  for  dissolving  the  alum,  cop- 
peras and  ferric  sulphate  was  about  six  thousand  gallons  daily ;  the 
quantity  used  for  carrying  the  lime  may  be  roughly  estimated  at  from 
twenty  to  forty  thousand  gallons. 

The  schedules  of  chemicals  were  arranged  to  make  the  quantities 
employed  on  the  different  shifts  approximately  proportional  to  the 
quantities  of  sewage,  some  allowance  being  made,  however,  for  the 
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more  dilute  sewage  during  the  night.  Usually  the  same  quantities 
of  chemicals  were  used  through  one  week,  except  that  as  a  rule  only 
half  as  large  a  quantity  was  required  on  Sunday,  while  on  special  days 
the  quantities  were  increased.  With  copperas,  as  much  lime  was 
ordinarily  used  as  would  give  s  strong  reaction  with  pbenolphthaleio 
in  the  effluent.  With  ferric  sulphate  and  alum  the  quantity  of  lime 
used  was  less  and  was  added  more  to  give  a  sludge  which  could 
be  easily  pressed  than  with  refereuce  to  the  effluent,  as  sewage  is 
sufficiently  alkaline  to  decompose  these  salts  without  the  use  of  lime. 
Variations  in  the  quantities  of  sewage  necessitated  very  frequent 
changes  in  the  chemical  schedules,  and  the  proportions  of  the  total 
quantities  used  on  the  different  shifts  were  also  varied  to  meet  chang- 
ing conditions.  In  calculating  the  cost  of  chemicals  the  weights  in 
the  note  books  have  been  taken,  and  these  weights  in  all  cases  foot 
up  somewhat  differently  from  the  weights  bought,  the  error  usually 
being  under  3  per  cent.,  sometimes  in  one  direction,  sometimes  in 
the  other.  During  the  first  part  of  the  time  when  Alum,  I.  and  Lime, 
y.  were  being  used,  the  costs  were  very  much  higher  than  for  cor- 
responding quantities  of  Alum,  II.  and  Lime,  VI.  During  two  weeks, 
one  ending  July  14  and  the  other  September  S,  the  amount  of  lime 
used  was  limited  by  the  stock  on  band. 

Quanlilies  in  Pounds  of  Various  ChemiccUt  Employed  (fiy  Weeks), 


WuK  iirbno— 


April  11, 
April  M, 


Jnly  '., 
July  14, 
Jaly  3- 
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APPENDIX  X. 

Distribution  of  Mineral  Matters. 

The  following  table  coDtains  calculations  of  the  quantities  of  min- 
eral matters  in  the  sewage,  chemicals  employed,  sludge  and  effluent 
for  the  different  periods.  Without  discussing  in  detail  the  method 
of  calculation,  it  may  be  stated  that  it  is  estimated  that  each  hun- 
dred pounds  of  lime  employed  adds  one  hundred  and  seventy  pounds 
to  the  mineral  matters  of  either  the  sludge  or  of  the  effluents,  and 
that  one  hundred  pounds  of  the  other  chemicals  add  fifty-three  pounds 
in  the  same  way. 


Jnne  10 

to 
July  7. 

JnlyS 

to 
Anf.4. 

Aug.  6 

to 
Septl. 

Septa 

to 
Sept.  89. 

Sept.  80 

to 
Oct.  27. 

Total. 

Tods  of  lime  ased,  .... 
Tons  of  other  chemicals,        . 

Lime  zl. 70,       ..... 
Other  chemicals  zO.68,    . 

idge. 

15.6 
17.6 

26.4 
0.8 

20.0 
18.9 

84.1 
10.0 

81.4 
19.2 

58.4 
10.1 

ao.4 

18.6 

61.6 
9.9 

84.6 
28.6 

68.9 
12.4 

182.0 
97.6 

224.4 
61.7 

Bum, 

MiDeral  matter  Id  fewage  (tons),  . 

86.7 
M.O 

44.1 
64.9 

63.5 
86.8 

61.6 
88.7 

71.8 

87.6 

270.1 
886.4 

Sam 

Mineral  matter  in  slndge. 
Mineral  matter  in  effluent, 

99.7 

87.2 
64.4 

109.0 

41.6 
69.9 

149.8 

65.8 
89.6 

166.2 

64.9 
90.8 

168.8 

71.9 
96.8 

662.6 

281.4 
410.0 

Bum, 

Bxcess  of  matters  in  effluent  and  sli 

101.6 
1.9 

111.6 
2.6 

146.4 
5.6 

166.2 
10.0 

167.7 
8.9 

601.4 
28.9 

The  excess  of  mineral  matters  in  the  sludge  and  effluent  is  to  be 
attributed  to  the  same  causes  as  the  excess  of  organic  matters,  but 
the  discrepancy  is  less,  owing  to  the  small  quantity  of  insoluble  min- 


eral matters  in  the  sewage. 
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APPENDIX    XI. 

Cost  of  Constimction  and  of  Operation  of  Sewage  Cleansing  Works. 

The  cost  of  construction  of  the  sewage  cleansing  works  was  about 
$55,000,  of  which  more  than  $20,000  was  for  the  building.  The 
approximate  costs  of  operation  for  different  periods  are  shown  in  the 
following  table,  in  which  the  expenses  are  distributed  as  well  as 
possible  between  the  treatment  of  the  sewage  and  the  pressing  of 
the  sludge.  The  figures  do  not  include  the  cost  of  superintendence, 
the  cost  of  the  chemical  laboratory,  or  the  cost  of  burning  the  sludge, 
which  was  done  at  an  Engle  crematory. 


April  14 

to 
Jane  9. 

Jane  10 

to 
July  7. 

JalyS 

to 
Aag.  4. 

Aug.  5 

to 
Sept.  1. 

Sept  2 

to 
Sept.  29. 

Sept  80 

to 
Oct  27. 

Totol 
AprUI4 

to 
OctST. 

Cost  of  chemicals,  . 

Labor  applying  chemicals,    . 

$840 
21ft 

$442 
261 

$477 
217 

$562 
217 

$604 
217 

$642 
280 

$3,667 
1.86T 

Total  cost  of  precipitation, 

Coat  of  fuel  oil, 

Labor  on  engine  and  presses, 

$1,056 

050 
1,500 

$708 

412 
1,021 

$604 

428 
1.018 

$779 

878 
1,022 

$821 

414 
962 

$872 

881 
1,058 

•4,924 

2.61S 
6,6n 

Total  cost  of  pressing, 

Total  cost  of  operation, 

Million  gallons  sewage  treated, 
Tons  sludge  cake  pressed,    . 

$2,240 

3,804 

47 
86 

$1,438 

2,136 

62 
140 

$1,441 

2,135 

63 
192 

$1,305 

2,174 

71 
260 

$1,876 

2,197 

69 
297 

$1,889 

2,261 

71 
320 

$•.288 

14,207 

8T3 
1,284 

MORTALITY  REPORTS. 
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SUMMAEY  OF  THE  WEEKLY  MOKTALITY  KEPOKTS 

FKOM  CITIES  AND  TOWNS. 


This  summary  comprises  the  returns  of  deaths  made  at  the  end  of 
each  week  by  the  town  clerks,  city  registrars  and  other  officials  hav- 
ing in  charge  the  vital  statistics  of  cities  and  towns. 

These  returns  are  compiled  each  week  and  published  as  a  bulletin, 
one  copy  of  which  is  sent  to  each  city  and  town  in  the  State. 

These  reports  are  necessarily  incomplete  since  they  are  voluntary, 
and  comprise  the  mortality  statistics  of  a  part  of  the  population  only, 
the  reporting  places  being  chiefly  the  cities  and  large  towns. 

The  estimated  population  of  the  cities  and  towns  contributing  to 
the  returns  of  1893  was  about  1,460,000,  or  about  60  per  cent,  of 
the  total  population  of  the  State. 

The  data  embraced  in  this  summary  are  the  following :  — 

Average  height  of  barometer  for  each  week. 

Mean  or  daily  maximum  temperature. 

Mean  or  daily  minimum  temperature. 

Rainfall  expressed  in  inches. 

Total  deaths  reported  for  each  week. 

Deaths  of  children  under  five  years. 

Deaths  from  infectious  diseases. 

Deaths  from  consumption. 

Deaths  from  acute  lung  diseases. 

Deaths  from  typhoid  fever. 

Deaths  from  diaiThoeal  diseases. 

Deaths  from  scarlet-fever. 

Deaths  from  measles. 

Deaths  from  diphtheria  and  croup. 

Deaths  from  puerperal  fever. 

Deaths  from  whooping-cough. 

Deaths  from  malarial  fever. 

Deaths  from  small-pox. 

Deaths  from  erysipelas. 
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Total  Deaths. 

The  whole  number  of  deaths  reported  for  the  year  1893  from  the 
cities  and  towns  contributing  to  these  reports  was  30,247,  and  the 
average  number  per  week  was  582.  The  greatest  number  of  deaths 
reported  in  a  single  week  was  788  in  the  week  ending  July  29,  and 
the  least  number  was  427  in  the  week  ending  June  24. 

The  weekly  average  number  of  deaths  reported  for  each  month 
was  as  follows  :  — 


January,     . 

676 

February,  . 

691 

March, 

621 

April, 

622 

May,  .        .        .        . 

696 

June, .        .        .        . 

rw%t                                1  1             • 

479 

1*1           j1 

July,  . 

August, 

September, 

October, 

November, 

December, 


568 
708 
574 
534 
496 
568 


The  months  in  which  the  greatest  mortality  was  reported  were 
March,  April  and  August,  and  those  in  which  there  was  the  least 
reported  mortality  were  June,  October  and  November.  The  per- 
centages of  mortality  in  each  of  the  four  quarters  of  the  year  were 
as  follows :  — 


All  a  ass. 


M  ambers. 


Percentages. 


First  quarter, 
Second  quarter, 
Third  quarter, 
Fourth  quarter, 


7,163 
7,418 
8,641 
7.036 


30,247 


23.66 
24.62 
28.67 
23.26 


100.00 


Agbs  Undbb  Fits  Yxaks. 


Knmbers. 


PercentaffM. 


The  death  rate  of  reporting  cities  and  towns  was  20.74  per  1,000, 
the  estimated  population  being  1,458,840. 

Deaths  under  Five  Years. 

The  reported  number  of  deaths  of  children  under  five  years  of 
age  was  10,759,  and  the  average  weekly  number  was  207. 

The  greatest  number  reported  in  one  week  was  444  in  the  week 
ending  August  19,  and  the  least  number  was  123  in  the  week  ending 
June  24.  The  ratio  of  the  deaths  of  this  class  to  the  total  reported 
mortality  was  35.5  per  cent.,  which  was  slightly  greater  than  that 
of  the  preceding  year  (84.1  per  cent.). 
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The  average  weekly  number  of  deaths  of  children  under  five  years 
of  age  by  months  was  as  follows :  — 


January, 170 

February,       .        .        .        .        .    196 
March,   .        .        ..      .        .^      .203 

April /      .    177 

May .178 

June, 148 


July, 243 

August, 377 

September,    .        .        .        .        .281 
October,         .        .        .        .        .     183 

November, 168 

December, 161 


The  months  having  the  greatest  number  of  deaths  of  this  class 
were  July,  August  and  September,  and  those  having  the  least  num- 
ber were  June,  November  and  December. 


Consumption. 

The  number  of  reported  deaths  from  consumption  was  3,217  and 
the  weekly  average  was  62.  The  greatest  number  of  deaths  reported 
from  this  cause  in  a  single  week  was  97  in  the  week  ending  April 
15,  and  the  least  number  was  39  in  the  week  ending  June  24. 

The  average  weekly  number  of  reported  deaths  from  this  cause  in 
each  month  was  as  follows  :  — 


January, 70 

February, 69 

March, 71 

April 76 

May, 63 

June, 63 


July,    . 

August, 

September, 

October, 

November, 

December, 


66 
61 
61 
62 
64 
66 


The  months  having  the  greatest  number  of  deaths  from  this  cause 
were  March  and  April,  and  those  having  the  least  number  were  June 
and  October. 

The  following  table  presents  the  variations  from  the  weekly  aver- 
age number  of  deaths  from  this  cause  for  the  past  four  years :  — 


1890. 

1891. 

189S. 

1898. 

1890. 

1891. 

1899. 

1898. 

January,  . 

+42 

-H 

+13 

+8 

July, 

-8 

-4 

-8 

— T 

February, 

+8 

-4 

—8 

—8 

AaguBt,  • 

-4 

—8 

-4 

—1 

March, 

+8 

—6 

—1 

+9 

September,    . 

—6 

—8 

—11 

—1 

April, 

+1 

+4 

+7 

+13 

October, . 

—11 

+8 

—6 

-10 

May.         .       .       . 

+1 

+« 

0 

+1 

November,     . 

—12 

-4 

-4 

+2 

June, 

—8 

—2 

—6 

-9 

December,     . 

0 

+6 

-1 

—6 
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The  ratio  of  reported  deaths  from  consumption  to  the  mortality 
reported  from  all  causes  was  106.35  per  1,000,  while  that  of  pre- 
vious years  was  as  follows  :  — 


1886,  E. 
1887, 
1888, 
1889, 


166.6 
141.1 
134.2 
125.0 


1890, 
1891, 
1892. 
1893, 


130.0 
116.5 
111.3 
106.6 


The  ratio  to  the  reporting  population  in  1893  was  2.20  per  1,000, 
as  compared  with  2.35  in  1892. 

Acute  Lung  Diseases. 

The  number  of  reported  deaths  from  acute  lung  diseases  (bron- 
chitis, pneumonia,  pleurisy  and  asthma)  during  the  year  was  4,484, 
and  the  weekly  average  was  86.  The  greatest  number  of  deaths 
reported  from  this  group  of  causes  in  a  single  week  was  170,  in  the 
week  ending  April  22,  and  the  least  number  20,  in  the  week  end- 
ing September  9. 

The  average  weekly  number  of  reported  deaths  from  these  causes 
for  each  month  was  as  follows  :  — 


January, 

.    116 

July, 

.      54 

February, 

.    127 

August, .        .        .        . 

29 

March,  .... 

.     124 

September,    . 

.      31 

April,     .... 

.  •     .     164 

October, 

40 

May,      .... 

.     123 

November,    . 

.      64 

June,     .... 

.      67 

December,     . 

.     119 

The  months  having  the  greatest  number  of  reported  deaths  from 
these  causes  were  February  and  April,  and  those  having  the  least 
number  were  August  and  September. 

The  ratio  of  reported  deaths  from  acute  lung  diseases  to  the 
reported  mortality  from  all  causes  was  14.82  per  1,000. 

The  estimated  death  rate  per  1,000  of  the  reporting  population 

from  these  causes  was  3.07,  as  compared  with  2.82  for  the  previous 

year. 

Typhoid  Fever. 

The  total  number  of  reported  deaths  from  this  cause  in  1893  was 
427,  and  the  average  weekly  number  was  8.  The  greatest  number 
reported  in  any  single  week  from  this  cause  was  19  in  the  week 
ending  October  21,  and  the  least  number  was  2  in  the  week  ending 
April  1. 
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January, 
February, 
March,  . 

9 
8 
5 

April,     . 

May,      .        .        .        . 

June,      .        .        .        . 

6 

5 

.  .      6 

The  average  weekly  number  of  deaths  reported  from  this  cause 
for  each  month  was  as  follows  :  — 


July 4 

August, 9 

September, 13 

October, 17 

November, 11 

December, 10 


The  months  having  the  least  number  of  deaths  from  this  cause 
were  March,  June  and  July,  and  those  having  the  greatest  number 
were  September,  October  and  December. 

The  ratio  of  reported  deaths  from  typhoid  fever  to  the  reported 
mortality  from  all  causes  was  14.12  per  1,000,  and  the  ratio  to  the 
reporting  population  was  .29,  as  compared  with  .31  in  the  previous 
year. 

Diphtheria  and  Croup. 

The  total  number  of  reported  deaths  from  diphtheria  and  croup  in 
1893  was  1,013,  and  the  average  number  in  each  week  was  20. 
The  greatest  number  reported  in  a  single  week  from  these  combined 
causes  was  37,  in  the  week  ending  October  28,  and  the  least  number 
was  6,  in  the  week  ending  June  24. 

The  average  weekly  number  of  reported  deaths  from  these  causes 
for  each  month  was  as  follows  :  — 


January, 28 

February, 22 

March, 21 

April, 16 

May, 27 

June,      .        .        .        .       •.        .12 


July, 16 

August, 10 

September, 16 

October, 29 

November, 26 

December, 27 


The  months  having  the  greatest  number  of  reported  deaths  from 
these  causes  were  January,  October  and  December,  and  those 
having  the  least  number  were  June,  August  and  September.  The 
ratio  of  deaths  from  diphtheria  and  croup  to  the  reported  mortality 
from  all  causes  was  33.49  per  1,000,  and  the  death  rate  of  the  report- 
ing population  was  .69  per  1,000,  that  of  the  previous  year  being  .66. 
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Scarlet-fever. 

The  reported  deaths  from  scarlet-fever  in  1893  were  527,  and  the 
average  weekly  number  was  10.  The  greatest  number  of  reported 
deaths  from  this  cause  in  a  single  week  was  21,  in  the  week  ending 
March  18,  and  the  least  number  reported  in  a  single  week  was  3,  in 
the  week  ending  September  9.  The  average  weekly  number  re- 
ported in  each  month  was  as  follows  :  -^ 


January, 16 

February, 12 

March, 15 

April 12 

May, 11 

June, 8 


July 7 

August, 4 

September, & 

October, 5 

November, 9 

December, IS 


The  months  having  the  greatest  number  of  deaths  from  this  cause 
were  January  and  March,  and  those  having  the  least  number  were 
August  and  October. 

The  ratio  of  deaths  fuom  this  cause  to  the  reported  deaths  from  all 
causes  was  17.44  per  1,000,  and  the  death  rate  of  the  reporting 
population  from  this  cause  was  .36  per  1,000,  that  of  the  previous 
year  being  .32. 


Measles. 

The  total  number  of  reported  deaths  from  measles  in  1893  was 
100,  and  the  weekly  average  number  was  2. 

The  greatest  number  in  a  single  week  was  9.  There  were  nine 
weeks  in  which  no  deaths  from  measles  were  reported. 

The  average  weekly  number  reported  in  each  month  was  as  fol- 
lows :  — 


January, 
February, 
March,  . 
April,  . 
May,  . 
June, 


1 
1 
2 
2 
7 
3 


July,      . 

August, . 

September, 

October, 

November, 

December, 


1 
1 
1 
1 
3 
1 


The  ratio  of  deaths  to  the  reported  mortality  from  all  causes  was 
3.31  per  1,000,  and  the  death  rate  from  this  cause  was  .06  per  1,000 
of  the  reported  living  population,  as  compared  with  .03  in  1892. 
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DiARRHCEAL  DISEASES. 

The  diseases  included  in  this  group  are  diarrhoea »  dysentery » 
cholera  morbus  and  cholera  infantum. 

From  these  causes  combined  the  number  of  deaths  reported  in 
1893  was  2,497,  and  the  weekly  average  number  was  48.  The 
greatest  number  reported  in  a  single,  week  was  245  in  the  week 
ending  August  5,  and  there  were  none  reported  in  the  week  ending 
June  3. 

The  average  weekly  number  of  reported  deaths  from  these  causes 
in  each  month  was  as  follows  :  — 


January, 6 

February, 6 

March, 5 

April 8 

May, 6 

June, 12 


July,      .        .        .        .      •  .        .112 

August, 217 

September, 124 

October, 41 

November, is 

December, 7 


The  months  having  the  greatest  number  of  reported  deaths  from 
these  causes  in  1893  were  July,  August  and  September,  and  those 
having  the  least  were  January,  February  and  March. 

The  deaths  from  these  causes  in  the  third  quarter  of  the  year  con- 
stituted 82  per  cent,  of  the  number  of  deaths  from  the  same  causes 
for  the  entire  year.  The  ratio  of  reported  deaths  to  the  reported 
mortality  for  all  causes  was  82.5  per  1,000,  and  the  death  rate  of 
the  reporting  population  from  these  causes  was  1.71  per  1,000,  as 
compared  with  1.66  in  1892. 

Whooping-cough,  Malarial  Fever,  Erysipelas,  Puerperal 

Fever  and  Small-pox. 

The  essential  statistics  relating  to  these  five  diseases  are  embraced 
in  the  following  table :  — 


Total  Death! 
Reported. 


Weekly 
Average. 


Ratio  per 

1,000 
ofReported 
Deaths  from 
AllCauies. 


Ratio  per 

1,000 

of  Estimated 

Popalatlon. 


WhoopiDg-coagb, 
Brytipelae, 
Puerperal  fever, 
Malarial  fever,  . 
Small-pox, . 


110 

94 

48 

12 

6 


2.0 

1.8 

,9 

.2 

.1 


3.08 

8.11 

1.58 

.40 

.16 


.08 

.00 

.03 

.008 

.008 


REPORTS  OF  INFECTIOUS  DISEASES. 


[637] 


REPORTS  OF  INFECTIOUS  DISEASES. 


[637] 


REPORTS  OF  INFECTIOUS  DISEASES. 


For  very  many  years  laws  have  existed  in  this  State  requiring  that 
notices  of  cases  of  diseases  dangerous  to  the  public  health  should  be 
given  to  the  board  of  health  of  the  city  or  town  in  which  they  have 
occurred ;  but  the  vital  importance  of  such  a  system  of  notification 
does  not  appear  to  have  become  impressed  firmly  upon  the  public 
mind  until  a  comparatively  recent  period.  It  was  not  until  1889, 
in  fact,  that  a  law  was  enacted  in  England  requiring  such  notices, 
and  even  then  it  was  made  a  matter  of  local  option  except  in  London. 

The  chief  advantages  of  a  system  of  notification  lie  in  the  possi- 
bility which  is  thus  given  to  a  local  board  of  health  to  determine  the 
extent  of  prevalence  of  an  epidemic  or  a  localized  outbreak,  and  to 
inquire  into  the  local  causes  which  have  operated  to  produce  it.  The 
board  can  then  act  intelligently  in  applying  the  proper  remedies  for 
preventing  its  further  spread. 

In  Massachusetts  there  can  be  no  doubt  that  the  law  relative  to 
notification  has  been  productive  of  excellent  results  in  the  prevention 
of  disease,  especially  in  the  cities  and  large  towns.  It  has  furnished 
the  local  boards  of  health  with  the  necessary  information  relative  to 
the  origin  of  outbreaks  of  infectious  disease,  and  in  many  instances 
enabled  them  to  take  timely  steps  for  preventing  further  outbreaks. 
The  recent  law  requiring  local  boards  to  keep  records  upon  this  im- 
portant matter,  has  furnished  information  as  to  the  prevalence  of 
certain  diseases  in  the  principal  cities  and  towns  of  the  State.  In 
the  smaller  towns  it  is  probable  that  instances  of  failure  to  comply 
with  the  provisions  of  the  statute  are  much  more  frequent  than  they 
are  in  cities. 

Up  to  1883  no  definite  authority  was  given  by  statute  for  notifi- 
cation to  the  central  authority,  the  State  Board  of  Health.  In  that 
year  a  law  was  enacted  requiring  immediate  notice  to  be  given  by 
local  boards  to  the  State  Board  of  Health  of  the  occurrence  of  cases 
of  small-pox. 
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Ten  years  later  by  the  provisions  of  chapter  302  of  the  Acts  of 
1893,  it  was  required  that  reports  of  all  diseases  dangerous  to  the 
public  health  should  be  made  to  the  State  Board  of  Health. 

The  following  is  the  act  of  1893  relative  to  reporting  dangerous 
diseases  to  the  State  Board  of  Health :  — 

[Chapter  802  or  the  Acts  or  1893.] 

(1.)  When  the  board  of  health  of  any  city  or  town  has  had  notice  of 
the  occurrence  of  a  case  of  small-pox  or  any  other  disease  dangerous  U> 
the  public  health  in  such  city  or  town,  such  board  of  health  shall,  wiUiin 
twenty- four  hours  after  the  receipt  of  such  notice,  notify  the  state  board  of 
health  of  the  same. 

(2.)  If  the  board  of  health  of  the  city  or  town,  in  which  a  case  of 
small-pox  or  any  other  disease  dangerous  to  the  public  health  has  occurred, 
refuses  or  neglects  to  send  a  notice  as  required  in  section  one,  such  city  or 
town  shall  forfeit  its  claim  upon  the  Commonwealth  for  the  payment  of 
any  expenses  which  may  be  incurred  as  provided  m  section  eighty-three 
of  chapter  eighty  of  the  Public  Statutes. 

Since  no  definite  statement  was  made  in  this  act  defining  the  term 
<<  dangerous  to  the  public  health"  the  Board  deemed  it  proper,  in 
order  to  relieve  local  authorities  of  uncertainty  in  the  matter,  to 
specify  the  diseases  which,  in  the  opinion  of  the  Board,  should  be 
thus  reported  under  the  provisions  of  the  act. 

For  this  purpose  a  circular  was  prepared  in  which  it  was  specified 
that,  in  addition  to  small-pox^  the  following  diseases  shall  be  oon«- 
sidered  as  dangerous  to  the  public  health  within  the  meaning  of  the 
foregoing  act:  scarlet-fevei*,  measles^  typhoid  fever ^  diphtheria, 
membranous  croupy  cholera^  yelloxo  fever  y  typhus  fever  ^  cerebro^inal 
meningitis y  hydrophobia^  malignant  pustule y  leprosy  and  trichinosis. 

This  circular  was  issued  in  September,  1893.  Previous  to  that 
date  very  few  returns  had  been  received  in  compliance  with  the 
terms  of  the  act. 

The  act  was  approved  May  3,  1893,  and  the  first  returns  to  be 
received  came  from  the  city  of  Cambridge,  which  has  sent  con- 
tinuous returns  since  May,  1893.  A  few  more  cities  and  towns 
complied  with  the  provisions  of  the  act  during  the  months  of  June, 
July  and  August,  but  no  large  number  of  cities  and  towns  made 
returns  until  a  circular  was  prepared  notifying  them  of  the  enact- 
ment of  the  law.     This  circular  was  issued  to  each  city  and  town  in 
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September^  after  which  the  returns  came  with  regularity  from  many 
cities  and  towns. 

The  following  is  the  form  of  the  return  recommended  by  the 
Board  and  issued  by  it  in  the  form  of  postal  cards  to  each  local 
Board  of  Health  :  — 


Report  of  Infectious  Diseases  to  the  State  Board  of  Health,  as 
required  by  the  provisions  of  Chapter  302,  Acts  of  1893, 


.189 


Catei  of  disease,  dangerous  to  the  pablio  health,  reported  within  the  past 
twenty-foar  hoars  to  the  Board  of  Health  of  the 


TOWN 
CITY 


of. 


Small*pox, 

Soarlatafevar.         ......... 

Namber  of  Cases  of 
each  disease. 

DiDhtherla. 

Membranons  Croup 

Measles, 

Typhoid  Fever, 

(Signed) 


Secretary  or  Agent  of  Board  of  Health  * 


Thie  poetal  card  report  shouid  in  all  case*  be  tigned  by  the  Secretary  or 
Clerk  of  the  local  Board  of  ffealtht  or  by  the  authorised  Agent  of  the  Board, 

In  the  blank  epacee  thould  be  toritten  the  namet  of  any  of  the  untuiMl 
forme  of  infectioue  dieetuee  enumerated  below,  if  eueh  thould  occur:  — 

Cholera,  Typhue  Fever,  Yellow  Fever,  Oerebro-tpinal  Meningitie,  Hydro- 
phobia, Malignant  Pustule,  Glandere  and  Trichinosie, 


The  results  of  these  notices  are  published  each  week  in  the 
Weekly  Bulletin  of  Mortality  and  Infectious  Diseases. 

The  following  tables  embrace  the  results  of  these  returns  for  the 
fractional  part  of  the  year  1893  which  elapsed  after  the  enactment 
of  the  law  :  — 
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Cases  of  Diseases  dangerous  to  the  Public  Health  reported  by  Local  Boards  of 
Health  to  the  State  Board  of  Health  for  the  Fractional  Year  ending  Dec. 
31,  1893. 


Total  number  of  reported  cases  of  diphtheria  and  croup, 
Total  number  of  reported  cases  of  scarlet-fever,        , 
Total  number  of  reported  cases  of  typhoid  fever,      , 
Total  number  of  reported  cases  of  measles, 
Total  number  of  reported  cases  of  small-pox,    .        • 


Additional  cases  of  small-pox  reported  under  the  statute  of  1883,    . 


1,109 
3,9  U 
1«525 
1,503 
35 

7,086 
8 


Total, 7,094 

The  following  table  shows  the  distribution  of  these  cases  by  months 
of  the  year. 

Reports  were  not  generally  forwarded  to  the  State  Board  until 
after  the  public  notice  was  given  in  September,  which  accounts  for 
the  small  number  before  that  date. 

Beports  of  Dangerous  Diseases  Classified  by  Months, 


1898. 


Diphtheria 
and  Croap. 


Scarlet< 
fever. 


Typhoid 
Fever. 


Measles. 


Soutn-poz. 


May,   . 

Jane,  . 
July,  . 
AngxiBt, 
September, 
October, 
November, 
December, . 
Totals, 


4 

4 

10 

14 

191 

816 

805 

266 


1,109 


88 

41 

28 

28 

453 

670 

870 

796 


2,914 


4 

2 

5 

28 

641 

498 

283 

174 


1,526 


48 

226 

8 

6 

79 

201 

889 

657 


1,508 


2 

2 

8 

22 


85 


The  following  table  presents  the  names  of  the  reporting  cities  and 
towns  with  the  number  of  cases  of  each  disease  reported  by  the  local 
boards  of  health :  — 
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Ccises  of  Infectious 

dred 


Diseases  reported  to  the  State  Board  of  Health  from  One  Hun^ 
and  Seventy-five  Cities  and  Towns  during  1893, 


Aenthnet,   • 
Agawaniy     • 
Ameabary, . 
Amherst,     . 
ArUngton,  . 
Ashbaraham, 
Ashland, 
Athol, .       . 
Attleborough, 
Anbarn,      • 
Ayer,  • 
Bedford,      • 
Belmont,     • 
Berlin, 
Beverly,      . 
Bolton, 
Boston,      . 
Boame,       • 
Bradford,    • 
Brewster,    . 
Bridgewater, 
Brlmfleld,    . 
Bbocktok,  . 
Brookfield, . 
Brookline,  . 
CAMBRioes, 
Carlisle, 
Chelmsford, 
Ohxlssa,    • 
Cheshire,     . 
Chesterfield, 
Chioopbb,  . 
Concord,     . 
Conway, 
Cottage  City, 


ft 

a 

* 

^ 

o 

i 

ft* 

s 

1 

i 

J 

. 

1 
82 

1 

- 

7 

18 

1 
2 

- 

15 

1 

- 

•    - 

1 

4 

8 

: 

7 

- 

6 
1 
3 

1 

2 
1 

80 

- 

2 
1 
6 
2 
816 

1 

- 

1 

8 

- 

.   620 
1 
6 

446 

161 

1 

2 

- 

. 

- 

- 

1 

. 

- 

1 

- 

. 

- 

1 

- 

5 

28 
1 

7 

16 

- 

1 

6 

2 

62 

467 
6 

70 

70 

.    . 

2 

• 

10 

27 

12 

- 

11 

- 

- 

1 

•        ** 

- 

16 

1 

fli 

_ 

1 

8 

8 

- 

. 

6 

- 

I 


27 


Dalton, 

Danvers, 

Dedham, 

Dighton, 

Douglas, 

Dover, . 

Draont, 

Eaathampton, 

Edgartown, 

Egremont,  . 

Ervlng, 

Essex, , 

Etxbstt,    • 

Fall  Riybb, 

FiTCHBUBO, 

Foxborongh, 

Franklin, 

Oardnor, 

Qlouobbtbb, 

Qrafton, 

Qreenfield, 

Groton, 

Halifax, 

Hampden, 

Hanson, 

Hard  wick, 

Hatfield, 

Haybbhill, 

Hingham, 

Hinsdale, 

Hall,    . 

Huntington, 

Ipswich, 

Kingston, 

Lancaster, 


i 


IQ^ 


1 
1 

2 
2 


1 

2 

28 

4 


- 

2 

1 

1 

- 

4 

- 

1 

1 

6 

1 

- 

- 

84 

12 

52 

1 

7 

- 

8 

- 

2 

- 

1 

6 

6 

8 

. 

- 

2 

- 

1 

8 

- 

1 

6 

6 

17 

- 

1 

5 

10 

- 

2 

1 

1 

- 

6 

8 

18 

- 

mt 

2 
6 
2 


8 
37 
10 

11 
17 
6 
1 
1 
1 


81 

1 
1 
6 
8 
8 
2 


I 
I 


i 


6 
8 
8 
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Cases  of  Infectious  Diseases,  etc.  —  Continued. 


* 

Diphtheria 
and  Cronp. 

1 
1 

« 

1 

i 

1 

• 

I 
1 

Diphtheria 
and  Cronp. 

1 

1 

t 

• 

8 

1 

i 

JL 

1 

LA-vniiNOX, 

10 

62 

24 

4 

- 

Norwood,    . 

1 

28 

* 

. 

. 

Lelceater,    . 

2 

- 

2 

1 

- 

Oakham, 

- 

- 

- 

8 

- 

Leominster, 

4 

4 

6 

1 

- 

Orange, 

- 

1 

7 

2 

- 

Lexington,  . 

- 

- 

1 

- 

- 

Oxford, 

- 

- 

8 

- 

- 

Lincoln, 

- 

2 

- 

- 

- 

Palmer, 

2 

- 

- 

- 

Littleton,     . 

- 

4 

- 

- 

- 

Pazton, 

- 

- 

1 

- 

- 

LOWBLL,       • 

22 

66 

87 

6 

1 

Peabody,     . 

2 

8 

2 

- 

- 

Ludlow, 

- 

1 

- 

- 

- 

Pembroke,  . 

- 

- 

1 

- 

- 

Lunenburg, 

- 

- 

- 

1 

- 

Pepperell,   . 

- 

2 

8 

- 

1 

Ltnk,  .       •       • 

26 

180 

68 

8 

- 

PiTTSriXLD 

2 

44 

17 

66 

- 

Maldbn,     . 

6 

48 

17 

01 

- 

Plymouth,  , 

27 

8 

8 

27 

- 

.  Manefield,   . 

1 

16 

1 

- 

- 

QniMOT, 

2 

22 

28 

2 

- 

Marblehead, 

11 

66 

6 

- 

- 

Randolph, 

- 

1 

- 

- 

- 

Mablbobough,  . 

0 

2 

8 

142 

- 

Raynham,    . 

- 

- 

2 

- 

- 

Maynard,     . 

2 

6 

- 

- 

- 

Reading, 

1 

8 

1 

• 

- 

*    IfBDrOBD,  . 

6 

6 

6 

1 

- 

Rochetter,  . 

- 

1 

1 

- 

- 

Melroee, 

- 

28 

8 

20 

- 

Rockland,   . 

1 

6 

- 

- 

- 

Med  way,     • 

- 

1 

- 

- 

Rockport,    . 

1 

2 

- 

- 

- 

Methuen,     .       • 

1 

- 

1 

1 

Rowley, 

- 

- 

6 

- 

- 

Middlefleld, 

- 

1 

- 

- 

- 

Salbm, 

7 

46 

87 

- 

- 

Middleton,  . 

- 

- 

1 

- 

- 

Saliebury, 

- 

2 

- 

- 

- 

Milford,       .       . 

- 

1 

0 

1 

- 

Sandisfleld, 

- 

- 

2 

- 

- 

Mlllbury,    .       . 

0 

6 

8 

06 

- 

Baugne, 

- 

1 

2 

8 

- 

Moneon, 

- 

8 

8 

6 

- 

Scituate, 

1 

- 

- 

- 

- 

Montague,  . 

- 

7 

-• 

- 

- 

Seekonk,     , 

- 

2 

- 

Katick,        .       . 

2 

17 

8 

8 

- 

Bharon, 

- 

2 

2 

- 

- 

Kbw  Bbdtobd,  . 

7 

76 

160 

118 

2 

Bhutetbury, 

- 

- 

1 

- 

- 

KlWBUBTPOBT,  . 

26 

1 

6 

- 

- 

Bomereet,    . 

- 

- 

- 

24 

- 

NXWTON,      . 

84 

48 

16 

8 

- 

BOXBBTn.T.B, 

28 

108 

84 

2 

1 

Korth  Adami,    . 

8 

27 

11 

2 

1 

BpBnfeFTBLD,     . 

4 

82 

27 

12 

2 

KOBTBAMPTOH,  . 

0 

24 

47 

22 

- 

Btonebam,  . 

6 

4 

- 

- 

- 

North  AndoTer, . 

1 

- 

- 

8 

- 

Btow,   . 

- 

- 

- 

7 

- 

Ko.  Attleboro*,  . 

4 

4 

8 

- 

- 

Bturbrldge, . 

- 

1 

- 

- 

No.  Brookfield,  . 

- 

6 

- 

- 

- 

Bwampecott, 

2 

7 

- 

- 

- 

Nortbfield,  . 

- 

- 

1 

- 

- 

Tauktok,    . 

2 

22 

4 

- 

- 
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Ckuea  of  Infectious  Diseases^  etc,  —  Concluded. 


a 

II 


t 


1 


Tewksbury, 

Topftfield, 

Townsend, 

Upton, . 

Uxbridge, 

Wakefield, 

Walei, 

Waltham, 

Ware,  . 

Warebam, 

Warren, 

Warwick, 

Watertown, 

Way  land, 

Wenham, 

Webeter, 

West  Boylaton, 

W.  Brldgewater, 

Weiiborongh,     . 


12 

18 
6 
2 
1 

2 
1 

1 
8 


1 


2 

2 
6 
2 


2 
1 

9 
2 


I 


1 
1 

2 
1 


1 
2 


8 


I 


2 
8 
6 


3 
27 


i 
1 


i 


I 


1 


1 


I 


Weitford,  . 

Weathampton, 

Weitmlnater, 

West  Newbury. 

W.  Btookbrldge, 

Weaton, 

Weet  Springfield 

Weymouth, 

Whitman,   . 

Williametown, 

Wlnohendon, 

Winthrop,  . 

Wincheiter, 

Windsor,     . 

WOBUBN,     . 
WOBOBBTXB, 

Other  cases  of 
small-pox,* 

Totals,  . 


1 

2 


2 
6 
1 
0 


18 
55 


1,100 


4 

S 
8 


1 
15 

14 
55 


2,014 


7 
2 


0 
05 


1,525 


500 


1,503 


i 


8 


43 


Total  (including  small-pox  )i 


7,004 


*  These  were  cases  of  small-pox  reported  under  the  statute  of  1888  by  ciUes  and  towns  which  made 
oo  reports  of  other  diseases  under  the  law  of  1803. 


The  foregoing  table  shows  that  exactly  one-half  of  the  local 
boards  of  health  in  the  State  have  complied  with  the  law,  and  have 
sent  returns  to  the  State  Board  of  Health  of  the  cases  of  disease 
^*  dangerous  to  the  public  health"  reported  to  them,  leaving  one- 
half  of  the  towns  from  which  no  reports  whatever  have  been  re- 
ceived. 

These  175  cities  and  towns  reporting,  however,  constitute  much 
more  than  one-half  the  population,  since  in  this  list  are  embraced 
all  of  the  cities  except  Holyoke. 


646 


STATE  BOARD  OF  HEALTH.  [Pub.  Doc- 


The  following  classified  list  contains  the  names  of  those  towns 
whose  boards  of  health  failed  to  comply  with  the  terms  of  the 
statute  of  1893,  no  reports  having  been  forwarded  by  them  to  the 
State  Board  of  Health  of  the  occurrence  of  cases  of  infectious  or 
dangerous  diseases.  The  list  of  towns  is  classified  according  to 
population. 

/.    CUies. 

Holjoke. 
//.     Towns  having  Populations  of  More  than  6fi00  in  Each, 


Adams, 

Framingham, 

Revere, 

Andover, 

Hyde  Park, 

Spencer, 

Blackstone, 

Middleborough, 

Southbridge.  — 10. 

Clinton, 

///.    Towns  having  a  Population  of  Over  IfiOO  btU  Less  than  6,000  in  1 

Ahingbon, 

Hadley, 

Petersham, 

Acton, 

Hanover, 

Provincetown, 

Ashfield, 

Harvard, 

Rehoboth, 

Ayon, 

Harwich, 

Royalston, 

Barnstable, 

Holbrook, 

Sandwich, 

Barre, 

Holden, 

Sheffield, 

Belchertown, 

Holliston, 

Shelbume, 

Bellingham, 

Hopedale, 

Sherbom, 

Billerica, 

Hopkinton, 

Shirley, 

Braintree, 

Hubbardston, 

Shrewsbury, 

Buckland, 

Hudson, 

Southampton, 

Canton, 

Lanesborough, 

South  Hadley, 

Charlton, 

Lee, 

Southborough, 

Chatham, 

Lenox, 

Sterling, 

Chester, 

Longmeadow, 

Stockbridge, 

Cohasset, 

Manchester, 

Stoughton, 

Colrain, 

Marshfield, 

Sudbury, 

Dartmouth, 

Mattapoisett, 

Sutton, 

Deerfield, 

Medfield, 

Swansea, 

Dennis, 

Merrimac, 

Templeton, 

Dudley, 

Milton, 

Tisbury, 

Duxbury, 

Nantucket, 

Walpole, 

East  Bridgewater. 

Needham, 

Wellesley, 

Easton, 

Newbury, 

Wellfleet, 

Fairhaven, 

New  Marlborough, 

West  Brookfield, 

Falmouth, 

Northborough, 

Westport, 

Freetown, 

Northbridge, 

WUbraham, 

Georgetown, 

Norton, 

Williamsburg, 

Granyille, 

Norwell, 

Wilmington, 

Great  Barrington, 

Orleans, 

Wrentham.  —  9L 

Groveland, 
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1  y.    Tenons  having  Less  than  1,000  Inhabitants  in  Each. 

Alford. 

Goshen, 

North  Reading, 

Asbbj, 

Gosnold, 

Otis, 

fiecket, 

Hamilton, 

Pelham, 

Berkley, 

Hancock, 

Peru, 

fierlio. 

Hawley, 

Phillipston, 

Bernardston, 

Heath, 

Plainfield, 

Blandford, 

Holland, 

Plympton, 

Boxborough, 

Lakeyille, 

Prescott, 

Boxford, 

Leverett, 

Princeton, 

Bojlston, 

Leyden, 

Richmond, 

Burlington, 

Lynnfield, 

Rowe, 

Carver, 

Marion, 

Russell, 

Charlemont, 

Mashpee, 

Rutland, 

Chilmark, 

Mendon, 

Savoy, 

Clarksburg, 

Millis, 

Southwick, 

Cummington, 

Monterey, 

Sunderland, 

Dana, 

Montgomery. 

Tolland, 

Dunstable, 

Monroe, 

Truro, 

Eastham, 

Mount  Washington, 

Tyngsborough, 

£nfield. 

Nahant, 

Tyringham, 

Florida, 

New  Ashford, 

Washington, 

Gay  Head, 

New  Braintree, 

Wendell, 

Gill. 

New  Salem, 

Whateley, 

Granby, 

Norfolk, 

Worthington.  — 73. 

Greenwich, 

A  review  of  this  classified  list  leads  to  some  conclusions  as  to  the 
causes  of  the  failure  of  so  large  a  number  to  comply  with  the  pro- 
visions of  the  statutes. 

In  the  first  place,  the  ratio  of  the  population  of  the  cities  and 
towns  failing  to  report  in  each  of  the  foregoing  classes  as  compared 
with  the  total  population  of  the  towns  of  each  class  shows  that  the 
cities  and  large  towns  have  complied  with  the  provisions  of  the  act 
much  more  generally  than  the  small  towns. 

In  Class  I.,  the  cities,  Holyoke  is  the  only  city  failing  to  comply, 
and  its  population,  by  census  of  1890,  constitutes  but  2.5  per  cent, 
of  the  population  represented  in  Class  I. 

In  Class  U.  the  population  of  the  ten  towns  failing  to  report 
was  25.7  per  cent,  of  the  total  population  of  the  towns  of  that 
class. 

In  Class  III.  the  population  of  the  ninety-one  towns  failing  to 
report  was  48  per  cent,  of  the  total  population  of  the  towns  of  that 
class. 
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In  Class  lY.  the  population  of  the  seventy-three  towns  failing  to 
report  was  75  per  cent,  of  the  total  population  of  the  towns  of  that 
class. 

This  great  difference  between  the  action  of  the  authorities  of  cities 
and  of  small  towns  in  this  matter  suggests  two  definite  reasons  for 
the  considerable  degree  of  non-compliance  with  the  terms  of  the 
statute. 

1.  The  non-existence  of  separate  local  boards  of  health  in  small 
towns  having  an  organization  for  sanitary  purposes  only.  An 
inquiry  of  the  State  Board  made  a  few  years  since  showed  that 
boards  of  health  independent  of  the  selectmen  existed  in  only  one-half 
of  the  towns  in  the  State.  This  being  the  case,  the  selectmen  act-* 
ing  as  boards  of  health  are  largely  interested  in  matters  of  an 
economic  or  administrative  character  not  closely  related  to  the  pub- 
lic health,  and  as  a  consequence  matters  pertaining  to  the  health  of 
towns  are  much  neglected,  and  among  them,  undoubtedly,  the  re- 
porting of  cases  of  infectious  diseases. 

Many  attempts  to  remedy  this  defect  by  legislative  action  have 
been  made  in  past  years,  but  with  little  success. 

2.  As  a  matter  of  fact  infectious  diseases  do  not  prevail  in 
sparsely  settled  populations  to  so  great  an  extent  as  among  the 
densely  settled  suburban  districts,  so  that  there  were  undoubtedly 
some  of  the  very  small  towns  in  which  none  of  the  specified  diseases 
occurred  during  the  year.  This  fact  is  brought  out  very  clearly  in 
the  twenty-third  report  of  the  Board  (1891),  wherein  is  shown  the 
relation  of  the  mortality  from  eight  different  diseases,  most  of  them 
of  the  infectious  class,  to  the  density  of  the  population. 

While  the  mortality  does  not  necessarily  represent  the  prevalence 
of  disease  it  bears  a  very  close  relation  to  it.  In  that  report  it 
was  shown  that  for  a  period  of  twenty  years  (1871-90)  there  were 
two  towns  in  the  State  in  which  there  had  been  no  deaths  from 
diphtheria  and  croup,  fifteen  towns  in  which  there  had  been  no 
deaths  from  scarlet-fever,  one  town  in  which  there  had  been  no 
deaths  from  typhoid  fever,  183  towns  in  which  there  had  been 
no  deaths  from  small-pox  and  ninety-five  towns  in  which  there  bad 
been  no  deaths  from  measles. 


FOOD  AND  DRUG  INSPECTION. 


im 


652 


STATE  BOARD  OF  HEALTH.         [Pub.  Doc 


CO 
00 

I 

CO 


|H 

00 

Pi 

00 

S 

^ 

s 

o 

^ 

M 

& 

H 

CO 

O 

H 

h:^ 

04 

;?^ 

^ 

o 

t-^ 

HH 

H 

e 

CO 

D 

»— J 

M 

H 

Q 

<^ 

H 

Q 

CO 

^ 

O 
O 


M 

M 


i 


i 


iiSJ    ISJi    SSa^    SIS 


•9 

8 


O     r4 


:^ 


SIS';    ggl^ 

S    S.   rH,   g         S    H  S    g| 


S  8 


i  a  s  '^ 


§1^    S§§^    IIS 


■|^§2 


M    f-l 


S    S    M 


t«   -^4     4D 

8^9 


•9 

9 


I?  rs  fc  •• 
fe«  t«  e  es 
V  cf  cC  '^ 


9  ft 


c  s  •       ^  ®  ^  « 


8  8 


04  fi    99         -^    U    ^    ^         SK 


S 


00  go 

5     % 


o  to   ta 


s  s 


f 


•    2 


e  e 

la  fa 

8  a 

8  a 

to  to 


•2 

I 


a 

a 
>^ 

8 


I 

I 

1 


ta 


0 


II 

to  (S 


II 


e  o 

"5.  g« 

a  a 

1  8 

o  o 

a  a 

0  O 

to  to 


0  «3 

•s  fi 

%  & 

a  § 

to  £ 


8  8 


FOOD  AND  DRUG  INSPECTION. 


The  following  report  comprises  the  work  of  the  Board  for  the  year 
ending  Sept.  30,  1893,  in  the  inspection  of  food  and  drugs. 

The  force  employed  in  this  department  of  work  was  the  same  as 
that  of  the  previous  year,  and  consisted  of  the  following :  — 

Dr.  Charlbs  P.  Worcesteb, Analyst, 

Prof.  Charles  A.  Goessmann,      ......    Analyst 

Mr.  Albert  £.  Leach, Assistant  Analyst. 

John  H.  Terrt, Inspector^ 

John  F.  McCaffrey, •    Inspector, 

Horace  F.  Davis, Inspector, 

The  work  of  the  Board  in  this  department  has  been  conducted 
during  the  year  in  the  laboratory  at  994  Washington  Street,  Boston^ 
temporarily  occupied  for  this  purpose  until  the  new  laboratory  in 
the  State  House  Extension  is  completed. 

The  whole  number  of  samples  of  food  and  drugs  examined  during 
the  year  was  6,409,  making  the  whole  number  examined  53,573  for 
the  entire  period  since  the  enactment  of  the  general  food  and  drug 
acts  in  1882.  This  number  (6,409)  was  greater  than  that  of  any 
previous  year. 

The  following  summary  embraces  the  work  done  during  the  year :  — 

Number  of  samples  of  milk  examined, 8,07& 

Number  of  samples  above  standard, 1,545^ 

Number  of  samples  below  standard,    ........     1,528 

Percentage  of  adulteration  or  deficiency, .49.7 

Number  of  samples  of  other  kinds  of  food  (not  milk),       ....  8,009 

Number  of  samples  above  standard, 2,687 

Number  of  samples  below  standard, 872 

Percentage  of  adulteration, 12. & 

Number  of  samples  of  drugs  examined, 827 

Number  of  samples  of  good  quality, 228 

Number  of  samples  adulterated,  as  defined  by  the  statutes,        ...         9^ 
Percentage  of  adulteration, .80.8 

Total  examinations  of  food  and  drugs,        .        .        .        .        .        .        .  6,409 

Total  examinations  of  good  quality, 4,410 

Total  examinations  not  conforming  to  the  statutes, 1,999 

Percentage  of  adulteration, 81.2 
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It  would  be  manifestly  impossible  from  the  statistics  preseuted  in 
the  foregoing  table  to  form  a  definite  conclusion  either  in  relation  to 
the  extent  of  adulteration  of  food  which  exists  in  Massachusetts  or 
of  its  relative  prevalence  when  the  same  statistics  are  compared  with 
those  of  other  countries  conducting  a  similar  line  of  work. 

The  reasons  for  the  very  marked  contrast  between  the  results 
reported  by  the  British  analysts  and  those  of  Massachusetts  are 
stated  in  the  last  Report  of  the  Board  (24th  report,  p.  608),  and 
one  of  these  reasons  appears  to  be  shown  more  clearly  in  the  present 
report  wherein  the  general  table  of  statistics  has  been  rearranged  in 
such  a  manner  as  to  present  the  ratio  of  adulteration  of  <<  other  sam- 
ples of  food,"  not  including  milk. 

To  what  extent  the  legal  standard  of  milk  in  Massachusetts  affects 
the  ratio  of  adulteration,  as  published  in  the  foregoing  table,  maybe 
shown  by  the  following  statement. 

Out  of  2,235  samples  of  milk  taken  by  the  inspectors  of  the  Board 
in  the  years  1886-1889,  the  total  solids  of  which  were  known,  and 
all  of  which  contained  less  than  13  per  cent,  of  solids,  1,504  or  67.3 
per  cent,  contained  from  12  to  13  per  cent,  of  solids.  Nearly  all  of 
these  and  many  more  would,  under  the  standards  of  most  countries 
which  have  adopted  a  standard,  have  been  deemed  to  be  milk  of  good 
standard  quality,  since  the  standard  in  most  countries  is  11.50  of  total 
solids.  But  in  Massachusetts  all  of  this  number,  except  those  which 
were  collected  in  the  months  of  May  and  June,  must  be  reckoned  as 
adulterated  milk.  The  effect  of  this  statutory  provision  upon  the 
published  ratio  of  adulteration  consequently  gives  to  our  published 
statistics  an  unfavorable  showing,  which  at  the  first  glance  might  be 
easily  misconstrued.  The  statistics  presented  in  Dr.  Worcester's 
report  for  the  present  year  still  further  confirm  this  statement. 

As  a  matter  of  fact,  however,  actual  or  intentional  adulteration  of 
this  most  important  article  of  food  is  much  less  common  than  it  was 
found  to  be  at  the  beginning  of  the  period  of  active  enforcement  of 
the  laws  relating  to  food  and  drug  inspection. 

The  continuous  work  of  the  Board  and  the  marked  improvement 
in  local  inspection  in  cities  have  effected  a  marked  change,  which 
nothing  but  vigilant  and  continuous  supervision  could  have  accom- 
plished. 
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What  is  Adulterated  Milk  f 

The  high  percentages  of  samples  of  milk  which  are  shown  by  the 
continuous  reports  of  the  Board  to  be  below  the  legal  standard  of  13 
per  cent,  of  solids  make  it  necessary  to  make  an  occasional  statement 
of  the  cause. 

The  term  ^<  adulterated  milk,"  under  the  statutes  of  Massachusetts, 
may  signify  milk  which  is  simply  below  the  legal  standard  of  13  per 
cent,  of  solids  and  nothing  more,  or,  in  other  words,  a  natural  milk, 
just  as  produced  by  the  cow,  having  no  other  disqualification  except 
its  deficiency  in  total  solids.  The  "percentage  of  adulteration" 
reported  by  the  Board  in  its  monthly  bulletins  is  largely  made  up  of 
this  class  of  samples. 

The  second  form  of  *^ adulterated  milk"  consists  of  milk  which 
has  been  subjected  to  certain  alterations  by  human  interference. 
These  are  chiefly  the  addition  of  water,  the  removal  of  cream,  the 
addition  of  coloring  matter  and  of  substances  employed  to  preserve 
the  milk  from  souring. 

This  second  class  is  very  much  smaller  in  number  than  the  former 
class.  It  is  not  practicable  to  separate  the  two  classes  and  to  draw 
an  exact  line  between  them,  but  it  is  certain  that  the  ratio  of  the 
class  of  samples  intentionally  adulterated  is  very  much  less  than  it 
was  before  active  measures  were  taken  for  the  suppression  of  such 
conditions. 

In  1884  the  Board  made  a  large  number  of  examinations  of  natural 
milk,  the  samples  in  all  cases  being  collected  by  inspectors  who  wit- 
nessed the  milking.  From  the  results  of  these  analyses  it  would  be 
safe  to  say  that  out  of  100  samples  taken  at  random  from  100  animals 
throughout  the  difierent  dairies  in  the  State  under  varying  conditions 
of  breed,  of  age,  time  of  year  and  methods  of  feeding,  about  thirty 
would  prove  to  be  below  the  legal  standard  of  13  per  cent,  of 
solids. 

Among  this  30  per  cent,  of  animals  the  ratio  of  Holstein  cows 
would  probably  be  greater  than  the  ratio  of  such  cows  among  the  70 
per  cent,  whose  milk  is  found  to  be  above  the  legal  standard. 

Very  careful  attention  has  been  given  to  this  subject  in  other 
countries,  where  the  subject  of  milk  inspection  is  deemed  of  very 
high  importance,  both  in  its  sanitary  and  in  its  economic  rela- 
tions. 
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In  a  recent  article  in  the  Zeitachrift  fiir  Fleisch  und  Milch  Hy^ 
gtene^  Dr.  Martiny  states  that  the  percentage  of  the  various  constit- 
uents of  milk  to  be  used  as  a  standard  must  be  determined  by  the 
average  percentage  found  in  a  given  district,  since  this  may  vary 
somewhat.  Milk  in  North  Germany  is  not  quite  so  rich  in  solids  as 
that  of  South  Germany,  and  in  the  former  it  shows  an  average  of 
3.3  per  cent,  of  fat  in  12  per  cent,  of  dried  solids,  with  a  specific 
gravity  of  1031.5,  while  in  the  latter  the  average  solids  are  12.4  per 
cent,  and  the  fat  3.5. 

The  same  writer  states  his  belief  that  the  percentage  of  fats  may 
be  increased  to  more  than  4  per  cent,  in  a  total  of  13  or  14  per  cent, 
of  solids  by  appropriate  feeding. 

The  methods  of  feeding  employed  in  many  of  the  dairies  which 
furnish  the  milk  supply  of  our  large  cities  are  those  which  are  in- 
tended to  secure  an  increased  quantity  of  milk  at  the  expense  of  its 
quality,  and  the  selection  of  breeds  of  cows  whose  milk  is  notoriously 
poor  in  quality  acts  in  the  same  direction  of  impoverishing  the  quality 
of  the  milk. 

In  commenting  upon  the  difficulty  of  subjecting  to  inspection  the 
entire  milk  supply  of  a  city  at  frequent  intervals,  Martiny  concludes 
that  — 

1.  The  sale  of  milk  should  only  be  allowed  by  officially  desig- 
nated dealers,  and  in  order  to  facilitate  frequent  inspection  he  sug- 
gests the  limitation  of  the  number  of  vendors  of  milk  as  is  done  in 
England  and  in  Italy. 

2.  Dealers  should  give  evidence  of  an  intelligent  knowledge  of 
the  requirements  necessary  for  the  sale  of  pure  milk  both  from  a 
sanitary  and  from  an  economic  point  of  view. 

3.  Milk  inspection  should  not  be  confined  to  market  milk  but 
should  extend  to  the  dairies. 

4.  In  every  city  a  well-equipped  laboratory  should  be  maintained 
for  the  scientific  examination  of  milk. 

It  is  gratifying  to  know  that  since  the  enactment  of  the  general 
statute  of  1882  (chap.  263),  and  the  work  which  has  followed  dur- 
ing the  ten  years  or  more  which  have  elapsed,  very  much  more 
attention  has  been  given  to  milk  inspection  by  local  authorities. 
Several  of  the  principal  cities  of  the  State  employ  the  services  of 
trained  inspectors  who  devote  either  the  whole  or  a  considerable 
portion  of  their  time  to  the  careful  analysis  of  milk  by  laboratory 
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methods^  and  the  number  of  such  cities  which  find  it  to  be  for  their 
interest  to  employ  a  trained  inspector  is  gradually  increasing. 

The  report  of  the  analyst  also  shows  that  the  artificial  coloring  of 
milk,  once  quite  a  common  practice  in  the  large  cities,  is  now  very 
rarely  found,  the  vigorous  warfare  against  this  objectionable  form 
of  adulteration  having  practically  suppressed  it. 

Among  the  examinations  of  milk  reported  by  the  analyst  special 
attention  is  called  to  the  report  upon  condensed  milk,  an  article 
which  is  now  largely  used  and  has  a  wide  field  of  usefulness  as  a 
convenient  form  of  food  for  special  purposes. 


Food,  other  than  Milk. 

In  the  examination  of  other  kinds  of  food  during  the  year  special 
attention  has  been  given  to  the  examination  of  the  most  important 
and  widely  used  of  all  foods  —  bread  ;  and  also  of  cheese,  another 
valuable  article  of  nutriment. 

The  points  of  interest  noted  in  regard  to  bread  are  the  weight  of 
loaves,  the  percentage  of  water  and  of  solids,  the  per  cent,  of  ash 
in  terms  of  solids,  the  acidity  and  the  price  charged  for  each  loaf. 

The  average  weight  of  loaves  was  found  to  be  404  grammes,  or 
13^  ounces. 

The  per  cent,  of  moisture  was  quite  uniform,  in  most  instances 
being  about  42  or  43  per  cent,  of  the  weight  of  the  loaf,  leaving  57 
or  58  per  cent,  of  solids. 

The  price  was  quite  uniformly  five  cents  per  loaf,  rarely  four 
cents,  for  loaves  of  ordinary  size  and  weight. 

No  adulterations  are  mentioned  by  the  analyst,  and  at  the  low 
price  of  flour  in  the  United  States  the  adulteration  of  flour  or  of 
bread  is  of  extremely  rare  occurrence. 

The  examination  of  samples  of  cheese  showed  a  fairly  uniform 
quality  and  price,  the  latter  being  at  sixteen  cents  per  pound. 

Omitting  four  samples  of  special  soi*ts,  the  average  total  solids 
were  found  to  be  66.3  per  cent.,  the  fat  35  per  cent.,  the  solids,  not 
fat,  31.3  per  cent.,  and  the  water  33.6  per  cent. 
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The  following  tables  present  the  U3ual  statistics  relative  to  the 
notices  sent  by  the  Board  to  parties  (usually  retailers)  from  whom 
samples  of  adulterated  food  or  drugs  have  been  obtained  during  the 
year :  — 

Cilies  and  Towns  to  which  Notices  were  sent  on  Account  of  Adulterated  Articles  of 

Food  other  than  Milk, 


Adams, 4 

Boston, 43 

Cambridge, 17 

Everett, 1 

Fall  River, 17 

Gilbertville,  ...'..  2 

Gloucester, 6 

Holyoke, 4 

Hopedale, 1 

Lowell, 1 

Medford, 1 


New  Bedford, 

1 

North  Adams, 

5 

North  Brookfield, . 

1 

Orange, . 

1 

Plttsfield, 

5 

Taunton, 

1 

Ware,     . 

1 

Webster, 

1 

Total,     . 

>       1 

>        i 

t        i 

.    118 

Cities  and  Towns  to  which  Notices  were  sent  on  Account  of  Adulterated  Milk, 


Boston,  ......  10 

Brockton, 1 

Brookline, 1 

Cambndge, 87 

Canton, 1 

Chelsea, 10 

Dedham, 7 

Everett, 10 

Fall  River, 6 

Fitchburg, 4 

Gloucester, 16 

Grafton, 1 

Hyde  Park, 6 

Lawrence,     .....  8 

Littleton, 2 

Lynn, 22 

Maiden, 21 

Marblehead, 2 

Medfield 8 

Medford, 6 

Milford, 2 

Nantasket  Beach,  ....  2 

New  Bedford,        ....  2 


Newton, 6 

Norwood, 2 

Orange, I 

Pittsfield I 

Plymouth, 2 

Provincetown,       ....  8 

Quincy, 8 

Revere, 7 

Salem, 12 

Salisbury  Beach,   .        .        .        .  1 

Somerville, 81 

South  Framinghara,      ...  1 

Springfield, 3 

Stoneham, 1 

Taunton, 1 

Walpole, 1 

Waltham, 2 

Watertown,  .....  8 

Wobum, 15 

Worcester, 5 

Total, 274 
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Oiites  and  Towns  to  which  Notices  were  sent  on  Account  of  Adulterated  Drugs, 


Adams, 1 

Amherst, 2 

Boston, 17 

Brookline, 1 

Gloucester, 8 

Millis, 1 

New  Bedford,        ....  2 


North  Adams, 
Palmer, . 
Provincetown, 
Springfield,   . 
Taunton, 


Total, 


1 
1 
1 
1 
6 

86 


Pbosecutions. 

In  the  last  report  a  condensed  summary  of  the  prosecutions  con- 
ducted by  the  Board  for  the  entire  period  since  the  enactment  of  the 
food  and  dnig  statutes  was  presented.  The  same  table  is  herewith 
published,  together  with  the  results  of  the  prosecutions  of  the  year 
ending  Sept.  30,  1893  :  — 

Number  of  Complaints  Entered  in  Court, 


Tbar. 

Food 

not  Indading 

Milk. 

Drogt. 

Milk. 

ToUL 

ConTicUons. 

Fines  Imposed. 

1883,  . 

1884,  . 
1886,^ 
1886,t 

1887,  . 

1888,  . 

1889,  . 

1890,  . 

1891,  . 

1892,  . 

1893,  . 

2 

60 
10 
30 
22 
74 
78 
96 
52 
26 

5 
1 
1 

5 

12 

3 

4 

45 
68 
10 
34 
43 
66 
24 
49 
72 
67 

9 

48 

119 

20 

64 

65 

140 

102 

150 

136 

96 

8 
44 

103 
19 
60 
61 

124 
96 

135 

123 
92 

f  2,042  00 
3,889  00 
3,919  00 
2,668  00 
3,661  70 
2,476  00 

Totals, 

* 

1 

440 

27 

482 

949 

865 

18,655  70 

*  To  May  1, 1886. 


t  Four  months  only. 


X  No  record  kept. 


Ratio  of  convictions  to  complaints,  91.1  per  cent. 

Note.  —  All  complaints  entered  before  May  1, 1886,  were  under  the  direction 
of  the  Board  of  Health,  Lunacy  and  Charity,  and  all  after  that  date  were  under 
the  direction  of  the  State  Board  of  Health. 
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Under  the  provisions  of  chapter  289  of  the  Acts  of  1884,  which 
require  the  Board  to  report  annually  to  the  Legislature  the  **  num- 
ber of  prosecutions  made  under"  the  food  and  drug  acts,  **  and  an 
itemized  account  of  all  money  expended  in  carrying  out  the  pro- 
visions thereof,"  the  following  report  was  transmitted  to  the  General 
Court  in  January,  1894 :  — 

Offiob  of  the  Statb  Board  of  Health, 

13  Beacon  Stbebt,  Boston,  January,  1894. 

To  the  Honorable  Senate  and  House  of  Bepresentatives  of  the  CommonweaUh  of 

Massachusetts^  in  General  Court  assembled. 

The  following  summary  is  made  in  compliance  with  the  provisions 
of  chapter  289,  section  2,  of  the  Acts  of  1884,  requiring  the  State 
Board  of  Health  to  ^<  report  annually  to  the  Legislature  the  number 
of  prosecutions  made  under  chapter  263  of  the  Acts  of  1882,  and  an 
itemized  account  of  all  money  expended  in  carrying  out  the  provi- 
sions thereof." 

The  whole  number  of  prosecutions  made  by  authority  of  the  Board 
against  offenders,  under  the  provisions  of  the  food  and  drug  acts, 
for  the  year  ending  Sept.  30,  1893,  was  96. 

The  cities  and  towns  in  which  the  articles  were  sold,  and  in 
respect  to  which  complaints  were  entered  in  court,  the  character  of 
the  articles  found  to  be  adulterated,  or  fraudulently  sold,  the  dates 
of  the  trials  and  their  result,  are  presented  in  the  following  table :  — 


Milk  and  Milk  Products. 
Complaints  Entered  for  Fraudulent  Sales  of  Milk, 


Place. 

In  Boston,    . 
Cambridge, 
Cambridge, 
Chelsea,  . 
Fall  River, 
Fall  River, 
Fall  River, 
Fall  River, 
Fall  River, 
Fall  River, 
Salem,     . 
Salem,     . 
Salem,     . 


Datb. 


Aug.   1,  1893, 

June   9,  1893, 

June  17,  1893, 

March  24,  1893, 

April  27,  1893, 

May   4,  1893, 

May   4,  1893, 

May   4,  1893, 

May   4,  1893, 

June  20,  1893, 

April  29,  1893, 

April  29,  1893, 

April  29,  1893, 

Result. 

Convicted. 


ii 

i« 

(( 

(4 
i» 
(i 
(( 

i( 
44 
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For  Fraudulent  Sales  of  Milk — Continued. 


Plaob* 

Datb. 

RlSULT. 

In  Salem,     ....    April    29,  1893, 

.    Convicted. 

Salem,     . 

< 

June     26,  1893, 

(( 

Salem,     . 

• 

Aug.    28,  1893, 

(i 

Salem,     . 

1                     a 

Aug.     28,  1893, 

«( 

Salem,     . 

■ 

Aug.    28,  1893, 

(( 

Taunton, 

. 

July     29,  1893, 

t« 

Taunton, 

• 

July     29,  1893, 

t( 

Gloucester, 

• 

Jan.       3,  1893, 

(( 

Gloucester, 

• 

Aug.      2,  1893, 

«( 

Gloucester, 

. 

Aug.    31,  1893, 

4C 

Quincy,   . 

< 

Aug.    24,  1893, 

«t 

Quincy,   . 

1                     « 

.     Aug.    24,  1893, 

(t 

Chicopee, 

1 

.    June      9,  1893, 

it 

Woburn, 

>                     « 

.     Nov.    16,  1892, 

«( 

Spencer,  . 

1                     1 

,     Oct.      18,  1892, 

4« 

Hardwick, 

1                            4 

.     Oct.       5,  1892, 

i( 

Lee, 

• 

Oct.      25,  1892, 

(( 

Carlisle,  . 

>                            * 

.     Nov.    25,  1892, 

(( 

North  Adams, 

•                          < 

.    Nov.    10,  1892, 

(( 

Greenfield, 

t                            « 

.     Nov.    11,  1892, 

44 

Oakham, . 

t                           < 

,     Jan.     28,  1893, 

({ 

Canton,   . 

1                            1 

.     Jan.     11,  1893, 

it 

Dedham, . 

t                           1 

.     Feb.     23,  1893, 

44 

Sutton,    . 

»                           1 

.     March  24,  1893, 

44 

Berlin,     . 

1 

.     May     20,  1893, 

44 

Topsfield, 

t                           1 

.     May     20,  1893, 

44 

W  alpole. 

1                            « 

.    June     13,  1893, 

ii 

Walpole, 

< 

.    June     13,  1893, 

44 

W  alpole, 

1                            4 

,     Sept.      7,  1893, 

44 

Dover,     . 

1                           4 

.    June      3,  1893, 

44 

Upton,     . 

1                           i 

.    July     31,  1893, 

44 

Upton,     • 

t                           < 

.    July     31,  1893, 

44 

Westport, 

>                            4 

July     26,  1893, 

44 

W  estport. 

1 

.    July     26,  1893,     Plea  i 

of  nolo  contendere. 

Millis, 

>                           ) 

.    Aug.    25,  1893, 

.     Convicted. 

Medfield, 

t 

.     Aug.    25,  1893, 

ii 

Medfield, 

. 

.     Aug.    25,  1893, 

44 

Medfield, 

• 

.     Aug.    25,  1893, 

44 

Norwood, 

> 

.     Sept.     2,  1893, 

44 

Norwood, 

. 

.     Sept.     7,  1893, 

44 

Norwood, 

• 

.     Sept.    30,  1893, 

44 
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Fvf  FravdvXent  Soiles  of  Milk — Concladed. 


Place. 

Date. 

Besttlt. 

Id  Mendon, 

.     Sept.      2,  1893, 

.    Convicted. 

Mendon, 

.     Sept.      2,  1893, 

(( 

Upton,     . 

.     Sept.      2,  1893, 

(( 

Upton,     . 

.     Sept.      2,  1893, 

i( 

Wrentham,       ^ 

.     Sept.    25,  1893, 

(( 

Provincetown, . 

.     Sept.      1,  1893, 
Total,  61  cases. 

(( 

For  Fraudulent  Sales  of  Butter, 

In  Boston,    . 

.     Dec.     28,  1892, 

.     Convicted. 

Boston,    . 

.     March  22,  1893, 

t( 

Lowell,    . 

.     Jan.     21,  1893, 

(( 

Lowell,    . 

.     Jan.     21,  1893, 

n 

Lowell,    . 

.     Jan.     21,  1893, 

'     »t 

Lowell,    . 

.     Jan.     21,  1893, 
Total,  6  cases. 

t( 

Other  Articles  op  Food. 

Maple  Syrup, 

In  Boston,    . 

. 

.     March  21,  1893, 

.     Acquitted. 

Fall  River, 

• 

.     April    27,  1893, 

.    Convicted. 

Fall  River, 

•  • 

.     May       4,  1893, 
Maple  Sugar. 

4( 

In  Boston,    . 

• 

.    April    19,  1893, 

.     Convicted. 

Boston,    • 

• 

.     April    19,  1893, 
Honey, 

In  Boston,    • 

• 

,    Oct.     11,  1892, 
Coffee. 

.     Convicted. 

In  Boston,    . 

.     Nov.    29,  1892, 

•    Convicted. 

Boston,    . 

.     Dec.     15,  1892, 

({ 

Boston,    • 

.     March  21,  1893, 

t« 

North  Adams, . 

.     Oct.      20,  1892, 

(( 

North  Adams,  • 

.     Dec.     17,  1892, 

iC 

Hardwick  (Gilbertville) , 

, .    Oct.     31,  1892, 

(( 
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Molasses. 

Plaos.  Datb.  Besclt. 

In  Taunton,  .        .        .     Sept.    23,  1893,  .        .    Convicted. 

Fall  River,       .         .         .     June    20,  1893,  .         .  '' 

Fall  River,       .         .         .    June    20,  1893,  .         .  *' 

Cassia. 

In  Fall  River,       .        .        .    April   20,  1893,  .        .    Convicted. 

Cloves. 

In  Hardwick  (Gilbertville) , .    Oct.     31,1892,  .        .    Convicted. 

North  Adams,  .         .     Dec.     17,  1892,  .         .  «* 

Pepper. 

In  Hardwick  (Gilbertville), .    Oct.     31,  1892,  .        .     Convicted. 

Fall  River,       .        .         .     April   20,  1893,  .         .    Acquitted. 

Taunton,         •        •        .     Sept.    23,  1893,  .        .    Convicted. 

Mustard. 

In  North  Adams,  .         .     Dec.     17,  1892,  .        .     Convicted. 

Boston,   ....    March  21,  1893,  .         .  '' 

Gloucester,      .         .         .    Aug.      2,  1893,  .         .  '* 

Cream  of  Tartar. 

In  Hardwick  (Gilbertville) , .    Oct.     31,1892,  .        .     Convicted. 

Boston,    ....     Nov.    29,  1892,  •        •  '* 

Total,  26  cases. 

Drugs. 

In  Pittsfield,         .         .         .     Nov.    17,  1892,  .         .    Acquitted. 

North  Adams, .         .         .    Nov.    10,  1892,  .         .     Convicted. 

Boston,    ....    April     7,  1893,  .         .  ** 

Total,  3  cases. 

Summary. 

Complaints  entered  in  court  under  the  acts  relating  to  inspec- 
tion of  milk  and  milk  products, 67  cases. 

Other  articles  of  food, 26    " 

Drugs, 3     ** 

Total, 96  cases. 
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SUMMABT. 

The  whole  namber  of  complaints  entered  by  the  State  Board  of 
Health  in  the  courts  of  the  Commonwealth  against  parties  for  viola* 
tion  of  the  acts  relating  to  food  and  drag  inspection  was  96.  In 
92,  or  95.8  per  cent,  of  these,  the  parties  were  conricted.  Foar 
were  discharged,  either  in  the  lower  or  in  the  apper  courts. 

Of  the  foregoing  cases,  61  were  for  violation  of  the  laws  relating 
to  milk  adulteration,  of  which  number  60  resulted  in  conviction. 

Nearly  all  of  the  cases  entered  for  violation  of  the  statutes  relat- 
ing to  the  sale  of  milk  were  entered  under  the  statute  which  pro- 
vides that  milk  offered  for  sale  shall  be  of  good  standard  quality, 
the  standard  being  defined  by  law. 

Six  complaints  were  entered  under  the  oleomargarine  laws,  each 
of  which  resulted  in  conviction. 

There  were  also  twenty-six  complaints  for  fraudulent  sales  of 
other  articles  of  food,  in  all  of  which  except  two  the  parties  were 
convicted.  In  one  of  these,  a  complaint  for  fraudulent  sale  of  maple 
syrup,  it  was  claimed  that  the  crate  or  wholesale  package  was 
marked  with  the  word  ^^  compound,^  although  the  retail  package 
had  no  such  mark  to  indicate  the  character  of  its  contents.  This 
is  only  one  of  many  instances  which  illustrate  the  difficulties  which 
are  liable  to  arise  under  the  provision  by  which  certain  articles  may 
be  sold  of  an  inferior  quality,  ^<  provided  that  the  same  are  not 
injurious  to  health,  and  are  distinctly  labelled  as  mixtures  or  com- 
pounds." 

The  articles  of  food  embraced  in  the  foregoing  list  were  the  fol- 
lowing :  — 

Maple  syrup,  3  cases ;  maple  sugar,  2 ;  honey,  1 ;  coffee,  6 ; 
molasses,  3 ;  cassia,  1 ;  cloves,  2 ;  pepper,  3 ;  mustard,  3 ;  cream 
of  tartar,  2. 

Of  the  samples  of  drugs  which  were  the  cause  of  complaints  at 
court,  one  case  was  for  refusal  to  furnish  samples  to  an  inspector ; 
another  was  for  a  sale  of  a  poisonous  cosmetic ;  and  the  other  was 
for  a  sale  of  McMunn's  Elixir,  which  was  not  properly  marked  with 
a  poison  label,  in  compliance  with  the  Statute  of  1888  (chapter 
209). 

The  standard  of  whole  milk  in  Massachusetts  is  13  per  cent,  of 
solid  residue,  except  in  the  months  of  May  and  June,  when  it  is  12 
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V 

per  cent.     The  following  list  presents  the  total  solids  in  the  sam- 
ples of  milk  upon  which  complaints  in  court  were  founded :  — 


4.72 

9.80  . 

10.33 

10.70 

11.15 

8.25 

9.82 

10.40 

10.73 

11.16 

8.48 

9.82 

10.40 

10.75 

11.20 

8.85 

9.95 

10.45 

10.79 

11.30 

9.15 

10.02 

10.50 

10.80 

11.35 

9.29 

10.21 

10.50 

10.94 

11.48 

9.31 

10.21 

10.55 

11.00 

11.48 

9.85 

10.25 

10.56 

11.04 

11.52 

9.44 

10.26 

10.60 

11.12 

11.74 

9.56 

10.26 

10.63 

11.12 

13.33 

The  total  number  of  samples  of  food  and  drugs  examined  during 
the  year  was  as  follows :  — 

MUk, 8,224 

Other  articles  of  food, 8,009 

Drugs, 327 

Total, 6,560 

Total  expenses  of  collection,  examination  and  prosecution,  .  $10,454  11 

Average  expense  per  sample  collected,          •        .        •        •  1  59 


Fines. 

The  amount  of  the  fines  paid  into  the  treasuries  of  counties,  cities 
and  towns  under  the  provisions  of  the  general  and  special  laws  rela- 
tive to  the  inspection  of  food  and  drugs  was  as  follows :  — 

Fines  paid  for  Violation  of  the  Food  and  Drug  Acts^  upon  Cases  entered  for 

the  Year  ending  Sept,  30,  1893, 

Under  the  provisions  of  the  laws  relating  to  milk  and  milk 

products, $1,991  00 

Under  the  provisions  of  laws  relative  to  other  articles  of  food,  459  00 

Under  the  provisions  of  laws  relative  to  drugs,      ...  26  00 


Total, $2,476  00 


n 
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EXPENPITUBES 

Utider  the  Provisions  of  the  Food  and  Drug  Ads  during  the  Tear  ending  Sept. 

30, 1893. 


Fob  TBS  EMVOKOKMBXT  of  THX  8TA.TtJTBf 
BXLATUfO  TO  FOOD  AlTD  UVOQ 

IxspBcnoif. 


B«lAtlT6  to  MOk 
and  Milk  Prodncta. 


Ralathre  to  OtlMT 
Kinds  of  Food  I 
Dmga. 


Salaries  of  analysts, 

Salaries  of  inspectors, 

Trayelling  expenses  and  purchase  of  samples. 
Apparatus  ana  chemicals,     .... 
Rent  at  Harvard  Medical  School, 
Chemical  analysis  (by  other  chemists). 
Furniture  and  fittings  at  laboratory,    . 

Lej^al  services, 

Printing, 

Gas, 

Extra  services, 


Total, 


$2,700  00 

2,400  00 

997  05 

145  00 

75  00 

20  00 

45  00 

4  85 

20  00 


$6,406  90 


$1,700  00 

1,600  00 

664  70 

90  63 

50  00 

2  00 

6  52 


IS  36 
20  00 


$4,047  21 
6,406  90 


$10,454  11 


SAM'L  W.   ABBOTT, 

Secretary. 
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REPORT  OF  DR.  C.  P.  WORCESTER,  ANALYST, 


Dr.  S.  W.  Abbott,  Secretary  of  the  State  Board  of  Health, 

Dear  Sir  :  —  I  have  the  honor  to  present  my  report  on  the 
analysis  of  food  and  drugs  for  the  year  ending  Sept.  30,  1893. 

The  work  during  this  year  has  been  done  in  the  room  rented  by 
the  Board  for  the  purpose,  at  994  Washington  Street.  The  labora- 
tory has  proved  sufficient  for  the  ordinary  routine  work,  but  for  any 
investigation  involving  special  apparatus  its  resources  are  too  limited. 
The  routine  analysis  this  year  has  been  similar  to  that  of  previous 
years. 

Milk. 


Total 
Milkt  Col- 
lected. 


Above 
StandATd. 


Below 
Standard. 


Per  Cent. 

Below 

Standard. 


Lowest 
Sample. 


Nnmberof 

Skimmed 

Milks. 


Cities, 
Towns, 

Suspected  prodncers, 
Miscellaneoas,  . 
Total  milks, 


1,981 

1,001 

030 

48.1 

7.42 

639 

876 

204 

41.8 

0.10 

482 

160 

823 

«7.0 

4.72 

21 

10 

11 

62.4 

- 

8,073 

1,646 

1,628 

40.7 

4.72 

13 
2 


16 


The  percentage  of  samples  below  standard  is  49.7,  practically  the 
same  as  that  of  last  year,  which  was  48.2  per  cent. 

The  relative  advantages  of  the  various  processes  for  the  analysis 
of  milk  have  been  discussed  at  great  length  in  the  many  text-books 
and  in  meetings  of  analysts  the  world  over.  For  the  purpose  of 
determining  the  total  solids  there  is  no  readier  method  that  is  rea- 
sonably accurate  than  the  evaporation  of  a  weighed  quantity  of  milk 
over  steam  in  flat-bottomed  platinum  capsules.  The  determination 
of  the  fat  by  benzine  extraction  of  this  dry  residue  has  proved  an 
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Milk  from  Cities. 


ClT»8. 


ToUI 

Bfllkt  Col- 

Iccled. 


Above 
Standard. 


Below 
Standard. 


Percent 

Below 
Standard. 


Total 
SoUdsIn 
Lowest 
Sample. 


Nnmberof 

Skimmed 

Milks. 


Boaton, 
Brockton,  . 
Cambridge, 
Ohelaea,     . 
Fall  River, 
Fltobbarg, 
Olonoaater, 
Lawrence, . 
Lowell, 
Lynn, 
Maiden,     . 
Marlborongb, 
Newton,     . 
New  Bedford, 
Qulncy, 
Balem«        . 
Somerville, 
Taunton,   . 
Waltbam, . 
Wobam,    . 
Woroeater, 


178 

12 

828 

131 

101 

24 

.  90 

24 

12 

141 

148 

8 

78 

ao 

24 
00 
294 
66 
40 
81 
44 


1,981 


111 

7 

176 

61 

87 

7 
27 
16 

9 
40 
00 

7 
49 
18 

9 
68 
134 
43 
80 
40 
22 


1,001 


84 

8 

148 

70 

84 

17 

68 

0 

8 

96 

82 

1 

29 

8 

16 

41 

160 

18 

10 

41 

22 


980 


86.6 
41.7 
46.8 
63.4 
83.6 
70.8 
70.0 
87.6 
26.0 
67.8 
66.4 
12.6 
87.2 
80.8 
62.6 
41.4 
64.4 
28.2 
26.0 
60.6 
60.0 


48.1 


11.24 

11.61 

8.63 

8.62 

0.86 

9.40 

8.67 

9.99 

12.08 

7.42 

8.98 

12.68 

9.94 

11.17 

10.60 

9.16 

9.76 

9.82 

11.42 

10.26 

10.82 


7.42 


1 

6 


1 
1 


18 


Milk  from  Towns. 


TOWKS. 


Total 
Mllkt  Col- 
lected. 


Above 
Standard. 


Below 
Standaad. 


Percent 

Below 
Standard. 


Total 

SoUdt  in 

Lowest 

Sample. 


Nnmberof 

Skimmed 

Milks. 


Adams,      • 

Brookllne, 

Canton, 

Dedham,   . 

Everett,     . 

Pramingham,    . 

Greenfield, 

Hull,  .... 

Hyde  Park. 

Marblebead, 

Medford,   . 

Mllford,     . 

Natick,      . 

Norwood, . 

Orange,     .  • 

Plymouth, 

Proviocetown,  . 

Randolph, . 

Revere,  . 

Btoneham,         . 

Btonghton, 

Wakefield, 

Wareham  (Onset  Bay), 

Watertown, 

Weymouth, 

Winthrop, 


12 
88 

17 
64 
67 

6 
12 
13 
60 
12 
72 
12 
24 
21 
12 

4 
40 
10 
84 
16 
21 

6 

13 
18 

8 

9 

680 


10 

48 

18 

87 

29 

4 

10 

4 

27 

8 

80 

4 

21 

13 

7 

1 

29 

10 

16 

6 

16 

8 

9 

6 

6 

9 

876 


2 

86 

4 

17 

28 

2 

2 

9 

32 

4 

42 

8 

8 

8 

6 

8 

11 

0 

18 

10 

6 

2 

4 

8 

2 

0 

264 


16.6 

42.2 

28.6 

81.6 

49.1 

88.3 

16.6 

60.2 

64.2 

38.8 

68.8 

66.6 

12.6 

88.1 

41.6 

76. 

27.6 

0.0 
62.9 
02.6 
28.8 
40. 
80.7 
61.6 
26. 

0.0 

41.8 


12.11 
11.88 

9.84 
10.02 
10.40 
11.82 
12.60 
10.00 
10.10 

9.19 

9.38 
11.80 
12.39 

9.81 
10.06 
11.47 

9.28 
18.40 
10.46 
11.80 
12.11 
11.10 
12.08 
10.86 
12.86 
12.70 

9.19 
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Milk  from  Suspected  Pboducehs. 


8C8PBCTKD  PBODUOBBS. 


ToUl 
MUkt  Col- 
lected. 


AboTe 
SUndard. 


Below 
Standard. 


Per  Cent. 

Below 
Standard. 


Total  SoUds 

In  Lowett 

Sample. 


Acton, 

Berlin 

BiUorlca, 

Brookfield, 

Carllsla, 

Charlton, 

Chelmeford, 

Concord 

Dover, 

Framingbam, 

Grafton, 

HolUaton, 

Hopedale, 

Hopkinton 

Lincoln 

Littleton, 

Haynard, 

Medfield 

Medway 

Mendon, 

IfilUa, « 

Norfolk, 

Northborongh 

Norwood, 

Saliabary, 

Shirley 

Sonthborongh, 

Sutton, 

Upton, 

Waltham, 

Walpole, 

Wenham, 

Weetborongh 

Wostport, 

Wrentham 


16 

16 

19 

6 

6 

80 

19 

4 

13 
0 

12 
4 
4 
8 

16 

22 
6 

46 
8 

18 
9 
8 

12 

28 

18 
6 
6 

10 

17 
4 

21 

11 

84 

20 

12 


482 


4 
7 

12 
0 
1 
27 
18 
0 
6 
0 
0 
0 
0 
4 
6 
6 
0 
10 
2 
4 
8 
8 
6 
11 
8 
0 
8 
1 
1 
2 
4 
2 
4 
10 
2 


169 


11 
8 
7 
6 
4 
IS 
0 
4 
0 
0 

12 
4 
4 
4 

10 

17 
0 

86 
1 
9 
0 
0 
7 

17 

10 
0 
2 
0 

10 
2 

17 
9 

80 

10 

10 


78.8 
63.8 
86.8 

100. 
80. 
80.8 
81.6 

100. 
60. 

100. 

100. 

100. 

100. 
60. 
66.6 

n.8 

100. 
78.4 
88.3 
69.2 
66.6 
0.0 
68.8 
60.7 
65.6 

100. 
40. 
90. 
94.1 
60. 
80.9 
81.8 
88.2 
60. 
88.8 


10.40 
9.92 

12.14 
9.81 

4.72 

9.88 
11.70 
10.40 

9.86 
11.67 
10.04 

9.71 
11.14 
11.60 
11.43 
11.16 
10.40 
12.58 
10.21 
11.00 
18.40 
11.88 
10.63 

9.46 
11.81 

9.02 

9.20 
10.22 
12.58 

8.48 
10.83 
11.36 
10.94 
10.21 


828 


67.0 


4.72 
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The  comparison  of  the  quality  of  samples  by  months  is  of  some 
interest  in  view  of  the  efforts  made  to  reduce  the  standard  during 
the  spring  and  summer  months. 

For  this  purpose  the  following  tables  have  been  prepared,  show- 
ing the  percentage  of  adulteration  during  the  months  of  the  pre- 
ceding as  well  as  of  the  present  year,  with  both  12  and  13  per  cent, 
assumed  as  a  standard  through  the  whole  year :  — 

Quality  of  Milk  by  Months.    Year  Ending  Sept.  30,  1892. 


MOMTHa. 


Total 
Mllkt  Col- 
lected. 


Above  13 
Per  Cent. 


Below  13 
Per  Ceut. 


Below  12 
Per  Cent. 


Per  Cent,  of 

Adulteration, 

13  Per  Cent. 

Standard. 


Per  Cent,  of 

Adulteration, 

12  Per  Cent. 

Standard. 


October,  . 
November, 
December, 
January, . 
February, 
March,  . 
April,  . 
May, 

June,       . 
July, 
August,   . 
September, 

Average, 


305 

154 

151 

42 

197 

104 

03 

25 

142 

81 

61 

10 

163 

102 

01 

8 

240 

110 

121 

30 

230 

08 

141 

44 

330 

161 

185 

40 

203 

125 

165 

43 

254 

01 

162 

43 

258 

80 

164 

64 

238 

68 

170 

42 

350 

128 

231 

63 

- 

- 

- 

40.5 

47.2 

42.0 

37.3 

60.4 

59. 

55. 

56.3 

03.8 

64.8 

71.4 

64.8 


55.2 


18.7 
12.6 
11.2 
4.0 
12.5 
18.4 
14.6 
14.6 
16.0 
25.2 
17.6 
17.5 


15. 


Quality  of  Milk  by  Months.    Yeab  Ending  Sept.  30,  1893. 


Months. 


Total 
Milks  Col- 
lected. 


Above  18 
Per  Cent. 


Below  18 
Per  Cent. 


Below  12 
Per  Cent. 


Per  Cent  of 

Adulteratlun, 

13  Per  Cent. 

Standard. 


Per  Cent,  of 

Adulteration, 

12  Per  Cent. 

Standard. 


October,  . 
November, 
December, 
January, . 
February, 
March,     . 
April,      . 
May, 
Jane, 
July, 
August,   . 
September, 

Average, 


272 

146 

126 

28 

304 

187 

117 

87 

260 

117 

148 

40 

111 

51 

00 

17 

100 

87 

72 

25 

281 

103 

128 

40 

257 

120 

137 

50 

250 

86 

165 

00 

294 

04 

200 

82 

298 

01 

207 

85 

423 

134 

280 

122 

264 

107 

157 

41 

- 

- 

- 

- 

46.8 

38.4 

56. 

64. 

60. 

55.4 

58.2 

00. 

08. 

00.4 

08.8 

60.6 


68.5 


10.8 

12.1 

18.8 

15.8 

22.9 

17.8 

19.4 

24. 

10.0 

28.5 

28.8 

16.5 


18.0 
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Condensed  Milk. 

Samples  of  condensed  milk  and  so-called  **  evaporated  cream  " 
were  analyzed  for  total  solids  and  fat  with  the  following  results,  the 
fat  being  obtained  by  benzine  extraction  :  — 


iNSPBOTOBa* 
NUMBBK. 

Brand. 

Character  of  Sample. 

Per  Cent. 
SoUds. 

Per  Cent 

SoUds 

not  Fat. 

Per  Cent, 
rat. 

Per  Cent. 
Water. 

13670  . 

St.  Charles,  . 

Evaporated  cream,     . 

31.87 

26.88 

6.04 

68.13 

18672  .        . 

Highland,     . 

Cl                         M 

81.60 

25.70 

6.90 

68.40 

1024  . 

St.  Charlea,  . 

*l                         «l 

31.00 

26.74 

4.36 

68.91 

16431  . 

Baby,    . 

Condensed  milk. 

67.20 

69.70 

7.60 

32.80 

1088  . 

J.  B.  Smith, 

(1            i« 

76.48 

63.66 

11.78 

24.67 

8406  . 

Newport, 

41                             C« 

68.32 

61.10 

7.22 

81.68 

83  . 

Puritan, 

Cl                         11 

78.36 

68. 

10.86 

21.66 

127  . 

Maine  Jersey, 

l«                   c« 

60.02 

62.76 

6.27 

30.98 

10«3  . 

Fall  Weight. 

«                (« 

74.46 

67.16 

7.29 

26.66 

1936  . 

Sovereign,    . 

IC                         (« 

71.76 

66.00 

6.76 

28.26 

2100  .        . 

Winner, 

«t                         !• 

68.00 

62.00 

6.00 

82.00 

2888  . 

Fisherman's, 

I(                         <« 

69.10 

68.07 

6.03 

80.90 

2613  . 

Champion,   . 

11                         1< 

74.20 

66.60 

8.70 

26.80 

2876  . 

Twitehel  Champltn  Co., 

«(                        «1 

72.20 

69.80 

12.40 

27.80 

8128  . 

Dime,    •       •       •       • 

l<                         11 

72.10 

60.00 

12.10 

27.90 

Cheese. 

Seventy-three  samples  of  cheese  have  been  examined  and  no  case 
of  fraudulent  adulteration  has  been  found.  A  series  of  forty-one 
samples  were  obtained  at  different  times  from  the  poorer  quarters  of 
Boston,  and  were  analyzed  immediately  after  purchase,  before  any 
appreciable  loss  of  water  by  evaporation  could  take  place,  with  the 
following  results :  — 


IKSPBOTOBS'  NUMBBB. 

Per  Cent. 
SoUds. 

Per  Cent 

rat. 

Per  Cent. 

SoUds 
Not  Fat. 

Per  Cent 
Water. 

Per  Cent 

Fat  In 

Total  SoUds. 

Price  per 
Pound. 

6241 

66.04 

88. 

28.04 

83.96 

67.64 

Cents. 
17 

6289 

66.06 

37. 

29.06 

88.94 

66.01 

16 

6287 

62.86 

26. 

86.86 

87.64 

41.60 

10 

6286 

66.18 

84. 

82.18 

88.82 

61.22 

18 

6S88 

66.00 

86. 

81.00 

84.00 

68.06 

16 
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iNSPICTOBa*  NrXBBR. 

Per  Cent. 
Solldi. 

Per  Cent 
Fat. 

Per  Cent 

Solids 
Kot  Fat 

Per  Cent 
Water. 

Per  Cent 

Fat  in 

Toul  Solids. 

Price  per 
Pound. 

6231 

68.14 

38. 

30.14 

81.86 

55.77 

1 
Centa. 
16 

5229. 

62.14 

32. 

80.14 

37.86 

51.49 

16 

6227. 

66.60 

85. 

31.60 

33.40 

52.55 

16 

6325. 

64.19 

84. 

80.19 

85.81 

62.97 

16 

5827. 

67.26 

87. 

80.26 

32.74 

55.01 

16 

5331. 

66.76 

85. 

31.76 

88.24 

62.41 

16 

5333. 

66.24 

37. 

29.24 

33.76 

66.86 

16 

6335. 

68.84 

88. 

30.84 

31.16 

55.20 

18 

5323. 

64.82 

35. 

29.82 

85.68 

64.41 

16 

5821 . 

60.36 

85. 

25.36 

39.64 

57.98 

16 

5815 . 

72.30 

87. 

85.30 

27.70 

61.17 

16 

5817  . 

60.40 

84. 

26.40 

30.60 

56.29 

16 

5819. 

65.00 

86. 

29.00 

35.00 

66.88 

16 

5811 . 

68.72 

85. 

28.72 

36.28 

54.92 

16 

5809. 

70.12 

87. 

83.12 

29.88 

62.76 

16 

5818 . 

70.37 

82. 

88.87 

29.63 

46.47 

16 

5827.        , 

69.10 

89. 

80.10 

81.90 

66.44 

16 

5825. 

72.52 

40. 

82.52 

28.48 

66.16 

16 

5829. 

68.98 

88. 

80.98 

81.07 

65.18 

16 

5881. 

62.88 

86. 

26.88 

87.12 

67.28 

16 

5887. 

59.48 

35. 

24.48 

40.57 

68.89 

16 

5835. 

62.09 

32. 

80.09 

37.91 

61.53 

16 

5888. 

55.89 

29. 

26.89 

44.11 

61.89 

16 

5889. 

67.92 

40. 

27.92 

82.08 

68.89 

16 

5908. 

67.94 

85. 

82.94 

82.06 

61.61 

16 

5889. 

70.49 

S2. 

88.49 

29.51 

46.89 

16 

5895. 

70.81 

87. 

88.31 

20.69 

62.62 

16 

6573. 

69.99 

89. 

80.99 

80.01 

66.72 

16 

5901. 

69.88 

36. 

88.83 

80.17 

61.66 

16 

5897. 

69.14 

86. 

83.14 

80.86 

62.06 

16 

5899. 

69.01 

27. 

42.01 

80.99 

89.12 

16 

5820* 

44.43 

8. 

41.48 

55.57 

6.76 

14 

6387t 

44.26 

26. 

18.26 

55.74 

68.74 

- 

6889t 

61.80 

45. 

16.80 

88.70 

78.49 

20 

17279t 

44.70 

5.2 

39.50 

65.30 

11.68 

- 

Averfti 

je.f. 

66.85 

35. 

81.35 

33.65 

62.76 

- 

*  Skimmed  milk  cheeae. 
t  Cream  cheeae. 


t  Neafchatel  cheeae. 

{  Average  ia  exclaaive  of  laat  four  aamplee. 
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It  will  be  noticed  that  with  few  exceptions  the  uniform  retail 
price  of  whole-milk  cheese  was  found  to  be  sixteen  cents  per  pound. 
The  exceptions  were  the  skimmed-milk  cheeses  and  remnant  lots  of 
poor  quality  which  were  cheaper  and  the  extra  cream  cheeses  which 
were  more  expensive.  This  means  two-thirds  of  a  pound  of  milk 
solids  for  sixteen  cents,  or  one  pound  for  twenty-four  cents.  Now, 
twenty-four  cents  will  buy  at  retail,  as  a  rule,  four  quarts  of  standard 
milk,  which  contain  approximately  one  pound  of  milk  solids.  Weight 
for  weight,  then  (water  excluded),  cheese  and  milk  are  sold  prac- 
tically at  the  same  rate.  It  should  be  added,  however,  that  nearly 
one-third  of  the  milk  solids  is  sugar,  a  much  cheaper  element  of 
food  than  the  fat  and  proteids  which  are  in  greater  proportion  in 
cheese.  The  percentage  of  fat  determined  by  the  Babcock  process 
in  terms  of  solids  averaged  53  per  cent.,  a  somewhat  high  ratio. 
Of  standard  milk  the  fat  is  28  per  cent,  in  terras  of  the  solids,  the 
smaller  ratio  being  due  chiefly  to  the  excess  of  sugar  in  the  milk 
solids. 

Butter, 

In  but  one  instance  has  the  fraudulent  substitution  of  oleomarga- 
rine for  butter  been  found.  Four  hundred  and  seventeen  samples 
of  butter  have  been  analyzed  and  twenty-four  of  oleomargarine. 

Bread. 

Fifty-nine  samples  of  bread,  chiefly  of  cheap  white  bread,  were 
collected  from  the  poorer  classes  of  bakeries  and  grocers'  shops  in 
order  to  ascertain  what  sort  of  bread  is  furnished  to  the  poorer 
classes  who  usually  depend  on  the  **  corner  grocery"  for  their 
supply. 

Inspection  showed,  as  a  rule,  loaves  which  were  not  far  from  the 
standard  **  home-baked  family  loaf."  They  showed,  as  a  rule,  a 
thorough  baking,  though  there  were  not  a  few  exceptions  to  this 
rule;  they  were  well  **  raised,"  had  a  good  crumbling  fracture, 
were  not  tough  and  soggy,  nor,  on  the  other  hand,  were  they  over- 
raised,  with  a  dry  and  spongy  texture.  The  majority  had  the 
sweet,  agreeable  odor  and  taste  described  as  the  **  nutty  flavor" 
characteristic  of  a  well-made  loaf.  In  a  number  of  instances,  how- 
ever, there  was  distinctly  perceptible  a  musty  flavor,  amounting  in 
some  cases  to  a  downright  sour  odor  and  taste.  This  sourness 
seems,  at  least  in  part,  to  be  due  to  a  bacterial  growth  attended  by 
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the  production  of  lacti(?  acid  or  of  acid  salts.  At  what  stage  in  the 
process  of  manufacture  this  incipient  decomposition  has  taken  place 
it  is  impossible  to  determine  without  a  careful  investigation  of  each 
step  in  the  process  of  making  every  loaf. 

The  souring  of  bread  may  usually  be  traced  to  poor  materials  or 
to  uncleanness  in  the  manufacture.  Chief  among  the  unsound  mate- 
rials which  may  contribute  toward  this  sourness  are  usually  noted 
damaged  flour  and  decomposing  yeast.  So  far  as  has  been  investi- 
gated the  use  of  unsound  flour  is  not  practiced  in  this  part  of  the 
country.  The  yeast  generally  used  is  of  excellent  quality.  It-is  a 
stiflT,  smooth  mash,  put  up  usually  in  small  tin-foiled  cakes,  and 
kept  in  a  cool  place.  Under  the  microscope  this  mash  is  seen  to  be 
composed  of  about  equal  parts  of  potato  or  com  starch  and  yeast 
spores.  It  has  a  distinct  yeasty  odor,  and  but  rarely  is  it  strongly 
acid  in  reaction.  To  the  almost  universal  use  of  good  sweet  yeast  of 
this  variety  in  the  small  bakeries  is  doubtless  due  no  small  share  in 
the  great  improvement  in  quality  of  the  common  baker's  loaf  of  to- 
day as  compared  with  that  of  ten  or  more  years  ago. 

A  vigorous,  pure  yeast  which  will  *' raise"  quickly  is  a  great 
preventive  against  sour  bread,  for  not  only  is  it  comparatively  free 
from  the  germs  and  products  of  lactic  acid  decomposition,  but  by 
doing  its  work  quickly  it  enables  the  baker  to  check  the  fermenta- 
tion or  **  raising"  process  before  the  lactic  acid  or  sour  decompo- 
sition is  reached. 

The  degree  of  sourness  of  the  samples  of  bread  examined  has 
been  roughly  measured  and  compared  by  titrating  or  neutralizing 
10  grammes  of  the  crumb,  rubbed  up  with  water,  with  a  decinormal 
soda  solution.  To  neutralize  the  acidity  of  10  grammes  of  the  nor- 
mally sweet  loaf  an  average  of  2  cubic  centimeters  of  the  soda  solu- 
tion was  required.  This  would  correspond  to  0.72  grammes  of 
lactic  acid  per  loaf  of  an  average  weight  of  about  400  grammes* 
The  loaf  exhibiting  the  maximum  sourness  or  acidity  required  10 
cubic  centimeters  per  10  grammes  of  bread  corresponding  to  11.61 
grammes  of  lactic  acid  per  loaf  of  1,291  grammes. 

The  so-called  black  bread  (rye  bread),  which  finds  a  ready  sale 
among  our  foreign  population,  is  notably  sour  and  heavy,  and  ap- 
parently its  sourness  is  valued  by  this  class.  A  sour  bread  is  un- 
desirable, not  only  because  it  is  unpalatable  but  also  because  of  the; 
bacterial  processes  of  decomposition  which  this  acidity  indicates, 
and  which  may  seriously  interfere  with  digestion. 
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Bread. 


IVSPBCTOBS* 
NniCBBK. 

Weight  of  Loaf  In 
Orammet. 

1 

s 

1 

1 

Percentage  of  Ash  In 
Terms  of  Solids. 

Acidity.   Cubic  Cen- 
timeters   of   Soda 
Solution  Required 
to    Neutralize    10 
Qms.  Fresh  Bread. 

Price  of   Loaf   in 
Ccnu. 

Description. 

4761     . 

480 

42 

58 

1.03 

2.5 

6 

White. 

4763    . 

434 

88 

67 

1.10 

2.7 

5 

White. 

4765    . 

840 

43 

57 

0.60 

2.2 

5 

White. 

4793    . 

580 

41 

69 

0.90 

2.7 

10 

White. 

4795    . 

- 

43 

67 

1.30 

3.0 

5 

White. 

4899    . 

417 

42 

58 

0.95 

- 

5 

White,  with  caraway  feed. 

6245    . 

890 

45 

55 

1.90 

2.6 

5 

White. 

6253    . 

457 

43 

57 

0.92 

- 

6 

White. 

6247    . 

373 

40 

60 

1.44 

4.3 

4 

White,    over-raised,    dry    and 

6249    . 

887 

89 

61 

1.94 

- 

5 

spongy. 
While,  over.raiaed. 

6251    . 

408 

42 

58 

1.18 

8.5 

5 

While. 

6253    . 

400 

41 

59 

1.23 

1.8 

5 

White,  from  "  N.  E.  kitchen." 

6691    . 

464 

42 

58 

0.68 

- 

5 

White,  underdone. 

6693    . 

410 

44 

56 

1.05 

- 

5 

White. 

6695    . 

387 

43 

67 

1.40 

8.3 

4 

White,  OTer-raiaed,  spongy. 

6697    . 

431 

43 

67 

0.88 

3.3 

5 

White. 

6699    . 

450 

42 

58 

1.09 

3.0 

5 

White. 

6701    . 

887 

41 

59 

1.16 

1.9 

5 

\Vhite, "  milk  loaf." 

6703    . 

320 

42 

58 

1.40 

2.1 

4 

White. 

6705    . 
6707    . 

502 
415 

48 
48 

57 
57 

1.83 
0.65 

6.2 
1.3 

4 
5 

White,  glazed  roll  loaf,  tough 

and  sour. 
White,  underdone. 

6709    . 

450 

43 

57 

0.86 

1.4 

5 

White,  underdone 

6713    . 

495 

42 

58 

0.95 

1.7 

5 

White,  "shortened." 

6715    . 

422 

42 

58 

1.27 

- 

5 

White. 

6717    . 

415 

*^ 

58 

1.00 

- 

5 

White. 

6719    . 

654 

44 

56 

1.00 

1.8 

10 

White, "  milk  loaf." 

6721    . 

420 

42 

58 

1.15 

1.8 

5 

White. 

6723    . 

547 

39 

61 

0.85 

3.2 

5 

White,  over-raised,  underdone. 

6725    . 

422 

42 

58 

0.92 

2.1 

5 

White. 

6727    . 

882 

42 

58 

0.80 

1.7 

5 

White. 

6511    . 

264 

44 

56 

0.85 

1.4 

4 

White, "  French  loaf." 

6509    . 

461 

41 

59 

O.M 

2.4 

5 

White. 

6507    . 

441 

42 

58 

0.60 

1.9 

5 

White,  underdone. 

6505     . 

658 

44 

56 

1.60 

7.0 

6 

White,  yellowish,  sour. 
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Bread —  Concluded. 


IKSPECTOKS' 
NCKBKS. 

WelRht  of  Loaf  in 
Orammes. 

i 

e 
1 

e 
I 

Percentage  of  Ash  In 
Terms  of  Solids. 

Acidity.  Cubic  Cen- 
timeters   of   Soda 
Solution  Required 
to    Neutralize    10 
Oms.  Fresh  Bread. 

Price  of  Loaf   In 
Cenu. 

Description. 

6603    . 

422 

42 

58 

0.75 

3.0 

6 

White. 

6501    . 

420 

43 

67 

1.60 

1.9 

6 

White,  anderdone. 

6499    . 

128 

41 

69 

1.17 

2.6 

6 

White. 

6497    . 

126 

43 

57 

1.65 

2.0 

6 

White. 

6495    . 

454 

43 

67 

0.77 

1.9 

6 

White. 

6493    . 

433 

48 

67 

0.80 

3.0 

5 

White. 

6491    . 

448 

42 

58 

0.97 

3.0 

6 

White. 

6489    . 

418 

42 

68 

1.10 

2.5 

6 

White, «« French  roU." 

6611     . 

477 

42 

68 

1.50 

3.1 

6 

White,  soggy. 

6613    . 

432 

44 

66 

0.95 

1.9 

6 

White,  anderdone. 

6515    . 

376 

41 

69 

1.25 

4.2 

6 

Graham. 

6513    . 

418 

43 

67 

1.04 

2.1 

6 

Graham. 

6517    . 

407 

40 

60 

1.46 

2.3 

5 

Graham. 

6519    . 

367 

40 

60 

0.96 

3.6 

6 

Graham,  over-raised,  spongy. 

6711     . 

435 

42 

58 

1.55 

2.2 

6 

Graham. 

6423    . 

600 

46 

56 

1.45 

- 

10 

Graham. 

4899    . 

445 

40 

60 

1.10 

3.6 

6 

Graham. 

6425    . 

607 

46 

55 

1.20 

- 

10 

Whole  wheat  bread. 

5429    . 

446 

47 

63 

2.20 

- 

10 

•'Diabetic*' bread. 

4910    . 

194 

48 

62 

1.16 

1.7 

5 

«•  Muffins." 

4759    . 

1291 

47 

63 

2.13 

10.0 

8 

"Black  bread"  (rye). 

6427     . 

650 

47 

63 

2.20 

- 

10 

"  Black  bread." 

4899    . 

417 

42 

58 

0.95 

- 

6 

"  Seed  bread." 

6421    . 

600 

48 

62 

3.50 

- 

10 

Brown  bread. 

6429    . 

110 

8 

92 

1.94 

- 

10 

"  Knacker-brod." 

Average  weight  of  loaf  of  white  bread  is  404  grammes.    Usual  price  is  five  cents.    Average  percent- 
age of  water  of  crumb  is  42  per  cent. 

8pices. 

The  microscopic  examination  of  over  1,400  samples  of  ground 

spices  resulted  in  the  discovery  of  189,  or  14  per  cent,  of  adulterated 

samples. 

Allspice. 

Adulteration,  5  per  cent.     Adulterants  found  were  wheat,  corn, 
ginger  and  nut  shells. 
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Cassia, 

Adulteration,  7  per  cent.  Adulterants  found  were  ginger,  bark 
of  some  variety,  wheat,  pease,  sawdust  and  nut  shells.  The  worst 
specimen  contained  75  per  cent,  of  wheat. 

Cayenne. 

Adulteration,  38  per  cent.  Adulterants  found  were  corn,  wheat, 
ginger,  nut  shells  and  turmeric.  The  worst  specimen  contained  90 
per  cent,  of  wheat,  com,  turmeric  and  cocoanut  shells.  Many  of 
these  samples  were  purchased  as  ••  capsicum"  from  drug  stores,  and 
in  these  instances  the  percentage  of  adulteration  was  higher  than  the 
average. 

Ploves. 

Adulteration,  13  per  cent.  Adulterants  found  were  corn,  wheat, 
allspice,  nut  shells,  pease,  ginger,  pepper,  charcoal,  dirt,  turmeric 
and  clove  stems.  The  worst  specimen  contained  70  per  cent,  of 
nut  shells,  pease  and  ginger. 

Ginger. 

Adulteration,  7  per  cent.  Adulterants  found  were  corn,  wheat, 
rice  and  turmeric.  The  worst  specimen  contained  40  per  cent,  of 
cora  and  turmeric. 

Mace, 

The  only  adulteration  found  was  the  apparently  accidental  ad- 
mixture of  other  spices  in  one  instance. 


Mustard, 

Adulteration,  27  per  cent.  Adulterants  found  were  wheat,  corn, 
rice,  cayenne,  mustard  hulls,  tapioca  and  turmeric,  the  latter  being 
added  for  color  both  in  the  ground  form  and  in  the  form  of  an  ex- 
tract. The  worst  specimen  contained  but  a  small  trace  of  mustard, 
the  other  constituents  being  the  first  four  of  the  above-named  adul- 
terants, colored  with  turmeric. 

Nutmeg, 
No  adulteration  found. 
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Pepper. 

Adulteration,  11  per  cent.  Adulterants  found  were  wheat,  buck- 
wheat,  corn,  sawdust,  cayenne,  nutshells  and  charcoal.  The  worst 
specimen  contained  90  per  cent,  of  wheat,  buckwheat  and  cayenne. 

Baking  jPo2vder. 
Of  eight  brands  of  baking  powder  examined,  six  contained  alum. 

Canned  Goods. 

Of  nineteen  samples  of  canned  goods  of  various  kinds,  none  were 
found  to  contain  any  harmful  preservative  or  metallic  poison. 

Chocolate. 
No  adulteration  was  found  in  the  five  samples  submitted. 

Confectionery. 

Of  the  fifty-nine  samples  examined,  all  but  two  were  composed  of 
edible  and  non-injurious  constituents,  such  as  cane  sugar,  glucose, 
and  wheat,  corn  and  potato  starch.  Two  samples  contained  paraflSn 
in  considerable  amount  and  turpentine,  which  was  added  doubtless 
under  the  name  of  **  Essence  of  Lemon." 

Coffee. 

Adulteration,  30  per  cent.  Adulterants  found  were  chicory, 
pease,  wheat,  wood,  charcoal  and  dried  grains  composed  of  ground 
pea  hulls  and  molasses.  The  worst  case  of  adulteration  contained 
50  per  cent,  of  pease  and  chicory,  while  a  ••  compound  coftee"  was 
found  to  contain  no  coffee  whatever.  A  coffee  substitute  and  adul- 
terant was  found  to  consist  of  small  brown  pellets  of  about  the  size 
of  coffee  beans,  but  composed  of  wheat  mash,  mixed  with  a  red 
oxide  of  iron  for  a  color,  and  roasted. 

Cream  of  Tartar. 

Adulteration,  3  per  cent.  Adulterants  found  were  gypsum,  corn 
starch  and  phosphate  of  calcium.  The  adulteration  of  cream  of  tartar 
is  now  comparatively  rare.  The  worst  sample  contained  75  per  cent, 
of  calcium  phosphate  and  corn,  while  a  •'  compound  cream  of  tartar  " 
was  found  to  contain  no  cream  of  tartar  whatever. 
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Honey. 

Adulteration,  14  per  cent.  The  only  adulterant  found  was  glu- 
cose syrup,  which  was  found  in  varying  amounts  up  to  40  per  cent. 
The  analysis  of  honey,  sugars  and  syrups  is  made  by  means  of  the 
polariscope. 

Molasses. 

Adulteration,  11  per  cent.  The  only  adulterant  found  was  glu- 
cose syrup,  which  was  present  in  one  instance  to  the  extent  of  40 
per  cent. 

Maple  Syrup, 

Adulteration,  43  per  cent.  Adulterants  found  were  cane  sugar 
other  than  maple  and  glucose.  The  worst  specimen  was  a  so-called 
*'  Vermont  Maple  Syrup,"  containing  58  per  cent,  of  glucose  syrup. 

Maple  Sugar. 

Adulteration,  34  per  cent.  The  adulterant  found  was  a  crude 
molasses  sugar,  which  chemically  is  nearly  identical  with  maple 
sugar,  but  whose  flavor  is  totally  diflcrent. 

Syrup. 

Only  one  sample  of  the  fifteen  submitted  was  found  to  be  adulter- 
ated, but  that  contained  50  per  cent,  of  glucose. 

Lard. 

Adulteration,  28  per  cent.  The  adulterants  found  were  cotton- 
seed oil  and  tallow. 

Tea. 

None  was  found  to  contain  other  than  genuine  tea  leaves,  and  but 
one  sample  contained  too  much  mineral  matter  indicating  spent 
leaves.  The  rigid  examination  of  teas  at  various  ports  of  entry  by 
government  inspectors  regularly  appointed  for  that  purpose  has 
resulted  in  practically  shutting  out  spurious  teas  from  our  market. 

Vinegar. 

Adulteration,  34  per  cent.  Any  failure  to  conform  to  the  legal 
standard  of  4.5  per  cent,  of  acetic  acid  and  2  per  cent,  of  apple  solids 
constitutes  adulteration.     Samples  may  contain  too  little  acetic  acid 
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either  from  insuflScient  fermentatioD  of  the  cider  or  from  dilution 
with  water.  An  insuflSciency  of  apple  solids  indicates  watering,  and 
the  substitution  of  other  solids  indicates  that  the  vinegar  is  made  at 
least  in  part  by  the  fermentation  of  materials  other  than  cider,  — 
notably  molasses.  The  greater  number  of  adulterated  samples  fell 
but  slightly  below  the  standard. 

Olive  Oil. 

Adulteration,  26  per  cent.  The  adulterant  found  was  cotton-seed 
oil.  Many  of  the  cotton-seed  oil  substitutes  for  olive  are  now  labeled 
**  sweet  oil"  or  **  salad  oil,"  terms  of  such  an  indefinite  significance 
that  technically  there  is  no  deception. 

Miscellaneous. 

Of  116  samples  of  a  miscellaneous  description  24  were  found  not 
of  good  quality*  Of  this  number  were  samples  of  pickles  containing 
notable  quantities  of  alum ;  dried  apples  containing  considerable 
traces  of  zinc ;  catsup  containing  salicylic  acid ;  fruit  syrups  contain- 
ing salicylic  acid,  in  some  instances  to  the  extent  of  0.47  per  cent. ; 
salt  fish  preserved  with  boracic  acid. 

Among  the  novelties  of  this  class  was  a  sample  of  **  kustard  "  which 

proved  to  be  a  mixture  of  corn  starch  and  salt  flavored  with  cou- 

marin. 

Summary  of  Food  Statistics. 


Oennine. 


Adnlter- 
ated. 


Total. 


Allspice,  . 
Baking  powder, 
Bread, 
Butter, 

Canned  goods. 
Cassia, 
Cayenne, . 
Cheese,     . 
Chocolate, 
Cloves,      .       • 
Coffee, 

Confectionery, 
Cream  of  tartar, 
Ginger,     . 


92 
2 

50 
417 

19 
185 

40 

73 

5 

190 

49 

59 
363 
193 


6 

6 

0 

24 

0 

14 

25 

0 

0 

28 

21 

2 

13 

16 


97 
8 

59 
441 

19 
199 

65 

78 

6 

218 

70 

61 
366 
209 


Oennine. 


Adulter- 
ated. 


Total. 


Honey,     . 

Lard, 

Mace, 

Maple  sugar. 

Maple  syrup, 

Miscellaneous, 

Molasses, 

Mustard, 

Nutmeg, 

Olive  oil. 

Pepper, 

Syrup, 

Tea,  . 

Vinegar, 


4ft 

8 

15 

6 

56 

1 

28 

15 

17 

13 

116 

24 

136 

17 

174 

64 

2 

0 

17 

6 

•       t 

289 

36 

9                      « 

14 

1 

•         i 

59 

1 

•         « 

58 

31 

54 

21 

67 

43 

80 

140 

153 

288 

2 

28 

325 

15 

60 

89 
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Drugs. 

Of  this  class,  327  samples  were  examined.     Ninety-nine  proved 
to  be  not  of  Pharmacopoeal  quality. 

Acidum  Benzoicum:  3  standard. 

Acidum  Hydrobromicum :  2  standard. 

Acidum  Tannicum:   15  standard;    1  inferior,  containing  a  resin 
insoluble  in  water. 

^ther:  6  standard  ;  2  inferior,  containing  too  much  alcohol. 

^Iher  fortior:  3  standard. 

Alcohol:  15  standard. 

Aqua  Ammonioe :    5  standard ;  2  inferior,  containing  too  much 
water. 

Aqua  Ammomoe  fortior :  5  standard. 
Aqua  Destillata :  1  standard. 
Bismuthi  Subnitras:  2  standard. 
Cerii  Oxalas:  2  standard. 

Chloroform:  3  standard. 

Extractum  Glycyrrhizcz :  1  standard;  2  inferior,  containing  con- 
siderable amounts  of  corn  and  wheat  starch. 

Extractum  Malti:  1  of  good  quality. 

Ferri  et  Quinince  Citras:  7  not  of  the  Pharmacopoeal  standard. 

Glycerinum:   16  standard;  3   inferior,  containing  oils  reducing 
nitrate  of  silver,  one  sample  containing  petroleum. 

Iodoform:  1  standard. 

Lycopodium:  2  standard. 

Liquor  Magnesii  Citratis:  2  standard. 

3Iaffnesn  sulphas :  1  standard. 

Oletim  OUvoe:  9  of  good  quality;  2  cotton-seed  oils. 

Opii  Pulvis:  10  standard,  2  inferior,  containing  too  little  mor- 
phine. 
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Potassii  Acetas:  5  standard;  3  inferior,  containing  considerable 
carbonate  and  chloride. 

Potassii  Gitras:  6  standard. 

Potassii  lodidum :  6  standard  ;  1  inferior,  containing  a  consider- 
able amount  of  chloride. 

Potassii  Permanganas :  6  standard. 

Pulvis  Effervescens  Compositus :  13  standard  in  quality,  but  of 
considerable  variety  of  weight,  and  the  blue  and  white  papers  trans- 
posed in  two  instances. 

Pulvis  Glycyrrhizce  Compositus:  1  of  inferior  quality. 

Pulvis  Rhei:  9  standard. 

Quinince  Bisulphas :  1  standard. 

Quinince  Sulphas:  7  standard. 

Spiritus  Frumenti:  2  standard ;  1  inferior,  containing  too  much 
solid  matter,  chiefly  sugar.  The  percentage  of  alcohol  varied  from 
41  to  53. 

Spiritus  Juniperi:  2  of  good  quality  and  2  inferior,  being  largely 
diluted  with  water. 

Spiritus  Limonis :  1  standard. 

Spiritus  Vint  Oallici:  2  standard. 

Sulphur  Lotum:  12  standard ;  1  inferior,  containing  50  per  cent, 
of  gypsum. 

Syrupus:  1  standard;  1  inferior,  containing  too  much  water. 

Tinctura  Aconiti:  6  standard. 

Tinctura  lodi:  3  standard ;  10  inferior,  containing  too  little 
iodine,  the  deficiency  being  from  5  to  30  per  cent. 

Tinctura  Nucis  Vomicoe :  4  standard ;  5  inferior.  This  tincture 
should  contain  2  per  cent,  of  the  dry  extract.  The  samples  sub- 
mitted contained  from  2.19  per  cent,  to  0.6  per  cent. 

Tinctura  Opii:  25  standard ;  27  inferior.  This  tincture  should 
contain  1.3  to  1.5  per  cent,  of  morphine  by  the  Pharmacopoeal  assay. 
The  samples  submitted  contained  from  2.19  per  cent,  to  0.66  per 
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cent.,  the  strongest  tincture  being  more  than  three  times  as  strong 
as  the  weakest. 

Vi7m7n  Album :  4  samples  not  of  Pharmacopoeal  quality,  contain- 
ing too  much  solid  residue,  chiefly  sugar.  The  alcohol  also  was 
found  to  be  from  1  to  3  per  cent,  in  excess. 

Vinum  Rubrum:  16  samples  not  of  Pharmacopoeal  quality.  Her^ 
again  there  proved  to  be  a  large  excess  of  sugar,  while  the  alcohol 
varied  from  2  per  cent,  below  to  3  per  cent,  above  the  standard. 

Zingiber:  1  standard. 

Miscellaneous:  12  of  good  quality;  1  not  of  good  quality.  In 
this  class  were  included  samples  of  non-poisonous  insect  fluids  com- 
posed of  benzine,  alcohol,  peppermint,  pennyroyal  and  borax. 

A  **  wild  cherry  beverage"  contained  no  hydrocyanic  acid. 

A  sample  of  patent  obesity  pills  contained  nothing  to  be  detected 
but  sugar. 

A  sample  of  *•  freckle  lotion  **  contained  forty  grains  of  corrosive 
sublimate  per  bottle. 

Other  face  washes  selling  at  one  or  two  dollars  per  bottle  were 
found  to  contain  alcohol  and  citric  acid  in  solution,  and  sulphur, 
chalk  and  gypsum  in  suspension. 

A  sample  of  *•  Black  Pepsin"  was  found  to  consist  of  ground 
annatto  and  salt.     It  gave  a  slight  pepsin  digestion  reaction. 

A  sample  of  **  Compound  Extract  of  Salix,"  prepared  for  pre- 
serving eggs,  fruit  and  vegetables,  proved  to  be  salicylic  acid. 

Summary. 


Qenafne. 


Adulterated. 


Total. 


Milks, 

Foods  not  milk, 

Drugs, 

Totals, 


1,545 

2,763 

228 

1,528 

377 

99 

4,536 

2,004 

3,078 

8,140 

327 


6,540 


Respectfully  submitted, 


CHARLES  P.  WORCESTER 
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PROFESSOR  GOESSMANN'S  REPORT. 


The  following  repoit  comprises  the  results  of  the  analyses  of 
samples  of  milk  obtained  in  the  four  western  counties  of  Massachusetts 
during  the  year  ending  Sept.  30,  1893. 

The  whole  number  examined  was  187,  of  which  38,  or  20.3  per 
cent.,  were  below  the  standard.  This  result  was  but  slightly 
greater  than  that  of  1892  for  the  same  district,  which  was  19.8 
per  cent. 

The  results  of  analyses  were  as  follows :  — 

Whole  number  examined, 187 

Number  above  standard, 149 

Number  below  standard, 38 

Percentage  below  standard, 20.3 

Samples  of  skimmed  milk, 7 

The  statistics  of  the  cities  are  as  follows :  — 

Chicopee. 

Number  of  samples, 16 

Number  above  standard, 14 

Number  below  standard, 2 

Percentage  below  standard, 12.5 

Skimmed  milk, 2 

HOLTOKE. 

Number  of  samples, 16 

Number  above  standard, 16 

Number  below  standard, 0 

Percentage  below  standard, 0 

Skimmed  milk, 2 

PiTTSFIELD. 

Number  of  samples, 15 

Number  above  standard, 9 

Number  below  standard, 6 

Percentage  below  standard, 40.0 

Skimmed  milk, 0 
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Springfield. 

Number  of  samples, 37 

Number  above  standard, 28 

Number  below  standard, 9 

Percentage  below  standard, 24.3 

Skimmed  milk, 0 

The  results  in  the  towns  were  as  follows :  — 


ToUl. 

Above 

Below 

standard. 

Standard. 

13 

12 

1 

12 

10 

2 

8 

6 

3 

42 

34 

8 

12 

7 

6 

16 

14 

2 

103 

82 

21 

Percental 

below 
Standard. 


Adams,    . 

Greenfield, 

Lee, . 

North  Adams, 

Orange,    . 

Ware, 


20.4 


Amherst,  Mass. 


C.  A.  GOESSMANN, 

Cfiemist. 
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ISOLATION  HOSPITALS  FOR  INFECTIOUS  DISEASES. 


By  S.  W.  Abbott,  M.D.,  Secretary  of  the  Board. 


An  increased  demand,  during  the  past  two  years,  from  the  author- 
ities of  cities  and  large  towns,  and  especially  from  manufacturing 
towns,  for  information  on  the  subject  of  infectious  disease  hospitals 
has  formed  the  incentive  to  the  compilation  of  the  following  paper. 

The  essential  difference  between  hospitals  established  for  receiving 
patients  attacked  with  infectious  disease  and  other  hospitals  consists 
in  the  fact  that  the  latter,  the  general  hospitals,  are  maintained  mainly 
for  the  purpose  of  affording  care  and  treatment  for  the  individual, 
while  the  former,  the  infectious  disease  hospitals,  in  affording  this 
care  and  treatment  also  provide  for  the  protection  of  the  community 
at  large,  and  thus  constitute  one  of  the  essential  measures  for  pre- 
venting the  spread  of  infectious  diseases  by  furnishing  the  means  for 
isolating  the  first  cases  which  appear  in  any  community. 

The  principal  reasons  for  providing  these  establishments  in  large 
cities  are  the  following :  — 

First.  Isolation  constitutes  the  first  and  essential  principle  in  the 
preventive  treatment  of  the  majority  of  infectious  diseases.  The 
more  perfeqt  the  barrier  between  the  sick  and  the  well  the  greater 
becomes  the  certainty  of  staying  the  spread  of  infectious  disease. 
On  the  other  hand,  the  increasing  accumulation  of  our  population 
in  the  cities  has  a  tendency  to  favor  the  spread  of  such  disease. 
The  urban  population  of  Massachusetts  (V.  e.,  people  living  in 
cities  having  more  than  8,000  inhabitants  in  each),  was  only  27.1 
per  cent,  of  the  total  population  of  the  State  in  1840.  In  1880 
it  had  increased  to  58.4  per  cent.,  and  in  1890  to  69.9  percent. 
The  urban  population  of  the  United  States  had  also  increased  from 
22.6  per  cent,  in  1880  to  29.1  per  cent,  in  1890. 

To  illustrate  the  effect  which  this  crowding  together  of  the  popu- 
lation has  upon  the  mortality  from  infectious  diseases  the  following 
data  are  presented.  They  are  the  result  of  observations  upon  this 
subject  extending  over  a  period  of  twenty  years  in  Massachusetts, 
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and  wore  published  in  the  twenty-third  annual  report  of  the  State 
Board  of  Health,  page  783,  etc.  They  are  here  more  conveniently 
grouped  together  in  one  table. 

Mortality  from  Eight  Principal  Infectious  and  Destructive  Diseases  in  Dense^ 
Medium  and  Sparsely  Settled  Districts  in  Massachusetts ^  that  of  Dense  Dis- 
tricts being  taken  as  IflOO, 


MOBTALITT  riOM 

AU 
Canset.  ' 

Measles. 

Scarlet 
Ferer. 

Diphtheria 

and 

Croup. 

SmaU- 
pox. 

Cholera 
Infantam* 

Con- 
snmptioa 

Pneu- 
monia. 

Typhoid 
FeTer. 

Dense, 
Medlam,  . 
Sparse,     . 

1.000    , 

1 
826 

t 
760 

1 

1,000 
617 
446 

1,000 
818 
687 

1,000 
780 
634 

1,000 
832 
140 

1,000 
898 
630 

1,000 
810 
727 

1,000 
702 

783 

1,000 
1,100 
1,175 

In  using:  these  terms,  dense  refers  to  those  districts  in  which  there 
was  less  than  one  acre  to  each  inhabitant ;  medium^  to  those  districts 
in  which  there  was  more  than  one  acre  but  less  than  four  acres  to 
each  inhabitant ;  and  sparse^  to  those  districts  in  which  there  were 
more  than  four  acres  to  each  inhabitant.  By  this  table  it  appears 
that  overcrowding  has  an  unfavorable  effect  upon  the  mortality  of 
each  one  of  the  foregoing  diseases  except  typhoid  fever. 

Secondly.  The  inability  of  the  majority  of  laborers  and  mechanics 
to  furnish  separate  accommodations  for  the  isolation  of  members  of 
their  families  who  may  become  ill  with  infectious  disease  is  well 
known.  Such  families  usually  live  in  tenements  having  from  one 
to  four  rooms,  none  of  which  can  safely  be  devoted  to  the  treatment 
and  isolation  of  infectious  diseases  of  a  dansrerous  character.  The 
serious  overcrowding  which  prevails  in  some  of  the  large  cities  of 
Great  Britain  has  not  yet  been  reached  in  any  of  our  large  cities, 
but  the  tendency  is  in  that  direction  (Glasgow  has  a  population 
of  more  than  100,000  living  in  one- room  tenements).  The  very 
great  increase  of  the  population  of  this  class  by  immigration  has 
been  the  chief  factor  in  causing  overcrowding  in  our  cities  during 
the  past  decade. 

Third.  Another  important  advantage  secured  by  the  isolating 
hospital  is  found  in  the  fact  that  the  ordinary  duties  of  the  house- 
hold, the  attendance  at  school,  and  especially  the  support  of  the 
family  by  its  wage-earners,  can  be  carried  on  without  disturbance, 
the  danger  of  infection  having  been  removed  by  the  transfer  of  the 
sick  member  of  the  family  to  the  hospital.  It  has  not  unfrequently 
happened  that  the  local  sanitary  authorities  in  some  of  our  cities  and 
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towns  have  not  only  rigorously  enforced  the  law  relating  to  non- 
attendance  at  school,  but  have  also  quarantined  the  whole  family, 
old  and  young ;  so  that,  by  this  means,  the  scholar  is  deprived  of 
from  two  to  ten  weeks,  or  even  more,  of  his  educational  privileges 
at  the  most  important  or  most  receptive  period  of  his  life,  the 
length  of  time  depending  upon  the  duration  of  illness  in  the  infected 
household ;  and  more  than  this,  the  father  and  other  wage-earners 
have  been  kept  from  work  in  the  mill,  the  factory  or  the  workshop. 
Even  if  he  is  allowed  to  work,  his  fellow  workmen  are  wont  to 
regard  him  with  suspicion  so  long  as  a  case  of  any  one  of  the  in- 
fectious fevers  exists  in  his  household.  Now,  the  prompt  removal 
of  such  cases  permits  the  school  attendance  and  the  employment  of 
other  members  of  the  family  to  go  on  undisturbed. 

In  all  my  experience  with  local  boards  of  health  during  the  past 
few  years,  I  know  of  no  circumstance  or  condition  which  has  given 
more  serious  trouble  and  perplexity  than  this,  nor  do  I  know  of  any 
which  is  likely  to  be  relieved  to  so  great  an  extent  as  is  this  condi- 
tion by  the  introduction  of  the  isolating  hospital. 

So  far  as  one  disease  (small-pox)  is  concerned,  the  principle  of 
isolation  in  a  hospital  specially  provided  or  designed  for  such  pur- 
pose has  been  recognized  from  a  very  early  period  of  our  history. 
In  1701  an  act  was  passed  by  the  General  Court  *'for  the  better 
preventing  the  spread  of  infection,"  wherein  it  was  provided  that 
'<  when  persons  were  visited  with  the  plague,  small-pox  or  pestilen- 
tial or  malignant  fever,  and  other  contagious  sickness,  the  infection 
whereof  may  be  communicated  to  others,"  the  selectmen  were  em- 
powered to  remove  such  infected  persons  to  separate  houses,  and  to 
provide  '*  nurses,  tendance  and  other  assistance  and  necessaries  for 
them,  at  the  charge  of  the  parties  themselves,  their  parents  or  mas- 
ters (if  able),  or  otherwise  at  the  charge  of  the  town  or  plnce  where 
they  belong." 

Small-pox  has  been  shorn  of  much  of  its  terrors  by  the  discovery 
and  practice  of  vaccination,  so  that  while  in  the  last  century  it  fur- 
nished a  very  large  percentage  of  the  deaths  the  ratio  of  such  mor- 
tality in  the  present  century  has  been  very  greatly  diminished. 

The  number  of  deaths  from  small-pox  in  the  twenty  years  (1871- 
1890)  in  Massachusetts  was  2,298,  while  those  from  measles,  scarlet 
fever,  diphtheria,  croup  and  typhoid  fever  were,  respectively,  3,984, 
14,639,  36,553  and  19,421.  If  the  ratio  of  cases  to  deaths  main- 
tained the  average  which  has  usually  been  observed,  the  total  num- 
ber of  cases  of  these  diseases  which  occurred  in  the  State  during: 
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these  twenty  years  must  have  been  at  least  700,000.  Had  adequate 
provision  been  furnished  for  controlling  epidemics  at  their  outset,  it 
is  safe  to  say  that  a  very  considerable  portion  of  these  lives,  and 
also  of  these  cases  of  illness,  might  have  been  saved.  The  pro- 
vision of  isolating  hospitals  constitutes  one  important  measure  for 
controlling  such  epidemics,  while  prompt  notification  by  the  attend- 
ing physicians,  disinfection,  vaccination  and  restriction  of  school 
attendance  from  infected  families  also  constitute  a  part  of  the  same 
general  plan  of  action. 

Hospitals  for  infectious  diseases  have  reached  their  highest  type 
of  development  in  England,  but  are  not  yet  in  very  common  use  in 
the  continental  countries  of  Europe.  In  commenting  upon  the  his- 
tory of  this  subject.  Dr.  Buchanan  says,  in  his  introduction  to  the 
special  report  to  the  Local  Government  Board  of  England  upon  the 
**  Use  and  Influence  of  Hospitals  for  Infectious  Diseases  " :  — 

The  onginal  design  of  these  hospitals  in  England  was  to  promote  the 
recovery  of  the  individual  poor  patient  for  whom  other  accommodation  was 
wanting ;  indeed,  the  name  "  house  of  recovery"  was  a  frequent  synonym 
for  infectious  disease  hospital  at  the  period  when  such  an  institution  was 
first  seen  to  be  necessary.  But  it  was  inevitable  that  the  advantages  to  be 
obtained  by  the  district  possessing  a  hospital  should  soon  force  themselves 
upon  the  attention  of  the  observer,  and  from  a  very  early  period  of  their 
history  infectious  disease  hospitals  have  been  advocated  on  the  ground  of 
their  protecting  the  household  against  the  spread  of  infection. 

The  benefits  of  these  hospitals  were  not,  however,  obtained  without  a 
good  deal  of  misfortune  within  the  walls  of  the  institutions  themselves. 
In  the  small-pox  hospital,  indeed,  this  was  not  apparent.  Small-pox  had 
been  regarded  from  the  beginning  as  requiring  a  special  building  for  itself. 
It  had  a  "  specific"  contagion,  which  could  not  be  safely  treated  under  the 
same  roof  with  the  ''general"  contagion  of  fever.  So,  in  the  hospital 
where  no  disease  but  small-pox  was  received,  patients  had  no  opportunity 
of  contracting  other  diseases.  The  nurses,  in  early  times  selected  from 
among  those  who  had  passed  through  an  attack  of  small-pox,  and  in  later 
times,  having  their  vaccination  specially  cared  for,  took  nothing  from  their 
patients ;  but  in  the  '*  fever  hospital "  the  case  was  different.  Doctors 
and  nurses  caught  fever,  in  some  years  more  than  in  others,  while  convales- 
cent patients  had  what  appeared  to  be  repetitions  of  fever  attacks.  So 
serious  indeed  did  these  misadventures  become  that  forty  years  ago  it  had 
come  to  be  spoken  of  as  doubtful  whether  fever  cases,  if  they  were  to  be 
treated  in  hospitals  at  all,  had  not  better  be  distributed  through  the  wards 
of  general  hospitals.  The  experiment  was  tried,  but  with  far  greater  dis- 
aster to  the  patients  and  attendants  of  the  general  hospital. 
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In  the  foregoing  quotation  the  special  form  of  fever  to  which  refer- 
ence is  made  is  undoubtedly  typhus,  and  not  typhoid  or  enteric  fever. 

With  reference  to  the  propriety  of  separating  isolating  hospitals 
absolutely  from  all  other  establishments,  Dr.  Rowe  says  in  his  recent 
paper  upon  this  subject :  — 

In  large  communities  the  only  system  that  is  beyond  criticism  is  to  make 
for  infectious  diseases  a  separate  establishroeDt,  independent  and  isolated. 
...  It  is  the  duty  of  hospital  workers  and  sanitarians  not  to  cease 
forcing  upon  public  authorities  the  necessity  of  intelligent  action,  until 
every  municipality,  through  its  public  treasury,  shall  provide  special  hos- 
pitals always  available  for  infectious  diseases.  Is  it  not  the  wisest  policy 
to  put  such  hospitals  under  the  immediate  control  of  the  local  board  of 
health  ?  Tbey  have  so  close  a  connection  with  other  vital  matters  properly 
belonging  to  health  boards  that  it  conduces  to  unity  of  action  to  have  the 
suppression  of  infection  under  one  authority,  a  practice  that  obtains  in 
Great  Britain.* 

As  early  as  1866  an  act  of  Parliament  had  given  to  local  authori- 
ties the  power  to  erect  and  to  maintain  hospitals  for  isolation  of 
persons  suffering  with  contagious  diseases.  This  power  was  further 
enlarged  by  the  general  Public  Health  Act  of  1875.  As  a  result  of 
this  legislation  it  was  found  by  returns  made  in  1879  that  296 
authorities  had  availed  themselves  of  this  privilege  in  the  erection 
of  buildings  of  one  sort  or  another  for  this  specific  purpose.  The 
arrangements  were  in  some  cases  rudimentary  and  insufficient,  and 
on  the  other  hand  some  authorities  had  wisely  and  liberally  used 
their  powers  in  providing  efficient  hospitals  for  the  reception  of 
persons  suffering  with  contagious  fevers  and  from  small-pox. 

In  a  brief  paper  upon  the  same  subject  presented  at  the  Inter- 
national Congress  of  Hygiene  at  London  in  1891,  Dr.  Thome  states 
that  this  number  had  increased  to  400,  and  that  the  general  adoption 
of  the  provisions  of  the  Infectious  Disease  (Notification)  Act  of  1889 
was  likely  to  lead  to  a  still  further  increase  in  the  number  of  these 
establishments. 

In  commenting  upon  the  diseases  calling  for  isolation.  Dr.  Thome 
says :  — 

So  far,  there  is  no  evidence  that  aggregation  of  the  infectious  sick  suffer- 
ing from  any  of  these  diseases,  except  small-pox,  such  as  is  likely  to  be 
carried  out  by  any  ordinary  sanitary  authority,  leads  to  infection  of  the 

*  Paper  read  nt  Coogreas  of  Charities,  Correction  and  Philanthropy,  at  Chicago,  June,  1893. 
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BurroundiDg  community,  provided  that  the  hospital  be  properly  constructed 
and  administered,  and  subject  to  a  zone  of  some  forty  feet  being  provided 
between  all  buildings  intended  to  receive  infected  persons  or  things  and  the 
boundary  wall,  or  close  fence  around  the  site.  Experience  has  shown  that 
it  is  otherwise  with  small-pox,  and  it  yet  remains  to  be  ascertained  what 
are  the  circumstances  under  which  cases  of  that  disease  can  be  aggregated 
for  the  purposes  of  sanitary  authorities  without  risk  to  the  community. 
Fortunately,  owing  to  the  protection  afforded  by  vaccination,  small-pox 
does  not,  as  is  commonly  supposed,  stand  foremost  among  the  infectious 
fevers  calling  for  isolation  in  a  hospital.  As  a  rule,  port  sanitary  authori- 
ties alone  make  provision  for  cholera. 

JSxtent  of  Provision,  —  No  exact  rule  can  be  laid  down  as  to  the 
requisite  amount  of  provision  for  any  given  population.  A  general 
estimate  has  been  made  in  England  of  one  bed  to  each  1,000  inhabi- 
tants as  sufficient  for  ordinary  requirements.  But  the  character  of 
the  population  must  largely  determine  this  question.  Upon  this 
point  Dr.  Thome  says :  — 

In  a  locality  where  the  population  is  well-to-do,  and  most  houses  are  of 
a  size  and  construction  that  offer  reasonable  facilities  for  the  isolation  of 
single  attacks  of  the  current  infectious  fevers,  the  amount  of  hospital 
accommodation  needed  for  public  health  purposes  will  be  less  than  in  a 
manufacturing  district,  where  disease  cannot  be  treated  in  the  houses  in 
which  it  breaks  out  without  very  great  if  not  certain  risk  of  spread. 

With  this  point  in  view,  it  is  quite  plain  that  the  amount  of  hos- 
pital provision  per  1,000  inhabitants  in  a  residential  community  like 
those  of  Brooklino  or  Newton  would  necessarily  be  less  than  it  would 
be  in  manufacturing  cities  like  Lowell,  Lawrence,  Fall  River  and 
Worcester. 

Character  of  Accommodation  Required.  —  Dr.  Thorne  has  so  dis- 
tinctly presented  the  essential  conditions  relative  to  the  necessary 
accommodations  of  an  infectious  disease  hospital  in  his  recent  paper 
at  the  International  Congress  of  Hygiene,  that  I  take  the  liberty  to 
quote  them  as  applicable  in  most  particulars  to  our  own  cities  :  — 

Premising  that  all  the  conditions  that  are  deemed  essential  in  the  pro- 
vision of  a  healthy  dwelling-house  are  to  be  regarded  as  equally  desirable 
in  the  case  of  an  infectious  hospital,  I  would  only  here  refer  to  such  other 
points  as  involve  considerations  peculiar  to  such  hospitals. 

(a)  As  regards  site,  —  It  is,  as  a  rule,  undesirable  to  select  any  site 
which  is  less  than  some  two  acres  in  extent;  and, even  then,  regard  should 
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be  had  to  the  need  for  extension  of  hospital  buildings,  whether  for  tem- 
porary purposes  or  owing  to  increase  of  population.  Where  practicable, 
only  single-story  hospital  pavilions  should  be  contemplated ;  and  having  re- 
gard to  their  distribution  on  the  site,  and  to  the  outdoor  exercise  of  con- 
valescents, twenty  patients  to  the  acre  will  generally  be  found  to  be  the 
limit  of  aggregation  of  sick  on  area. 

(6)  As  regards  buildings.  —  The  administrative  building  should  be  dis- 
tinct from  all  others.  Nurses,  when  off  duty,  will  live  and  sleep  in  it ; 
tradesmen  will  call  there  for  orders  and  with  supplies,  and  relatives  will 
there  make  inquiries  as  to  the  progress  of  the  sick.  This  building  should 
always  be  so  placed  as  to  control  all  access  from  without  to  the  ward 
pavilions  and  other  hospital  buildings.  The  laundry,  ambulance  shed,  dis- 
infecting apparatus  and  mortuary  should  also  be  in  one  or  more  buildings 
separate  from  the  administrative  building  and  the  ward  pavilions. 

No  sanitary  district  can  be  regarded  as  properly  provided  for  unless  it 
has  immediately  available  sufficient  accommodation  for  the  isolation  of  two 
different  infectious  diseases  in  both  sexes,  and  some  means  for  the  special 
isolation  of  one  or  two  patients  needing  separate  accommodation,  as,  for 
example,  cases  in  which  the  nature  of  the  disease  is  at  first  doubtful. 
These  requirements  are  usually  met  by  the  provision  of  two  pairs  of  wards 
or  rooms  having  no  aerial  communication  with  each  other,  together  with 
one  or  two  special  Isolation  rooms.  In  sparsely  populated  districts  these 
requirements  may  be  combined  in  one  pavilion,  the  separate  apartments  of 
which  open  separately  upon  verandahs.  Such  a  building  is  commonly 
styled  an  Isolated  pavilion. 

Each  ward  pavilion  should  admit  of  cross  ventilation  by  means  of  windows 
in  the  two  opposite  side  walls ;  the  closets  and  ward  sinks,  having  them- 
selves Independent  means  of  cross  ventilation,  should  be  entered  from  the 
wards  by  means  of  a  cross-ventilated  lobby ;  all  angles,  vertical  and  hori- 
zontal, should  be  rounded,  to  prevent  deposit  of  dust,  etc.,  and  a  nurse's 
duty  room  should  be  provided.  Assuming  that  each  ward  will  contain  the 
ordinary  proportion  of  acute  and  convalescent  patients,  and  that  it  as 
adequately  ventilated  and  warmed,  a  minimum  of  2,000  cubic  feet  of  air 
per  head  is  generally  found  to  suffice  in  order  to  maintain  reasonable 
purity  of  air ;  but  much  depends  on  the  allotment  of  this  amount  of  air  to 
the  Individual  patient.  No  excess  in  the  amount  of  total  air  provided  — 
as,  for  example,  in  the  case  of  lofty  wards  —  can  compensate  for  crowding 
patients  on  the  floor  level ;  and  hence  the  beds  should  be  so  arranged  as  to 
ensure  for  each  patient  a  floor-space  of  some  156  square  feet.  And  since 
it  Is  in  the  neighborhood  of  the  patient's  mouth  and  nostrils  that  it  is  above 
all  important  to  maintain  the  purity  of  ward  air,  it  is  of  all  things  neces- 
sary to  allot  to  each  bed  a  separate  amount  of  wall  space,  not  less  than 
some  twelve  feet  in  length. 

(c)  As  to  allotment  of  bed-space,  —  The  best  position  for  the  beds  is 
that  one  bed  should  occupy  each  one  wall-space  between  a  pair  of  win- 
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dows,  the  head  of  the  bed  to  be  at  least  one  foot  away  from  the  wall,  so  as 
to  facilitate  movement  of  air  about  the  patient's  head. 

Medical  advice  is  often  sought  as  to  the  number  of  beds  that  should  be 
placed  in  any  one  ward  of  an  infectious  hospital.  In  suggesting  an  answer 
to  this  question  I  cannot  avoid  the  conclusion  that  the  practice  of  treating 
sick  persons  under  circumstances  which  admit  of  the  air  by  which  they  are 
surrounded  being  charged  more  or  less  by  the  emanations  of  other  sick  per- 
sons is  wrong  in  principle,  and  that  from  this  point  of  view  any  aggrega- 
tion of  the  sick  in  wards  is  undesirable.  But  other  considerations  must, 
in  the  case  of  a  large  proportion  of  the  population,  be  regarded  as  out- 
weighing this  one  ;  and  all  that  can  be  properly  contended  for  is  that  the 
limit  of  such  aggregation  shall  be  decided  by  considerations  such  as  are 
involved  in  securing  freedom  from  any  recognizable  risk,  together  with 
such  efficiency  in  general  administration  and  nursing  as  is  consistent  with 
a  reasonable  regard  for  economy. 

The  several  infectious  fevers  doubtless  differ  in  regard  to  the  amount  of 
nursing  which  the  sick  require  ;  but  taking  them  as  a  group,  and  assuming 
that  the  ordinary  proportion  of  acute  and  convalescing  cases  at  varying 
ages  are  brought  together,  it  may  be  held  that  any  one  nurse  can  rarely  be 
expected  to  take  charge  of  more  than  twelve  patients.  The  moment  this 
number  is  exceeded  the  nursing  staff  has  to  be  doubled,  and  directly  a 
second  nurse  is  required  it  would  be  better  in  the  interests  of  the  sick  that 
those  whom  she  nurses  should  be  in  a  separate  ward.  Holding  this  in 
view,  I  believe  it  will  generally  be  found  desirable  that  infectious  hospitals 
should  be  built  in  pavilions  so  contrived  that  in  each  there  shall  be  two 
wards,  one  for  males  and  the  other  for  females,  containing  together  not 
more  than  twelve  beds,  the  two  six-bedded  wards  to  be  separated  by 
nurses'  duty-room  and  an  entrance  lobby. 

The  diseases  for  which  persons  may  properly  be  treated  in  infeo 
tipus  disease  hospitals  are  mainly  those  which  are  specially  conta- 
gious in  their  nature,  and  arc  liable  to  spread  from  the  sick  to  the 
well  in  consequence  of  proximity  to  each  other  in  the  small  and  ill- 
ventilated  tenements  of  large  cities.  It  frequently  happens  also  that 
travellers  stopping  at  hotels  or  boarding-houses  are  attacked  with 
some  infectious  disease,  and  the  business  of  the  establishment  is 
seriously  hindered  and  sometimes  stopped  altogether  for  a  time  by 
the  presence  even  of  a  single  case  of  such  disease.  I  have  had  occa- 
sion several  times  in  the  past  ten  years  to  investigate  instances  in 
which  these  circumstances  were  prominent.  Under  ordinary  rules 
such  cases  cannot  be  admitted  to  the  general  hospital,  but  may  very 
properly  be  taken  to  an  isolation  hospital  for  treatment. 
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The  diseases  which  should  be  treated  in  infectious  disease  hospi- 
tals are  scarlet  fever,  diphtheria,  small-pox,  measles,  typhus  fever, 
cholera,  typhoid  fever,  and  to  these  it  would  be  proper  to  add  in  the 
Southern  States  yellow  fever,  a  disease  from  which  the  New  Eng- 
land States  are  generally  exempt. 

Practically,  the  first  five  diseases  mentioned  in  the  foregoing  list 
are  those  for  which  provision  is  usually  made  in  isolation  hospitals. 
In  referring  to  English  practice  upon  this  point  Dr.  Thome  says  :  — 

Next  to  small-pox,  scarlet  fever  is  the  disease  for  the  isolation  of  which 
most  efforts  have  been  made  by  sanitary  authorities.  The  various  forms 
of  continued  fever,  and  notably  cases  of  enteric  fever,  have  also  in  many 
districts  been  somewhat  extensively  isolated.  Diphtheria  and  erysipelas 
have  occasionally  been  dealt  with  in  isolation  hospitals,  and  at  times  efforts 
have  been  made  to  stay  the  spread  of  measles  in  the  same  way.  There  are, 
however,  conditions  which  render  attempts  to  deal  with  measles  by  means 
of  isolation  specially  difficult.  The  stage  at  which  the  disease  becomes 
infectious  often  precedes  that  in  which  it  is  recognized  ;  the  subjects  of  its 
attack  are  as  a  rule  of  exceptionally  tender  years,  and  a  large  proportion 
of  cases  never  come  under  medical  treatment  at  all.  NotwithstandiDg  its 
fatality,  therefore,  it  can  hardly  be  expected  that  hospital  provision  by  san- 
itary authorities  will  be  deemed  as  pressing  in  the  case  of  measles  as  in 
some  other  infectious  diseases. 

Scarlet  fever  is  the  disease  for  which  isolation  is  most  constantly  and 
most  urgently  needed.  The  mortality  it  occasions  exceeds  that  of  any 
other  communicable  fever  prevalent  in  this  country.  It  is  highly  infec- 
tious, and  there  are  no  effectual  means  apart  from  isolation  by  which  its 
spread  can  be  stayed.  Small-pox,  the  one  disease  which,  if  vaccination 
were  properly  carried  out,  should  least  call  for  hospital  provision,  may  per- 
haps be  deemed  to  stand  next  in  order  as  regards  the  measures  for  isolation. 
In  some  towns  typhus  has  prior  claims  to  small-pox  in  this  respect,  and  in 
all  districts  some  provision  should  be  made  for  the  other  continued  fevers. 

The  foregoing  extract  from  Dr.  Thome's  report  applies  with  equal 
force  to  the  case  of  our  own  cities  and  towns  at  the  present  time, 
with  this  exception,  that  we  should  give  much  greater  prominence 
to  diphtheria  as  a  disease  requiring  hospital  isolation.  The  very 
slight  importance  apparently  attached  to  diphtheria  in  the  English 
report  of  1880  is  undoubtedly  accounted  for  by  the  fact  that  the 
contagious  character  of  the  disease  was  not  then  so  thoroughly  estab- 
lished as  it  is  at  the  present  time,  a  dozen  years  later.  A  peculiar 
characteristic  of  diphtheria  appears  to  be  the  permanence  of  its 
infection,  and  the  liability  to  retain  its  vitality  in  houses  and  apart- 
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ments  for  a  considerable  period  of  time.  Hence  the  propriety  of 
speedy  removal  of  infected  persons  to  a  special  hospital  constructed 
with  reference  to  efficient  methods  of  disinfection,  which  are  ill- 
adapted  for  use  in  old,  crowded  and  ill-ventilated  tenements,  which, 
with  walls  and  floors  and  ceilings  having  many  cracks,  crevices  and 
crannies,  give  abundant  opportunity  to  harbor  the  specific  infectious 
material  of  diphtheria. 

While  the  mode  of  transmission  of  the  infection  of  typhoid  fever 
dififers  essentially  from  that  of  some  of  the  other  infectious  diseases 
already  named,  it  is  undoubtedly  true  that  many  cases  occur  by 
means  of  personal  infection  from  one  person  to  another,  and  while 
the  alimentary  tract  is  the  part  through  which  the  specific  poison  b 
received,  and  often  by  means  of  the  public  or  private  water  supply, 
the  fact  should  not  be  overlooked  that  there  may  be  other  modes  of 
transmission  than  through  the  medium  of  the  water  supply.  While 
writing  this  paper  I  had  occasion  to  investigate  a  local  epidemic  in 
a  small  town,  having  circumstances  which  may  briefly  be  stated  as 
follows :  In  January  last,  a  man  was  attendant  as  a  nurse  and 
watcher  upon  a  typhoid  fever  patient  living  about  two  miles  distant 
from  his  own  house.  After  the  recovery  of  the  patient  he  went 
home  and  was  taken  ill  with  typhoid  fever  himself,  and  after  him, 
successively,  three  of  his  children,  a  grandchild,  and  finally  his  wife, 
the  disease  having  in  his  household  a  continuous  history  of  six 
months'  duration.  Careful  examination  was  made  of  the  surround- 
ings of  the  house,  the  water  supply,  the  disposal  of  refuse,  etc.,  and 
it  did  not  appear  that  the  local  conditions  were  at  fault,  but  the 
probability  lay  in  the  direction  of  personal  infection  from  the  first 
case  to  the  second,  and  so  on  through  the  family.  Doubtless  food 
and  possibly  milk  may  have  been  a  means  of  transmission  of  infec- 
tion ;  but  if  the  first  case  could  have  been  taken  to  a  hospital  and 
isolated  during  his  illness  and  convalescence,  it  is  probable  that  all 
the  remaining  members  of  the  family  would  have  escaped  the 
disease. 

This  is  only  a  single  example  of  multitudes  of  such  cases,  which 
are  constantly  recurring  and  in  which  a  system  of  well  planned 
isolating  hospitals  would  necessarily  diminish  very  greatly  the  num- 
ber of  cases  of  illness  as  well  as  the  mortality.  The  practical 
result  of  such  a  plan  when  properly  administered,  is  to  limit  out- 
breaks of  infectious  disease  to  the  first  cases  and  thus  to  prevent  the 
occurrence  of  epidemics. 
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Further  points  relative  to  construction.  —  Brick,  stone  or  iron 
are  undoubtedly  better  than  wood,  and  this  statement  applies  more 
decidedly  to  infectious  disease  hospitals  than  to  those  which  are  to 
be  used  for  general  purposes.  Especially  is  this  true  of  the  interior 
finish  of  wards  and  other  apartments  used  by  the  sick.  It  is  advis- 
able to  finish  the  walls  and  ceilings  with  a  hard  or  impermeable  sur- 
face, which  has  no  cracks  or  inaccessible  ledges  which  may  retain 
infection,  and  a  floor  of  best  asphalt  or  of  some  similar  impermeable 
material,  although  possessing  slight  disadvantages,  is  so  much 
superior  to  wood  for  the  purpose  of  cleaning,  as  to  be  well  worthy 
of  adoption  for  such  uses  in  wards  which  are  to  be  devoted  to  the 
most  infectious  diseases. 

In  adapting  dwelling  houses  in  small  districts  to  the  uses  of  infec- 
tious disease  hospitals  special  care  should  be  taken  to  select  houses  in 
isolated  positions.  Such  buildings  should  not  be  used  for  this  pur- 
pose in  large  cities. 

Such  hospitals  should  be  erected  in  a  careful  and  considerate 
manner,  with  due  regard  to  growth  of  population,  and  upon  a  well 
defined  plan.     Dr.  Thome's  inquiry  showed  that  — 

The  suitability  of  the  hospital  buildings  in  various  parts  of  the  country 
was  to  a  very  great  extent  dependent  upon  the  circumstances  under  which 
they  were  erected.  If  a  hospital  is  hurriedly  built  under  the  influence  of 
panic,  it  is  often  not  ready  for  occupation  until  the  immediate  cause  of  its 
erection  has  passed  by ;  it  provides  accommodation  of  a  very  indifferent 
sort;  it  fails,  almost  without  exception,  to  meet  the  permanent  require- 
ments of  the  district  even  when  in  amount  it  turns  out  to  be  more  than  the 
district  needs  ;  and  thus  the  object  of  the  hospital  as  a  part  of  the  sanitary 
defences  of  the  district  is  often  attained  in  a  very  imperfect  manner  and  at 
a  needlessly  large  cost. 

Possibility  of  spreading  infection, — It  has  sometimes  been  urged 
that  such  hospitals  might  become  centres  of  infection  from  which 
diseases  would  spread  to  the  neighboring  districts.  Careful  investi- 
gation upon  this  point,  however,  among  the  numerous  hospitals  of 
this  sort  in  Great  Britain  showed  that  no  danger  need  be  feared 
from  this  source  except  in  the  case  of  small-pox.  A  thorough  inves- 
tigation made  by  Dr.  Power,  in  1882,  and  reported  to  the  Local 
Government  Board,  showed  that  in  the  neighborhood  of  the  Fulham 
small-pox  hospital  in  London,  small-pox  had  increased  almost  in  a 
direct  ratio  to  the  nearness  of  the  population  to  the  hospital.     This 
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increase  was  also  independent  of  lines  of  human  intercourse.  In 
point  of  time  there  was  also  a  very  marked  relation  between  the 
varying  use  of  the  hospital  and  the  manifestations  of  excessive  small- 
pox in  the  neighborhood. 

Hence  much  greater  care  is  necessary  in  selecting  an  isolated  site 
in  the  case  of  hospitals  intended  for  the  reception  of  small-pox 
patients  than  is  necessary  in  the  case  of  those  which  are  to  be  used 
for  other  infectious  diseases. 

•  The  following  condensed  table  and  general  conclusions  are  taken 
from  Dr.  Power's  report :  — 

Admissions  of  ActUe  Small-pox  to  Fulham  Hospital^  and  Incidence  of  Small-pox 
upon  Houses  in  Several  Divisions  of  the  Special  Area  during  Five  Epidemic 
Periods, 


inoidkmck  on  bvkbt  hundred  hodsks  within  thb  spbciai. 
Arka  and  its  Divisions. 

Cases  op            in  Epidemic  Perlocls 
AccTK  Small-           Since  Opening  of 

POX  ADMITTKD.                      UospltaL 

i 

On  Total 
Special 
Area. 

On  Small 

Circle  0-j^ 

Mile. 

On  First 
MUc. 

On  Second       On  Third 

Klnir^i-*^       Rlng5i-l 

Mile.                MUe. 

327,        .       . 

714.        .       . 

679, 

292, 

515, 

Har,1877-eDdofl877, 
Jan.,  1878-Sept.,1878, 
8ept.,1878-0ct.,  1879, 
Oct.,  1879-Dec.,  1880, 
Dec,  1880-Apr.,  1881, 

1.10 
1.80 
1.68 
.58 
1.21 

3.47 
4.62 
4.40 
1.85 
3.00 

1.37 
2.55 
2.63 
1.06 
1.54 

1.27                  .36 
1.84                  .67 
1.49                   .64 
.80                  .28 
1.25        i          .61 

2,527,        .       .  1  Five  periods, 

1 

6.37 

17.35 

9.20 

1 

6.16                2.57 

Conclusions  Relative  to  the  Spread  op  Small-Pox  in  the  Neighbor- 
hood OP  Hospitals. 

1.  There  has  been  in  each  epidemic  period  an  excessive  incidence  of 
small-pox  in  houses  in  the  neighborhood  of  the  hospital  as  compared  with 
more  distant  houses  in  Chelsea,  Fulham  and  Kensington. 

2.  The  percentage  of  houses  invaded  in  the  neighborhood  of  the  hos- 
pital has  become  gradually  smaller  as  the  distance  of  the  houses  from  the 
hospital  has  increased. 

This  gradation  has  been  very  exact  and  very  constant. 

3.  Houses  upon  the  chief  lines  of  human  intercourse  with  the  hospital 
have  not  suffered  more  than  houses  lying  in  other  directions  from  the  hos- 
pital. 

4.  In  point  of  time,  there  has  been  a  very  marked  relation  between  the 
varying  use  of  the  hospital  and  the  manifestations  of  excessive  small- pox 
in  the  neighborhood. 
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Thia  relation  has  not  shown  itself  while  the  use  of  the  hospital  has  been 
for  convalescents  only. 

5.  The  appearance  of  excessive  small-pox  in  houses  around  the  hospital 
has  never  been  delayed  until  the  hospital  has  become  full,  or  nearly  full. 
It  has  been  always  most  remarkable  at  the  time  when  admissions  to  the 
hospital  were  beginning  to  increase  rapidly. 

In  the  succeeding  months  of  active  operations,  though  the  use  of  the 
hospital  may  have  gone  on  increasing,  the  excess  of  small-pox  upon  the 
neighborhood  has  habitually  become  less  marked. 

6.  On  comparison  of  different  epidemics  an  almost  constant  ratio  is 
observed  between  the  amount  of  the  hospital  operations  and  the  degree  of 
excess  of  small-pox  in  the  neighborhood. 

7.  The  machinery  of  the  hospital  administration,  with  inclusion  of 
defects  in  that  machinery,  does  not  account  for  the  peculiarity  of  small- 
pox incidence  within  the  three  parishes  of  Chelsea,  Fulham  and  Kensing- 
ton since  the  establishment  of  the  hospital. 

8.  There  must  have  been  some  condition  or  conditions  operating  to 
produce  the  observed  distribution  of  small-pox  around  the  hospital  that 
have  pertained  to  the  hospital  as  such,  and  thfit  have  been  in  excess  of  the 
condition  of  small-pox  extension  as  usually  recognized. 

9.  During  the  present  epidemic  period,  and  most  probably  during  for- 
mer similar  periods,  there  has  arisen  in  the  atmospheric  circumstances  of 
the  time,  peculiar  facility  for  the  dissemination  in  an  undamaged  state  of 
any  matter  that  may  have  been  given  off  from  the  hospital. 

Disinfecting  Apparatus.  —  An  isolating  hospital  can  hardly  be  said 
to  be  complete  in  all  its  appliances  without  a  well-equipped  disinfect- 
ing apparatus.  This  may  be  used,  not  only  for  the  purpose  of  disin- 
fecting the  infected  material  which  must  necessarily  be  found  in  every 
such  hospital,  but  will  also  prove  a  powerful  ally  to  the  local  board 
of  health  for  the  disinfection  of  the  infected  articles  which  are  to  be 
found  wherever  scarlet  fever,  diphtheria,  typhoid  fever  and  other  in- 
fectious diseases  exist.  Such  articles  include  clothing,  bed  linen, 
mattresses,  and  all  the  textile  fabrics  which  are  capable  of  disinfection 
and  are  too  valuable  to  be  destroyed.  Such  disinfecting  stations  exist 
in  Berlin  and  in  Paris  as  separate  establishments,  and  are  conducted 
in  the  most  thorough  manner,  and  in  accordance  with  the  most  ap- 
proved methods.  There  is  no  reason,  however,  why  they  may  not 
be  employed  as  adjuncts  to  isolating  hospitals,  where  such  hospitals 
exist.  The  Board  of  Health  of  Boston  has  during  the  past  year 
established  such  a  station  at  its  new  infectious  hospital  at  Swett 
Street. 
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Efficient  forms  of  disinfecting  apparatus  are  also  made  for  use  in 
a  portable  shape,  and  are  now  made,  both  in  this  country  and  in 
Europe,  at  considerably  less  cost  than  the  stationary  establishments. 


Let  us  for  a  moment  consider  a  practical  illustration  of  such  a 
system  as  I  have  outlined  :  A  father,  mother  and  four  small  chil- 
dren, the  latter  aged  two,  four,  six  and  nine  years,  occupy  a  tene- 
ment of  two  rooms,  including  a  kitchen  and  sleeping  room,  each 
about  twelve  feet  square  and  seven  and  a  half  or  eight  feet  high. 
The  kitchen  is  the  cooking  and  living  room  of  the  family,  and  both 
are  heated  by  the  kitchen  stove.  The  sleeping  room  is  occupied  at 
night  by  the  whole  family,  and  after  allowing  for  the  space  taken  by 
the  furniture  there  are  in  this  room  about  175  cubic  feet  of  air  space 
only  to  each  person,  which  is  doubled  by  the  open  door  into  the 
kitchen.  The  sleeping  room  has  but  one  window,  which,  in  winter, 
is  kept  constantly  closed,  and  there  is  no  special  means  for  ventila- 
tion. I  am  not  here  describing  an  unusual  case,  but,  on  the  con- 
trary, one  which  is  of  very  common  occurrence  in  any  one  of  our 
large  manufacturing  cities. 

One  of  these  little  children  is  taken  ill  with  diphtheria  in  its 
severest  form.  There  is  no  provision  in  the  city  for  such  cases,  and 
the  mother  gives  the  child  the  best  care  which  she  can  afford  under 
the  circumstances.  The  neighbors  are  afraid  to  take  the  other  chil-  , 
dren  to  their  homes.  The  next  child  is  too  young  to  attend  school, 
and  the  law  excludes  the  older  children  from  school  during  the 
prevalence  of  illness  in  the  family,  thus  making  their  exposure  to 
infection  more  certain.  After  days  of  weary  watching  another  child 
falls  ill,  and  then  perhaps  the  mother  herself,  worn  with  care  and 
solicitude  for  her  little  ones,  becomes  a  victim  to  the  disease. 
Meanwhile  the  youngest  has  died,  and  is  laid  out  for  burial  in  a 
corner  of  the  kitchen,  the  living  room  of  the  family. 

Dr.  Russell,  the^health  officer  of  Glasgow,  in  commenting  upon 
such  casesi,  which,  in  a  crowded  city  like  Glasgow,  were  once  of 
very  frequent  occurrence,  says,  when  contrasting  the  condition  of 
the  rich  and  of  the  poor :  — 

Last  of  all,  when  you  die,  you  still  have  one  room  to  yourself,  where  in 
decency  you  may  be  washed  and  dressed  and  laid  out  for  burial.  If  that 
one  room  were  your  bouse,  what  a  ghastly  intrusion  you  would  be.     Th€ 
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bed  CD  which  yoa  lie  is  wanted  for  the  accommodation  of  the  living.  The 
table  at  which  your  children  ought  to  sit  must  bear  your  coffin,  and  they 
must  keep  your  unwelcome  company.  Day  and  night  you  lie  there  until 
with  difficulty  those  who  carry  you  out  thread  their  tortuous  way  along  the 
dark  lobby  and  down  the  narrow  stair  through  a  crowd  of  women  and  chil- 
dren. You  are  driven  along  the  busy  and  unsympathetic  streets,  lumber- 
ing beneath  the  vehicle  which  conveys  your  scanty  company  to  the  distant 
and  cheerless  cemetery,  where  the  acrid  and  deadly  air  of  the  city  in  which 
you  lived  will  still  blow  over  you  and  prevent  even  a  blade  of  grass  from 
growing  over  your  grave. 

Dr.  Russell  has  here  graphically  described  a  death  among  the 
abodes  of  the  poor,  but  when  the  death  is  from  infectious  disease, 
the  conditions  are  still  worse,  since  the  added  danger  of  infection  to 
the  remaining  members  of  the  family  only  doubles  the  distress  of  the 
household.  Now  for  such  conditions  as  I  have  described  the  infec- 
tious disease  hospital  provides  a  most  excellent  remedy,  and  while 
it  may  not  prevent  the  occurrence  of  the  first  case  in  the  family,  it 
does  provide  for  the  taking  of  the  infected  person  to  a  suitable  place 
where  he  will  not  only  receive  far  better  care  himself,  but  will  not 
transmit  the  infection  to  his  brothers,  his  sisters  or  to  any  other 
person. 

In  the  hospital,  too,  in  place  of  overcrowded  and  ill-ventilated 
bed  chambers,  there  are  large  and  well-ventilated  wards  ;  in  place  of 
foul  air  and  darkness,  there  is  fresh  air  and  sunlight ;  in  place  of 
scanty  food  and  food  that  is  ill  adapted  to  the  wants  of  the  sick  there 
is  food  selected  especially  for  the  case  in  hand,  and  more  than  all 
this,  there  is  good  nursing  and  the  best  of  care,  and  when  the 
patient  has  recovered  he  is  returned  to  his  family,  no  longer  a 
source  of  danger  and  of  infection. 

Of  the  few  establishments  of  this  character  now  in  use  in  this 
State,  one  is  at  the  State  Primary  School  at  Monson,  where  it  was 
built  about  ten  years  ago  for  the  purpose  of  receiving  any  cases  of 
infectious  disease  which  might  arise  in  the  school.  It  has  proved 
exceedingly  useful  for  the  purpose  of  isolating  such  cases  of  scarlet 
fever,  diphtheria  and  measles  as  have  occurred  in  the  school,  and 
has  undoubtedly  prevented  the  outbreak  and  continuance  of  severe 
epidemics  of  these  diseases,  which  are  very  liable  to  occur  among 
children  of  such  ages  as  are  usually  received  at  this  school.  When 
no  means  are  provided  for  isolating  sick  children  such  epidemics 
often  make  sad  havoc  among  them. 
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This  hospital  contains  four  wards  capable  of  accommodating  about 
twenty  to  thirty  patients.  It  is  entirely  separated  from  the  other 
buildings. 
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Still  more  recently  an  isolating  hospital,  very  well  planned  and 
conveniently  arranged,  has  been  built  at  Cambridge,  under  the 
supervision  of  the  trustees  of  the  Cambridge  Hospital. 
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A  general  plan  of  the  main  floor  of  this  building  is  shown  upon 
page  706.  The  arrangement  of  wards  in  this  building  is  so  planned 
as  to  admit  of  the  treatment  of  two  diseases,  and  also  of  the  two 
sexes  in  each  case,  without  any  possible  communication  between  the 
two  halves  of  the  hospital.  Fourteen  beds  can  conveniently  be 
accommodated  in  the  building.  There  are  also  two  rooms  for 
nurses  in  a  second  story  not  shown  in  the  plan,  separate  from 
each  other,  each  room  being  reached  by  a  separate  stairway. 

In  describing  the  conditions  essential  to  a  well-contrived  isolating 
hospital  for  a  large  city,  Dr.  Kowe  makes  the  following  valuable 
suggestions,  some  of  which  could  hardly  be  carried  out  to  the 
letter,  except  in  large  and  wealthy  communities  :  — 

The  wards  should  be  of  moderate  size,  not  to  exceed  thirty  beds.  The 
number  of  buildings  for  each  disease  should  be  sufficient  to  allow  one 
building  to,  so  to  speak,  "  lie  fallow  "  for  renovation  and  disinfection. 
This  reserve  is  a  large  factor  in  reducing  the  mortality  in  an  infectious  dis- 
ease hospital.  This  generous  installation  of  site,  buildings  and  appoint- 
ments is  not  always  practicable,  either  from  the  topography  of  a  city,  an 
available  site  or  the  financial  condition  of  a  municipality.  Such  estab- 
lishments, however,  do  exist.  The  Belvidere  Hospital  for  Infectious 
Diseases  in  Glasgow,  Scotland,  is  a  most  notable  example.  It  covers 
thirty-one  acres  of  land,  and  has  thirty-five  buildings  with  accommodations 
for  infection  usually  prevalent  in  a  large  city.  No  better  argument  for 
isolation  hospitals  can  be  adduced  than  a  rehearsal  of  the  experience  of  the 
health  authorities  of  Glasgow,  in  changing  the  most  unhealthy  city  of 
Great  Britain,  with  the  largest  mortality  rate,  into  a  clean,  healthful  city, 
with  a  low  death-rate. 

Acting  in  conformity  with  the  principles  which  Dr.  Rowe  has  laid 
down  in  the  paper  from  which  I  have  here  quoted,  the  trustees  of  the 
Boston  City  Hospital  have  now  made  provision  for  this  purpose  upon 
a  lot  of  land  near  the  city  hospital  in  Boston.  The  group  of  seven 
buildings  comprising  this  hospital,  now  nearly  completed,  consists 
of  two  two-story  ward  pavilions,  connected  by  covered  corridors 
with  an  administration  building.  The  other  buildings  are  a  con- 
venient lodge-house,  a  nurses'  home,  and  a  boiler-house,  laundry, 
mortuary,  etc.  The  cut  on  page  708  shows  the  first  floor  of  one  of 
the  two  ward-pavilions  now  approaching  completion.  As  at  present 
arranged,  the  wards  are  designed  for  136  patients. 

The  wards  at  the  City  Hospital,  now  occupied  for  the  reception  of 
patients  ill  with  diphtheria  and  scarlet-fever,  were  intended  for  only 
forty-two  patients,  but  the  urgent  demands  made  upon  the  hospital 
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for  receiving  this  class  of  cases  has  required  them  to  be  occupied  by 
sixty  patients  much  of  the  time. 

**  These  difficulties,"  say  the  trustees  in  their  report  of  the  year 
1892,  '<  will  soon  be  remedied  by  the  completion  of  the  Chester  Park 
Hospital.  For  the  purpose  of  carrying  out  this  work  $271,000  were 
placed  at  the  disposal  of  the  trustees  for  the  construction  of  new  build- 
ings, $24,000  were  set  apart  for  the  construction  of  a  new  ambulance 
stable,  and  contracts  were  made  for  the  buildings,  to  cost  $203,000." 

In  referring  to  this  department  of  the  work  of  the  city  hospital 
for  the  year  1892,  Dr.  Kowe  says  :  — 

The  contagious  service  has  been  extremely  active,  a  larger  number  of 
patients  having  been  admitted  than  during  any  previous  year.  The  total 
number  of  patients  admitted  with  scarlet  fever,  diphtheria  and  other  com- 
plications was  788.  .  .  . 

The  diphtheria  ward  has  seldom  been  crowded,  although  during  several 
months  it  has  been  full.  The  character  of  the  cases  was  severe,  the 
marked  characteristic  being  that  a  very  large  number  were  brought  to  the 
hospital  in  the  last  extremity.  It  follows  that  the  mortality  has  been  large. 
The  scarlet  fever  ward  has  not  only  been  full  at  all  times,  but  during  the 
winter  months  it  has  been  crowded  beyond  a  limit  that  was  judicious.  The 
hospital  attempted  to  provide  for  all  cases  of  scarlet  fever  that  applied  for 
relief.  .  .  .  Some  applicants  have  been  rejected  because  the  wards  were 
crowded  to  an  extent  detrimental  to  those  under  treatment.  .  .  .  When 
the  new  hospital  for  contagious  diseases  is  completed  it  is  expected  its 
capacity  will  meet  not  only  the  present  demands  but  also  provide  for  any 
epidemics  such  as  have  hitherto  existed  in  Boston,  and  also  keep  pace  with 
the  growth  of  the  population. 

The  increasing  favor  with  which  hospital  treatment  for  infectious 
diseases  is  regarded  by  the  public  is  shown  by  the  fact  that  in  Lon- 
don the  numbers  admitted  to  the  hospitals  of  the  Metropolitan 
Asylum's  Board  increased  from  2,197  in  1886  to  8,334  in  1890. 
One-third  of  all  the  infectious  cases  legally  admissable  were  treated 
in  those  hospitals  in  1890.  In  Brighton,  England,  in  1891,  70  per 
cent,  of  scarlet  fever  cases  were  so  isolated. 

*<  The  whole  drift  of  hospital  provision  is  toward  the  prevention 
of  epidemics  by  the  isolation  of  first  cases  of  infectious  disease,  the 
improvement  of  the  treatment  of  the  cases  admitted  upon  that  ob- 
tained at  home  being  but  part  of  the  main  object,  but  tending 
materially  to  diminish  the  mortality." 

A  very  good  illustration  of  a  small  and  well-designed  isolation 
hospital  for  a  residential  town  of  20,000  inhabitants,  or  for  a  manu- 
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facturing  town  of  a  smaller  population,  may  be  found  in  the  hospital 
at  Ealing,  England,  which  is  represented  in  the  accompanying  illus- 
trations. The  grounds  cover  about  two  acres  in  a  convenient  loca- 
tion upon  the  outskirts  of  the  village.  The  plan  includes  a  hospital 
for  about  twelve  or  sixteen  beds,  with  wards  for  two  diseases,  and 
opportunity  to  separate  the  sexes. 

An  administration  house,  porters'  lodge,  laundry,  mortuary,  ambu- 
lance shed  and  disinfecting  apparatus  are  also  provided.  The 
grounds  are  surrounded  by  a  brick  wall  about  six  feet  in  height. 
Space  is  also  shown  where  tents  may  be  erected  upon  a  concrete 
floor  in  case  of  an  unusual  epidemic.  The  same  space  may  also  be 
used  for  future  hospital  extensions. 

The  cost  of  this  establishment  was  about  $30,000,  including  cost 
of  land. 

In  the  construction  of  buildings  of  this  character  the  same  general 
rules  should  be  adopted  as  are  applicable  to  hospitals  in  general. 
The  trustees  or  committees  appointed  to  take  charge  of  construction 
should  make  themselves  acquainted  with  everything  requisite  to 
secure  the  best  buildings  for  hospital  purposes  which  modern  science 
and  trained  experience  can  produce.  In  illustration  of  the  neglect 
of  this  precautionary  measure  Mr.  H.  C.  Burdett,  author  of  **  Hos- 
pitals and  Asylums  of  the  World,"  cites  the  following  instance  :  — 

This  very  autumn  we  had  to  iDspect  a  new  hospital,  costing  many  thou- 
sands of  pounds,  where  the  committee  and  medical  staff  had  taken  infinite 
pains  to  secure  a  type  of  buildings  which  should  be  so  good  as  to  make 
their  Institution  an  example  for  others  to  follow.  We  found,  however, 
that  the  buildings  actually  erected  were  a  failure,  and,  what  is  more,  a 
failure  of  the  worst  kind  ;  that  is  to  say,  the  faults  were  such  as  to  astonish 
any  one  who  had  taken  the  trouble  to  make  himself  practically  acquainted 
with  modern  progress  In  hospital  construction.  These  faults  were  not  due 
to  the  character  of  the  site,  or  to  any  special  circumstance,  but  ai*ose  en- 
tirely from  ignorance,  and  what  we  venture  to  think  is  worse  than  ignorance, 
namely,  an  attempt  on  the  part  of  the  architect  to  adopt  what  he  believed* 
no  doubt,  to  be  modern  improvements  without  making  himself  acquainted 
with  the  purposes  those  improvements  were  intended  to  effect. 

One  of  the  first  hospitals  of  this  class  was  the  London  Fever  Hos- 
pital, established  about  1802,  at  Gray's  Inn  Eoad,  and  then  known 
as  a  **  house  of  recovery,"  where  patients  convalescing  from  infec- 
tious diseases  could  be  taken  while  their  homes  were  being  cleansed 
or  disinfected.     It  was  afterward  removed  to  better  quarters,  where 
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it  seiTed  the  purpose  of  isolatiug  the  infected  sick,  and  thus  protect- 
ing the  healthy  part  of  the  population.  (See  plan  of  present  London 
Fever  Hospital,  page  713.)  The  rows  of  dwellings  upon  each  side 
of  this  hospital  show  its  close  relation  to  the  neighboring  population. 

Since  the  scope  of  this  paper  will  not  admit  of  the  details  of  hos- 
pital construction  the  reader  may  be  referred  with  advantage  to  the 
excellent  work  of  Mr.  H.  C.  Burdett  recently  published,  entitled 
"  Hospitals  and  Asylums  of  the  World." 

In  the  fourth  volume  of  this  work  are  given  brief  descriptions  of 
the  following  hospitals  devoted  to  the  care  of  persons  suffering  with 
infectious  diseases :  — 


^London  Fever  Hospital. 


Small-pox  Hospital,  Highgate  (Lon.). 


HospiicUs  of  the  Metropolitan  Asylum's  Board, 


♦Eastern  (Homerton). 

South  Western  (Stockwell). 
♦Northern  (Winchmore  Hill). 

Northwestern  (Hampstead). 
♦South  Eastern  (New  Cross). 


Western  (Fulham). 
North  Eastern  (Tottenham). 
Hospital  Ships  (Long  Reach). 
♦Ambulance  Stations. 


Provincial  Infectious  Hospitals, 


Belvidere  Hospital  (Glasgow). 
♦Bradford  Fever  Hospital. 

Bolton  Borough  Hospital. 
♦City  Hospital  for  Infectious  Diseases 
(Newcastle-upon-Tyne) . 

Delancey  Hospital  (Cheltenham). 

Gateshead  Hospital. 
♦Heathcote  Hospital  (Leamington). 

Hull  Corporation  Sanatorium. 

Infectious    Hospital    for    the    Joint 
Counties  (Carmarthen). 

Isolation  Hospital  (Huddersfield). 

Isolation  Hospital  (Oldham). 

Isolation  Hospital  (Hornsey). 

Kendray  Fever  Hospital  (Bamsley). 

Lady  well  Sanatorium  (Salford). 

Leeds  House  of  Recovery. 

Monsall  Hospital  at  Manchester. 


Netherfield  Institution  for  Infectious 

Diseases  (Liverpool). 
♦New  City  Hospital  (South),  Grafton 
Street  (Liverpool). 

Nottingham  Borough  Epidemic  Hos- 
pital. 

Port   Sanitary   Authority's    Hospiial 

(London). 
♦River  Tyne  Port  Sanitary  Authority's 
Hospital. 

Sanitary  Hospital  at  Bournemouth. 

Sheffield  Borough  Hospital  fqr  Infec- 
tious Diseases. 

Sittingbourne  &  Milton  Joint  Infec- 
tious Hospital. 

Temporary  Small-pox  Hospital  (Liv- 
erpool). 


Continental  Infectious  Hospitals, 

♦Blegdams  Hospital  (Copenhagen). 

♦Ulle void's  Hospital,  Christiania  Communal  Epidemic  Hospital  (Sweden). 

Oresunds  Hospital. 

School  Sanatoria, 
Rugby  School  Sanatorium. 

King  Edward  VI.'s  School,  New  Sanatorium  (Sherborne,  Dorset). 

Blundeirs  School,  New  Sanatorium  (Tiverton,  Devon). 
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Probationary  Wards. 

In  all  infectious  disease  hospitals  of  considerable  size  it  is  desirable 
to  establish  probationary  wards  for  the  observation  of  doubtful  cases. 
It  is  often  very  difficult  to  make  a  correct  diagnosis  at  the  outset  of 
a  case  of  infectious  disease.  Meanwhile  great  danger  is  incurred  by 
th^  family  or  the  household  with  whom  the  patient  may  be  residing. 
It  therefore  is  a  matter  of  considerable  importance  to  provide  a 
place  where  the  patient  may  be  kept  under  such  surveillance  as  will 
avoid  danger  to  others ,  if  the  case  proves  to  be  infectious,  and  at 
the  same  time  may  avoid  the  infection  of  the  patient  if  it  so  happens 
that  his  illness  proves  to  be  either  non-infectious  or  a  less  danger- 
ous disease. 

School  Sanatoria  y  or  Isolating  Wards, 

A  useful  application  of  the  system  of  infectious  disease  hospitals 
is  found  in  its  adaptation  to  the  uses  of  large  institutions  of  learn- 
ing, or  establishments  of  any  sort  in  which  young  people  are  congre- 
gated, either  for  educational  or  for  other  purposes,  away  from  their 
homes. 

It  is  by  no  means  a  matter  of  uncommon  occurrence  for  an  out- 
break of  infectious  diseases  to  take  place  among  the  inmates  of 
institutions  of  this  character.  Such  outbreaks  invariably  disturb 
the  harmony  of  the  college,  school  or  other  institution,  and  seriously 
interfere  with  the  regular  exercises.  Many  instances  of  such  out- 
breaks are  not  only  on  record,  but  in  some  cases  it  has  happened 
that  the  whole  school  or  college  population  has  been  broken  up  and 
sent  to  their  homes. 

The  existence  of  a  single  building,  in  which  the  first  cases  of  in- 
fectious disease  could  be  isolated  and  cared  for  until  convalescence 
ensued,  would  in  many  instances  have  obviated  much  of  this  trouble. 

Every  large  educational  establishment  should  possess  an  isolating 
ward  or  hospital,  which  could  in  emergencies  be  used  for  this  pur- 
pose. 

While  the  infectious  diseases  of  childhood  are  not  so  fatal  nor  so 
frequent  among  persons  of  school  or  college  ages,  their  occurrence  is 
yet  sufficiently  common  among  this  class  to  require  extreme  care  for 
their  prevention,  as  the  following  figures  will  show. 

The  deaths  from  certain  infectious  diseases  among  persons  be- 
tween the  ages  of  fifteen  and  thirty  years  in  Massachusetts,  during 
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the    period  of  twenty-eight  years  ending  with  1890,  were  as  fol- 
lows :  — 

From  measles, 276 

"      scarlet  fever, . 763 

"      diphtheria, 1,430 

"      small-pox, 1,171 

To  the  foregoing  figures  should  be  added  the  deaths  from  typhoid 
fever,  a  disease  which  finds  its  victims  in  the  period  fifteen  to  thirty 
years  in  the  greatest  numbers.  The  deaths  from  this  disease  at  those 
ages  for  the  same  period  in  Massachusetts  were  11,993. 

Phthisis  claims  a  much  larger  harvest  from  this  age  period  than 
either  of  the  foregoing  diseases,  the  number  of  deaths  being  57,197 
for  the  same  time  and  ages.  In  the  case  of  phthisis,  however,  while 
its  infectious  character  must  be  recognized,  the  peculiar  nature  of  the 
disease  unfits  its  victims  for  the  continuance  of  prolonged  study,  and 
all  such  persons  should  be  advised  to  discontinue  their  connection  as 
soon  as  the  nature  of  the  disease  is  recognized. 

Dr.  Sykes  concisely  explains  the  diflerences  between  residential 
and  non-residential  schools  with  reference  to  the  subject  of  isolation 
as  follows ;  — 

There  is  a  strong  contrast  in  the  manner  in  which  personal  infection  is 
spread  in  non-residential  and  residential  schools.  In  non-residential 
schools  children  from  various  households  meet  at  a  centre,  become  in- 
fected, and  returning,  distribute  the  infection  broadcast,  closure  being 
resorted  to  for  the  purpose  of  checking  its  spread.  In  residential  schools, 
on  the  other  hand,  the  infection  is  more  or  less  confined  to  the  limits  of  the 
school,  and  is  only  distributed  beyond  upon  the  disbandment  of  the  pupils. 
Hence,  it  is  interesting  to  note  that  opposite  results  may  follow  the  similar 
process  of  closing  a  school,  in  the  two  cases,  unless  extreme  precautions 
are  taken. 

Residential  schools,  like  other  residential  institutions,  protect  themselves 
from  admitting  infected  scholars  from  without  by  requiring  certificates  of 
freedom  from  infection,  or  from  contact  with  infection,  upon  admission ; 
and,  when  invaded,  from  the  spread  of  infection  within,  by  isolation  in 
proper  quarters.  Non-residential  schools,  where  the  attendance  is  daily, 
do  not  admit  of  the  application  of  measures  of  protection  in  this  form,  and 
are  dependent  upon  school-teachers  immediately  excluding  from  attendance 
children  suffering  from  infectious  disease,  or  l>eing  members  of  an  infected 
family  or  household.  This  exclusion  can  only  be  enforced  by  the  teacher 
or  manager  being  informed  by  the  parents  or  by  the  sanitary  authority  of 
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the  cases  of  infectious  disease  occurring  amongst  the  scholars.  Compul- 
sory notification  is  therefore  a  valuable  protection  to  schools.  If  exclusion 
fails,  and  infection  reaches  a  school,  not  directly  but  indirectly,  by  the 
commingling  of  infected  with  healthy  children  beyond  the  precincts  of  the 
school,  it  points  to  the  absence  of  proper  seclusion  of  the  infected  children 
at  home  or  in  hospital,  and  it  is  only  when  seclusion^  as  well  as  exclusion, 
fail  to  prevent  an  epidemic  in  a  school  that  dissolution  or  closure  of  the 
school  is  justifiable.  Defects  of  internal  condition,  sti'uctare  or  site  liable 
to  lead  to  such  a  result  are  naturally  also  included  in  such  justification. 

The  memorandum*  issued  in  December,  1890,  by  the  chief  medi- 
cal officer  of  the  Local  Government  Board  explains  in  a  very  full 
and  lucid  manner  the  measures  necessary  to  be  taken  in  this  direc- 
tion for  the  protection  of  **  public  elementary  schools"  by  sanitary 
authorities. 

Summary. 

The  advantages  of  the  separate  hospital  for  infectious  diseases 
may  be  summed  up  briefly,  as  follows  :  — 

1.  They  allow  the  complet^e  isolation  of  the  sick  in  cases  where 
the  sick  cannot  be  eflfectively  separated  at  their  homes. 

?.  The  work  of  the  wage-earner,  the  ordinary  duties  of  the 
household  and  the  school  attendance  of  children  can  go  on  as  usual 
without  interruption. 

3.  Infection  is  thus  kept  by  itself  in  a  place  where  it  can  be 
intelligently  treated  and  destroyed.  Otherwise,  in  tenement-houses 
and  crowded  dwellings,  and  among  those  who  are  ignorant  of  its 
nature  and  its  proper  management  and  control,  it  may  spread  and 
cause  infinite  harm. 

4.  Cities  requiring  such  hospitals  should  not  wait  for  the  hurried 
impetus  derived  from  panic,  but  should  construct  carefully  and 
thoroughly,  and  with  due  regard  to  their  own  special  needs.  Such 
hospitals,  like  fire  departments,  when  completed  should  be  always 
ready  for  immediate  use.  They  should  be  accessible  and  under 
wise  and  intelligent  management. 

*  Qaoted  io  fall  in  twenty-thlrd  annual  report  of  State  Board  of  Health,  1891,  page  zri. 
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APPENDIX. 

Practice  of  Different  Countries. 

In  the  following  pages  are  grouped  some  of  the  essential  data 
relative  to  the  progress  of  different  countries  in  this  particular  direc- 
tion for  preventing  the  spread  of  infectious  diseases. 

For  a  portion  of  this  information  the  writer  is  indebted  to  Dr.  Palm- 
berg's  recent  work  entitled  **  Public  Health  in  its  Applications  in 
Different  European  Countries." 

England. 

Memoranda  of  the  Local  Government  Board  of  England, 

Regulations  as  to  Hospitals  {Memorandum  on  Hospital  Accommodation). 
—  Means  for  separating  the  sick  from  the  healthy  should  always  be  pro- 
vided. When  two  contagious  diseases  break  out  at  the  same  time,  they 
should  each  be  separately  isolated. 

In  towns,  and  for  several  villages  of  smaller  size,  there  should  be  pro- 
vided at  least  two  special  wards  with  four  beds  in  each,  in  order  that  the 
sick  may  be  isolated  from  the  commencement.  Such  a  very  small  infirmary 
would  be  very  valuable  for  arresting  the  progress  of  an  epidemic. 

Fig.  1  represents  a  very  simple  type  of  hospital,  having  one  ward  for 
each  SQx,  with  the  necessary  annexa.  This  plan  accompanies  the  memo- 
randum of  the  Local  Government  Board. 

Fig.  2  represents  two  sections  of  the  same  building,  the  one  to  the  left 
having  simple  walls  and  serving  for  summer  rooms ;  the  one  to  the  right 
having  double  walls  is  a  permanent  structure.  At  the  base  of  the  external 
walls  are  openings  for  the  admission  of  fresh  air,  seen  on  the  front  of  the 
elevation  (Fig.  1).  In  the  roof  are  other  openings  for  the  escape  of  foul 
air,  but  chimneys  or  special  tubes  are  the  best  for  this  purpose. 

In  rural  districts  without  a  hospital,  a  trustworthy  married  couple  with- 
out children  may  be  charged  with  the  isolation  and  care  of  cases  of  infec- 
tious disease.  In  the  event  of  a  more  serious  epidemic,  several  lodgings 
may  be  hired  for  the  sick,  or  they  may  be  isolated 'in  temporarily  erected 
tents  or  barracks. 

Fever  hospitals  in  urban  districts  ought  to  have  one  bed  for  every  1 ,000 
inhabitants.  In  manufacturing  towns  with  a  very  dense  population,  this 
proportion  ought  to  be  even  greater ;  while  in  wealthy  and  less  dense  towns, 
with  houses  of  a  good  class,  one  bed  for  every  2,000  inhabitants  may  suffice. 

Permanent  fever  hospitals  are  built  on  the  system  of  separate  pavilions. 
There  must  be  at  least  four  wards  for  patients,  as  well  as  a  pavilion  for 
administration. 
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Sick  wards  can  be  arranged  in  pavilions  connected  in  pairs,  as  shown  in 
Fig.  3,  which  is  taken  from  the  memorandum  of  the  Local  Groyemment 
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Board.     The  dotted  lines  in  this  figure  show  how,  as  the  population  in- 
creases, the  permanent  hospital  can  be  enlarged. 
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The  minimum  distance  between  the  pavilions  should  be  thirty  feet. 
Fig.    4  shows  another  arrangement  of  sick  wards  which  is  preferable 
when  sufficient  ground  is  available. 
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The  sick  wards  may  also  be  placed  on  different  stories  of  the  same 
pavilion. 

Two  of  them,  one  for  each  sex,  are  reserved  for  persons  suffering  from 
the  same  infectious  disease. 

All  the  wards  should  be  kept  separate,  and  independently  warmed  and 
ventilated.     To  facilitate  the  work  of  the  staff  a  corridor  connects  all  the 
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pavilions.  The  latter  should  be  so  placed  that  the  air  can  circalate  freely 
between  them.  The  space  between  the  pavilions  should  be  at  least  one  and 
a  half  times  as  great  as  the  height  of  each  pavilion ;  and  if  a  pavilion  is 
intended  for  small-pox,  the  distance  should  be  still  greater.  It  is  prefer- 
able to  place  small-pox  in  an  entirely  separate  building  as  remote  as  possi- 
ble from  all  other  buildings. 

In  wards  for  infectious  diseases  there  should  be  openings  for  admission 
of  fresh  air  between  each  bed,  a  little  above  the  floor,  so  that  pure  air 
bathes  the  patient's  bed.  They  should  be  furnished  with  a  grooved  fasten- 
ing, so  that  the  admission  of  air  can  be  graduated.  The  openings  for 
extraction  of  foul  air  should  be  near  the  ceiling,  and  as  remote  as  possible 
from  those  admitting  fresh  air.  They  should,  unless  entering  into  the 
chimney-breast,  be  caiTied  vertically  to  the  roof  and  be  provided  with  an 
aspirating  cowl. 

Memorandum  of  Ambulances. 

For  the  conveyance  of  patients  who  are  sick  with  infectious  disease,  spe- 
cial carriages  or  ambulances  are  necessary.  The  following  points  have  to 
be  attended  to  in  the  provision  and  use  of  such  carriages  :  — 

1 .  If  the  ambulance  be  intended  only  for  journeys  of  not  more  than  a 
mile,  it  may  be  made  so  as  to  be  carried  between  two  people,  or  it  may  be 
on  wheels  and  to  be  drawn  by  hand.  If  the  distance  be  above  a  mile,  the 
ambulance  should  be  drawn  by  a  horse.  Every  ambulance  on  wheels  should 
have  easy  carriage  springs. 

2.  In  the  construction  of  an  ambulance,  special  regard  should  be  bad 
to  the  fact  that  after  each  use,  it  has  to  be  cleansed  and  disinfected.  The 
entire  interior,  and  the  bed-frame  and  bed,  should  be  of  materials  that  can 
be  washed. 

3.  The  ambulance  should  be  such  that  the  patient  can  lie  at  fall 
length  in  it;  and  the  bed-frame  and  bed  should  be  movable,  so  that 
the  patient  can  be  arranged  upon  the  bed  before  being  taken  out  of  his 
house. 

4.  With  an  ambulance  there  should  always  be  a  person  specially  io 
charge  of  the  patient ;  and  a  horse  ambulance  should  have  a  seat  for  such 
person  inside  the  carriage. 

5.  After  every  use  of  an  ambulance  for  infectious  disease,  it  should  be 
cleansed  and  disinfected  to  the  satisfaction  of  a  medical  officer. 

6.  Both  in  very  populous  districts,  and  in  districts  which  are  of  very 
wide  area,  it  may  often  happen  that  more  than  one  ambulance  will  be 
wanted  at  one  time ;  and  in  any  district,  if  more  than  one  infectiooB 
disease  is  prevailing,  there  will  be  an  evident  sanitary  advantage  in  having 
more  than  one  ambulance  for  use. 
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Rules  for  HoapitcUs  for  Infectums  Diseases. 

1 .  The  medical  ofScer  is  the  responsible  superintendent  of  the  estab- 
lishment. It  is  his  duty  to  visit  the  hospital  even  at  times  when  there  are 
no  patients,  to  ensure  that  the  matron  and  nurse  are  at  their  post,  and  that 
everything  is  ready  for  the  reception  of  patients. 

2.  The  matron  and  head  nurse  ought  to  maintain  the  greatest  cleanli- 
ness and  to  see  that  the  beds  are  well  aired,  conveniently  arranged,  and 
always  ready  to  receive  patients.  They  ought  also  to  keep  the  inventory 
of  everything  belonging  to  the  hospital.  They  are  forbidden  to  absent 
themselves  together  without  express  authority.  They  must  carry  out  the 
orders  of  the  doctor  and  be  responsible  for  the  conduct  of  the  staff  and  the 
nurses. 

3.  The  matron  (or  steward,  if  there  is  one,  as  in  large  hospitals)  must 
be  prepared  monthly  to  present  the  books  of  accounts  to  the  sanitary 
authority. 

Instructions  for  Nurses^  Patients  and  Visitors, 

1 .  Every  applicant  for  admission  to  a  hospital  should  have  a  medical 
certificate  of  the  disease  from  which  he  is  suffering. 

2.  A  patient  can  be  attended  by  a  doctor  of  his  own  choice  other  than 
the  medical  officer  of  the  hospital  at  his  own  cost. 

3.  No  person  is  admitted  to  the  hospital  without  the  permission  of  the 
medical  ofl^cer.  • 

4.  No  patient  is  permitted  to  leave  the  hospital  until  discharged  by  the 
medical  officer. 

5.  The  patient's  clothes  must  be  disinfected  before  being  given  up  to 
him  at  his  discharge. 

6.  Officers  and  servants  of  the  hospital  are  not  allowed  to  leave  the 
hospital  without  authority  of  the  medical  officer;  and  they  must  first 
change  their  clothes. 

The  following  table  contains  some  of  the  most  essential  data  relative  to 
several  of  the  hospitals  embraced  in  Dr.  Thome's  report.  Values  are 
expressed  approximately,  in  United  States  equivalents,  instead  of  English 
money. 
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Glasgow. 

The  following  description  is  quoted  from  the  official  report  of  the  tmstees 
of  the  Glasgow  Fever  Hospital :  — 

*^The  grounds  possess  great  natural  beauty ,  rising  gently  as  you 
approach  the  Clyde,  where  they  are  broken  by  three  small  glens,  once  the 
beds  and  sloping  banks  of  three  streams.  The  whole  estate  is  well  wooded, 
especially  along  the  avenue  and  western  boundary,  where  the  rooks  have 
recently  established  themselves  in  the  tops  of  the  old  beeches.  The  con- 
valescents are  allowed  to  wander  at  will  over  the  many  beautiful  walks,  and 
in  the  summer  it  is  one  of  the  most  pleasant  sights  to  see  the  children  roll- 
ing about  on  the  grassy  slopes  of  the  glens,  and  the  seats,  placed  here  and 
there,  occupied  by  groups  of  people  who  for  the  first  time  in  the  lives  of 
many  are  tasting  of  the  sweets  of  Nature.  At  the  rear  of  the  fever  hospi- 
tal several  acres  are  laid  out  as  a  flower  garden,  with  a  greenhouse,  from 
which  the  wards  are  supplied  with  potted  plants.  Flower  plots  are  dis- 
tributed here  and  there  between  the  pavilions  and  in  other  open  spaces. 
At  a  distance  of  some  four  miles  southward,  the  wooded  heights  of  the 
Cathkin  Hills  close  in  the  horizon." 

^^  The  whole  buildings,  except  that  occupied  by  the  medical  and  nursing 
staff  and  matron,  are  built  of  brick.  The  wards  are  distributed  in  pairs, 
in  thirteen  totally  isolated  pavilions,  all  running  north  and  south.  They 
are  sixty  feet  apart  laterally,  and  are  placed  in  rows  of  two,  three,  four  and 
five,  in  succession  from  the  bank  overlooking  the  Clyde  towards  London 
Road.  They  have  thus,  to  one  standing  in  their  midst,  the  appearance  of 
a  large,  uniformly  laid-out  village.  Each  pavilion  is  only  one  story  in 
height,  with  a  well-ventilated  basement  beneath,  so  that  the  level  of  the 
ward  is  reached  by  a  flight  of  steps.  The  two  rows  of  four  pavilions  are 
separated  by  a  range  of  buildings  running  east  and  west,  the  centre  of 
which  contains  the  kitchen,  one  story  in  height,  and,  like  the  pavilions, 
open  to  the  roof.  At  either  end  there  is  another  story,  the  eastern  accom- 
modating various  stores  and  the  dispensary ;  the  western,  the  under  ser- 
vants' rooms.  At  London  Road  there  is  a  main  lodge  controlling  to  the 
west  the  entrance  to  the  small-pox  hospital,  and  to  the  east,  the  approach 
to  the  fever  hospital.  At  the  south  end  of  this  approach  is  the  fever  lodge 
and  enquiry  rooms  for  patients'  friends,  with  the  Dorcas  Society's  stores  in 
an  attic  story,  and  running  north  along  the  avenue,  the  morgue,  with  room 
for  funeral  parties,  with  entrance  from  the  road  so  that  hearses,  etc.,  do 
not  come  within  the  hospital  enclosure.  Just  inside  this  gate  is  the  washing- 
house  and  laundry,  with  the  suite  of  steam  boilers  to  the  south,  a  cremator 
for  soiled  beds,  and  the  central  coal  depot.  The  boilers  are  three  in  num- 
ber, double-flued,  and  in  size  seven  feet  six  inches  by  twenty-six  feet  four 
inches.  Further  south  are  a  smithy,  carpenters'  shop  and  fire-engine 
station.     Sonthwestward,  some  forty  yards,  are  the  staUes,  ambulance 
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shed,  etc.  Still  westward  is  a  large  three-story  stone  block,  erected  on  the 
site  of  the  old  mansion  house,  containing  eighty-four  single  bed-rooms  for 
nurses,  with  recreation  rooms  on  each  flat.  These  occupy  the  lateral  wings, 
while  the  centre  is  reserved  for  the  matron  and  medical  staff.  In  front  of 
this  building  there  is  a  spacious  lawn,  with  tennis  court,  bounded  south- 
wards towards  the  Clyde  by  a  sloping  bank  planted  with  trees." 

''  There  are  three  hundred  beds  on  the  scale  of  2,000  cubic  feet  for  adults ; 
but  as  a  large  proportion  of  the  patients  are  children,  for  whom  1,200  feet 
is  sufficient,  a  much  larger  number  of  patients  can  be  accommodated.  The 
dimensions  of  every  pavilion  and  ward  are  exactly  the  same ;  but  as  they 
were  erected  at  different  times,  sundry  little  but  important  differences 
exist.  The  two  southern  pavilions  were  built  last,  and  the  description  of 
one  will  suffice.  It  has  a  basement  eight  feet  from  ground  to  floor  level. 
The  outside  length,  from  end  to  end,  is  one  hundred  and  sixty-eight  feet; 
the  outside  breadth,  twenty-six  feet ;  the  height,  from  ground  level  to  ridge 
of  roof,  thirty- two  feet.  There  are  two  wards,  each  divided  into  a  conva- 
lescent and  acute  ward.  A  flight  of  steps  on  both  sides  gives  access  to  a 
vestibule,  from  which,  on  one  hand,  are  the  entrances  to  these  subdivisions, 
while,  on  the  opposite  side,  is  the  pantry,  opening  directly  off  the  passage, 
and  a  lobby,  to  the  left  of  which  are  the  bath-room  and  water-closet,  and 
to  the  right  a  steep-room  for  soiled  linen,  these  last  being  farthest  from  the 
wards.  All  these  appurtenances  are  therefore  completely  isolated  in  a  pro- 
jecting annex.  The  entrance  and  annex  of  each  ward  are  on  opposite  sides 
of  the  pavilion.  On  the  side  opposite  to  the  entrance  of  the  acute  ward  is 
a  nurse's  duty  room,  where  there  is  a  ^  poison  press '  and  a  napery  press, 
with  chairs  and  a  table.  The  front  projects  into  the  ward  with  sloping 
roof  and  glass  sides,  giving  a  full  view  of  the  ward.  The  internal  dimen- 
sions are  as  follows :  acute  ward,  length,  56  feet  3  inches ;  convalescent 
ward,  length,  24  feet.  In  both  the  breadth  is  22  feet ;  the  height  to  the 
wall  head,  14  feet  6  inches ;  to  the  roof  tree,  23  feet  9  inches.  The  floor- 
age  of  the  acute  ward  is  1 ,237  square  feet ;  of  the  convalescent,  528  square 
feet.  The  total  cubic  contents  of  the  acute  ward  are  23,500  cubic  feet ;  of 
the  convalescent  ward,  10,000.  The  number  of  adult  beds  is  eleven  for 
the  acute  and  four  for  the  convalescent  ward ;  but  in  the  case  of  children 
twenty  cribs  are  allowed." 

'*  All  the  flooring  of  the  wards  is  of  Dantzic  oak,  waxed.  The  vestibule 
and  annex  are  laid  with  tiles.  The  walls  are  coated  with  Keene's  cement. 
Some  wards  are  oil-painted  and  varnished,  but  the  more  recent  are  treated 
with  light  blue  or  green  distemper,  which  can  frequently  be  renewed.  All 
the  woodwork  is  varnished.  Care  is  taken  to  avoid  flat  surfaces  giving 
lodgment  for  dust.  The  principal  rafters  are,  therefore,  of  light  T  iron, 
and  the  tiles  of  thin  rod  iron." 

*'  The  heating  is  by  hot  water  circulating  in  pipes  which  are  led  round  the 
walls  above  the  floor.    This  is  derived  from  two  hot-water  tanks  heated 
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by  steam,  and  placed  beneath  the  entrance  hall  of  each  ward,  to  which 
access  is  obtained  from  the  outside  by  a  stair  leading  to  the  basement. 
There  are  also  open  fires  at  either  end  of  each  ward.  Pavilions  with 
numeroas  windows  and  open  to  the  roof  are  very  difficult  to  warm  suffi- 
ciently during  winter.  Experience  at  Parliamentary  Road  soon  showed 
that  it  would  be  necessary  to  check  radiation  by  the  large  glass  area,  and 
accordingly  the  device  of  double  glazing  each  pane  with  an  interval  of 
three-quarters  of  an  inch  of  air  space  was  adopted.  The  wards  at  Belvi- 
dere  are  kept  at  55°  to  60°  in  the  coldest  weather.  There  are  heating  coils 
in  the  vestibule  and  bathroom." 

'*  Fresh  air  is  admitted  by  direct  openings  beneath  the  windows,  which  are 
numerous,  so  that  it  passes  over  the  heating  pipes.  These  openings  are 
controlled  by  an  arrangement  which  admits  of  gradation,  and  cannot  be 
interfered  with  except  by  the  nurse.  There  are  skylights  on  opposite  sides 
of  the  slope  of  the  roof,  Boyle's  ventilators  fixed  on  the  ridge,  and  venti- 
lating shafts  alongside  the  chimneys,  with  openings  controlled  by  movable 
louvres  and  the  apex  of  the  roof." 

^^  The  principles  kept  in  view  in  furnishing  are  simplicity,  smooth  surfaces 
and  facility  of  removing  and  cleaning.  The  bedsteads  are  wrought  iron, 
the  tables  and  chairs  hardwood,  varnished.  In  the  children's  wards,  iron 
cribs  are  provided,  and  pigmy  forms  and  tables  suited  to  their  size.  All 
cupboai^s,  presses,  etc. ,  are  movable  on  iron  rollers,  like  American  trunks. 
The  mattresses  are  stuffed  with  straw,  the  pillows  with  chaff.  They  are 
renewed  for  every  new  patient  and  whenever  soiled.  Wood  wool  was 
recently  tried  as  a  substitute  for  straw,  but  was  found  speedily  to  break 
down,  and,  on  account  of  the  consequent  expense  and  larger  quantity  and 
more  frequent  renewal,  was  not  adopted." 

"  The  nurses  are  graded  in  three  classes —  probationers,  nurses  and  head 
nurses.  After  a  year's  probation,  during  which  she  attends  lectures  on 
fever  nursing  given  by  the  assistant  physicians,  the  probationer  is  sub- 
mitted to  a  written  and  viva  voce  examination.  If  she  passes  satisfactorily, 
she  gets  a  '  Certificate  of  Proficiency  in  Fever  Nursing,'  first,  second  or 
third  class,  signed  by  the  physician  superintendent,  and  becomes  a  nurse. 
The  wage  of  a  probationer  is  £18,  and  advances  gradually  to  £30,  all 
getting  two  uniform  suits  per  annum  for  ward  use  alone.  To  work  a 
purely  pavilion  hospital  such  as  Belvidere,  all  its  parts  distributed  over  a 
large  area,  and  to  maintain  the  large  extent  of  flower  garden  and  pleasure 
ground  attached,  requires  a  large  staff.  The  distribution  of  coals  is  done 
by  an  open  loiTy«  on  which  all  the  coal-boxes  are  placed  and  driven  round 
the  wards.  The  food  is  distributed  by  a  covered  van,  divided  into  com- 
partments, each  of  which  holds  the  allowance  for  a  ward.  The  ashes  are 
collected  daily  from  portable  circular-covered  ashbins  countersunk  in  the 
ground  adjacent  to  each  ward,  an  arrangement  which  combines  convenience 
and  perfect  sightliness  and  inoffensiveness.    The  whole  institution  is  under 
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the  care  of  a  phyBician  superintendent,  who  is  assisted  in  the  general  busi- 
ness of  the  hospital  by  a  house  steward,  and  in  the  medical  charge  by  two 
permanent  medical  assistants.  These  are  supplemented,  as  occasion  re- 
quires, by  extra  assistants.  In  fact,  there  are  seldom  less  than  tliree 
assistants,  and  usually  in  the  autumn  and  winter  there  are  four  or  five. 
These  appointments  are  in  great  request  among  the  best  students  of  the 
Glasgow  school.  They  are  only  given  to  qualified  men,  and  by  preference 
to  such  as  have  been  house  surgeons  in  either  of  our  infirmaries.  They 
remain  from  one  to  two  years.  The  present  physician  superintendent, 
Dr.  J.  W.  Allan,  was  appointed  in  August,  1875,  and  has  contributed 
much  by  his  urbanity,  good  management  and  rich  experience  to  win  and  to 
retain  the  confidence  which  Belvidere  undoubtedly  possesses  both  with  the 
profession  and  the  public." 

'*  In  calculating  the  cost  of  treatment,  the  expenditure  on  the  small-pox 
hospital  is  always  thrown  in  with  that  on  the  fever  hospital.  There  having 
been  only  rare  and  isolated  cases  of  small-pox  for  some  years,  120  beds 
have  been  constantly  used  for  scarlet  fever,  and  only  one  pavilion,  barri- 
caded off  with  the  whole  administrative  buildings,  for  small-pox.  A  small 
staff  is  maintained  there.  The  last  financial  year  for  which  the  accounts 
ai'e  made  up  (June  1,  1886,  to  May  31,  1887)  may  be  taken  as  an  illustra- 
tion of  the  expenditure,  number  and  nature  of  cases  treated,  etc.  There 
was  not  a  single  case  of  small-pox  treated,  but  £558  were  expende<][  in  the 
small-pox  hospital;  £15,945  in  the  fever  hospital;  2,790  cases  were 
treated,  including  1,270  cases  of  scarlet  fever,  504  of  measles,  204  of 
enteric  fever,  176  of  whooping-cough,  87  of  typhus,  134  of  erysipelas, 
diphtheria,  chicken-pox  and  puerperal  fever,  the  balance  being  made  up  of 
nursing  mothers  and  cases  of  mistaken  diagnosis.  The  average  residence 
over  all  was  43.3  days  (which  is  high,  owing  to  the  regulation  residence 
being  eight  weeks  for  scarlet  fever) ;  the  average  daily  number  of  patients, 
332  ;  the  average  cost  of  treatment  per  patient,  £5  18s.  This  does  not  in- 
clude interest  on  capital  expended  in  building  and  furnishing  hospitals,  bat 
does  include  ground,  annual  and  all  current  expenditure  in  maintaining  the 
whole  estate  and  working  the  hospitals.  Taking  one  year  with  another, 
the  average  mortality  is:  for  typhus,  13  per  cent.;  enteric  fever,  12  per 
cent. ;  scarlet  fever,  12  per  cent. ;  measles,  5  per  cent. ;  whooping-coagb, 
12  per  cent. ;  and  over  all  cases,  10  per  cent." 

^^  In  the  northeast  corner  of  Belvidere  estate,  the  central  washing  and  dis- 
infecting establishment  for  the  city  is  situated,  occupying  an  area  of  2,500 
square  yards.  In  those  times  when  the  treatment  of  infectious  diseases 
was  left  to  the  Royal  Infirmary,  whatever  disinfection  was  carried  out  at 
the  houses  of  the  patients  was  also  performed  by  the  directors.  In  their 
annual  report  for  1824  they  refer  to  this  fact.  The  first  washing-boose 
established  by  the  authorities  was  a  small  place  with  a  few  tubs  in  a  close 
off  the  High  Street.     This  was  opened  in  1864.     When  Belvidere  was 
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acquired,  half  of  the  existing  fever  hospital  washing-house  was  reserved 
for  this  purpose.  This  soon  proved  inadequate,  and  the  present  separate 
establishment  was  finished,  in  1888,  at  a  cost  of  £8,400.  It  is  essentially 
a  washing-house,  fitted  up  with  the  best  mechanical  appliances,  to  which 
the  articles  to  be  treated  are  driven  by  a  service  of  vans.  There  is  a  Lyons 
disinfector,  in  which  mattresses,  clothing,  etc.,  which  cannot  be  washed, 
are  disinfected,  a  cremator  for  burning  straw,  chaff,  wool,  flock  and  other 
articles,  ^  whose  end  is  to  be  burned,'  and  a  carpet-beating  machine.  It 
has  just  been  resolved  to  spend  £800  in  improving  the  arrangements,  and 
especially  in  adding  appliances,  devised  by  the  sanitary  inspector,  for 
treating  everything  which  is  ultimately  to  be  washed  with  a  solution  of 
bichloride  of  mercury,  which,  it  is  expected,  will  make  the  articles  innocu- 
ous before  passing  them  on  to  the  washers.  On* an  average,  1,000  articles 
per  day  are  treated  in  one  way  or  another." 

*'  The  hospitals,  the  washing-bouse,  and  the  sanitary  ofSce  in  the  city  are 
all  in  telephonic  connection." 

Germany. 

The  following  regulations  pertain  to  the  organization  of  hospitals  for 
infectious  diseases  in  Germany. 

A.  The  building  must  be  Isolated  and  situated  in  an  open  space,  if  pos- 
sible, away  from  inhabited  quarters,  but  at  such  a  distance  that  the  patients 
may  be  taken  to  it  without  difficulty  or  distress. 

B.  There  must  be  no  communication  between  the  hospital  and  its  sur- 
roundings, and«  where  necessary,  complete  isolation  must  be  established. 

C.  The  beds  must  be  separated  by  at  least  seventy-five  to  ninety  centi- 
meters and  each  patient  allowed  fourteen  cubic  meters  of  space.  (These 
requirements  would  hardly  meet  the  demands  of  modern  hospital  hygiene.) 

Convalescents  are  placed  by  themselves.  Hospitals  must  be  provided 
with  spare  wards  so  that  the  occupied  wards  may  be  vacated  from  time  to 
time  and  carefully  purified. 

D.  The  air  of  the  hospital  must  be  kept  fresh  and  pure.  The  furniture 
must  be  kept  perfectly  clean,  as  well  as  the  rooms. 

E.  The  clothing  of  the  patients  must  be  separately  stored  and  carefully 
disinfected  before  it  is  returned  to  them. 

F.  Convalescents  must  be  isolated  till  they  leave  the  hospital. 

Berlin. 

Hospitals  for  Isolation, 

At  Berlin  the  preventive  measures  against  infectious  diseases  are  organ- 
ized according  to  the  regulations  in  force  throughout  the  Empire. 

A  large  hospital  for  isolation  has  been  built  by  the  corporation,  com- 
posed of  twenty-four  detached  pavilions  of  one  story,  with  an  additional 
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building  for  emergencies.     A  space  is  reserved  for  the  construction  of  six 
additional  pavilions. 

This  hospital  (das  stadtische  Krankenhaus  Moabit)  is  situated  in  a  space 
nearly  open  on  all  sides  on  the  Moabit  quarter,  near  to  the  public  park,  and 
small  Thiergarten.  The  ground  has  the  form  of  an  elongated  rectangle. 
Pavilions  are  built  on  the  long  sides  facing  east  and  west.  The  distance 
between  each  is  seventeen  meters,  and  the  two  sides  are  separated  by 
sixty-four  metres.  The  intermediate  space  is  occupied  by  lawns,  groups 
of  trees  and  shrubs. 

The  buildings  cover  a  surface  of  10,000  square  meters,  of  which  6,432 
are  occupied  by  buildings;  the  grounds,  mortuaries,  etc.,  take  up  the  re- 
mainder. 

Each  pavilion  contains  .a  ward  28.25  meters  in  length,  6.90  meters  in 
width,  and  3.14  meters  in  height.  Each  contains  thirty  beds  —  too  many 
in  a  hospital  for  infectious  diseases,  as  that  allows  only  twenty-seven  cubic 
meters  for  each  patient.  The  ward  is  lighted  by  windows  in  the  side  walls, 
one  being  placed  between  every  two  beds. 

The  materials  employed  in  the  construction  are  blocks  of  wood  interca- 
lated with  bricks.  The  inside  walls  are  lined  with  boards  painted  in  oil  a 
bright  color.     The  floor  is  formed  of  a  bed  of  concrete. 

There  are  no  ceilings.  The  roof  is  composed  of  a  double  layer  of  boards, 
painted  in  oil  inside  and  covered  outside  with  millboard  saturated  with 
asphalt. 

A  skylight  runs  along  the  middle  of  the  roof  with  lateral  apertures, 
which  may  be  opened  and  shut  from  within. 

A  vestibule  at  one  end,  traversed  by  the  entrance  corridors,  comprises  on 
its  right  side  servants'  rooms  and  the  dispensary,  and  on  the  left,  the  bath- 
room, linen-room  and  water-closets.     All  these  rooms  have  boarded  floors. 

The  heating  is  effected  by  means  of  steam-pipes  connected  with  a  boiler, 
which  also  serves  for  the  kitchen  and  laundry.  A  large  steam-pipe  runs  in 
a  subterranean  trench  in  front  of  the  pavilions,  sending  a  branch  to  each, 
which  is  subdivided  into  several  pipes  for  warming  the  rooms  and  heating 
water  for  the  bath-room.  Three  steam-pipes,  two  to  the  north  and  one  to 
the  south,  run  above  the  floor  at  a  height  of  0.30  meters ;  they  are  provided 
with  taps  for  the  regulation  of  the  temperature.  The  condensed  water 
returns  to  the  boiler  by  a  pipe. 

Ventilation  is  very  simply  managed.  Fresh  air  is  introduced  by  means 
of  fourteen  openings,  each  eighteen  centimeters  wide,  made  in  the  walls  of 
each  ward  at  the  same  height  as  the  steam-pipes,  which  warm  the  air  as  it 
enters.     The  impure  air  escapes  by  the  lateral  apertures  above. 

The  rooms,  etc.,  are  lighted  with  gas;  the  lamps  are  hung  below  the 
skylight,  and  assist  in  the  ventilation. 

The  pavilion  for  special  isolation  attached  to  the  hospital  is  similarly 
constructed  and  measures  15.67  meters  in  length  by  8  meters  in  width,  and 
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8.64  meters  in  height.  It  contains  three  rooms  separated  from  one  another, 
each  having  three  beds.  A  covered  veranda,  2.30  meters  in  height,  runs 
along  the  front.     Large  doors  at  each  end  set  up  a  current  of  fresh  air. 

Eleven  casements  are  placed  in  front  of  the  veranda  near  the  roof, 
which  are  removed  during  the  summer. 

A  water-closet  is  provided  for  each  room,  placed  in  a  vestibule,  and 
abutting  on  an  outside  wall,  being  perfectly  ventilated  and  separated  from 
the  ward  by  an  ante-chamber. 

Each  of  the  wards  has  a  roof  of  a  pyramidal  form,  at  the  top  of  which  is 
a  ventilating-pipe  surmounted  with  a  Wolpert  aspirator.  The  floors  are 
made  of  brick  covered  with  Metlach  mosaic. 

Heating  is  effected  by  steam  introduced  into  hot-air  stoves,  placed  in  the 
middle  of  the  floor,  and  so  constructed  that  the  heat  can  be  regulated. 
The  stoves  are  surrounded  with  an  iron  jacket. 

Fresh  air  is  supplied  to  the  apparatus  by  a  trench  in  masonry  under  the 
floor,  and  is  warmed  in  passing  between  the  stove  and  the  jacket.  The 
impure  air  escapes  partly  by  the  ventilating  pipe  in  the  roof,  partly  by 
other  pipes  adjoining  a  small  tower  in  the  ceiling  of  the  veranda,  in  which 
are  placed  water-cisterns  for  the  baths. 

The  rooms  may  also  be  heated  by  steam-pipes. 

At  one  end  of  the  veranda  is  a  small  enclosed  room,  into  which  linen 
for  the  wash  is  thrown  through  a  trap-door ;  it  is  taken  away  by  a  door 
communicating  with  the  open  air. 

There  is  a  place  for  ^disinfection  in  the  establishment  through  which  the 
linen  is  passed. 

When  no  epidemic  prevails,  part  of  the  hospital  is  given  up  to  ordinary 
patients.  It  is,  however,  considered  preferable  to  nurse  the  latter  in  the 
stadtische  allgemeine  Krankenhaus  Friedrichshain,  which  is  a  splendid 
hospital  built  in  pavilions,  four  of  which  have  one  story  and  six  two  stories. 
There  are  also  two  pavilions  for  isolation  with  two  stories  and  another  of 
one  story  exclusively  reserved  for  diphtheritic  patients. 

In  the  department  for  isolation  each  adult  is  allowed  a  space  of  fifty- 
seven  to  sixty  cubic  meters,  and  each  child  thirty-one  to  forty-two  cubic 
meters. 

The  pavilion  for  diphtheria  is  warmed  by  steam,  but  the  general  method 
is  a  combination  of  heating  by  means  of  hot-water  apparatus  connected 
with  the  ventilation.  Each  ward  has  also  chimneys  open  in  the  summer 
and  autumn. 

In  order  to  assist  ventilation  the  smoke-pipes  pass  through  the  ventilating 
shaft. 

The  removal  of  persons  suffering  from  infectious  diseases  is  entrusted  to 
contractors  charged  with  the  maintenance  of  the  necessary  carriages,  the 
use  of  public  carriages  being  forbidden  to  such  patients  in  virtue  of  an 
official  order  of  the  7th  of  February,  1887. 
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Paris. 

No  satisfactory  system  for  the  treatment  of  persons  sick  with  infectious 
diseases  in  hospitals  specially  designed  for  this  purpose  has  yet  been 
effected,  but  a  commission  was  appointed  to  investigate  the  subject,  and 
reported  in  June,  1887,  to  the  municipal  council.  Thus  far,  persons  at- 
tacked with  infectious  diseases  have  been  received  into  all  hospitals,  except 
small-pox  patients,  who  were  only  admitted  to  the  hospitals  of  Saint  Louis 
and  Saint  Antoine,  which  had  isolated  buildings  for  their  accommodation. 
In  the  other  hospitals  the  infected  are  also  isolated,  but  experience  has 
proved  that  the  measures  taken  for  that  purpose  have  not  been  effectual, 
and  it  too  often  happens  that  infection  is  propagated  within  these  estab- 
lishments. Statistics  also  show  that  there  has  been  an  increase  in  the 
deaths  from  infectious  diseases  in  Paris,  while  they  have  sensibly  dimin- 
ished in  other  cities  where  isolation  is  better  organized. 

There  is  a  station  at  the  Hotel  Dieu  in  connection  with  the  transport  of 
infectious  cases,  in  which  are  kept  two  horses,  two  carriages  and  a  driver. 
When  any  person  ill  with  a  contagious  disease  requires  to  be  taken  to  the 
hospital,  notice  is  sent  to  the  nearest  police  station,  whence  it  is  transmitted 
to  the  Prefecture,  who  then  sends  orders  to  the  Hotel  Dieu.  The  disinfec- 
tion of  carriages  is  prescribed  by  the  regulations,  but  this  duty  is  left  to 
the  driver,  without  supervision. 

The  plan  already  mentioned  provides  for  two  ambulance  stations,  one  on 
the  right  bank  of  the  Seine,  near  the  Hospital  of  St.  Antoine,  and  the  other 
on  the  left  bank,  near  the  Hospital  for  Sick  Children.  Each  of  these  sta- 
tions is  to  have  twelve  carriages  for  removal  of  the  sick.  Two  will  be 
reserved  for  small-pox,  two  each  for  measles,  diphtheria,  scarlet  fever  and 
typhoid  fever,  and  the  last  two  will  be  reserved  for  other  diseases  — 
whooping-cough,  erysipelas,  etc.  The  carriages  used  for  one  disease  are 
never  to  be  used  for  another.  Each  coach-house  must  be  divided  into  six 
compartments  in  order  to  prevent  mistakes.  The  stable  will  be  arranged 
for  six  horses,  though  it  will  not  be  necessary  to  keep  more  than  two  in 
them  under  ordinary  circumstances. 

A  certain  number  of  nurses  will  be  assigned  to  each  ambulance  to  ac- 
company the  patients.  They  will  live  in  the  adjoining  hospital  and  give 
their  services  in  turn. 

The  staff  of  the  station  will  consist  of  a  chief  officer,  two  coachmen,  one 
of  whom  must  be  married,  and  a  servant,  who  may  be  the  wife  of  the  lat- 
ter. All  these  persons  will  live  on  the  premises,  and  the  staff,  as  well  as 
the  nurses,  will  be  boarded  there.  The  estimated  cost  of  construction  of 
each  station  is  about  $14,000,  and  that  of  each  carriage  about  $500.  Each 
is  to  be  provided  with  a  seat  for  the  nurse,  near  the  pillow  of  the  patient, 
and  a  drawer  for  clothes  and  linen.  After  each  journey  the  carriage  is  to 
be  thoroughly  washed.  The  stations  are  to  be  connected  by  telephone 
with  the  Relief  Board  and  the  Prefecture. 
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Hospitals. 

As  a  part  of  this  general  plan,  four  hospitals  are  to  be  erected  near  the 
^ates  at  the  entrance  of  the  city.  Two  will  be  devoted  to  small-pox,  and 
one  each  to  diphtheria  and  to  measles.  The  first  are  designed  for  seventy 
beds  in  each.  The  plan  provides  for  reserving  a  plat  of  ground  near  by, 
so  that  in  case  of  need  supplementary  pavilions  may  be  constructed  with 
accommodations  for  more  than  eighty  more  patients.  This  ground  is  to  be 
levelled,  covered  with  asphalt  and  drained,  so  that  temporary  buildings  can 
be  put  up  in  a  few  days.  If  further  accommodation  is  required,  it  is  pro- 
posed to  build  a  hospital  for  convalescents  at  Creteil,  southwest  of  Paris, 
on  ground  belonging  to  the  Relief  Board. 

A  hospital  for  diphtheria  also  forms  a  part  of  the  plan,  to  be  erected 
near  Bicdtre,  at  the  south  end  of  the  city. 

The  following  figures  show  the  special  need  for  arresting  the  progress  of 
diphtheria  and  measles  in  Paris  :  — 

Mean  Death-rate  from  Diphtheria  per  10,000  Inhabitants^  Paris, 

From  1866  to  1869, 4.32 

1870  to  1874, 4.72 

1876  to  1879 8.88 

1880  to  1884, 9.26 

1885  to  1887, 7.68 


4i 


Mean  Death-rate  from  Measles  per  lOfiOO  Inhabitants,  Paris, 

From  1865  to  1869, 3.18 

1870  to  1874, 3.35 

1875  to  1879. 3.72 

"      1880  to  1884, 4.90 

1885  to  1889, 5.71 


t« 


Scarlet  fever  does  not  appear  to  have  found  a  congenial  soil  in  Paris, 
the  average  mortality  per  10,000  from  this  cause  being  but  0.9  as  compared 
with  1.7  in  London,  1.2  in  Edinburgh  and  3.2  in  Berlin.  Measures  for  its 
restriction  there  do  not  therefore  appear  to  be  so  imperative  as  in  the  case 
of  the  infectious  diseases  already  named. 

With  the  view  of  diminishing  the  spread  of  whooping-cough  it  has  also 
been  proposed  to  found  a  great  isolating  establishment,  including  a  school 
and  a  hospital. 

The  public  disinfecting  stations  form  a  part  of  the  general  plan  for  the 
prevention  of  the  spread  of  infectious  diseases.  Those  of  Paris  and  Berlin 
are  most  thoroughly  equipped,  and  managed  in  the  most  effective  and  sys- 
tematic manner.  Their  description,  however,  does  not  come  within  the 
scope  of  the  present  paper. 
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Later  information  upon  the  sabject  of  isolation  of  contagious  diseaaes  in 
Paris  may  be  found  in  a  paper  contributed  to  the  International  Congress  of 
Charities,  Correction  and  Philanthropy  at  Chicago  in  June,  1893,  by  Drs. 
Herbert  and  Hogg  of  Paris.* 

The  following  summary  is  presented  in  that  paper  of  the  facilities  which 
are  afforded  in  Paris  for  the  isolation  and  treatment  of  hospital  patients 
suffering  with  contagious  diseases.  The  hospitals  providing  such  facilities 
are  six  in  number :  — 

The  Aubervilliers  Hospital  possesses  separate  buildings  for  small-pox, 
measles,  scarlet  fever,  erysipelas,  diphtheria  and  doubtful  cases ;  in  all, 
184  beds. 

The  Hospital  Trousseau.  Isolation  wards  are  established  for  children 
with  diphtheria,  measles  and  scarlet  fever  (181  beds). 

Hospital  ^^des  Enfants  Malades"  (Enfants  J^sus),  which  is  a  hospital 
for  children,  receives  diphtheria  and  scarlet  fever  patients  (52  beds) . 

In  addition  to  these  the  following  hospitals  are  provided  with'  isolation 
rooms :  Lariboisierej  7  beds  ;  La  Pitie^  5  beds  ;  La  CharitCj  3  beds. 

All  of  these  taken  together  furnish  a  total  of  332  beds. 

Sweden. 

In  Sweden,  local  public  health  administration  is  in  charge  of  a  Commis- 
sion of  Hygiene,  in  the  towns  (Helsovardsnamnd)  ;  and  in  rural  districts 
the  Communal  Council  is  entrusted  with  sanitary  functions.  These  have 
been  organized  by  laws  of  1874  and  1885. 

During  the  prevalence  of  an  epidemic  of  infectious  disease  the  Commis- 
sion must  attend  to  the  following  regulations  :  — 

1.  The  immediate  removal  of  the  patient  to  a  special  hospital,  a  place 
isolated  for  the  purpose,  unless  the  transport  should  endanger  the  life  of 
the  patient.  He  may  remain  in  his  own  dwelling  if  he  can  be  nursed 
according  to  the  regulations  prescribed  by  the  Commission. 

2.  The  immediate  disinfection  of  the  house,  clothing,  bedding,  etc.,  of 
the  patients  who  have  died,  recovered  or  been  sent  to  the  hospital. 

3.  Patients  are  not  to  be  removed  in  public  carriages ;  stretchers,  sedan 
chairs,  etc.,  are  disinfected  after  use. 

4.  Clothing  of  the  patients,  and  anything  belonging  to  the  hospital 
which  has  been  lent  or  sold,  are  to  be  disinfected. 

Persons  suffering  with  epidemic  or  infectious  diseases  cannot  refuse  to 
be  removed  to  the  special  hospital  unless  life  would  be  endangered,  or  they 
can  be  nursed  in  a  place  properly  isolated,  at  their  own  expense. 

When  two  infectious  diseases  prevail  at  the  same  time,  two  special  hos- 
pitals should  be  established,  or,  at  least,  a  properly  isolated  portion  must  be 
set  apart  for  the  treatment  of  one  class  of  patients. 

•  Hospitals,  Dispensaries  and  Nursing.  Papers,  Discnssions,  etc.,  at  Congress  of  Charities, 
Correction  and  Philanttiropj,  June,  1893.    New  York,  1894. 


No.  34.]  ISOLATION  HOSPITALS.  733 


Stockholm. 

Population  about  225,000.  In  Stockholm  the  plan  presented  in  1884,  by 
Dr.  Linroth,  Chief  Medical  Officer,  for  the  purpose  of  organizing  the  treat- 
ment of  infectious  diseases  in  the  city  includes  — 

1.  A  hospital  placed  at  one  end  of  the  city,  organized  in  a  pavilion  sys- 
tem, and  comprising  — 

A  building  for  small-pox,  with 20  beds. 

A  building  for  typhus  fever,  with 20     " 

A  building  for  scarlet  fever,  with   .      ' 35     " 

A  building  for  diphtheria,  with 28     ** 

A  building  for  measles,  with 35     '* 

A  building  with,  at  least,  ten  small  observation  rooms,  each  having  one 

bed. 
A  building  for  the  staff,  containing  also  rooms  for  the  medical  officers  of 

the  establishment. 
Buildings  for  offices,  such  as  kitchen,  laundiy,  place  for  disinfection  and 

the  burning  of  straw,  stables,  coach-houses  and  ice-houses. 


A  place  should  be  reserved  on  the  same  ground  for  two  temporary  hos- 
pitals, the  plans  and  drawings  for  which  must  be  quite  ready  so  that  they 
can  be  erected  without  delay  in  case  of  need. 

2.  A  branch  establishment  at  the  other  end  of  the  city,  organized  after 
the  same  system,  and  comprising  — 

A  building  for  scarlet  fever,  with 30  beds. 

A  building  for  measles,  with 25  beds. 

A  building  for  the  staff,  and  two  rooms  for  special  cases. 
A  building  for  the  offices  of  the  establishment. 

3.  An  establishment  situated  in  the  group  of  islands  on  this  side  of 
Yaxholm,  intended  to  receive  infectious  patients  who  have  arrived  by  sea, 
and  comprising  a  pavilion  with  fifteen  beds ;  a  place  for  disinfection ;  a 
building  for  the  staff  and  officers. 

4.  A  place  for  disinfection  within  the  city  for  the  healthy  members  of 
families  exposed  to  infection,  and  for  suspected  clothing.  The  number  of 
beds  available  should  be  one  hundred  and  forty-eight  in  the  large  hospital, 
fifty-seven  in  the  branch  establishment  and  fifteen  in  the  island  hospital, 
in  all  two  hundred  and  twenty  beds. 

Dr.  Linroth  is  of  opinion  that  typhoid  fever  may  safely  be  treated  in  the 
other  hospitals  of  the  city  as  in  previous  years.^ 

The  construction  of  a  new  isolation  hospital  on  the  above  plan  was  only 
begun  in  1890.  The  hospital  comprises  five  pavilions,  comprising  alto- 
gether one  hundred  and  sixty-two  beds,  a  building  with  eight  observation 
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rooms,  a  building  for  the  administration  and  for  the  doctor,  one  for  cooking, 
a  laundry,  mortuary,  etc. 

Before  this  time  the  old  hospitals  were  utilized,  temporary  buildings 
being  erected  for  special  requirements. 

These  are  constructed  of  double  boards.  The  interstices  of  the  walls, 
floor  and  ceiling  are  filled  up  with  charcoal. 

A  barrack  on  this  model  was  erected  in  ten  days  in  the  park  of  Bellevae 
near  Brunsviken,  when  an  epidemic  of  small-pox  was  threatened.  The 
expense  amounted  to  about  £700. 

A  permanent  erectiou  has  been  constructed  on  the  ground  of  the 
hospital  Saint  Maria  to  serve  as  &  place  for  isolation.  Its  total  length 
is  32.30  meters  and  the  width  7.50  meters.  Its  height  is  15.50  meters 
between  the  ground  and  the  ridge.  The  front,  which  looks  towards  the 
west,  is  flanked  by  a  fore-court  eight  meters  in  length  by  5.5  meters  in 
width.  The  sides  are  made  of  boards  7.5  centimeters  thick,  wainscoted 
and  lined  with  mill-board  outside  and  inside.  The  roof  is  of  mill-board 
covered  with  asphalt. 

The  building  contains  two  wards,  with  thirteen  beds  in  each.  The  space 
between  the  wards  is  occupied  by  a  room  for  the  nurse,  a  linen-room,  and 
a  small  kitchen  for  making  drinks.  Behind  the  vestibule  adjoining  the 
wards,  which  can  be  divided  into  parts,  is  a  fore-court  in  which  are 
placed  the  latrines  and  the  bath-room.  The  floors  of  the  wards  are  made 
of  asphalt,  laid  on  a  bed  of  cement,  which  is  placed  on  the  ground,  cov- 
ered with  a  bed  of  broken  stones  and  gravel.  The  other  rooms  have  also 
asphalt  floors,  excepting  the  nurses'  room. 

The  walls  and  ceilings  are  painted  in  oil  throughout  the  building,  in 
order  that  they .  may  be  easily  cleaned.  Each  bed  in  the  wards  has  7.20 
square  meters  of  floor  space  and  30  cubic  meters  of  cubic  space.  The 
windows  are  made  in  the  side  wall  of  the  ward,  and  look  east  and  west, 
there  being  eleven  in  each  ward.  The  windows  are  two  meters  in  height 
by  one  in  breadth,  their  total  surface  being  about  one-fourth  of  the  floor. 
The  establishment  possesses  a  gas  and  water  service.  There  are  two  baths 
made  of  copper  in  the  bath-room.  The  latrines  are  arranged  on  the  system 
of  movable  tanks  used  in  the  city,  but  in  such  a  way  that  the  urine  flows 
away  separately  by  a  subterranean  pipe.  In  the  closets  there  are  also  cis- 
terns in  zinc  for  the  soiled  linen,  a  current  of  water  continuously  passing 
through  them  from  top  to  bottom,  and  discharging  into  the  sewer.  The 
speed  of  the  current  is  regulated  at  pleasure. 

In  this  way  all  risk  from  the  handling  of  dry  linen  worn  by  the  infectloas 
patients  is  avoided.  The  linen  is  not  taken  from  the  water  and  wrung 
until  the  moment  when  it  is  .to  be  sent  to  the  wash.  The  cisterns  have 
lids  locked  with  a  key. 

Heating  and  ventilation  are  effected  by  means  of  a  kind  of  stove  with  an 
iron  casing  lined  with  fire-proof  bricks.     The  casing  does  not  ecmie  higher 
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than  the  middle  of  the  stove,  and  is  6  centimeters  from  it.  The  total 
height  of  the  apparatus  is  3.60  meters,  the  exterior  diameter,  0.60  meter; 
the  heated  surface,  7  square  meters. 

The  fresh  air,  entering  hy  a  pipe  sixty  centimeters  hy  thirty,  arrives  at 
the  bottom  of  the  stove  and  is  heated  in  passing  between  the  stove  and  the 
casing.     The  ventilating-pipe  is  provided  with  a  sliding  valve. 

The  stoves  are  arranged  for  slow  combustion,  fed  at  long  intervals  dur- 
ing the  day,  and  kept  locked. 

The  impure  air  escapes  by  pipes  heated  in  the  chimney,  each  discharge 
pipe  having  an  opening  near  the  floor  for  ventilation  in  winter  and  one 
under  the  ceiling  for  summer ;  the  valves  of  these  openings  are  enclosed 
that  they  may  be  out  of  reach  of  the  patients. 

The  upper  sash  of  two  opposite  windows  in  each  ward  is  provided  with 
hinges  below,  so  as  to  open  within,  and  has  an  iron  plate  on  each  side. 
All  the  air-pipes  are  arranged  so  as  to  be  easily  cleaned. 
During  the  summer  more  thorough   ventilation  may  be  secured  by  a 
'water  ventilator  on  Trentler  and  Schwartz's  systems,  fixed  in  the  roof, 
above  the  centre  of  the  building.    This  ventilator  is  put  into  communica- 
tion with  the  wards  and  the  outer  air  in  such  a  way  that  air  may  be 
admitted  or  excluded  at  pleasure  by  opening  or  shutting  valves. 
The  cost  of  this  barrack  is  about  £1,440. 

The  city  keeps  a  special  carriage  for  the  removal  of  infectious  patients . 
It  is  lined  inside  with  varnished  wood,  which  can  be  easily  cleaned  after 
each  journey. 

Denbiark. 

Copenhagen. 

The  wards  of  Blegdams  Hospital  are  fitted  up  with  special  care  for  the 
treatment  of  patients  with  infectious  diseases.  There  are  eight  one-storied 
pavilions,  two  for  twelve  patients  each,  six  for  twenty-six  each,  and  a  two- 
storied  pavilion  for  seventy-eight  patients ;  besides,  there  are  some  movable 
marquees  (felt  tents  of  Docker's  patent),  with  accommodations  for  fifty 
patients.  The  general  arrangement  of  the  hospital  is  shown  in  the 
accompanying  plan.  The  one-storied  pavilions  belong  to  several  systems. 
One  of  these  is  especially  distinguished  by  its  heating  and  ventilating  sys- 
tem, planned  by  Mr.  Julius  Thomsen,  Professor  of  the  University  and 
President  of  the  Polytechnic  Academy.  In  outline  it  is  in  each  of  two 
entirely  similar  halves,  as  follows :  fresh  air  is  conducted  from  wells  at  a 
proper  distance  from  the  building  to  an  air  chamber  in  its  cellar,  from  which 
it  is  conducted  under  the  floor  of  the  sick  ward,  into  which  it  ascends  through 
three  openings  in  the  floor.  In  the  cellar  a  fire  is  kept  up  all  the  year 
round ;  during  the  cold  season  the  draught  from  the  furnace  is  conducted  to 
a  chimney  in  the  centre  of  the  building  through  a  calorifere  placed  in  the 
air-chamber;  hereby  the  fresh  air  gets  a  suitable  temperature,  while  the 


726  STATE  BOARD  OF  HEALTH.         [Pub.  Doc. 

the  oare  of  a  physician  saperintendent,  who  is  assisted  in  the  general  busi- 
ness of  the  hospital  by  a  house  steward,  and  in  the  medical  charge  by  two 
permanent  medical  assistants.  These  are  supplemented,  as  occasion  re- 
quires, by  extra  assistants.  In  fact,  there  are  seldom  less  than  three 
assistants,  and  usually  in  the  autumn  and  winter  there  are  four  or  five. 
These  appointments  are  in  great  request  among  the  best  students  of  the 
Glasgow  school.  They  are  only  given  to  qualified  men,  and  by  preference 
to  such  as  have  been  house  surgeons  in  either  of  our  infirmaries.  They 
remain  from  one  to  two  years.  The  present  physician  superintendent, 
Dr.  J.  W.  Allan,  was  appointed  in  August,  1875,  and  has  contributed 
much  by  his  urbanity,  good  management  and  rich  experience  to  win  and  to 
retain  the  confidence  which  Belvidere  undoubtedly  possesses  both  with  the 
profession  and  the  public." 

^^  In  calculating  the  cost  of  treatment,  the  expenditure  on  the  small-pox 
hospital  is  always  thrown  in  with  that  on  the  fever  hospital.  There  having 
been  only  rare  and  isolated  cases  of  small-pox  for  some  years,  120  beds 
have  been  constantly  used  for  scarlet  fever,  and  only  one  pavilion,  barri- 
caded off  with  the  whole  administrative  buildings,  for  small-pox.  A  small 
staff  is  maintained  there.  The  last  financial  year  for  which  the  accouuts 
ai*e  made  up  (June  1,  1886,  to  May  31,  1887)  may  be  taken  as  an  illustra- 
tion of  the  expenditure,  number  and  nature  of  cases  treated,  etc.  There 
was  not  a  single  case  of  small-pox  treated,  but  £558  were  expende<^  in  the 
small-pox  hospital;  £15,945  in  the  fever  hospital;  2,790  cases  were 
treated,  including  1,270  cases  of  scarlet  fever,  504  of  measles,  204  of 
enteric  fever,  176  of  whooping-cough,  87  of  typhus,  184  of  erysipelas, 
diphtheria,  chicken-pox  and  puerperal  fever,  the  balance  being  made  up  of 
nursing  mothers  and  cases  of  mistaken  diagnosis.  The  average  residence 
over  all  was  43.3  days  (which  is  high,  owing  to  the  regulation  residence 
being  eight  weeks  for  scarlet  fever)  ;  the  average  daily  number  of  patients, 
332 ;  the  average  cost  of  treatment  per  patient,  £5  18s.  This  does  not  in- 
clude interest  on  capital  expended  in  building  and  furnishing  hospitals,  hat 
does  include  ground,  annual  and  all  current  expenditure  in  maintaining  the 
whole  estate  and  working  the  hospitals.  Taking  one  year  with  another, 
the  average  mortality  is:  for  typhus,  13  per  cent.;  enteric  fever,  12  per 
cent. ;  scarlet  fever,  12  per  cent. ;  measles,  5  per  cent. ;  whooping-cough, 
12  per  cent. ;  and  over  all  cases,  10  per  cent." 

^^  In  the  northeast  corner  of  Belvidere  estate,  the  central  washing  and  dis- 
infecting establishment  for  the  city  is  situated,  occupying  an  area  of  2,500 
square  yards.  In  those  times  when  the  treatment  of  infectious  diseases 
was  left  to  the  Royal  Infirmary,  whatever  disinfection  was  carried  out  at 
the  houses  of  the  patients  was  also  performed  by  the  directors.  In  their 
annual  report  for  1824  they  refer  to  this  fact.  The  first  washing- 
established  by  the  authorities  was  a  small  place  with  a  few  tubs  in  a  d 
off  the  High  Street.     This  was  opened  in   1864.     When  Belvidere 
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acquired,  half  of  the  existing  fever  hospital  washing-house  was  reserved 
for  this  purpose.  This  soon  proved  inadequate,  and  the  present  separate 
establishment  was  finished,  in  1883,  at  a  cost  of  £8,400.  It  is  essentially 
a  washing-house,  fitted  up  with  the  best  mechanical  appliances,  to  which 
the  articles  to  be  treated  are  driven  by  a  service  of  vans.  There  is  a  Lyons 
disinfector,  in  which  mattresses,  clothing,  etc.,  which  cannot  be  washed, 
are  disinfected,  a  cremator  for  burning  straw,  chaff,  wool,  flock  and  other 
articles,  *'  whose  end  is  to  be  burned,'  and  a  carpet-beating  machine.  It 
has  just  been  resolved  to  spend  £800  in  improving  the  arrangements,  and 
especially  in  adding  appliances,  devised  by  the  sanitary  inspector,  for 
treating  everything  which  is  ultimately  to  be  washed  with  a  solution  of 
bichloride  of  mercury,  which,  it  is  expected,  will  make  the  articles  innocu- 
ous before  passing  them  on  to  the  washers.  On*  an  average,  1,000  articles 
per  day  are  treated  in  one  way  or  another." 

^^  The  hospitals,  the  washing-house,  and  the  sanitary  office  in  the  city  are 
all  in  telephonic  connection." 

Germany. 

The  following  regulations  pertain  to  the  organization  of  hospitals  for 
infectious  diseases  in  Germany. 

A.  The  building  must  be  isolated  and  situated  in  an  open  space,  if  pos- 
sible, away  from  inhabited  quarters,  but  at  such  a  distance  that  the  patients 
may  be  taken  to  it  without  difficulty  or  distress. 

B.  There  must  be  no  communication  between  the  hospital  and  its  sur- 
roundings, and«  where  necessary,  complete  isolation  must  be  established. 

C.  The  beds  must  be  separated  by  at  least  seventy-five  to  ninety  centi- 
meters and  each  patient  allowed  fourteen  cubic  meters  of  space.  (These 
requirements  would  hardly  meet  the  demands  of  modem  hospital  hygiene.) 

Convalescents  are  placed  by  themselves.  Hospitals  must  be  provided 
with  spare  wards  so  that  the  occupied  wards  may  be  vacated  from  time  to 
time  and  carefully  purified. 

D.  The  air  of  the  hospital  must  be  kept  fresh  and  pure.  The  furniture 
must  be  kept  perfectly  clean,  as  well  as  the  rooms. 

£.  The  clothing  of  the  patients  must  be  separately  stored  and  carefully 
disinfected  before  it  is  returned  to  them. 

F.    Convalescents  must  be  isolated  till  they  leave  the  hospital. 

Berlin. 

Hospitals  for  Isolation. 

At  Berlin  the  preventive  measures  against  infectious  diseases  are  organ- 
ized according  to  the  regulations  in  force  throughout  the  Empire. 

A  large  hospital  for  isolation  has  been  built  by  the  corporation,  com- 
posed of  twenty-four  detached  pavilions  of  one  story,  with  an  additional 
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draught  in  Bummer  is  conducted  directly  to  the  chimaey,  without  pasaing 
the  calorifere.  The  chimney  will  always  thus  be  able  to  exhaust  tbe  riti- 
Ated  air  of  the  sick  ward,  which  is  effected  by  means  of  channels  leading 
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to  the  chimney  from  openings  in  the  walls  of  the  ward  at  various  heights 
from  the  floor.  The  draught  in  the  fireplace,  in  which  the  consumption  of 
fuel  naturally  varies  according  to  outside  temperature,  can  be  regulated 
^ith  a  simple  mechanism  from  the  cellar,  as  well  as  from  the  sick  ward,  so 
that  it  goes  partly  through  the  calorifere,  partly  directly  to  the  chimney, 
and  that  an  increase  of  one  passage  corresponds  to  a  diminishing  of  the 
other.  In  the  same  manner  the  exhaust  can  be  regulated ;  its  strength  can 
be  read  from  an  anemometer  in  the  ward,  and  it  may  be  regulated  or  entirely 
stopped,  according  to  circumstances.  The  nurses  are  thus  at  all  times  able 
to  control  the  temperature  and  renewal  of  air.  The  above-mentioned  two- 
storied  sick  ward  of  Blegdams  Hospital  was  just  completed  at  the  expira- 
tion of  1890,  and  represents  a  high-class  modern-hospital  technique.  The 
principles  on  which  the  new  operating  room  in  the  Commune  Hospital, 
above  described,  was  built  are  in  every  essential  also  used  in  this  building. 
Its  baths,  kitchens,  closets  and  other  accessories  are  in  most  perfect  har- 
mony with  the  principles  described  above. 
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HEALTH  OF  TOWNS. 


Under  this  title  it  has  been  customary  to  present  a  digest  of  the 
annual  reports  of  the  local  boards  of  health  which  have  been  received 
at  the  office  of  the  State  Board  of  Health. 

Very  few  of  the  smaller  towns  (such  as  have  populations  of  lesa 
than  2,000  inhabitants)  publish  separate  reports  of  the  local  boards 
of  health.  The  reports  which  we  receive  are,  therefore,  mainly 
those  of  the  cities  and  large  towns. 

The  most  prominent  topics  which  appear  in  these  reports  are  the 
increased  care  devoted  to  the  subject  of  the  notification  of  infectious 
diseases,  and  their  prevention  by  isolation,  disinfection  and  vaccina- 
tion, the  need  of  sewerage  and  efficient  methods  of  disposal  in  towns 
where  no  systems  are  in  existence,  the  inspection  of  plumbing  and 
registration  of  plumbers,  and  the  disposal  of  the  garbage  and  the 
refuse  of  houses  and  of  streets. 

The  subject  of  the  notification  of  diseases  has  been  considered  at 
an  earlier  place  in  this  volume. 

The  following  table  contains  the  statistics  of  cases  of  diphtheria, 
scarlet  fever,  typhoid  fever  and  measles  reported  to  local  boards  of 
health,  as  compiled  from  the  annual  reports  of  such  boards,  which 
have  been  forwarded  to  the  office  of  the  State  Board,  since  the  close 
of  the  calendar  year  1893.  In  parallel  columns  are  also  presented 
the  deaths  from  the  same  causes,  as  given  in  the  same  reports. 


Certain  Infectious  Diseases  reported  to  Local  Boards  of  Health  in  1893, 


ClTUM  AHD  Towns. 

DiPBTHBHIA  AND 

Cboup. 

SCAXUBT  FSVKR. 

Typhoid  Fbybb. 

BiBASLBS. 

Caiet. 

Deaths. 

Cues. 

Deaths. 

Cases. 

Deaths. 

Cases. 

1 

Deaths. 

Ameibnry* 

AtUeborongh,       .... 

Ayer 

Beverly, 

18 
21 

0 

5 
1 

89 
80 
87 

7 

14 
1 

21 

12 

6 

14 

2 

91 
3 
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Certain  Infectious  Diseases  reported  to  Local  Boards  of  Health  in  1893 

—  Continned. 


CHIA  AHD 
)DP. 

1 

Ttphoi©  Fbtbs. 

Mba 

• 

DlPHTHl 

Cbc 

SCARLBT  FBYXB. 

BLXS. 

Cities  aiid  Towns. 

Cases. 

Deaths. 

Cases. 

Deaths. 

Cases. 

Deaths. 

Cases. 

DesthK. 

B08TOH, 

•               • 

1,465 

476 

2,680 

248 

824 

148 

- 

- 

Bradford, 

•       •       • 

5 

1 

8 

- 

6 

1 

6 

- 

Brldgewater, . 

2 

- 

8 

- 

2 

- 

- 

- 

Bbooktok,    . 

44 

16 

82 

6 

20 

8 

Ill 

- 

Brookline, 

18 

4 

44 

7 

10 

8 

615 

6 

Cambbidos,  . 

103 

48 

680 

67 

92 

16 

- 

U 

Ohblsba, 

29 

10 

89 

7 

10 

6 

- 

- 

Concord* 

7 

- 

88 

- 

4 

- 

48 

- 

Dedham, 

3 

- 

63 

8 

9 

2 

47 

- 

Kasthampton, 

84 

11 

16 

- 

- 

- 

- 

- 

EVEBKTT, 

10 

2 

105 

11 

12 

4 

147 

i 

Fall  Riybr, 

40 

13 

348 

82 

87 

17 

- 

- 

FlTCHBUBO,    . 

10 

3 

28 

- 

23 

4 

602 

7 

^ramingham, 

18 

2 

32 

- 

- 

88 

- 

H^ardner, 

4 

- 

9 

18 

1 

60 

2 

Glouobsteb, 

10 

9 

110 

7 

6 

- 

- 

Great  Barrlngton, 

4 

2 

27 

- 

- 

- 

- 

Oreenfleld,     . 

47 

6 

9 

10 

4 

- 

- 

Hatxbhill»  . 

18 

3 

97 

68 

12 

25 

- 

Hingham, 

2 

- 

29 

- 

- 

- 

- 

Hndson, . 

4 

2 

14 

1 

14 

6 

18 

- 

Ipswich, 

5 

1 

19 

6 

- 

20 

- 

Lawbbnob,   . 

86 

19 

241 

81 

141 

83 

60 

S 

Leominster,   . 

20 

2 

33 

6 

1 

264 

- 

Lazington,     . 

1 

1 

2 

- 

2 

- 

164 

- 

LOWBLLy            • 

85 

80 

209 

18 

160 

63 

641 

10 

tmnxt    . 

105 

38 

272 

9 

63 

12 

- 

- 

Marblehead,  . 

15 

- 

113 

5 

7 

- 

- 

- 

Mablbobouoh,     . 

7 

6 

14 

- 

2 

7 

816 

s 

MayDard, 

1 

- 

48 

2 

- 

3 

13 

- 

MSDFOBD,       . 

28 

7 

81 

6 

13 

6 

800 

1 

Melrose,         • 

15 

8 

93 

6 

6 

- 

92 

m 

Mlllbary.       .       . 

10 

1 

14 

- 

15 

3 

118 

2 

MlltOD,     . 

4 

- 

10 

- 

2 

- 

27 

- 

Nantuclcet,     . 

0 

- 

0 

- 

0 

- 

0 

- 

Needliam, 

3 

- 

4 

- 

11 

8 

1 

" 
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Certain  Infectiout  Diseases  reported  to  Local  Boards  of  Sealth  in  1893 

—  Concluded. 


Diphtheria  and 
Cboup. 

80ASI.BT  FBYKR. 

TTPHOID  FitVBB. 

HBA8LB8. 

ClTIK^  AHD  TOWNS. 

Cases. 

Deaths. 

Cases. 

Deaths. 

Cases. 

Deaths. 

Cases. 

Deaths. 

Nkw  Bbstobd,    . 

26 

IS 

222 

8 

234 

29 

126 

6 

l^BWBXrBXPORT,      . 

86 

8 

6 

1 

67 

7 

28 

0 

Nkwton, 

89 

83 

116 

2 

23 

4 

648 

1 

NORTKAKPTOH,      . 

15 

6 

77 

12 

40 

4 

26 

1 

North  AjadovBTf     , 

- 

- 

4 

- 

2 

- 

8 

- 

Korth  Atileborongb, 

- 

2 

- 

14 

4 

8 

- 

- 

Northbrldge, 

9 

- 

1 

- 

1 

- 

- 

- 

Orange,  . 

- 

1 

- 

6 

2 

82 

-   • 

PrrrsFiBLD, 

7 

184 

4 

20 

6 

98 

2 

Plymouth, 

61 

22 

8 

1 

13 

- 

- 

- 

QUIKOT,  . 

16 

97 

3 

29 

10 

262 

2 

Beading, 

1 

3 

- 

8 

1 

28 

- 

Revere,  . 

8 

16 

2 

6 

1 

- 

- 

Rockland, 

2 

17 

- 

1 

1 

34 

- 

Baijsx,  . 

47 

13 

79 

1 

62 

11 

- 

- 

Baugas,  . 

- 

- 

1 

- 

1 

- 

48 

- 

Spbinofisld, 

48 

22 

286 

24 

62 

- 

- 

10 

Swampscott, . 

6 

2 

11 

- 

- 

- 

- 

- 

Taunton, 

9 

8 

181 

10 

10 

7 

- 

- 

Wakefield,     . 

21 

8 

33 

3 

10 

6 

63 

- 

Waltham, 

36 

12 

132 

3 

26 

2 

- 

- 

Ware, 

11 

6 

16 

- 

1 

1 

17  . 

8 

Wellesley,      . 

2 

8 

- 

- 

- 

48 

- 

Weatborongh, 

- 

- 

4 

- 

- 

- 

- 

- 

Westfield, 

several 

1 

several 

- 

several 

6 

- 

- 

Westford, 

2 

1 

8 

- 

1 

1 

16 

8 

WllUamBtown 

»      •       ' 

6 

1 

8 

4 

7 

3 

1 

- 

Winchester,  . 

4 

1 

16 

2 

12 

4 

260 

- 

WOBURN, 

82 

8 

73 

9 

9 

1 

- 

WOBCBBTSB, 

128 

88 

179 

10 

143 

31 

1,112 

16 

Totals, 

1       • 

2,919 

926 

7,420 

664 

2,467 

492 

6,290 

98 

From  the  comparison  of  these  figures,  the  relative  fatality  of  each 
disease  during  the  year  in  these  cities  and  towns  may  readily  be 
ascertained.  The  columns  of  deaths  may  be  considered  as  quite 
accurate,  while  the  reported  cases  are  probably  somewhat  less  than 
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the  actual  numbers,  in  consequence  of  a  small  percentage  of  neglect 
or  failure  to  report.     The  figures  are  as  follows  :  — 


Reported  cases  of  diphtheria  and  croup, 
Registered  deaths  from  diphtheria  and  croup, 
Fatality, 


2,919 
926 
81.7  per  cent 


Reported  cases  of  scarlet  fever, 7,420 

Registered  deaths  from  scarlet  fever, 654 

Fatality,    . 8.8  per  cent. 

Reported  cases  of  typhoid  fever, 2,457 

Registered  deaths  from  typhoid  fever, 492 

Fatality, 20.0  per  cent 

Reported  cases  of  measles, 6,290 

Registered  deaths  from  measles, 98 

Fatality, 1.6  per  cent 

The  following  summary  contains  the  figures  for  each  of  these 
diseases  for  the  years  1891,  1892  and  1893  :  — 


Reported  Cases  of  Infectious  Diseases, 


Diphtheria  ahd 
Cboup. 

SCARLKT  FKVBR.      ' 

Ttphoid  Fbvbk. 

Mbaslbs. 

• 

s 

P4 

• 

• 
CO 

§ 

• 

S 

• 

S 

« 

p* 

1893. 

• 
1 

1 

• 
p* 

• 

• 

8 

OB 

P4 

• 

! 

Reported  oases,    . 

2,444 

3,083 

2,919 

4,617 

0,112 

7,420 

2,414 

1,892 

2,467 

6,861 

783 

6,290 

Deaths,  .... 

• 

676 

891 

926 

161 

281 

624 

460 

436 

492 

84 

81 

98 

FaUlity, 

23.6 

29.2 

31.7 

3.3 

4.6 

8.8 

19.0 

23.0 

20.0 

1.4 

4.0 

1.6 

•• 

Mean  of  three  years, 

28.6 

6.8 

20.6 

1.6 

The  cities  and  towns  embraced  in  this  list  were  70  in  number,  and 
comprised  about  three-fourths  of  the  population  of  the  State.  They 
were  nearly  identical  with  those  which  furnished  reports  in  18i*2. 

The  number  of  reported  cases  of  diphtheria  was  eighty  less  than 
that  of  1892,  and  the  percentage  of  fatal  cases  was  slightly  larger. 

The  reported  cases  of  scarlet  fever  exceeded  those  of  1892  by 
1,308,  while  the  fatality  was  8.8  per  cent,  or  nearly  double  that  of 
the  preceding  year. 

The  reported  cases  of  typhoid  fever  were  greater  than  those  of 
1892,  by  565,  but  the  fatality  was  less,  being  20  per  cent,  as  com- 
pared with  23.0  in  the  preceding  year. 


} 
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The  reported  cases  of  measles  were  eight  times  as  many  as  those 
of  1892  y  but  the  fatality  was  less  than  half  as  great,  being  1.6  per 
cent,  as  compared  with  4.0  in  the  preceding  year. 

The  following  figures  present  the  fatality  from  diphtheria,  scarlet 
fever  and  typhoid  fever  as  reported  by  the  Local  Government  Board 
of  England  for  the  years  1890,  1891  and  1892. 


Diphtheria, 
Scarlet  fever, 
Typhoid  fever. 


1890. 


25.5 

8.0 

19.9 


1891. 


23.7 

5.8 

20.8 


189S. 


23.6 

4.4 

17.8 


Amesburt. 

There  have  been  many  less  complaints  entered  this  year  than  last,  eighty- 
two  cases  as  against  one  hundred  and  fifty.  Most  of  these  were  promptly 
abated  on  the  attention  of  the  property  owners  being  called  to  the  unsani- 
tary conditions,  therefore  little  expense  was  incurred  to  have  official  notices 
served. 

There  was  some  delay  in  abating  the  odor  from  the  old  soap  factory,  but 
the  exigencies  of  the  business  made  it  almost  unavoidable. 

The  Board  would  again  call  the  earnest  consideration  of  the  voters  of 
the  town  to  the  utility  and  economy  of  sewering  the  town,  as  per  plan  now 
OD  file  ;  if  not  the  whole,  at  least  a  part  should  he  do;ie  every  year. 

Scarlet  fever  at  first  showed  itself  in  a  mild  form,  but  has  gradually  as- 
sumed a  more  malignant  type,  with  a  death  rate  of  sixteen  per  cent,  of 
reported  cases.  To  stay  the  spread  of  this  dread  disease,  the  Board  has 
promptly  placarded  every  house  in  which  the  disease  has  been  reported, 
and  given  full  iDstructions  as  to  the  importance  of  isolation  and  proper 
disinfection.  Some  physicians  and  most  heads  of  families  have  been  dila- 
tory in  reporting  the  cases,  and  some  were  not  reported  at  all.  The  State 
law  requires  such  reports  to  be  made,  and  imposes  heavy  fines  for  neglect. 
The  school  committee  had  the  public  schools  closed  for  some  weeks  to  stay 
the  progress,  but  with  no  perceptible  benefit,  as  two  days  before  re-opening 
them  there  were  seven  new  cases  reported.  The  necessity  of  isolation  in 
this  disease  is  beyond  question,  and  the  all  important  step  to  be  taken,  if 
followed  by  efficient  disinfection. 

Two  cases  of  supposed  glanders  in  horses  have  been  reported  to  the 
Board,  one  case  being  imported.  The  matter  was  immediately  investigated 
by  the  Board  and  a  veterinary  surgeon  from  Boston,  and  the  animal  was 
satisfactorily  disposed  of  at  the  phosphate  factory. 


746  STATE  BOARD  OF  HEALTH.         [Pab.  Doc. 


Arlington. 

Id  the  absence  of  a  regularly  elected  Board  of  Health,  the  selectmen, 
under  the  statates,  constitute  the  Board.  As  our  town  increases  in  popula- 
tion, and  dwellings  are  erected  nearer  together,  the  importance  of  an  alert 
and  competent  Board  of  Health  is  evident.  On  all  our  streets  a  greater  or 
less  portion  of  the  land  is  used  for  cultivation.  This  results  in  the  use  of 
various  forms  of  fertilizers,  which,  while  not  always  dangerous  to  health, 
are  very  objectionable  —  whole  neighborhoods  at  times  being  rendered  un- 
comfortable by  the  unloading  of  the  refuse  from  the  city. 

The  keeping  of  swine  within  the  limits  of  the  town  should  be  restricted 
to  places  remote  from  the  densely  inhabited  portions. 

We  suggest  that  a  separate  Board  of  Health  be  elected  by  the  town, 
selected  from  those  citizens  who  are  especially  familiar  with  sanitary  matters. 

Attleborough  . 

In  accordance  with  the  requirements  of  the  Public  Statutes,  the  Board 
of  Health  makes  an  annual  report  to  the  town.  This  report  should  include 
an  account  of  the  duties  performed  by  the  members,  such  suggestions  for 
the  physical  welfare  of  the  town  as  occur  to  them  as  the  results  of  their 
experience,  and  tables  of  vital  statistics  which,  when  compared  with  reports 
of  former  years,  indicate  the  way  the  town  is  growing  and  suggest  oppor- 
tunities for  its  sanitary  improvement. 

Less  complaints  were  received  this  year  than  usual.  In  fact,  house- 
holders are  now  generally  informed  as  to  the  requirements  of  the  Board 
and  gladly  conform  to  them.     No  serious  epidemic  has  occurred. 

Measles  became  so  prevalent  that  the  Board  requested  the  school  com- 
mittee to  exclude  from  the  public  schools  all  pupils  coming  from  homes 
where  there  were  such  cases.  This,  being  an  innovation,  caused  unfavora- 
ble criticism  from  the  public  and  even  from  physicians  in  town,  but  singu- 
larly  enough,  by  this  action  the  local  Board  only  anticipated  by  a  few 
months  what  is  now  required  by  the  statutes,  viz.,  that  measles  shall  be 
included  in  the  list  of  diseases  '^  dangerous  to  the  public  health,"  and 
consequently  to  be  especially  guarded  against. 

* 

Ayer. 

The  most  notable  occurrence  in  connection  with  the  health  of  the  town, 
during  the  year,  was  an  epidemic  of  scarlet  fever.  The  lower  grades  of 
the  public  schools  were  closed  for  several  weeks  in  December  with  little 
apparent  effect  in  checking  the  spread  of  the  disease.  The  disease  was 
probably  spread  in  many  instances  by  cases  so  mild  they  were  not  recog- 
nized. 
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Barre. 

It  is  a  notable  fact  relative  to  the  health  of  Barre,  that,  in  a  total  of 
thirty-five  births  and  thirty-six  deaths,  there  were  no  deaths  of  infants,  and 
no  death  was  reported  of  any  person  under  thirty  years  of  age. 

Beverly. 

There  was  free  vaccination  of  1,874  patients,  and  the  issuing  of  certifi- 
cates to  the  same. 

In  view  of  the  fact  that  the  town  has  voted  to  put  in  a  system  of  sewer- 
age, the  Board  would  most  earnestly  recommend  that  the  town  adopt  the 
State  plumbing  law  so  that  in  the  future  the  citizens  will  receive  the  full 
benefit  of  the  sewer. 

They  would  also  call  attention  to  the  daily  increasing  demand  for  the 
adoption  of  some  system  for  the  collection  of  garbage,  swill  and  ashes. 
At  the  present  time  the  greater  part  of  the  swill  is  mixed  with  ashes  and 
then  dumped  on  some  of  the  various  dumps  in  and  about  the  town,  thus 
creating  a  very  undesirable  state  of  affairs  in  such  locations. 

Boston. 

The  total  number  of  deaths  during  the  year  was  11,710,  an  increase  of 
474  over  the  preceding  year.  The  death-rate  per  1 ,000  inhabitants  for  the 
year  is  found  to  be  24.02.  The  prevalence  of  pneumonia  during  the  year 
assumed  a  character  unequalled  in  the  registration  of  vital  statistics  in  this 
city.  In  1851  its  percentage  to  the  total  mortality  was  7.75 ;  in  1893  it 
was  18.15  per  cent.,  or  a  total  of  1,540  deaths  from  this  cause  alone.  It 
is  gratifying,  however,  to  be  able  to  state  that  the  percentage  of  the  total 
mortality  from  zymotic  causes  is  less  by  .49  per  cent,  than  for  the  year 
1892,  or  17.48  per  cent,  of  the  total  number  of  deaths.  The  deaths  from 
diphtheria  increased  62,  while  the  deaths  from  scarlatina  decreased  14,  as 
compared  with  the  preceding  year. 

Infectious  Diseases. 

Small-pox.  —  On  Oct.  30,  1893,  after  an  interval  of  fourteen  months,  a 
case  of  small-pox  occurred  in  Ward  6.  The  patient,  a  boy  eleven  years  old, 
who  arrived  in  Boston,  October  15,  on  the  "  Catalonia,"  must  have  con- 
tracted the  disease  on  that  steamer.  On  November  6  a  second  case  occurred. 
The  case  was  found  in  Ward  22,  and  was  directly  traceable  to  the  '^  Cata- 
lonia." This  patient  was  removed  to  the  hospital,  and  as  he  was  unvacci- 
nated  he  had  a  severe  attack  of  the  disease.  This  case  gave  rise  to  two  others 
occurring  in  this  man's  family.  As  the  two  last  patients  had  been  vaccinated 
they  were  not  very  ill,  and  remained  at  the  hospital  only  a  short  time.  On 
November  13,  in  Ward  13,  three  cases  occurred  in  one  family,  which  were 
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directly  traced  to  a  mild  attack  of  the  disease  which  mast  have  been  oon* 
tracted  on  the  **  Catalonia."  These  three  patients,  together  with  the  per- 
son who  arrived  on  the  **  Catalonia,"  were  removed  to  the  hospital,  where 
they  all  recovered.  The  anvaccinated  were  quite  ill ;  the  vaccinated  were 
not  seriously  ill.  On  November  18  a  case  occurred  in  Ward  14.  The 
patient,  a  little  girl  about  three  years  old,  contracted  the  disease  from  a 
mild  case  in  a  person  who  arrived  in  Boston  on  the  ^*  Catalonia."  On 
December  7,  8  and  9  eight  cases  occurred  in  Ward  19,  which  were  con- 
tracted from  an  unrecognized  and  mild  attack  of  the  disease.  A  case  oc- 
curred on  December  8,  in  Ward  18,  the  origin  of  which  could  not  be  traced. 
From  Dec.  10,  1898,  to  Jan.  5,  1894,  eleven  cases  occurred  which  could  be 
directly  traced  to  the  mild  case  in  the  family  living  in  Ward  19,  which 
has  been  previously  mentioned.  On  December  13  a  case  occurred  in  Ward 
14,  which  could  be  directly  traced  to  a  previous  case. 

From  Oct.  80,  1898,  to  Jan.  31,  1894,  there  were  in  all  thirty-six 
cases.  The  percentage  of  deaths  among  the  unvaccinated  has  been  29.62. 
No  vaccinated  person  has  died,  and  no  vaccinated  person  has  been  serioasly 
ill.  A  mother  nursed  her  infant,  who  had  the  disease,  during  the  whole 
course  of  the  attack,  but  as  the  mother  had  two  perfectly  characteristic 
scars  she  did  not  contract  the  disease.  Two  vaccinated  children,  relatives 
of  a  patient,  were  constantly  exposed  from  three  to  four  weeks  to  the  dis- 
ease and  did  not  become  ill. 

Vdccincuion. — The  number  of  cases  of  small -pox  having  increased  in 
November,  it  was  thought  best  to  offer  free  vaccination  in  those  sections 
of  the  city  where  cases  of  this  disease  were  most  frequently  found,  and 
there  were  in  round  numbers  100,000  vaccinated. 

Early  in  November,  while  vaccinating  among  school  children  in  South 
Boston,  the  Board  personally  discovered  the  fact  that  many  children  were 
attending  the  public  schools  without  ever  having  been  vaccinated,  and  these 
facts  were  subsequently  communicated  to  tlie  School  Committee,  under  date 
of  Nov.  28,  1898.  Fifty-nine  thousand  four  hundred  and  eighty-eight 
pupils  have  been  examined;  there  have  been  4,120  primary  vaccinations ; 
10,152  re-vaccinations  ;  and  the  number  of  pupils  refusing  vaccination  and 
presenting  insufficient  evidence  of  having  been  vaccinated  is  1,678. 

Diphtheria,  —  The  Board  of  Health  has  repeatedly  asked  for  an  appropri- 
ation with  which  to  increase  its  care  for  the  uncontrolled  cases  of  diphtheria 
and  scarlet  fever,  and  it  has  as  often  been  refused.  The  Board  would  like 
to  have  all  cases  seen  by  its  own  physicians  or  agents,  held  under  proper  sur- 
veillance while  at  home,  and  released  from  isolation  only  on  the  certificates 
from  the  same  physicians  or  agents.  We  would  like  to  aid  in  having  all 
doubtful  cases  of  sore  throat  decided  by  expert  bacteriological  examina- 
tions, and  have  all  cases  of  diphtheria  discharged  from  isolation  by  means 
of  the  same  tests,  or  after  a  prolonged  isolation  when  all  local  and  general 
symptoms  of  the  disease  have  disappeared.    To  do  this  the  department 
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must  have  more  medical  agents,  and  have  its  present  medical  officers  re- 
lieved from  daties  now  performed  for  other  departments  of  the  city. 

We  have  long  since  been  satisfied  that  the  welfare  of  the  schools  and  the 
commanlty  at  large  demands  better  protection  against  the  spread  of  conta- 
gions diseases,  and  that  through  additional  medical  agency  alone  can  we 
hope  to  give  such  protection. 

For  this  purpose  the  Board  of  Health  recommended  to  the  School  Com- 
mittee the  adoption  of  the  following  regulations  in  response  to  a  request 
from  the  School  Committee :  — 

First :  That  no  pupil  be  admitted  to  any  public  schools  without  a  certifi- 
cate from that  such  pupil  bears  the  physical  evidence  of 

having  had  a  disease  known  as  vaccinia. 

Second  :  For  the  return  of  any  pupil  to  school  after  suffering  from  small- 
pox,  scarlet  fever,  diphtheria,  measles,  or  whooping-cough,  a  certificate 

should  be  required  from that  the  pupil  has  lost  all  power  to 

communicate  to  others  the  disease  from  which  he  has  been  suffering,  and 
that  all  infected  articles  of  his  household  have  been  disinfected  to  the  sat- 
isfaction of  the  Board  of  Health.  For  the  continuance  of  any  pupil  in 
school  in  whose  family  or  in  whose  proximity  there  is  a  case  of  small- 
pox, scarlet  fever,  diphtheria,  or  measles,  or  any  undestroyed  infection  or 
contagion  from  said  diseases,  there  should  be  required  a  certificate  from 

. setting  forth  the  fact  that  the  patient  is  safely  removed  from 

the  danger  of  contracting  and  of  conveying  the  disease. 

When  a  child  is  known  to  have  been  exposed  to  the  infection  of  small- 
pox, scarlet  fever,  diphtheria,  or  measles,  it  should  return  to  school  only  on 

certificate  of that  the  period  of  incubation  belonging  to  the 

disease  to  which  he  has  been  exposed  has  passed. 

Houses  Vacated. 

During  the  year  one  hundred  and  eighteen  houses  have  been  ordered 
vacated  for  various  causes,  the  chief  complaints  being  general  unsanitary 
conditions  and  want  of  repair.  These  houses  were  for  the  most  part  tene- 
ment-houses located  in  different  sections  of  the  city. 

Tenement  and  Lodging  HoiLse  Inspection, 

During  the  night  visits  of  the  inspectors  the  present  winter,  many  cases 
of  overcrowding  were  discovered  in  tenement-houses  in  the  poorer  sections 
of  the  city. 

This  the  Board  has  been  obliged  to  remedy  by  ordering  the  removal  of 
all  the  occupants  of  such  tenements,  as  it  is  obviously  impossible  for  the 
Board  to  determine  which  ones  should  be  allowed  to  remain,  and  which 
compelled  to  go.  This  difficulty,  however,  was  in  many  cases  solved  by 
the  occupants  themselves,  and  as  soon  as  the  number  of  occupants  became 
reduced  to  a  satisfactory  limit  the  Board  rescinded  its  order  to  vacate  the 
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premises  if  other  sanitary  requirements  were  complied  with ;  in  a  few  in- 
stances, however,  the  premises  had  to  be  entirely  vacated  before  a  satis- 
factory condition  was  reached. 

The  cheap  lodging-houses  have  been  frequently  visited,  and  in   most 
cases  all  requirements  of  the  Board  were  complied  with. 

House  to  House  Inspection, 

Whole  number  examined, 882 

Bad  odors  found  in, 83 

Defective  drains  found  in, 122 

Defective  trapping  found  in, 107 

Privy-vaults  found, 3 

Offensive  vaults  found,"     » 3 

Damp  or  unclean  yards, 8 

Damp  or  unclean  cellars, 14 

Using  furnaces, 190 

Furnaces  without  proper  air-supply, 18 

Using  steam-heat  or  hot  water, 28 

Water-closets  found  in, 377 

Offensive  water-closets  found  in, 18 

Ventilation  to  soil-pipe  or  drain  found  in, 250 

Offensive  cesspools  found, 13 

Percentage  of  defective  drains, 31.94 

Percentage  of  defective  trapping, 28.01 

Percentage  of  un ventilated  drains, 34.55 

Pollution  o/  Charles  River. 

In  the  fall  of  1892  a  complete  inspection  and  report  were  made  by  a 
corps  of  inspectors  from  this  oflSce  of  all  the  drainage  which  was  a  source 
of  pollution  to  the  Charles  River.  This  report  includes  all  that  part  of  the 
river  located  in  Ward  25,  and  embraces  not  only  the  public  sewers  but 
also  all  private  drains,  the  discharges  from  which,  either  directly  or  indi- 
rectly, eventually  find  their  way  into  the  river.  At  the  time  of  inspection, 
in  1892,  there  were  232  private  drains  reported  as  discharging  directly  or 
indirectly  into  the  river. 

Public  Baths, 

The  following  table  shows  the  number  of  bathers  at  the  public  baths :  — 


• 

189». 

1998. 

Total  men  and  boys, 

Total  women  and  girls, 

908,889 
216,947 

825,614 
181,864 

Total  of  both  sexes, 

1,125386 

1,007,478 
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Disinfection, 
The  following  tables  show  the  work  of  disinfection  daring  the  year :  — 


Diphtheria,  . 

Scarlet  fever, 

Typhoid  fever. 

Measles, 

Small-pox,   . 

Infected  clothing  and  bedding. 


1,307 

2,235 

3 

17 

20 

79 


Infected  books,    • 
Infected  carriages. 
Cancer, 
Miscellaneous,     . 


23 

28 

2 

2 


Total, 3,716 

Number  of  rooms,  6,429. 


Streets, 

Places, 

Courts, 

Alleys, 

Yards, 

Vaults, 

Cellars, 

CesspK)ols, 

Gutters, 

Material  used 


429 

743 

564 

3,803 

17,415 

4,413 

10,656 

18,723 

11,004 


Water-closets, 
Passageways, 
Urinals, 
Vacant  lots. 
Filthy  sheds. 
Filthy  rooms. 
Sinks, 


Total, 


9,522 
5,510 
389 
525 
7,509 
2,965 
9,739 

103,909 


oride  of  lime,  54  casks ; 


bichloride  of  mercury,  1,550  pounds ;  chl 
sulphur,  31,671^  pounds ;  copperas,  22  barrels ;  and  7  barrels  of  other  disinfecting 
powder. 

Nuisances. 

The  total  number  of  nuisances  abated  during  the  year  is  8,447. 
In  addition  to  the  foregoing  there  have  been  930  complaints  investigated 
where  action  by  the  Board  was  found  to  be'  unnecessary. 


Report  oj  Physician  to  the  Board  of  Health, 

There  have  been  4,332  persons  vaccinated,  and  certificates  of  vaccina- 
tion have  been  given  to  3,416  children  for  their  admission  to  the  public 
schools. 

At  the  request  of  the  Civil  Service  Commission  three  hundred  and  eighty- 
eight  men  have  been  examined  for  appointment  in  the  Police  and  in  the 
Fire  Departments. 

The  bodies  of  six  hundred  and  nineteen  persons  dying  without  a  physi- 
cian in  attendance  have  been  examined.  These  cases  comprise  principally 
those  who  die  from  chronic  diseases,  where  there  has  been  no  medical  care 
for  months  previous  to  death,  and  those  who  die  suddenly  from  natural 
causes.  In  these  a  careful  external  examination  is  made,  the  symptoms 
learned,  and  a  diagnosis,  sufficiently  accurate  for  all  practical  purposes, 
reached. 


752  STATE  BOARD  OF  HEALTH.         [Pub.  Doc. 

Ninety-six  cases  of  eraptive  disease  reported  as  small-pox  have  been 
examined.  Of  these,  twenty-six  were  found  to  be  small-pox,  and  the 
patients  —  five  men,  thirteen  women  and  eight  children  —  were  removed 
to  the  small-pox  hospital  on  Canterbury  street,  where  twenty-two  recovered. 
The  manifest  importance  of  a  bacteriological  investigation  as  a  means  of 
diagnosis  in  doubtful  cases  of  diphtheria  is  becoming  more  and  more  evi- 
dent, and  of  no  less  importance,  as  far  as  the  well-being  of  the  community 
is  concerned,  is  the  bacteriological  investigation  of  cases  after  apparent 
recovery  from  diphtheria.  In  an  endeavor  to  diminish  the  prevalence  of 
this  disease,  the  two  most  impoi*tant  factors  are :  first,  the  recognition  ot 
mild  and  doubtful  cases ;  second,  the  actual  disappearance  of  the  specific 
germs  of  the  disease,  which  can  only  be  recognized  by  means  of  a  bacteri- 
ological investigation. 

Report  of  Port  Physician, 

During  the  entire  year  all  vessels  arriving  from  the  following  ports  were 
stopped  at  this  quarantine  for  inspection :  from  all  ports  in  Europe  ;  from 
the  Western,  Madeira,  Canary,  or  Cape  Verde  islands  ;  from  the  Mediter- 
ranean sea  or  straits  thereof ;  from  the  west  coast  of  Africa  or  around  the 
Cape  of  Good  Hope,  and  from  Central  and  South  America. 

From  the  first  of  June,  vessels  from  the  West  India,  Bahama,  or  Bermuda 
islands,  and  Mexico  were  stopped  for  inspection. 

From  the  first  of  June  to  the  first  of  November,  all  vessels  arriving  from 
any  port  in  the  United  States  south  of  Virginia  were  inspected  at  this  qaar- 
antine. 

Eight  hundred  and  sixty-one  vessels  were  boarded  during  the  year. 

Number  of  vessels  disinfected,  eight ;  one  of  which  was  a  schooner  and 
the  remainder  were  steamers.     ' 

Number  of  persons  removed  from  vessels  for  sickness,  seventeen. 

Number  of  persons  vaccinated,  2,855. 

The  new  bath-house  and  disinfecting  cylinder  were  used  for  the  first 
time  April  1,  and  they  both  worked  satisfactorily. 

Report  of  Inspector  at  Abattoir. 

AnimcUs  Killed, 
Cattle, 34,521 

Calves, 6,540 

Sheep, 63,029 

Total, 104,090 
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Animals  Condemned, 


Number. 


Weight 


Cows,  . 
Steers,  • 
Balls,  . 
Calves,  . 
Sheep,  . 
Parts  of  animals, 

Total,     . 


Pooais. 
12,487 

3,140 

1,700 

270 

180 

2,600 


20,177 


Tuberculosis, 

Fifty  cases  of  tubercalosls  were  detected  among  adult  cattle. 
The  following  table  shows  the  percentage  of  tuberculosis  among  cattle 
killed  with  the  intention  of  being  used  for  food :  — 


Class  or  Akimals. 

l^nmber 
Received. 

Toberenlosit. 

Percentage. 

Whole  number  of  all  kinds,     .... 

34,521 

60 

0.14 

Cows  from  eastern  states,        .... 

2,014 

44 

2.18 

Cows  from  western  states,       .... 

- 

3 

- 

Cows  known  to  be  from  Massachusetts,  . 

1,360 

89 

2.88 

Steers  from  western  states,      .... 

— 

— 

-. 

Oxen  from  eastern  states,         .... 

- 

2 

— 

Bulls,         .        .       - 

- 

1 

- 

Inspection  of  Cattle, 

The  work  of  inspection  of  cows,  as  provided  for  by  the  Board  of  Health, 
and  subsequently  made  compulsory  upon  cattle  in  general  by  an  act  of  the 
legislature,  has  been  continued  during  the  past  year.  There  are  within  the 
city  limits  about  2,400  cattle,  distributed  in  about  690  barns ;  all  of  these 
have  been  visited  and  the  cattle  in  each,  whether  new  or  old,  have  been 
examined.  Of  the  above-mentioned  animals,  seven  have  been  pronounced 
suspicious,  and  the  State  Board  of  Cattle  Commissioners  notified  that  the 
same  had  been  isolated.  In  making  the  above  examinations,  cattle  have 
been  found  existing  in  all  conditions  and  places.  There  are  within  the 
city  limits  people  keeping  a  few  cows,  from  two  upward,  who  have  not  the 
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slightest  idea  of  cleanliness,  and  practise  little  or  none  in  the  prodaction  of 
milk.  Unfortunately  a  great  many  of  such  people  are  dependent  on  ihe 
sale  of  milk  for  a  livelihood. 

Bradford. 

One  case  of  tuberculosis  has  been  reported,  which  was  at  once  sent  to 
the  Cattle  Commissioners,  and  the  cow  isolated  as  required  by  them  and 
was,  after  examination  by  them,  ordered  to  be  killed. 

The  following  regulation  was  drawn  up  and  accepted  by  the  Board  and 
posted  by  them  in  accordance  with  the  Public  Statutes. 

Regulation  40  :  No  person  shall  keep  swine  or  goats  within  the  compact 
part  of  the  town  without  a  license  from  the  Board  of  Health ;  and  no  swine 
shall  be  kept  within  three  rods  of  any  dwelling  elsewhere. 

There  have  been  seventy  houses  where  new  plumbing  has  been  done,  and 
the  inspector  has  thoroughly  examined  and  accepted  the  same. 

It  is  our  advice  that  the  town  employ  responsible  parties,  who  shall,  at 
stated  intervals,  collect  the  ashes  and  take  charge  of  the  dumping  places, 
and  that  a  contract  be  made  with  some  responsible  party  to  collect  the  swill 
and  garbage  as  often  as  twice  a  week. 

Bradh'ree. 

By  provision  of  law  in  towns  not  having  a  Board  of  Health,  the  select- 
men act  as  such,  having  all  the  authority  bestowed  upon  such  Board.  As 
the  town  is  becoming  more  densely  populated,  stricter  attention  should  be 
paid  to  the  sanitary  conditions. 

We  believe  that  the  carrying  of  curtains  or  canopies  from  house  to  house 
as  is  sometimes  the  custom  of  funeral  undertakers  is  a  frequent  source  of 
contagion,  and  the  practice  should  be  discountenanced. 

Brocktoh. 

The  following  is  a  list  of  the  principal  complaints  and  nuisances  investi- 
gated during  the  year :  — 

Defective  cess-pools, 102 

Defective  vaults, 65 

Filthy  yards, ,        .        .  115 

Houses  placarded, 126 

The  number  of  loads  of  cess-pool  matter  removed  by  the  excavator 
wagons  the  past  year  was  12,210 ;  the  number  of  loads  of  night-soil  re- 
moved was  3,099  ;  the  number  of  loads  of  ashes  removed  was  5,444. 

The  Sewerage  Commissioners  have  completed  the  part  of  the  work  laid 
out  for  the  year  1898,  and,  if  as  successful  in  carrying  out  their  plans  for 
sewering  the  streets,  will  be  able  to  take  care  of  the  sewage  of  the  business 
part  of  the  city  the  coming  year. 
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A  requisition  was  made  upon  the  Civil  Service  Board  of  Examiners  for 
a  list  of  plumbers  qualified  for  the  position  of  inspector  of  plumbing. 
The  names  of  three  persons  qualified  to  fill  the  position  were  certified  to  this 
Board,  and  one  was  selected  and  appointed  by  the  Board  as  inspector  of 
plumbing. 

Brookline. 

The  number  of  deaths  reported  from  tuberculosis  during  the  year  (thirty, 
or  over  12.5  per  cent,  of  all  the  deaths,  occurring  principally  as  consump- 
tion) ,  shows  the  need  on  the  part  of  the  public  of  a  clearer  understanding 
of  the  preventable  nature  of  this  too  common  disease.  It  may  not  be  out 
of  place  to  emphasize  the  fact  that  pulmonary  tuberculosis  (consumption) 
is  absolutely  proven  to  be  a  communicable  disease,  and  quite  easily  com- 
municated when  the  person  exposed  to  it  has  his  vitality  depressed  by  such 
influences  as  foul  air,  indoor  occupation,  food  poor  in  quality  or  insufficient 
in  quality,  bad  ventilation,  certain  climatic  conditions  and  especially  fatigue 
from  nursing  a  consumptive. 

In  April,  the  following  order  was  passed :  — 

Ordered^  That  in  case  of  death,  when  the  deceased  has  not  been  attended  by  a 
physician,  the  certificate  of  death  shall  be  issued  by  the  Medical  Examiner. 

The  public  swimming-bath  on  Boylston  street  was  open  as  usual  during 
June,  July,  August  and  September.  Early  in  the  season  the  portion  of  the 
brook  above  the  bath-house  was  inspected  and  cleaned  out,  and  measures 
were  taken  to  prevent  pollution  of  the  stream.  Some  necessary  repairs 
were  made  on  the  bath-house  to  enable  it  to  be  used  a  little  longer.  Supt. 
Dillon  reports  that  during  the  season  9,790  baths  were  taken,  an  increase 
of  2,101  over  the  previous  year.  Neither  accidents  nor  illness  have  been 
reported,  and  many  boys  have  learned  to  swim. 

The  importance,  as  a  health  measure,  of  frequent  bathing  in  hot  weather, 
and  the  great  value  of  a  public  swimming-bath,  both  as  a  means  of  physi- 
cal culture  and  of  acquiring  an  art  the  possession  of  which  saves  many 
lives,  can  hardly  be  overestimated.  The  recommendation  made  last  year 
by  the  committee  on  the  bath-house  is  renewed,  namely,  that  a  more  com- 
modious swimming-bath  be  constructed. 

The  occasional  need  of  a  suitable  building,  owned  by  the  town,  for  per- 
sons taken  ill  with  diphtheria,  scarlet  fever  or  other  dangerous  contagious 
diseases  (except  small-pox)  and  having  no  home  here,  has  received  careful 
attention  and  it  was 

Voted,  That  in  the  opinion  of  the  Board,  it  is  necessary  to  erect  a  separate  build- 
ing upon  land  owned  by  the  town,  adjacent  to  the  almshouse,  for  the  care  and 
treatment  of  patients  with  contagious  diseases. 
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The  emergency  hospital  for  cases  of  small-pox,  bnilt  by  the  Board  in 
1885,  and  fortunately  never  needed  until  1893,  was  pat  in  condition  for 
patients,  and,  most  important  of  all,  ample  facilities  were  provided  for 
free  vaccination. 

Of  the  nine  hundred  and  seventy-five  persons  who  received  free  vaccina- 
tion between  December  1  and  January  31,  a  very  large  proportion  were 
natives  of  the  British  Provinces  and  never  previously  vaccinated.  A  num- 
ber of  alleged  cases  of  small-pox,  and  of  persons  reliably  reported  a(  re- 
cently exposed  to  that  disease,  were  promptly  but  quietly  investigated  by 
the  Board,  and  all  necessary  precautions  were  taken  in  each  case. 

Cambridge. 
Complaints  and  nuisances  investigated  during  the  year :  — 

Full,  overflowing  and  offensive  privy  vaults,        ....  733 

Offensive  and  defective  water-closets, 28 

Defective  drainage,  open  and  broken  drains,  etc.,         ...  61 

Filthy  yards. 118 

Number  of  inspections  made, 6,368 

Number  of  subsequent  inspections, 4,020 

Total 10,388 

Number  of  notices  issued  and  recorded, 1,070 

Number  of  visits  to  premises  where  contagious  diseases  oc- 
curred during  the  year, 1,644 

The  various  dumps  throughout  the  city  have  caused  considerable  annoy- 
ance and  given  rise  to  many  complaints  during  the  year.  With  a  view  to 
a  more  thorough  control  of  the  persons  using  these  dumps  and  for  the  pre- 
vention of  the  deposit  of  improper  material  on  them,  the  Board  decided  to 
employ  a  mounted  police  officer  for  as  long  a  time  as  the  appropriation  at 
their  disposal  would  permit.  The  short  experience  the  Board  has  had  with 
this  means  of  prevention,  has  convinced  it  of  its  value. 

Owing  to  the  occurrence  of  some  cases  of  small-pox  in  neighboring 
places,  the  Board  decided  to  open  three  stations  for  free  vaccination.  Fol- 
lowing is  a  list  of  vaccinations  done  up  to  the  close  of  the  year :  —  Station 
One,  seventy-one ;  Station  Two,  two  hundred  and  four ;  Station  Three, 
one  hundred  and  fourteen. 

An  unusual  prevalence  of  scarlet  fever,  or  of  diphtheria,  always  raises  a 
question  of  the  expediency  of  closing  the  public  schools.  Setting  aside 
the  fact  that  Boards  of  Health  have  not  this  power,  it  does  not  appear  as 
if  such  a  proceeding  would  answer  any  useful  purpose  in  the  majority  of 
cases  in  such  a  city  as  Cambridge.  Any  plan  calculated  to  control  effec- 
tively the  spread  of  such  diseases  as  scarlet  fever  and  diphtheria  must  in- 
clude the  following  measures :  — 
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1.  IsolcUion.  Hospital  accommodation  will  be  reqnired  for  those  cases 
which  cannot  be  properly  isolated  at  home. 

2.  JOiainfection.  Carpets,  bedding,  clothing  and  such  like  articles  can 
be  disinfected  by  steam.    This  requires  a  proper  plant. 

3.  Articles  of  little  value  ttiat  have  been  exposed  to  contamination 
should  be  burned. 

4-  The  floor  and  woodwork  of  rooms  should  be  well  scrubbed  with  soap 
and  hot  water.  Walls,  ceilings,  chairs,  bedsteads  and  such  other  pieces  of 
fumitare  should  be  thoroughly  wiped  with  damp  cloths,  and  the  cloths 
burned. 

5.  Windows  should  be  left  open  for  several  days.  Fresh  air  and  sun- 
light are  among  the  most  effective  of  purifiers 

Baming  sulphur,  or  the  evolution  of  chlorine  fumes,  is  a  useful  adjunct, 
but  they  cannot  take  the  place  of  the  measures  mentioned  above,  and  to 
rely  on  them  is,  in  our  opinion,  a  grave  mistake.  Disinfection  means  a 
process  by  which  disease-producing  micro-organisms  are  killed.  It  does 
not  mean  deodorization,  nor  does  it  mean  the  substitution  of  one  smell  for 
another  smell.  It  is  one  thing  to  kill  germs  in  a  test  tube ;  to  do  this  in  a 
room  with  all  its  cracks  and  corners  and  its  unavoidable  leakage  is  a  very 
dififerent  business. 

The  mortality  per  1,000  living,  at  all  ages,  was  19.72. 

Chelsea. 

Under  the  act  of  1890,  which  was  accepted  by  the  city  council,  three 
hundred  and  sixty-eight  privies  have  been  abolished  this  year,  and  the  work 
will  be  continued  the  coming  year,  where,  in  the  judgment  of  the  Board,  it 
is  necessary. 

Owing  to  the  breaking  out  of  small-pox  in  Boston  it  was  thought  best, 
as  a  precaution,  to  advertise  free  vaccination,  which  began  the  twentieth  of 
December. 

Concord. 

It  was  thought  best  by  the  Board,  after  careful  consideration,  to  stop  all 
direct  drainage  into  the  river  in  this  town. 

Regulations  were  made  by  the  Boai*d  relative  to  school  attendance  in 
time  of  prevalence  of  infectious  diseases. 

There  have  been  two  cases  of  glanders  in  this  town  the  past  year.  In 
both  of  these  cases  the  horses  have  been  killed  as  soon  as  a  positive  diag- 
nosis was  given  by  the  attending  veterinary. 

We  make  the  following  recommendations,  and  hope  the  town  will  take 
action  on  the  same :  — 

That  a  system  of  sewage  disposal  of  some  kind  other  than  the  present 
be  put  in  at  once. 

That  some  suitable  piece  of  land  be  bought  by  the  town  to  be  used  by 
the  inhabitants  of  t^is  town  as  a  dump.     Some  place  should  be  procured 
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far  enough  away  from  the  centre  of  the  town,  off  from  the  main  roads,  to 
which  every  one  should  cart  his  rubbish,  ashes,  tin  cans,  etc.  No  garb- 
age of  any  kind  should  be  allowed  to  be  dumped  there,  and  the  place 
should  be  burned  over  once  or  twice  a  year.  The  places  now  used  are 
unsightly,  if  not  dangerous  to  public  health. 

That  the  board  of  health  of  this  town  consist  of  three  members,  one  of 
whom  to  be  elected  annually,  to  serve  three  years,  to  be  separate  and  dis- 
tinct from  the  selectmen. 

Cottage  City. 

During  last  August  our  attention  was  called  to  the  condition  of  the 
waters  of  Lake  Anthony.  On  investigation  we  found  the  opening  through 
the  beach  to  the  sea  nearly  closed,  and  the  water  becoming  stagnant  had 
allowed  the  sea-grass  and  moss  to  grow  in  large  quantity.  Although  not 
unhealthy,  it  has  an  unpleasant  odor,  and  renders  unsightly  what  is  other- 
wise a  beautiful  sheet  of  water.  We  recommend  the  appropriation  of  a 
sum  not  exceeding  one  hundred  dollars  for  the  purpose  of  cleaning  the 
shore  of  the  lake  and  maintaining  a  sufficient  opening  to  the  sea. 

To  conform  to  the  requirements  of  chapter  195  of  the  Acts  and  Resolves 
of  the  year  1892  we  appointed  an  inspector  of  provisions  and  of  animals 
intended  for  slaughter  or  kept  for  the  production  of  milk. 

Dedham. 

There  has  been  a  great  increase  in  the  scarlet  fever  cases  over  previous 
years.  Considerable  care  has  been  taken  by  the  Board  to  prevent  the 
spread  of  this  disease,  and  the  scattered  and  wide  range  of  the  cases  ren- 
dered it  practically  impossible  for  the  Board  to  anticipate  results.  Many 
of  the  cases  were  traced  by  the  attending  physician  to  outside  sources,  and 
beyond  the  control  of  the  Board.  It  has  been  found  almost  impossible,  in 
some  cases,  to  make  the  parents  understand  the  value  of  implicitly  follow- 
ing the  instructions  given  by  the  attending  physician,  and  in  one  case  it 
became  necessary  to  enforce  directions  by  means  of  an  officer.  The  three 
deaths  were  all  in  one  family  where  the  cases  were  severest. 

The  reporting  of  the  cases  of  measles  has  heretofore  not  been  insisted 
upon.  The  value  of  such  a  report  is  chiefly  for  the  use  of  the  superin- 
tendent of  schools  in  relation  to  attendance  of  pupils  afflicted  or  exposed 
to  this  disease. 

A  large  proportion  of  the  complaints  made  to  the  Board  during  the 
previous  year  were  from  the  keeping  of  swine  in  the  more  thickly-settled 
portion  of  the  village.  It  was  found  difficult  to  allow  the  keeping  of  swine 
in  certain  localities  without  their  being  a  nuisance.  In  consequence  the 
Board  adopted  the  regulations  now  in  force,  prohibiting  the  keeping  of 
swine  within  the  more  settled  portions  of  the  village,  with  the  result  that 
the  complaints  and  nuisances  from  this  source  ceased.     Under  the  present 
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idea  that  swiue  must  be  kept  in  filth  and  mire  the  Board  believes  that  the 
prohibition  of  their  keeping  in  the  closely -settled  portions  of  the  town  is 
the  only  method  whereby  this  nuisance  can  be  disposed  of  satisfactorily. 

The  town  must,  at  a  very  early  date,  take  the  question  of  sewerage 
seriously  under  consideration.  Each  year  the  demand  grows  more  impera* 
tive.  It  needs  but  the  inspection  of  a  majority  of  cess-pools  in  this  town 
to  convince  one  of  the  necessity  of  a  more  sanitary  and  eflScient  method. 
The  cost  of  caring  for  these  unsightly  and  unsanitary  receptacles  is  as 
great,  if  not  greater,  than  would  be  the  expense  to  the  town  of  an  eflScient 
sewerage  system.  Many  cess-pools  are  becoming  choked  up,  and  are 
merely  cisterns  to  be  cleaned  out  often  at  great  expense  and  discomfort, 
or  else  allowed  to  overflow  as  a  continual  menace  to  health.  It  is  earnestly 
hoped  that  the  town  will  take  immediate  action  in  relation  to  the  sewerage 
question. 

In  accordance  with  chapter  477  of  the  Acts  of  1893  the  Board  has  pre- 
pared a  set  of  by-laws  for  the  consideration  of  the  town  in  relation  to  the 
regulation  of  plumbing  and  plumbers. 

A  matter  of  considerable  importance  has  been  brought  before  the  Board 
this  year  in  relation  to  the  better  drainage  of  Wigwam  meadows  and  Little 
Wigwam  swamp.     This  subject  has  been  before  the  town  for  many  years, 
and  has  been  reported  on  by  previous  boards  of  health  and  committees. 
While  such  reports  have   been  unanimously  in  favor  of   improving  this 
drainage,  little  has  been  done  in  this  direction  except  to  clear  a  ditch  from 
Wigwam  pond  to  the  river.     After  a  hearing  and  careful  examination  of 
the  locality  in  company  with  some  of  the  petitioners  the  Board  decided 
that  a  careful  survey  and  thorough  examination  of  the  swamps  and  facili- 
ties for  better  drainage  should  be  made  as  a  guide  for  a  proper  considera- 
tion of  the  subject.     In  accordance  with  this,  plans  and  a  report  with 
estimates  have  been  prepared  which  treat  the  whole  matter  in  an  exhaustive 
and  thorough  manner.     This  report  is  annexed  to  the  report  of  the  Board. 

East  Bridgewater. 
The  Board  has  visited  several  scarlet  fever  cases  this  year,  and  has  seen 
to  it  that  no  persons  passed  in  and  out  of  the  houses  where  such  cases 
existed,  except  those  who  were  absolutely  obliged  to  do  so.  We  have, 
also,  visited  several  horses,  and  have  condemned  one  as  affected  with 
glanders  and  ordered  him  disposed  of.  We  have  also  examined  and  quar- 
antined several  tuberculous  cattle,  and  shall  see  that  they  are  also  properly 
disposed  of  before  their  milk  and  flesh  have  infected  healthy  human  beings. 
The  Board  has  also  corrected  several  extreme  nuisances. 

Easthampton. 
There  have  been  comparatively  few  complaints  of  the  existence  of  nui- 
sances as  compared  with  former  years.    People  generally  evince  a  readi- 
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ness  to  comply  with  the  reqnirements  of  the  Board,  and  seem  to  more 
generally  realize  that  it  is  for  their  own  benefit  U>^  keep  their  premises  in  a 
neat  and  cleanly  manner. 

With  the  contemplated  and  partially  constructed  sewer  system  and  the 
introduction  of  an  abundance  of  pure  water  into  more  general  use  we  are 
confident  that  the  appearance  of  contagious  diseases  will  be  greasy 
lessened. 

Everett. 

The  city  has  been  remarkably  free  from  summer  diseases  of  children. 
There  was  an  increase  in  the  number  of  cases  of  some  of  the  zymotic 
diseases.  Cards  have  been  put  on  the  houses  wherever  there  was  a  case 
of  diphtheria  or  scarlet  fever,  and  notice  sent  to  the  school  committee, 
public  library  and  State  Board  of  Health. 

Everett  is  a  city  of  new  houses.  It  will  be  a  matter  of  a  great  deal  of 
public  importance  to  learn  how  many  persons  become  sick  with  consump- 
tion while  living  in  these  new  dwellings,  or,  in  case  of  death  from  that 
disease,  to  learn  if  the  person  was  afflicted  before  coming  here.  The 
Board  has  taken  steps  to  obtain,  as  far  as  possible,  and  record  these 
facts. 

The  Board  has  fumigated  houses  after  contagious  diseases  when  requested 
to  do  so.  As  the  disinfecting  done  by  householders  is,  in  most  cases, 
worse  than  useless,  since  it  is  often  thought  that  the  burning  of  one  or  two 
ounces  of  sulphur  has  destroyed  all  germs  and  no  further  precautions  are 
necessary,  the  Board  voted  that,  beginning  with  Jan.  1 ,  1894,  all  houses 
where  contagious  diseases  had  occurred  should  be  disinfected  by,  or  under, 
the  personal  direction  of  the  Board  or  its  agent. 

Fall  Riveb. 

It  is  especially  gratifying  to  note  that  the  exceptional  decrease  in  typhoid 
fever  cases  observed  in  the  returns  for  the  year  1892  has  been  maintained 
during  the  year  1893.  The  sanitary  education  of  our  citizens  is  undoubt- 
edly making  great  improvement.  The  limitation  of  the  spread  of  contagious 
diseases  has  been  helped  very  much  by  the  fact  that  early  in  the  year  this 
Board  adopted  the  system  of  immediately  placarding  every  house  in  which 
a  case  of  scarlet  fever  or  diphtheria  was  reported  to  exist,  and  ordering 
that  the  cards  remain  in  place  untU  two  weeks  after  the  recovery,  removal 
or  death  of  such  patient  or  patients.  We  would  recommend  that,  even 
tliough  we  have  no  reason  to  be  apprehensive  of  a  cholera  visitation,  a 
house-to-house  inspection  every  spring  would  result  in  a  benefit  to  the 
public  health,  fully  justifying  the  necessary  outlay.  It  is  our  opinion  that 
provision  should  at  once  be  made  for  an  annual  visitation  of  this  kind. 
We  know  that  such  a  yearly  stirring  up  and  cleaning  of  the  city  is  abso- 
lutely necessary.    Experience  has  taught  us  that  it  is  only  by  such  system- 
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atic  inspections,  the  sources  of  all  nuisances  can  be  successfully  located 
and  the  city  kept  in  a  thorough  sanitary  condition. 

Number  of  liye  cattle  examined, 1,825 

Number  of  live  cattle  examined  and  reported  as  unfit  for  food  or  food 

supply, 6 

Number  of  meat  carcasses  examined, 26 

Number  of  meat  carcasses  examined  and  destroyed, 15 

The  following  is  a  summary  of  the  work  accomplished  in  the  office  of  the 
Inspector  of  Plumbing  during  the  year  just  ended :  — 

Number  of  plans  filed, 471 

Number  of  new  houses, 268 

Number  of  reconstructions, 203 

Number  of  approvals, 425 

Number  of  inspections, 1,899 

FrroHBURG. 

During  the  past  year  the  city  has  been  visited  with  one  of  the  most  ex- 
tensive epidemics  of  measles  in  its  history,  there  being  592  cases  reported 
to  the  Board.  The  disease  was  not  of  a  severe  form,  and  the  number  re- 
ported did  not  express  the  total  number  of  cases.  It  began  in  January 
and  rapidly  increased  until  May,  when  270  cases  were  reported.  It  as 
rapidly  declined  during  the  summer,  and  in  August  only  one  case  was 
reported. 

In  regard  to  diphtheria  the  number  of  cases  was  ten,  and  was  below  the 
average  for  the  past  four  years,  during  which  time  the  records  have  been 
carefully  kept,  the  average  being  14.5  for  the  period.  The  cases  showed 
a  milder  form  than  usual,  there  being  only  three  deaths,  one  of  which  was 
called  croup.  The  largest  number  of  cases  occurred  in  the  first  three 
months  of  the  year,  conforming  to  the  average  for  four  years. 

There  were  twenty-eight  cases  of  scarlet  fever  reported,  as  compared 
with  fifty-one  for  1892,  and  an  average  of  sixty  cases  for  the  four-year 
period.  The  cases  were  unusually  light,  no  deaths  from  the  disease  being 
recorded.  The  largest  number  of  cases  reported  was  in  June.  This  does 
not  conform  to  the  average  for  four  years,  during  which  time  the  largest 
number  of  cases  have  been  reported  during  the  first  months  of  the  year, 
February  showing  the  largest  number  of  any  single  month. 

During  the  year  just  past  there  have  been  twenty- three  cases  of  typhoid 
fever  reported,  the  largest  number  for  four  years,  and  six  more  than  in 
1892,  when  seventeen  cases  were  reported.  There  were  four  deaths  re- 
ported as  compared  with  none  for  1892.  The  largest  number  of  cases 
occurred  in  September.     A  comparison  of  the  records  for  the  four  years 
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past  shows  but  few  cases  occurring  during  the  first  six  months  of  the  year» 
July,  September,  October  and  November  showing  the  largest  number. 

The  house- offal  teams  have  been  continued  in  the  work  of  collecting 
swill  as  in  the  previous  four  years,  doing  good  work  in  promoting  cleanli- 
ness of  the  city.  During  the  past  year  363  cords  of  house  offal  have  been 
collected  and  carried  to  the  place  of  deposit. 

The  rules  relating  to  plumbing  have  been  carefully  revised  to  keep  pace 
with  the  science  of  plumbing  and  house  drainage.  The  result  of  the  work 
of  the  Board  for  the  past  year  shows  a  vast  improvement  in  the  quality  of 
plumbing  work,  and  still  better  results  are  hoped  for  the  coming  year. 

Complaints  received, 272 

Privy  vaults  discontinued, 1 14 

Plumbing  jobs  inspected,         ........  362 

New  water-closets  inspected, 513 

Houses  fumigated  or  instruction  given, 181 

Framingham. 

Fifty-five  complaints  of  existing  nuisances  have  been  made  to  the  Board 
during  the  past  year,  all  of  which  have  been  attended  to  and  abated  as  far 
as  was  thought  best.  The  owners  of  fifty-three  tenements  have  been 
ordered  to  connect  them  with  the  public  sewer. 

Gardner. 

Realizing  the  great  importance  of  milk  as  an  article  of  food,  early  dur- 
ing the  past  season  we  requested  the  co-operation  of  some  of  our  neighbor- 
ing towns  in  a  closer  inspection  of  the  milk  that  was  being  delivered  in  this 
town ;  failing  in  this,  we  would  recommend  that  no  person  be  granted  a 
license  to  sell  milk  in  Gardner  unless  such  person  furnish  an  acceptable 
certificate  of  cattle  inspection. 

The  work  of  the  cattle  inspectors  during  the  year  has  added  much 
toward  the  improvement  of  the  milk.  They  examined  thirty-three  herds, 
three  herds  more  than  last  year.  Some  cows  were  examined  five  times. 
The  inspectors  condemned  and  caused  to  be  killed  eight  cows,  and  con- 
demned four  carcasses.  At  the  present  time  all  the  cows  in  town  are 
considered  in  very  good  condition. 

We  would  earnestly  recommend  to  every  family  who  depend  on  wells  for 
their  supply,  or  for  the  supply  of  their  cattle,  to  use  the  greatest  possible 
care  of  their  wells,  and  avoid  all  possible  contamination  from  cesspools, 
water-closets  and  barns,  or  other  filthy  matter.  By  doing  so  they  will  in  a 
great  measure  protect  themselves  from  typhoid  fever. 

We^^have  to  report  quite  an  extensive  epidemic  of  typhoid  fever,  but 
rather  mild  in  its  character,  and  fortunately  resulting  in  only  one  death. 
We  believe  that  had  the  Board  known  earlier  the  existing  circumstances 
this  epidemic  might  have  been  somewhat  lessened.     As  soon  as  the  Board 
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investigated  and  found  the  source  of  infection  the  epidemic  was  confined 
to  a  very  small  radius,  and  soon  brought  under  control.  It  resulted  from 
impure  milk  occasioned  by  impure  water. 

Gloucester. 

One  hundred  and  ninety-three  nuisances  received  attention.     All  bona 

fide   nuisances  have  been  abated  where  possible,  but  in  a  city  without 

sewerage  it  is  occasionally  advisable  to  be  very  lenient,  especially  where 

some  neighboring  quarrel  seems  to  have  been  the  animus  of  the  complaint, 

which  sometimes  appears  to  be  the  case. 

If  sewerage  is  not  soon  adopted  the  city  must  resort  to  some  method  less 
objectionable  than  the  present  method  of  disposing  of  night-soil  and  sink- 
waste. 

Great  Barrington. 

During  the  year  the  selectmen,  acting  as  a  board  of  health,  have  been 
notified  of  twenty-seven  cases  of  scarlet-fever,  of  which  but  one  proved 
fatal ;  and  four  cases  of  diphtheria,  of  which  number  two  cases  proved 
fatal.  The  board  adopted  the  usual  sanitary  measures  of  precaution  in 
such  cases.  We  believe  that  the  cause  of  many  of  these  cases  exists  in  the 
carelessness  on  the  part  of  individual  families  in  the  disposal  of  garbage  and 
neglect  to  keep  the  dwellings  properly  cleaned.  Dirt  and  refuse  matter  are 
two  great  enemies  to  public  health,  and  we  cannot  urge  too  strongly  the 
importance  of  an  observation  of  the  utmost  care  in  these  measures. 

Greenfield. 

The  Board  feels  that  the  most  impoi*tant  matter  they  have  to  recommend 
to  the  careful  consideration  of  the  town  is  the  subject  of  sewers.  This  is  a 
very  broad  subject  and  difficult  and  impossible  for  us  to  treat  in  the  thor- 
ough manner  that  it  demands.  Our  present  system,  if  system  it  can  be 
called,  is  totally  inadequate  for  the  needs  of  our  growing  town ;  many  sec- 
tions are  entirely  unprovided  for,  and  many  other  sections  where  there 
already  is  a  public  sewer,  suffer  great  expense  and  inconvenience  at  the 
time  of  a  heavy  rainfall,  owing  to  the  inability  of  the  tile  to  carry  off  the 
large  amount  of  surface  water  that  is  thrown  into  it,  and  in  consequence 
cellars  are  flooded.  This  difficulty  is  experienced  more  or  less  throughout 
the  whole  town  and  sooner  or  later  the  surface  water  will  have  to  be  taken 
care  of  in  some  other  way. 

Haverhill. 

The  appointment  of  an  inspector  of  plumbing  has  been  a  great  relief  to 
the  agent,  and  great  public  good  will  be  the  outcome,  for,  as  we  have 
already  stated  in  previous  reports,  it  is  found  impossible  for  the  agent,  in 
addition  to  his  other  duties,  to  give  this  branch  of  the  sanitary  service,  so 
extremely  important,  the  attention  and  careful  supervision  that  it  should 
have.     Plumbers  are  now  required  to  test  their  work  by  water  pressure  in 
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the  presence  of  the  inspector,  which  gives  a  much  more  thorough  and  satis- 
factory inspection.  The  record  shows  that  three  hundred  jobs  of  plumbing 
(new  and  remodelled)  have  been  inspected  last  year. 

Nuisances  Investigated  During  the  Year. 

Garbage  collected,  loads, 1,820 

House  sewerage  defective, 42 

Plumbing  defective, 30 

Privy-vaults  full  and  offensive, 138 

Privy- vaults  cleaned, 300 

Privy-vaults  removed, 142 

Whole  number  of  privy-vaults  removed  since  1888,       .        .        .  1,002 

The  general  health  of  the  city  during  the  year  lias  been  excellent.  No 
fatal  epidemic  has  visited  the  city. 

The  faithfulness  and  care  with  which  contagious  diseases  are  reported  by 
physicians  speak  well  for  the  interest  in  their  profession  and  in  the  public 
welfare.  Notwithstanding  the  wide  publicity  that  has  been  given  to  the  law 
that  requires  householders  as  well  as  physicians  to  report  dangerous  con- 
tagious diseases  to  the  Board  of  Health,  some  cases  occur  where  the  disease 
is  so  mild  that  the  children  are  hardly  considered  ill  enough  to  be  put  to 
bed,  and  consequently  no  physician  is  called  and  no  report  comes  to  the 
Board.  Thus  no  efforts  are  made  to  prevent  its  spread,  and  great  damage 
is  liable  to  be  done  in  consequence  by  spreading  the  disease  in  the  neigh- 
borhood in  a  malignant  form. 

HiKGHAM. 

Early  in  August,  complaints  having  reached  the  Board  regarding  a  tallow 
factory  at  Fort  Hill,  representatives  of  the  Board  visited  the  establishment, 
which  they  found  in  a  filthy  condition. 

The  business  seemed  necessarily  to  give  rise  to  offensive  odors,  and 
although  the  health  of  the  community  should  always  be  paramount  to  the 
pecuniary  interest  of  any  individual  or  firm,  at  the  earnest  request  of  the 
proprietor  a  further  time  was  granted  on  the  plea  that  the  business  had  but 
recently  been  established  and  the  firm  had  been  unable  to  put  their  manu- 
factory into  proper  shape.  The  claim  was  also  made  by  the  proprietors 
that  they,  by  undergoing  a  larger  expense,  could  use  apparatus  by  which 
all  offensive  odors  would  be  destroyed.  They  promised  to  introduce  such 
machinery  at  once,  and  an  opportunity  was  given  them  to  make  such 
changes. 

The  establishment  was  several  times  visited  by  members  of  the  Board,  to 
watch  the  results  of  any  changes  made  by  the  proprietors.  On  September 
22,  no  better  results  having  been  obtained,  the  business  was  declared  a 
nuisance  by  this  Board,  and  they  were  ordered  to  close  their  works  at  once, 
which  order  was  promptly  obeyed. 
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HOLYOKB. 

The  past  year  throaghout  the  city  has  been  fairly  healthy.  None  of  the 
contagious  diseases  have  prevailed  at  any  time  to  an  alarming  extent. 
Althongb  there  were  namerous  cases  of  diphtheria  and  scarlet  fever  during 
the  first  four  months  of  the  municipal  year  just  ended  the  number  of  cases 
during  the  rest  of  the  year  and  at  present  is  much  below  the  average. 

Small-pox  again  appeared  in  our  midst  during  the  month  of  September. 
Although  limited  to  a  single  block,  it  attacked  three  persons,  all  of  whom 
recovered  after  a  more  or  less  protracted  stay  at  the  pest-house.     Here 
again  the  city  physician  desires  to  call  your  attention  to,  and  to  emphasize 
a  recommendation  of  the  Board  of  Health,  viz.,  that  there  be  a  general 
vaccination.    The  Board  of  Health  calls  your  attention  to  a  deficiency  in 
the  heating  apparatus  at  the  pest-house.     That  such  a  deficiency  exists 
was  only  too  apparent  during  the  stay  of  the  recent  cases,  and,  added  to 
this,  was  a  failure  in  the  water  supply.    The  water  at  the  pest-house,  ob- 
tained from  a  well  sunk  beneath  the  kitchen,  has  always  been  of  a  very 
poor  quality,  but  this  year  it  became  so  impure  it  had  to  be  discarded  even 
for  washing  purposes. 

We  have  been  remarkably  free  from  typhoid  fever  during  the  entire 
year. 

The  Board  this  year  as  heretofore  recommends  that  all  the  alleys  be 
graded,  and  that  those  between  our  principal  business  streets,  through 
which  heavy  truck-teams  pass,  be  paved  with  stone,  brick  or  any  other 
material  which  seems  proper. 

Hudson. 

The  greatly  increased  number  of  calls  to  look  after  nuisances  caused  by 
the  disposal  of  waste  water,  has  convinced  the  Board  that  the  time  has 
come  when  the  town  ought  to  take  initial  action  with  regard  to  a  system  of 
sewerage.  When  all  the  water  used  by  consumers  is  pumped  or  drawn 
from  wells,  the  quantity  used  may  be  easily  disposed  of  in  cesspools,  and 
taken  care  of  by  the  surrounding  earth  without  danger  of  infection,  if  the 
cesspools  are  emptied  and  cleaned  periodically.  Or,  if  the  waste  water  is 
discharged  into  natural  waterways,  it  may  cause  no  nuisance  in  a  sparsely 
settled  locality,  or  if  there  are  only  a  few  discharge  pipes.  But,  when  an 
abundant  supply  is  furnished  by  the  town  water- works,  and  its  use  is  almost 
universal,  the  quantity  used  is  so  much  increased,  that  it  is  only  a  question 
of  time  when  the  earth  about  cesspools  will  become  saturated  with  water, 
and  entirely  filled  with  decomposing  filth.  And  this  condition  will  be 
found,  not  only  on  one  man's  premises,  but  in  entire  neighborhoods,  grow- 
ing worse  constantly  as  they  become  more  thickly  settled. 

The  Board  would  recommend  the  voters  to  take  action  by  appointing  a 
committee  to  consider  the  question  of  a  sewerage  system,  with  authority  to 
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consult  the  State  Board  of  Health  and  obtain  their  advice  and  instructions, 
and  with  authority  to  employ  a  competent  civil  engineer  to  make  surveys, 
plans  and  estimates  for  a  complete  system  of  sewerage,  and  take  any  action 
necessary  to  make  a  full  report  to  the  town  on  the  subject  at  some  subse- 
quent meeting. 

Ipswich. 

In  regard  to  the  sanitary  condition  of  the  town,  the  people,  generally, 
have  complied  with  the  requirements  of  the  Board,  and  in  no  case  where 
we  have  ordered  a  nuisance  abated  have  we  had  any  trouble  or  had  to  re- 
sort to  legal  measures. 

In  regard  to  contagious  diseases  amongst  the  cattle  in  the  town  we  will 
state  the  following:  the  selectmen  appointed  a  cattle  inspector,  and  the 
Board  of  Health  also  appointed  him  as  their  agent  giving  him  full  power 
to  act  for  them,  and  he  has  faithfully  attended  to  his  duties.  The  whole 
number  of  cattle  inspected  by  him  was  eleven  hundred  and  four,  and  he 
ordered  nineteen  of  this  number  quarantined  as,  in  his  opinion,  they  were 
diseased,  and  notified  this  Board  of  his  doings.  The  State  Cattle  Commis- 
sioners were  at  once  notified  in  regard  to  same,  who  came  and  examined 
them  and  ordered  the  killing  of  eight  which  were  sick  with  tuberculosis, 
and  their  carcasses  were  properly  buried. 

Lawrence. 

Six  hundred  and  seventy-four  vaults  have  been  abolished  since  Jan.  1, 
1889.  There  have  been  2,184  water-closets  placed  in  buildings  where 
vaults  have  been  abolished. 

During  the  year  19,714  loads  of  garbage  have  been  removed,  an  increase 
of  4,376  over  1892.  Realizing  the  necessity  of  a  different  method  of  dis- 
posing of  the  waste  matter,  the  Board  has  recommended  that  some  provi- 
sion be  made  to  dispose  of  this  material  in  a  satisfactory  manner. 

There  has  been  an  alarming  prevalence  of  scarlet  fever  during  the  year, 
and  the  percentage  of  fatalities  greater  than  formerly. 

More  cases  of  measles  have  been  reported  than  ever  before,  forty-six 
cases  coming  in  during  one  week.  The  fatalities  have  been  small,  only 
three  out  of  sixty  cases  resulting  fatally.  Diphtheria  has  not  been  very 
prevalent.  During  the  December  vacation,  3,200  school  children  were 
vaccinated  by  the  ward  physicians.  We  were  pleased  at  the  ready  response 
from  the  agents  of  the  corporations  as  we  found  that  vaccination  was  being 
carried  on  in  a  very  systematic  manner. 

We  have  had  five  cases  of  glanders  in  horses  and  seven  cases  of  tuber- 
culosis in  cattle,  which  were  pronounced  such  by  the  Cattle  Commissioners. 

Lexington. 

The  Board  has  made  several  ofiScial  tours  of  inspection ;  among  them 
was  the  inspection  of  the  several  hotels  and  private  boarding-houses,  and 
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we  are  pleased  to  state  that,  with  few  exceptions,  the  sanitary  conditions 
were  good.  The  inspection  of  some  of  the  numerous  newly  built  houses 
was  not  so  assuring ;  indeed,  the  systems  of  house  drainage  in  many  of 
them  were  alarming.  One  case,  for  instance,  may  be  cited  :  a  double  tene- 
ment ;  no  water  supply  except  from  well  dangerously  near  drain ;  untrapped 
sinks  discharging  into  an  open  tank  in  cellar,  contents  of  which  were  used 
to  flush  closet;  without  vent;  useless  trap;  cesspool  twenty-eight  feet 
from  house.  It  would  almost  seem  that  the  ingenuity  here  displayed  tended 
only  toward  one  result,  —  the  death  of  the  occupants. 

Some  years  ago  the  question  of  a  sewerage  system  for  the  town  was 
agitated  to  the  extent  of  the  appointment  of  a  committee,  the  investigation 
of  dififerent  schemes  was  initiated,  and  even  the  engineer's  survey  obtained. 
This  suhject,  so  vital  to  the  interests  of  the  town,  seems  to  have  passed  into 
oblivion ;  nothing  is  heard  of  it  except  now  and  then  a  few  desultory  re- 
marks on  the  matter.  It  is  hoped  that  this  subject  is  not  entirely  forgotten, 
for  if  forgotten  and  neglected  there  will  be  a  rude  awakening,  perhaps 
within  a  few  years. 

Lowell. 

During  the  year  1893,  twenty-five  thousand  five  hundred  and  thirty-seven 
(25,537)  loads  of  ashes  were  removed  from  houses  and  stores  to  the  vari- 
ous dumping-grounds. 

Late  in  the  year  1892,  the  Engle  cremator  was  completed  so  that  for  the 
year  covered  by  this  report  it  has  been  in  use,  destroying  about  one-half 
of  the  garbage  of  the  city.  Owing  to  the  usual  friction  that  all  new  un- 
dertakings have  to  overcome,  it  was  not  until  April  that  a  complete  system 
of  account  was  commenced.  Since  April  every  pound  of  swill  consumed 
and  every  pound  of  coal  used  has  been  weighed  daily  so  that,  estimating 
the  amount  burned  the  first  three  months  of  the  year  and  adding  to  it  the 
amount  weighed  for  the  last  nine  months,  we  have,  say  3,500  tons  of  swill 
consumed  for  the  year  1893,  beside  the  miscellaneous  articles  enumerated 
in  the  table  printed  herewith :  — 

Three  thousand  five  hundred  tons  swill  and  market  refuse  burned. 
Four  horses. 
Seventy  cats. 
Sixty-three  dogs. 

Two  hundred  and  fifteen  mattresses. 
Four  hens. 
Seven  rabbits. 
One  raccoon. 

Three  loads  and  one  barrel  infected  clothing  (small-pox). 
Seven  loads  infected  clothing  (diphtheria). 

Seventy-seven  thousand  one  hundred  and  sixteen  pounds  paper  burned  on  ground 
in  rear  of  cremator. 
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The  opinion  of  the  Board,  after  the  experience  of  the  year  with  the 
Engle  cremator  is  briefly  this :  Under  no  circumstances  would  it  be  willing 
to  return  to  the  old  method  of  swill-house  distribution  to  farmers,  and  it  is 
also  convinced  that  cremation  of  the  garbage  is  more  satisfactory  to  the 
inhabitants  of  a  city  than  the  rendering  process.  The  cost  of  burning 
garbage  at  Engle  cremator,  from  Jan.  1,  1893  to  Dec.  31,  1893,  was 
$7,670.77. 

The  Board  caused  a  thorough  inspection  of  the  water-shed  of  River 
Meadow  brook  to  be  made,  and  the  results  are  such  as  to  demand  prompt 
remedial  and  preventive  action. 

The  work  of  inspecting  the  tenement  houses  of  Lowell  in  a  thorough 
and  systematic  way  has  been  commenced  this  year,  and  so  far  the  results 
have  been  very  satisfactory ;  but  the  great  value  of  the  inspection  will  come 
in  later  years,  as  from  the  records  made  and  kept  by  the  library  system,  an 
inspector  can  turn  to  them  at  any  time  and  find  the  condition  of  any  house 
in  the  city  so  far  as  relates  to  plumbing,  drainage  and  ventilation,  and  will 
then  only  have  to  keep  watch  that  the  premises  are  kept  clean  and  in  repair. 

From  June  27  to  September  16,  there  were  14,918  baths  taken  by  men 
and  boys,  a  decrease  from  1892  of  8,347,  but  it  is  explained  by  the  fact 
that  more  than  that  number  used  the  house  to  put  their  clothes  in,  and  then 
came  outside  and  swam  in  the  river. 

« 

Lynn. 

The  Board  of  Health  appointed  an  inspector  of  plumbing  under  the  pro- 
visions of  chapter  477,  Acts  of  1893. 

Under  the  provisions  of  a  special  act  of  May  4,  1893,  chapter  313 
(1893),  the  Board  of  Health  of  Lynn  was  authorized  to  appoint  an  ^^in- 
spector of  provisions,  and  of  animals  intended  for  slaughter  or  kept  for  the 
production  of  milk,  who  should  also  be  an  inspector  of  milk,  butter,  cheese 
and  vinegar." 

Each  of  the  officials  appointed  under  these  acts  contributes  a  full  report 
of  his  transactions. 

The  Board  recommends  the  following  amendments  to  the  milk  laws :  — 

1.  That  the  cost  of  analysis  be  charged  as  court  costs. 

2.  That  boards  of  health  be  vested  with  power  to  revoke  licenses. 

The  failure  of  the  city  government  to  carry  out  our  recommendations  or 
to  adopt  a  system  for  the  disposal  of  garbage  and  night-soil  placed  the 
Board  in  the  predicament,  on  April  20,  of  having  no  place  to  dump  that 
material,  or  otherwise  dispose  of  the  same  by  cremation  or  extraction. 
To  relieve  the  situation  the  city  purchased  the  land  about  the  outfall  sewer, 
and  we  entered  into  contract  with  an  excavating  company  and  had  a  tem- 
porary basin  dredged  for  the  scow  on  land  alongside  the  outfall  sewer  at 
West  Lynn.  A  dock  was  also  constructed  with  a  small,  frame  building 
thereon.     The  disposition  of  offal  by  loading  it  into  the  scow,  towiog  it 
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twelve  miles  out  to  sea  and  there  dumping  it  in  deep  water,  was  inaugu- 
rated, and  has  proven  a  success. 

Twelve  trips  have  been  made  and  1 ,486  tons  of  offal  so  disposed  of,  with- 
out accident  or  a  single  complaint,  at  a  cost  of  ninety-four  cents  per  ton 
for  labor,  towage  and  expense  of  repairs.  We  shall  pursue  this  method 
until  the  city  council  adopts  some  other  and  better  one.  We  recommend 
the  immediate  purchase  of  another  scow.  The  dump  at  West  Lynn  was 
abandoned  on  the  expiration  of  the  lease,  April  20,  and  no  garbage  was 
placed  thereon  after  that  date. 

The  Board  requested  that  immediate  steps  be  taken  by  the  city  council 
to  provide  suitable  accommodations  for  persons  affected  with  contagioua 
diseases. 

Marblehead. 

The  health  cart  is  one  of  the  most  important  institutions  in  our  town^ 
and  we  hope  has  come  to  stay  both  summer  and  winter.  Two  thousand 
loads  of  refuse  matter  have  been  collected  the  past  year.  To  6nd  per- 
sons who  will  look  after  this  refuse  and  see  that  it  is  properly  covered  has 
caused  the  Board  considerable  trouble.  We  suggest  that  the  town  set  aside 
a  place  to  be  used  as  a  dump  in  case  there  were  no  individuals  who  cared 
to  take  it. 

We  suggest  that  our  town  should  employ  a  health  officer  to  investigate 
nuisances,  post  notices,  inspect  meat,  milk  and  water,  attend  to  the  fumi- 
gating of  all  places  where  infection  exists,  and  who  would  be  in  many  ways 
of  great  service  and  value. 

Marlborough. 

In  parts  of  our  city  where  the  health  of  our  citizens  was  in  danger,  and 
along  the  banks  of  brooks,  during  the  past  two  years,  this  Board  through 
its  agent  has  enforced  connections  with  the  public  sewer  under  the  powers 
granted  in  the  Public  Statutes,  chapter  132  of  the  Acts  of  1890.  The 
agent  of  the  Board  reports  that  two  hundred  and  sixty-seven  buildings 
have  been  plumbed ;  one  hundred  and  fifty-one  cases  where  alterations  or 
additions  have  been  made  in  the  plumbing ;  making  a  total  of  four  hundred 
and  eighteen  inspected  and  approved  by  him.  It  is  evident  from  the  num- 
ber of  inspections  made  that  the  people  are  mindful  of  the  economic  and 
sanitary  advantages  of  the  public  sewer.  The  enforcement  of  our  regula- 
tions governing  plumbing  worked  to  the  advantage  of  all. 

Many  nuisances  that  have  been  a  bugbear  to  every  Board  of  Health  for 
years  past  have  disappeared  entirely  since  the  house  drainage  in  these  lo- 
calities has  been  conducted  to  the  sewer.  Cards  calling  attention  to  the 
regulation  restraining  persons  from  making  the  vacant  land  of  the  city  a 
nuisance,  were  posted  wherever  there  seemed  to  be  a  cause  of  complaint. 

In  August  a  case  of  rabies  appeared  in  town.  A  dog  with  a  disease  of 
doubtful  diagnosis  was  killed  by  the  police.    The  mayor  with  a  representa* 
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tive  of  the  Board  of  Health  agreed  to  request  Dr.  Ernst  of  the  Harvard 
Medical  School  to  decide  by  inoculation  experiment  whether  the  disease  of 
the  supposed  mad  dog  was  actually  hydrophobia.  The  result  of  the  exper- 
iments proved  that  the  dog  was  afflicted  with  the  genuine  disease,  and 
proved  the  wisdom  of  muzzling  all  the  city  dogs.  No  more  cases  appeared 
though  several  dogs  were  said  to  have  been  bitten  by  the  diseased  dog. 

Matnard. 

The  Board  has  encountered  a  greater  obstacle  in  trying  to  educate  a  cer- 
tain class  of  people  to  understand  that  it  is  necessary  to  flag  a  house  where 
there  is  scarlet  fever  and  cause  the  flag  to  remain  displayed  for  a  proper 
and  legal  length  of  time.  They  also  have  seemed  to  think  they  were  doing 
the  Board  a  great  favor  by  allowing  the  flag  to  be  attached  to  the  house  at 
all,  and  as  soon  as  the  case  is  able  to  sit  up,  ^^  although  then  probably  in 
the  most  contagious  stage,"  display  more  or  less  disposition  to  resent  the 
idea  that  it  is  then  highly  necessary  that  the  quarantine  should  remain 
longer.     This  condition  can  only  be  overcome  by  education. 

Medford. 

Sixty-one  nuisances  have  been  reported  to  this  Board  during  the  year. 
All  have  been  carefully  investigated  and  abated. 

In  each  case  of  diphtheria,  measles,  scarlet  fever  and  typhoid  fever,  the 
clerk  has  notified  the  school  committee  and  librarian  of  the  public  library. 

The  work  on  our  local  sewage  system  should  be  pushed  to  completion  as 
rapidly  as  possible,  so  that  we  may  be  rid  of  that  increasing  and  menac- 
ing danger,  the  saturation  of  the  ground  with  sewage.  Since  the  collection 
of  ashes,  swill  and  garbage  has  been  under  the  dii'ect  care  of  the  city,  and 
the  contract  system  abolished,  the  work  has  been  done  in  a  thorough, 
cleanly  and  efficient  manner,  and  the  results  are  highly  satisfactory  to  this 
Board.  With  the  same  arguments  we  have  used  in  the  past,  in  favor  of 
the  collection  by  the  city  of  ashes  and  swill,  we  would  now  earnestly  rec- 
ommend that  night-soil  be  collected  in  the  same  manner. 

Melrose. 

More  than  one  hundred  and  fifty  nuisances  and  complaints  have  received 
attention  from  the  Board.  The  sources  of  nuisance  or  complaint  have 
most  frequently  been  neglected  cesspools  and  offensive  privies,  but  also 
imperfect  traps,  or  total  absence  of  them,  and  defective  sink  drains. 

The  former  method  of  return  to  school  by  children  recently  recovered 
from  contagious  diseases,  has  been  by  permits  given  by  the  Board,  based 
upon  the  attending  physician's  certificate  of  recovery.  But  that  method 
having  often  proved  troublesome  to  parents,  a  more  direct  plan  is  now  em- 
ployed, of  permits,  based  as  above,  but  issued  by  the  chief  of  police,  aa 
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agent  of  the  Board  of  Health ;  so  that  the  same  officer,  who  by  order  of  the 
Board,  removes  the  card,  also  issues  the  permit  to  return  to  school. 

Last  spring,  in  consequence  of  the  threatened  invasion  of  cholera,  we 
institated  a  thorough  inspection,  by  a  special  police  officer,  of  the  entire 
central  part  of  the  village.  He  inspected  carefully  every  yard,  and  when- 
ever any  clearing  up  was  found  necessary,  he  left  in  the  hands  of  the  resi- 
dent a  plainly  printed  notice,  specifying  the  work  to  be  done,  and  the  time 
within  which  it  must  he  done,  —  usually  five  days.  This  course  of  inspec- 
tion was  faithfully  performed,  and  we  believe  much  good  was  done  by  it, 
often  catting  short  a  nuisance  which  would  soon  have  become  serious. 
This  work  of  spring  inspection  has  been  done  now  for  two  years,  and  the 
influence  has  been  so  salutary,  that  it  may  become  necessary  to  establish  it 
as  a  permanent  line  of  sanitary  action. 

The  passage  by  the  last  Legislature  of  Act  477,  '*  relative  to  the  licensing 
of  plumbers,  and  the  supervision  of  plumbing,"  has  received  the  required 
attention  from  us.  In  compliance  with  section  3  of  said  act,  requiring  the 
Board  of  Health  to  appoint  the  third  member  of  the  board  of  examiners  of 
plumbers,  we  appointed  to  that  position  a  gentleman  well  versed  in  both  the 
science  and  practice  of  house  sanitation  and  plumbing.  In  accordance 
with  the  requirement  of  section  5,  that  the  Board  appoint  an  inspector  of 
plumbing,  we  appointed  the  same  gentleman  to  this  office,  which  is  in  fact 
a  dependency  of  the  former  position. 

MiLFORD. 

We  report  but  one  fatal  case  of  diphtheria,  and  the  circumstances  con- 
nected with  it  demand  recognition  in  this  report.  The  physician  in  attend- 
ance could  not  have  recognized  the  character  of  the  case  in  its  incipient 
stages,  or  there  was  great  remissness  in  reporting  it  to  the  Board  of  Health. 
He  was  prosecuted  for  neglect  of  professional  duty,  under  the  statute.  The 
case  was  "  placed  on  file."  We  believe  the  prosecution  was  demanded,  and 
will  result  in  much  better  protection  of  the  town  against  contagious  diseases. 

A  thorough  and  free  vaccination  of  the  unprotected  has  been  carried  out. 
The  Board  has  vaccinated  about  eight  hundred,  and  protection  according  to 
the  statute  has  been  more  thorough  than  ever  before. 

It  may  be  well  again  to  make  mention  of  the  great  importance  of  a  sys- 
tem of  general  sewerage  of  the  town  of  Milford.  Increased  population, 
health  and  wealth  will  be  the  result.  Without  it,  any  great  progress  is  im- 
possible. 

MiLLBURY. 

The  cases  of  diphtheria  were  very  widely  separated  and,  with  one  excep- 
tion, away  from  the  densely  settled  part  of  the  town.  The  causes  were 
generally  not  well  defined,  though  in  some  cases  bad  house  drainage  seemed 
probably  responsible.  Communication  from  a  previous  case  was  plain  in 
two  instances,  one  case  soon  following  another  in  the  same  family. 
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The  cases  of  scarlet  fever  were  also  widely  separated  as  to  familieB 
affected,  and  there  has  not  been  a  general  epidemic,  all  the  cases  having 
occurred  in  but  six  different  houses. 

The  occurrence  of  five  cases  of  typhoid  fever  on  one  street  and  within  a 
short  radius  would  seem  to  imply  some  local  contamination,  but  no  obtain- 
able evidence  could  satisfactorily  explain  the  origin  of  the  disease.  Chem- 
ical examination  of  well  waters  furnished  little  light,  but  since  the  disease 
is  generally  believed  to  be  of  bacterial  origin,  it  might  well  happen  that  a 
chemical  analysis  would  give  entirely  negative  results.  The  milk  supply 
theory  did  not  apply,  since  there  was  not  a  common  supply  in  the  different 
affected  families,  nor  was  any  disease  known  on  the  premises  from  which 
the  several  supplies  came.  Without  attempting  to  show  any  connection  be- 
tween the  facts,  it  may  be  stated  that  fourteen  of  the  cases  were  compara- 
tively near  the  river,  eight  of  them  being  very  near.  A  very  extensive 
epidemic  of  measles  occurred  in  the  autumn. 

It  is  well  for  people  everywhere  to  know  that  it  is  now  believed  by  the 
highest  medical  authorities  that  consumption  is  to  a  very  considerable  de- 
gree communicable  from  person  to  person,  and  that  the  germs  abound  in 
matter  expectorated  in  coughing;  that  constant  care  should  be  taken  to 
disinfect  and  destroy  such  discharges,  and  especially  that  the  common  habit 
of  promiscuous  spitting  should  be  avoided.  Matters  so  scattered,  by  dry- 
ing, become  converted  into  dust,  and,  in  this  form,  are  widely  scattered  to 
be  inhaled  by  others,  and  since  the  germs  are  extremely  tenacious  of  life, 
the  seeds  of  the  dire  disease  are  widely  sown. 

It  cannot  be  doubted  that  such  precautions  as  are  above  described  would, 
if  generally  adopted  everywhere,  have  a  marked  effect  in  diminishing  the 
frequency  of  consumption. 

During  the  year  two  cases  of  glanders  in  horses  have  been  reported  to 
the  Board  by  the  inspector  of  cattle.  Both  animals  were  subsequently 
condemned  by  the  State  Cattle  Commissioners  and  killed  by  their  order. 

Nantucket. 

The  Board  made  investigation  of  many  nuisances  reported,  and  believes 
that  the  town  has  been  kept  in  an  improved  sanitary  condition  in  conse* 
quence  of  a  general  interest  manifested  by  all  good  citizens,  to  live  up  to  the 
best  ideal  of  proper  sanitary  safeguards.  As  a  result  of  such  care  and  at- 
tention, no  contagious  disease  of  any  kind  has  been  reported  to  the  Board 
during  the  year  as  originating  at  Nantucket. 

Needham. 

The  health  of  our  town  and  its  freedom  from  any  serious  epidemic  of  in- 
fectious and  contagious  disease  (except  that  of  typhoid  fever)  during  the 
past  year  is  a  matter  of  sincere  congratulation. 

What  will  soon  be  required  as  the  town  progresses,  to  put  ns   in  a 
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thorough  sanitary  condition,  will  be  a  general  system  of  sewerage,  which 
the  introduction  of  a  public  water  supply  generally  demands. 

Your  health  officer  has  made  one  hundred  visits  of  inspection  and  exam- 
ination, visiting  sixty  places  where  complaints  have  been  made.  Fewer 
petty  complaints  have  been  made  than  in  previous  years. 

Fewer  swine  have  been  kept  in  the  thickly  settled  portions  of  the  town 
than  in  former  years.  Some  piggeries  have  been  entirely  abandoned.  In  a 
few  cases,  as  a  last  resort,  the  Board  appealed  to  the  court  to  enforce  its 
orders. 

New  Bedford. 

The  Board  acting  under  authority  of  Public  Statute,  chapter  80,  section 
24,  vacated  houses  on  Turner's  court  known  as  Holy  Acre.     This  act  the 
Board  regards  as  one  of  the  most  important  taken  during  the  year.    The 
statute  places  the  entire  responsibility  on  the  Board.    The  houses  in  ques- 
tion were  so  low  that  it  was  impossible  to  drain  them,  and  it  seems  unfor- 
tunate that  there  are  no  means  of  preventing  building  or  moving  houses 
already  built  to  such  locations.     In  every  growing  city,  building  is  contin- 
ually outgrowing  the  drainage  system.     But  for  such  buildings  drainage 
can  be  supplied  before  they  are  occupied.    The  policy  of  the  Board  has 
been  and  will  be  to  vacate  all  such  tenements  at  the  first  sign  they  give  of 
danger  to  the  public  health.     The  Board  would  recommend  that  action  be 
taken  on  the  proposed  building  rule  establishing  the  height  of  cellar  floors 
above  high  water.    The  nuisance  caused  by  privies  is  being  rapidly  abated, 
when  such  a  nuisance  occurs  on  the  line  of  a  sewer. 

All  garbage  is  ploughed  in  daily,  and  when  about  one  acre  is  covered  a 
quickly  growing  crop  is  planted,  and  in  a  surprisingly  short  time,  on  dig- 
ging down,  no  garbage  can  be  found.  Thus  the  essential  condition  for 
rapid  decomposition  in  the  earth  is  attained,  namely,  superficial  burial. 
The  objection  to  superficial  burial  is  that  the  burial  products  may  more 
readily  become  exposed  and  so  cause  nuisance,  or,  by  drying,  blow  about, 
and  under  proper  conditions  cause  disease.  This  objection  is  met  by  the 
facts  that  the  material  buried  is  not  of  such  a  character  as  frequently  con- 
tains disease  germs,  and  the  moist  and  heavy  condition  of  the  soil  is  such 
that  it  is  seldom  dry  except  upon  the  surface.  The  farm  is  remote  from 
any  source  of  water  supply.  So  far  the  method  is  satisfactory  in  all 
respects.  The  material  is  thus  utilized  as  a  fertilizer,  which  is  its  only 
value,  as  the  cost  of  extracting  the  fat,  the  only  constituent  of  value, 
would  more  than  counterbalance  the  estimated  return. 

The  Board  voted  to  inspect  the  sanitary  condition  in  respect  to  drainage 
of  the  various  school  houses  in  the  city.  All,  with  the  exception  of  one, 
were  found  in  good  condition.  The  school  committee  were  notified  of  the 
condition  of  this  school. 

Number  of  inspections  made  during  the  year,        ....    2,364 
Number  of  plumbing  inspections  made, 1,650 
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The  Board  investigated  an  epidemic  of  typhoid  fever  which  occurred  in 
the  last  half  of  the  year,  embracing  201  cases  in  all.  No  satisfactory  con- 
clusions were  reached  which  would  account  for  the  epidemic  as  a  whole, 
though  suspicion  pointed  strongly  to  the  existence  of  infection  upon  a 
small  island  in  the  harbor  which  many  of  the  persons  attacked  had  visited 
during  the  period  of  epidemic. 

The  Board  amended  its  quarantine  regulations  and  publishes  them  in 
full  in  its  report. 

Newburtport. 

There  has  been  a  great  falling  off  of  cases  of  diphtheria  and  scarlet 
fever  from  the  previous  year,  but  a  large  increase  of  cases  of  typhoid  fever. 
Rules  and  regulations  relating  to  plumbing  were  adopted  by  the  Board. 

Newton. 

The  general  health  of  the  city  has  been  good,  and  barring  slight  out- 
breaks of  diphtheria  in  the  early  spring  and  fall,  and  an  epidemic  of 
measles  in  the  early  summer,  would  have  been  deemed  excellent. 

The  contagious  wards  at  the  hospital  have  been  found  very  useful  during 
the  year ;  the  early  removal  of  patients  to  them  having  greatly  aided  the 
Board  in  preventing  the  spread  of  disease.  The  wards  have  been  in  almost 
continuous  use  during  the  year,  sixty-two  cases  having  been  admitted. 
The  cases  were  divided  as  follows,  —  scarlet  fever,  fifteen;  diphtheria, 
twenty-eight;  measles,  nineteen. 

The  Board  authorized  free  vaccination  to  all  comers  in  the  several 
villages. 

North  Andover. 

As  a  matter  relating  to  public  health,  we  think  the  attention  of  con- 
sumers of  milk  should  be  called  to  the  fact  that  most  of  the  herds  supplying 
milk  in  this  town  are  not  allowed  any  exercise  at  all,  but  are  tied  up  by  the 
neck  from  November  till  May  in  badly  ventilated  barns,  and  never  turned 
out  of  doors. 

We  recommend  the  purchase  of  one  of  the  odorless  pumps,  and  that  its 
use  be  made  compulsory  in  the  village  whenever  vaults  or  cesspools  are 
cleaned  during  the  day. 

We  find  occasionally  a  person  who  is  willing  to  allow  his  vault  to  over- 
flow his  neighbor's  land.  Such  need  the  stimulating  effect  of  the  sharp 
end  of  the  law. 

North  Attleborough. 

The  failure  of  people  to  submit  to  the  guidance  of  any  fixed  rules  for 
observance  in  trying  to  prevent  the  spread  of  any  infectious  disease  is 
often  due  to  thoughtlessness  rather  than  to  a  desire  to  thwart  the  beneficial 
effects  of  such  rules.     It  often  requires  the  experience  of  an  epidemic  to 
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teach  the  public  that  there  are  certain  roles  and  regulations  which  must  be 
strictly  observed. 

There  has  been  a  marked  decrease  in  the  number  of  cases  of  diseases  of 
a  contagious  character  reported  during  the  past  year. 

Orange. 

'With  the  opening  of  the  season  the  Board  recognized  the  need  of  removal 
of  **  waste,  filth  and  house  dirt,"  and  engaged  a  scavenger  who  gave  two 
days  each  week  to  the  collection  of  rubbish  and  garbage  on  the  principal 
streets  of  the  village  during  the  heated  season,  with  the  result  that  never 
hef  ore  in  the  history  of  Orange  was  the  town  in  as  sanitary  a  condition. 

The  Board  has  investigated  one  hundred  sources  of  filth  and  offence. 
The  members,  individually,  have  investigated  many  others. 

The  Board  of  Health  would  urgently  request  parents  to  investigate  'the 
BQbject  of  ''vaccination"  thoroughly,  that  they  may  intelligently  act  re- 
garding it. 

The  bodies  of  five  dead  animals  have  been  buried  by  the  Board.  Animals 
infected  with  tuberculosis  have  been  condemned.  Herds  have  been  in- 
spected by  the  Board's  agent.  Horses  with  infectious  diseases  have  been 
cared  for,  and  dogs  killed. 

PiTTSFIELD. 

The  sewage  system,  now  almost  completed,  has  furnished  a  long-needed 
want,  and  the  amount  of  good  obtained  by  the  same  is  immeasurable. 

During  the  year  1893  the  new  ordinance  for  plumbing  necessitated  the 
licensing  of  plumbers  and  drain-layers. 

Number  of  licenses  granted  to  plumbers, 8 

of  licenses  granted  to  drain-layers, 13 

of  plans  of  plumbing  submitted  for  approval,         .        .  253 

approved, 218 

*'       rejected, 35 

During  the  past  year  the  Board  of  Health  has  been  called  on  to  investi- 
gate four  outbreaks  of  tuberculosis  at  different  farms.  At  one  farm  the 
Board  considered  about  thirty  per  cent,  of  the  cows  affected.  So  far, 
twenty-one  of  them  have  been  slaughtered,  and  of  these  nineteen  have 
been  found  diseased,  while  two  were  found  not  diseased.  At  another  farm 
over  fifty  per  cent,  were  considered  unsound.  Up  to  date  thirteen  have 
been  slaughtered,  and  every  one  has  been  found  diseased.  At  another 
farm  two  cows  have  been  slaughtered,  both  of  which  were  affected.  The 
Board  considers  that  the  chief  cause  of  its  spreading  among  dairy  cows  is 
overcrowding,  deficient  cubic  air  space  and  defective  ventilation.  The 
Board  also  considers  a  more  thorough  State  system  for  regulating  and 
managing  the  disease  should  be  inaugurated. 
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PLrMOUTH. 

Sixty-three  places  have  been  examined  and  nuisances  abated  without 
having  received  any  formal  complaint. 

Nearly  all  of  the  cases  of  scarlet  fever,  typhoid  fever  and  diphtheria 
have  been  traced  by  the  Board  to  imperfect  drainage  and  ventilation. 

After  learning  the  facts  in  the  cases  the  Board  issued  orders  to  those 
families  from  which  cases  were  reported,  and  had  them  enforced ;  and  the 
Board  felt  that  after  the  last  case  was  reported  well,  and  the  places  had 
been  disinfected,  that  there  would  be  no  danger  from  these  sources.  Dur- 
ing this  time  circulars  were  distributed  by  the  Board  throughout  the  town 
giving  instructions  what  to  do  in  case  of  diphtheria. 

In  accordance  with,  the  Acts  of  1893,  chapter  477,  the  Board  has  ap- 
poixited  inspectors  of  plumbing,  and,  at  the  request  of  the  selectmen,  pre- 
pared a  list  of  by-laws,  and  presented  them  to  the  town  for  adoption. 

QUINCY. 

Your  Board  strongly  recommends  that  plumbing  regulations  or  ordinances 
be  enacted  by  the  council  as  a  matter  of  safety  to  the  public  health.  The 
inspector  is  powerless  without  them  in  many  cases.  The  brooks  have  been 
thoroughly  cleaned  under  the  direction  of  the  inspector,  and  the  Board  has 
every  reason  to  believe  that  the  work  has  been  economically,  thoroughly 
and  conscientiously  done.  The  physicians  are  negligent  in  their  duty  of 
reporting  contagious  diseases,  and  until  they  are  brought  up  to  the  law  the 
same  state  of  affairs  will  exist. 

Number  of  nuisances  discovered,  306  ;  number  abated,  298. 

Reading. 

There  have  been  twenty-one  nuisances  investigated,  and  all  cases  except 
two  have  been  abated  by  owner  or  occupant.  One  of  these  was  abated  by 
the  Board,  and  the  owner  paid  the  bill.  The  other  one  will  be  attended  to 
before  the  premises  are  occupied. 

Revere. 

The  town  has  been  favored  with  a  freedom  from  contagion  to  an  extent 
to  be  a  matter  of  satisfaction  to  the  citizens  within  the  last  twelve  months. 
Scarlet  fever  showed  itself  the  latter  part  of  the  year.  The  prompt  and 
stringent  requirements  of  the  Board  have  done  much  to  prevent  it  being 
spread  over  the  town. 

Rockland. 

We  have  had  one  case  of  glanders  reported  during  the  year,  and  the 
Cattle  Commissioners  ordered  the  horse  killed,  which  was  done. 

One  of  the  vital  questions  for  the  people  of  this  town  is  that  of  sewage. 
While  in  our  present  financial  condition,  any  general  system  for  the  town 
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to  adopt  would  be  too  expensive,  yet  there  is  a  very  simple  and  effective 
way  of  disposing  of  sewage  that  could  be  adopted  by  individual  families. 
The  plan  is  to  have  the  sewage  pass  through  an  underground  drain  with 
branches  in  all  directions,  the  drains  to  be  constructed  of  broken  drain- 
pipe, stones  or  anything  that  will  allow  the  sewage  to  pass  into  the  ground 
tit  short  intervals. 

Salem. 

In  the  month  of  February  a  sharp  outbreak  of  diphtheria  occurred  near 
iJie  cotton  mills.  The  type  of  the  disease  was  very  serious  and  vigorous 
measures  were  employed  to  combat  it.  Houses  were  guarded  night  and  day 
by  police  officers,  thus  stopping  one  of  the  chief  sources  for  spreading  the 
-disease.  Everything  possible  was  done  for  the  sick  and  for  the  afflicted 
families. 

Though  some  cases  of  scarlet  fever  were  severe,  only  one  proved  fatal. 
The  type  has  generally  been  mild.  We  note  with  satisfaction  the  marked 
-decrease  each  year  for  the  past  three  years  in  the  number  of  cases  of  this 
dangerous  malady. 

The  type  of  typhoid  fever  was  severe  and  active  search  for  the  cause  was 
made  by  this  Board,  milk  being  particularly  looked  after.  Visits  to  each 
house  were  made,  also  to  shops  where  milk  was  sold,  and  the  milkmen, 
their  farms,  the  cattle,  the  sources  of  water  supply  of  the  cattle.  The 
fault  could  not  be  traced  to  the  milk. 

The  work  of  collecting  the  ashes  and  rubbish  the  past  two  months  has 
been  done  in  a  very  satisfactory  manner.  Eight  thousand  one  hundred  and 
seventy- two  loads  have  been  collected.  This  is  an  increase  of  over  1,400 
loads  more  than  in  1892.  These  ashes  have  been  used  to  fill  up  unsightly 
and  often  unhealthy  places  in  our  city. 

Saugus. 

The  Board  made  personal  investigation  of  a  number  of  reported  nui- 
•sances,  and  on  their  tour  found  much  work  to  be  done  in  regard  to  neg- 
lected privies  and  vaults.  These  cases  were  reported  to  the  owners,  and  in 
the  majority  of  cases  were  looked  after  in  a  satisfactory  manner.  Our  in- 
spector also  found  many  places  where  sinks  were  not  secured  by  traps, 
which  allows  of  all  gases  arising  from  contents  of  cesspools  to  flow  back 
into  the  rooms  occupied  by  the  residents.  This  should  not  be  allowed,  and 
the  Board  has  obliged  owners  to  correct  these  troubles  so  far  as  its  knowl- 
edge of  them  is  concerned. 

Perfect  cleanliness  of  dwellings  and  surroundings  is  what  will  insure 
good  health  and  is  of  the  utmost  importance,  as  by  its  strict  observance  the 
air  is  not  polluted  and  germs  of  disease  find  no  lurking  places. 

The  Board  publishes  a  very  full  and  complete  set  of  regulations  includ- 
ing practical  instructions  relative  to  disinfection. 
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Springfield. 

There  is  no  unusual  epidemic  of  infectious  diseases  to  be  noted  in  the 
year  1893.  Scarlet  fever  was  more  abundant  and  diphtheria  and  typhoid 
fever  less  abundant  than  in  1892.  The  number  of  deaths  from  the  principal 
infectious  diseases  were  seventy-six,  against  one  hundred  and  twenty-one 
in  1892. 

Two  cases  of  small-pox  were  reported  in  February  and  March,  one  of 
which  proved  fatal.  The  second  case  was  evidently  caused  by  infection 
from  the  first,  but  the  source  of  the  original  contagion  could  not  be  ascer- 
tained.    There  was  no  further  spread  of  the  disease. 

This  department  has  been  strengthened  by  the  adoption  of  an  ordinance 
regulating  plumbing  and  by  the  appointment  of  an  inspector  of  plumbing. 
New  work  must  now  be  done  in  a  proper  manner  and  old  work  will  be 
gradually  improved  as  is  found  necessary  from  time  to  time  until  our  build- 
ings shall  all  be  properly  drained. 

Glanders  have  existed  to  some  extent  among  horses,  eight  cases  being 
reported  to  the  State  Commissioners  and  by  them  condemned,  ordered 
killed,  and  the  premises  cared  for  and  made  free  from  contagious  infection. 

SWAMPSCOTT. 

During  the  past  year  we  have  received  and  investigated  all  complaints 
brought  to  our  notice. 

The  beaches  were  cleaned  up  thoroughly  the  first  of  the  season ;  after- 
wards some  person  or  persons  saw  fit  to  dump  rubbish  thereon,  which  put  us 
to  some  extra  expense  to  clean  it  up  again,  when  they  might  have  carried 
it  to  the  dump. 

Taunton. 

The  Board  severely  criticises  the  sanitary  condition  of  the  Central  Police 
Station  of  the  city. 

Some  time  Taunton  must  have  a  comprehensive  system  of  sewerage  which 
will  do  away  with  Mill  River  and  Cobb  Brook  and  numerous  other 
smaller  nuisances.  How  much  of  the  money  spent  on  small  severs  will  be 
a  dead  loss  when  the  general  system  is  adopted  ? 

The  city  has  been  remarkably  free  from  diphtheria  and  typhoid  fever. 
The  scarlet  fever  epidemic  continued  through  the  first  half  of  the  year,  but 
since  then  has  gradually  abated  until  the  year  closes  without  a  single  case 
on  the  books.  An  extensive  epidemic  of  measles  was  experienced  in  the 
spring  and  early  summer.  The  exact  number  of  cases  cannot  be  given. 
We  would  recommend  that  the  old  ambulance  be  put  into  repair  and  pat 
under  control  of  this  Board,  to  be  used  in  conveying  persons  sick  with  con- 
tagious diseases. 
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Wakefield. 

We  have  had  no  epidemic.  The  general  complaints  of  nuisances  have 
been  few  and  soon  abated,  and  the  more  important  ones  have  caused  us 
little  trouble.  Our  formal  meetings  have  been  few,  but  all  that  were  neces- 
sary, as  the  members  of  the  Board  met  almost  daily  and  the  business  was 
often  informally  discussed  and  disposed  of.  We  have  done  nothing  toward 
abating  our  permanent  nuisances  this  year,  as  we  have  concurred  with  the 
opinion  of  past  Boards  that  the  expense  of  the  attempted  improvement 
would  far  outweigh  the  very  doubtful  benefit.  There  is  but  one  way  to  rid 
the  town  of  these  unsavory  and  unsightly  spots,  and  that  is  by  a  proper 

sewerage  system. 

During  the  session  of  1893  the  Massachusetts  Legislature  passed  a  law 

governing  the  business  of  plumbing  in  cities  and  towns  in  the  State.     In 

accordance  with  this  law  we  appointed  a  local  board  of  examiners  of 

plumbers. 

Waltham. 

A  request  by  the  Boston  Manufacturing  Company  to  remove  some  cases 
from  corporation  tenements  compelled  the  Board  to  make  provision  for  the 
treatment  and  care  of  scarlet  fever  patients,  and,  at  first,  quarters  were 
engaged  in  the  Newton  Cottage  Hospital ;  but  the  number  of  cases  increased 
BO  rapidly  that  the  Board  deemed  it  more  convenient  and  economical  to  pro- 
cure a  house  somewhere  in  the  city  for  temporary  use  as  a  contagious 
hospital.  The  result  was  that  the  house  No.  255  South  Street  was  taken 
for  that  purpose,  and  a  house-keeper  and  a  nurse  were  procured  to  take 
charge  of  cases  carried  there.  This  house  was  maintained  as  a  hospital 
from  March  14  to  May  15  and  proved  ample  to  accommodate  all  cases  of 
children  sick  with  scarlet  fever  whom  it  was  desirable  to  remove.  On  one 
occasion,  a  mother  and  child  were  furnished  with  board  and  room  while 
the  child  was  under  treatment  for  the  disease.  We  believe  that  the  prompt 
removal  of  cases  of  scarlet  fever  to  a  contagious  hospital,  well  equipped, 
and  managed  by  the  Board  of  Health,  will  greatly  diminish  the  danger  of 
the  spread  of  this  disease.  So  positive  does  the  Board  feel  of  this  propo- 
sition that  it  thinks  it  may  safely  say  that  a  contagious  hospital  would 
have  prevented  all  but  say  twenty  cases  of  the  three  hundred  and  eighty 
reported  during  the  last  two  years. 

Before  the  schools  closed   in  June  the  disease  was  fully  eradicated. 

Since  that  time  cases  have  only  occasionally  appeared.  During  the 
year,  one  hundred  and  thirty-two  cases  altogether  have  been  reported,  as 
against  two  hundred  and  fifty-four  cases  in  1892. 

Diphtheria,  of  all  diseases,  is  the  most  treacherous,  deceiving  even  the 
experienced  physician.  One  day  apparently  mild,  the  next  it  has  its 
victim  so  firmly  clutched  by  the  throat  that  the  most  skilful  treatment  is  of 
no  avail.     When  once  the  deadly  character  of  this  disease  is  appreciated. 
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the  public  will  insist  upon  the  use  of  as  radical  measures  to  prevent  its 
increase  as  are  now  employed  to  prevent  the  spread  of  small-pox,  and  we 
believe  that  such  measures  would  go  far  to  stamp  it  out.  In  Massachu- 
setts, during  the  year  1892,  there  were  two  deaths  from  small-pox,  while 
there  were  nine  hundred  and  twenty-eight  from  diphtheria.  In  the  whole 
United  States,  omitting  North  Dakota,  it  is  reported  that,  in  the  same 
year,  there  were  only  one  hundred  and  six  deaths  from  small-pox.  This 
shows  that  there  were  in  1892  only  one-ninth  as  many  deaths  from  small- 
pox in  the  United  States  as  there  were  from  diphtheria  in  the  State  of 
Massachusetts  alone. 

Several  cases  are  detailed  in  the  report,  illustrating  the  value  of  isolation 
and  removal  to  a  hospital  provided  for  contagious  diseases.  It  is  almost 
needless  to  say  that  no  effectual  isolation  can  be  made  in  all  instances 
without  a  contagious  hospital  to  which  patients  may  be  promptly  removed, 
and  it  is  as  a  means  by  which  to  effect  absolute  isolation  of  these  danger- 
ous cases  that  the  hospital  now  nearly  finished  will  demonstrate  its  greatest 
value  to  the  city. 

We  wish  at  this  point  to  call  attention  to  a  matter  which  to  many  may 
appear  trivial,  but  should  not  be  overlooked  by  those  seeking  out  the 
methods  by  which  disease  is  propagated.  Upon  a  visit  of  our  Board  to  the 
public  schools  we  found  a  custom  prevailing  in  many  of  them  of  collecting 
the  children's  pencils  at  night  and  dealing  them  out  promiscuously  the  next 
morning.  We  believe  that  this  custom  is  a  bad  one ;  and  we  are  pleased 
to  say  that,  on  our  suggestion,  the  superintendent  of  schools  caused  a  rule 
to  be  established  that  each  scholar  should  have  his  own  individual  pencil. 

It  has  long  been  known  that,  upon  reopening  the  schools  after  a  vacation, 
infectious  diseases  seem  to  take  a  fresh  impetus,  and,  on  the  other  hand, 
when  the  schools  are  closed,  such  diseases  seem  to  relinquish  their  hold 
upon  the  community.  We  therefore  believe  that  during  the  long  summer 
vacation,  the  school  houses  should  not  only  be  cleaned  in  the  usual  manner, 
but  also  thoroughly  fumigated  and  disinfected  from  top  to  bottom,  and  the 
basements  thoroughly  whitewashed. 

A  contagious  hospital  is  now  being  built,  consisting  of  two  wings  and  a 
dwelling-house,  all  connected  by  long  corridors,  one  wing  being  for  scarlet 
fever  cases  and  one  for  diphtheria  cases,  each  capable  of  accommodating 
ten  patients  ;  and  each  is  so  constructed  that  it  can  at  any  time  be  enlarged 
at  a  comparatively  small  expense,  should  occasion  require. 

Under  the  plumbing  act,  as  it  stands,  a  board  of  examiners  has  been 
organized,  consisting  of  the  present  chairman  of  the  Board  of  Health,  the 
present  inspector  of  buildings,  and  a  practical  plumber  who  was  chosen  by 
the  Board  of  Health  as  the  third  member. 

The  Board  has  adopted  a  system  of  registering  plumbers  who  were  in 
business  at  the  time  the  act  took  effect,  that  is,  on  or  before  July  10,  189S. 
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To  each  plumber  registering  his  name  a  certificate  has  been  issued  certify- 
ing that  he  was  engaged  in  the  business  prior  to  that  date.  These  certifi- 
cates have  proved  of  great  practical  convenience  to  the  plumbers  of  the 
city  who  do  work  in  other  places  by  enabling  them  to  readily  prove  the 
fact  that  they  were  engaged  in  business  prior  to  July  10,  1898,  and  there- 
fore entitled  to  pursue  their  calling  without  a  license. 

Altogether  about  1,100  connections  have  been  made  with  the  public 
sewer.  The  total  estimated  number  of  connections  made  and  to  be  made 
is  2,500. 

Ware. 

A  careful  investigation  of  the  sanitary  condition  of  the  buildings  and 
premises  in  town  was  made  early  in  the  year  by  agents,  who  were  appointed 
for  the  purpose,  and  who  were  furnished  with  printed  blanks  containing 
various  inquiries,  upon  which  they  recorded  their  answers.  At  a  later 
time  a  second  visitation  was  made  by  these  inspectors  where  it  seemed 
desirable  to  the  Board  that  it  should  be  done.  In  this  way  accurate  and 
complete  information  was  secured  as  to  our  sanitary  condition. 

In  compliance  with  an  act  of  the  Legislature  passed  during  the  year,  the 
Board  prepared  a  set  of  by-laws  in  relation  to  plumbers  and  plumbing 
work,  which  were  adopted  by  the  town,  and  which  are  now  operative. 
These  by-laws  require  that  those  who  newly  enter  the  business  of  plumbing 
should  pass  an  examination  and  obtain  a  license,  which  must  be  renewed 
each  year  that  they  continue  in  business.     All  plumbing  work,  except  re- 
pairs of  leaks,  must  be  done  only  after  proper  notice  given  the  Board  of 
Health  or  its  appointed  agents,  and  must  be  approved  by  the  Board  after 
examination  by  an  inspector  of  plumbing  appointed  for  the  purpose. 

Wellesley. 

No  cases  of  typhoid  fever  have  been  reported  to  the  Board  during  the 
year. 

There  have  been  several  instances  in  which  the  advice  of  the  Board  has 
been  sought  in  regard  to  sanitation,  and  in  all  cases  the  suggestions 
made  have  been  readily  complied  with. 

The  Board  would  respectfully  call  to  mind  the  fact  that  householders  are 
required  by  law,  no  less  than  physicians,  to  report  cases  of  contagious 
disease  occurring  within  their  respective  families. 

Westborough. 

In  no  instance  has  the  Board  been  forced  to  resort  to  legal  measures  to 
secure  compliance  with  its  requests. 

The  general  health  of  the  inhabitants  of  the  town  has  been  compara- 
tively good.  There  has  been  no  epidemic  disease,  and  only  four  cases  of 
contagious  disease  dangerous  to  the  public  health  have  been  reported. 
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Westfield. 
At  the  town  meeting,  held  April  8,  it  was  voted :  — 

That  the  Board  of  Health  is  hereby  iDstructed  to  compel  persons  owning, 
leasing  or  maintaining  any  building,  to  connect  with  the  public  sewer,  as  pro- 
vided in  chapter  132  of  the  Acts  of  1890,  on  or  before  the  first  day  of  January, 
1895. 

After  mature  deliberation  your  Board  decided  that  the  best  interests  of 
the  public  health  demanded  immediate  action,  and  instructed  its  clerk  to 
formulate  a  notice  for  compulsory  entrance.  Five  hundred  of  these  notices 
were  sent  to  property  owners  on  the  south  side  of  Westfield  River.  En- 
trances were  made  the  entire  season  as  rapidly  as  the  property  owners 
could  secure  attention  from  the  plumbers  and  drain-layers.  Three  hun- 
dred and  fifty-four  sewer  applications  were  made,  representing  the  entrance 
of  three  hundred  and  seventy-one  buildings,  which  includes  five  hundred 
and  eighteen  families,  besides  eight  blocks,  two  churches,  one  school  build- 
ing, three  shops  and  one  stable. 

The  Board  established  certain  limits  in  the  town,  within  which  the  keep- 
ing of  swine  was  prohibited,  and  provided  that  any  and  all  swine,  and  any 
pen  or  other  inclosure  in  which  swine  are  kept,  outside  of  said  districts, 
shall  be  kept  in  a  condition  of  neatness  and  cleanliness  acceptable  to  the 
Board  of  Health. 

Westpord. 

The  physicians  were  prompt  in  notifying  the  Board  of  all  infectious  or 
contagious  diseases,  and  where  quarantine  was  established  we  allowed  it  to 
remain  until  the  physician  in  charge  of  the  case  notified  us  that  it  was  un- 
necessary. Disagreeable  as  it  was  to  be  shut  off  from  their  usual  freedom, 
members  of  the  families  where  these  infectious  diseases  prevailed  readily 
complied  with  the  regulations,  and  did  much  to  prevent  the  spread  of  the 
disease.  Householders  do  not  seem  to  understand  that  the  law  requires 
them  as  well  as  physicians  to  notify  the  Board  of  Health  if  they  are  know- 
ing of  infectious  or  contagious  disease  within  their  family  or  house.  The 
law  is  very  plain,  and  a  heavy  penalty  is  provided  for  non-compliance  with 
it.     But  two  householders  have  complied  with  the  law  the  past  year. 

Whitman. 

The  diflSculties  arising  from  lack  of  a  sewage  system,  and  the  fact  that  a 
great  deal  of  the  land  in  Whitman  is  so  low  that  deep  cesspools  cannot  be 
dug,  have  been  thoroughly  described  in  preceding  reports,  and  it  is  hoped 
that  at  some  future  time  the  desired  system  may  be  established.  The  town 
has  not  suffered  from  many  cases  of  contagious  diseases  the  past  year,  but 
all  cases  which  have  come  to  our  knowledge  have  been  promptly  reported 
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to  the  State  Board  of  Health,  entered  on  our  records  and  reported  to  the 
school  committee  according  to  law.  When  necessary,  conspicuous  red 
cards  with  the  name  of  the  disease  in  large  letters  have  been  posted  on  the 
premises  where  an  infectious  disease  was  known  to  exist. 

WiLLlAMSTOWN. 

The  Board  has  attended  to  the  usual  matter  of  nuisances,  which  have 
been  promptly  abated.  In  connection  with  board  of  selectmen,  the  Board 
of  Health  has  assisted  in  the  construction  of  sewers,  an  excellent  advance 
in  this  matter,  and  it  is  hoped  that  the  same  policy  will  be  continued  during 
the  coming  year. 

Winchester. 

The  Board  vaccinated  eighty  scholars,  sixty-one  of  whom  had  never  been 
vaccinated  before.  Some  of  these  had  passed  through  all  but  the  high 
school. 

The  Metropolitan  sewer  is  about  complete  in  Winchester,  and  we  hope 
oar  local  system  of  sewers  will  soon  be  commenced  and  that,  in  the  near 
future,  Winchester  will  be  supplied  with  a  complete  system. 

WOBURN. 

During  the  year  over  one  hundred  complaints  were  received,  concerning 
existing  nuisances,  and  promptly  attended.  Among  the  most  prominent 
was  the  Fantasote  Leather  Company  nuisance,  which  had  been  a  cause  of 
complaint  for  several  years,  not  only  by  the  citizens  of  our  own  city,  but 
also  by  the  citizens  of  the  neighboring  towns  of  Reading,  Stoneham,  Wil- 
mington, Wakefield  and  Winchester.  After  a  thorough  investigation  by 
the  Board,  they  ordered  the  premises  closed  until  the  proper  machinery 
could  be  introduced  to  abate  the  nuisance.  The  works  have  not  started 
again,  as  yet,  nor  will  they  be  allowed  to  until  all  semblance  of  a  nuisance 
has  been  abated.  A  number  of  complaints  were  also  received  from  the  in- 
spectors of  the  Boston  Water  Board  and  received  prompt  attention. 

Worcester. 

Number  of  complaints  for  the  year  ending  Dec.  31, 1893, 1,713.  Booms 
fumigated,  448. 

There  were  three  successful  prosecutions  by  the  Board  during  the  year, 
viz.,  one  for  keeping  pigs  without  a  license,  one  under  the  law  regulating 
contagious  diseases  among  domestic  animals,  one  for  doing  plumbing  work 
without  a  license. 

Twelve  houses,  containing  thirty-five  tenements,  were  vacated  on  account 
of  bad  sanitary  condition. 

The  general  sanitary  condition  of  the  city  through  the  year  was  good. 
There  was  a  slight  increase  in  the  number  of  deaths  over  the  previous  year. 
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Special  efforts  were  made  during  the  summer  monttis  to  thoroughly  clean 
the  city  in  anticipation  of  an  invasion  of  cholera,  but  owing  to  the  effective 
national  quarantine  maintained  by  the  general  government  its  entrance  was 
prevented.  As  usual,  a  large  number  of  the  cases  of  typhoid  fever  were 
due  to  causes  outside  of  the  city.  It  is  probable  that  several  cases  were 
contracted  at  Chicago  while  visiting  th^  Fair.  We  again  call  attention  to 
the  great  necessity  of  a  hospital  for  the  care  of  contagious  diseases.  The 
need  of  such  an  institution  has  been,  if  possible,  more  forcibly  brought  to 
our  attention  during  the  year  just  closed  by  the  appearance  of  contagious 
diseases  in  several  of  the  institutions  of  our  city  that  are  devoted  to  be- 
nevolent and  charitable  purposes,  thereby  impairing,  if  not  altogether  pre- 
venting, their  usefulness  for  the  time  being. 
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Cities  and  towns  to  which  notices  were  sent  on  account  of  adulterated 

milk 658 

Cities  and  towns  to  which  notices  were  sent  on  account  of  adulterated 

food,  other  than  milk 658 

Cities  and  towns  to  which  notices  were  sent  on  account  of  adulterated 

drugs 659 

Summary 664 

Expenditures 666 

Fines 665 

Prosecutions 659 

Report  of  Dr.  C.  F.  Worcester  on  analyses  of  food  and  drugs      .        .  624 
Report  of  Prof.  C.  A.  Goessmann  on  the  milk  of  western  Massachu- 
setts          687 

Foxborough,  consumption  of  water  in 371 

Framingham,  health  of 762- 

Sewage  disposal  of,  advice  of  the  Board 74 

Sewage  disposal  of,  description  of 566 

Average  degree  of  purification  of  sewage  by  filtration        .        .        .  569 

Water  supply  of,  examination  of 162 

Consumption  of  water  in 871 

Filter  gallery 162 

Reservoir  No.  2,  Boston  Water  Works 106 

Reservoir  No.  3,  Boston  Water  Works 110 

Underdrain  beneath  sewers 163 

Franklin,  consumption  of  water  in 371 

Fresh  Pond,  Cambridge 133 

Fulling  Mill  Pond,  Hingham 161 

Furnace  Pond,  Pembroke 262 

Gardner,  health  of 762 

Sewage  disposal  of,  description '     .  578 

Average  degree  of  purification  of  sewage  by  filtration       ...  676 

Water  supply  of,  examination  of 164 

Consumption  of  water  in 371 

Crystal  Lake 164 

Gates  Pond,  Berlin  (see  Hudson) 170 

General  Report vii 

Germs.     (See  Bacteria.) 

Ginger,  inspection  of 680 

Glen  Lewis  Pond,  Lynn 201 

Gloucester,  health  of 763 

Consumption  of  water  in 371 

Glover  Spring,  Southbridge 280 

Goessmann,  Prof.  C.  A.,  report  on  milk 687 
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Grafton,  water  supply  of,  examination  of 156 

Water  snpply  of  the  village  of  Sanndersville 156 

Advice  of  Board 49 

Gravel,  flow  of  water  throogh,  under  different  heads 558 

Great  Harrington,  health  of    . 763 

Great  Pond,  Randolph  and  Braintree 270 

Great  Quittacas  Pond,  Lakeville 180 

Greenfield,  health  of 763 

MUkof 688 

Groond  water,  mixture  of,  with  effluent  Arom  Lawrence  city  filter       .        .    534,  536 

Haggett's  Pond,  Andover 95 

Hanson,  examination  of  water  from  Maqnam  Pond 157 

Hatchet  Brook,  Southbridge 281 

Hatchet  Pond.  Woodstock,  Conn,  (see  Southbridge) 282 

Haverhill,  health  of 768 

Water  supply  of,  examination  of 157 

Crystal  Lake 157 

KenozaLake 158 

Lake  Pentucket 159 

Lake  Saltonstall 158 

Haynes  Reservoir,  Leominster 188 

Hazen,  Allen,  chemical  precipitation  of  sewage  at  World's  Columbian  Ex- 
position, Chicago 595-624 

Head,  efl^ect  of  loss  of,  upon  bacterial  purification  of  water  ....  470 

Loss  of,  daily  records 522-529,  538-541 

Loss  of,  in  Lawrence  city  filter 552,  555 

Maximum  loss  of,  in  experimental  water  filters  at  Lawrence         .        .  487 

Heads,  fiow  of  water  through  gravel  stones  with  difl'erent   ....  553 

Health  of  towns Ui,  741-784 

Certain  infectious  diseases  reported  to  local  boards  of  health,  1893      .  741 

Summary  of,  for  1891,  1892,  1898 744 

Heart  diseases,  mortality  Arom xzxvil 

Heights  of  water  in  ponds  and  reservoirs : 

Berlin,  Gates  Pond 173 

Brockton,  Salisbury  Brook  Storage  Reservoir 129 

Cambridge,  pond  and  reservoir 136 

Hudson,  Gates  Pond 178 

Lynn,  ponds  and  reservoirs 208 

Maiden,  Medford  and  Melrose 206 

Natick,  Dug  Pond 237 

New  Bedford,  reservoir  and  pond 240 

.  Norwood,  Buckmaster  Pond 258 

Quincy,  Storage  Reservoir 269 

Salem  and  Beverly,  Wenham  Lake 277 

Springfield,  Ludlow  Reservoir 289 

Hermitage  Pond,  Worcester 387 

Hingham,  health  of 764 

Hingham  and  Hull,  water  supply  of,  examination  of 159 

Accord  Pond,  Hingham 159 

FuUing  MUl  Pond,  Hingham 161 
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Hinsdale*  Hinsdale  Fire  District,  water  supply  of »  examination  of      .        .  169 

Hobart's  Pond,  Whitman 825 

Holbrook,  water  supply  of  (see  also  Bandolph) 163 

Holyoke,  health  of 765 

Milk  of 687 

Sewage  disposal  of,  advice  of  the  Board 75 

Water  supply  of,  examination  of 164 

Advice  of  Board 19 

Examination  of  water  from  various  sources  collected  during  an 

investigation  for  an  additional  water  supply        .        .        .        .  168 

Whiting  Street  Storage  Reservoir 164 

Wright  and  Ashley  ponds 166 

Honey,  inspection  of 688 

Horn  Pond,  Becket  (see  Chester) 187 

Horn  Pond,  Woburn B21 

Hospitals,  isolation,  for  infectious  diseases,  by  S.  W.  Abbott,  M.D.,  Sec- 
retary of  the  Board       691-787 

Reasons  for  their  use 691 

Character  of  accommodation  required 696 

Extent  of  provision 696 

Diseases  which  may  properly  be  treated  In 698 

Possibility  of  spreading  infection 701 

Conclusions  relative  to  spread  of  small-pox  in  the  neighborhood  of     .  702 

Disinfecting  apparatus 708 

Plan  of  hospital  for  infectious  diseases  at  Cambridge    ....  706 

Pavilion  for  contagious  diseases  at  Boston  City  Hospital  (plan)  .        .  707-709 

Hospital  at  State  Primary  School,  Monson 705 

Ealing  Isolation  Hospital,  plan  of 711 

London  Fever  Hospital 710 

Plan  of 713 

List  of  hospitals  for  Infectious  diseases 713 

Probationary  wards 714 

School  sanatoria 714 

Isolating  wards 714 

Summary 716 

Practice  of  different  countries  in  relation  to 717-737 

Berlin 727-729 

Denmark,  Copenhagen 735-737 

Plan  of  hospital  at 736 

England:  Regulations  as  to  hospitals,  717;  memorandum  of  ambu- 
lances, 720;  rules  for  hospitals  for  infectious  diseases,  721; 
Instructions  for  nurses,  patients  and  visitors,  721;  statistics 
showing  cost  of  construction  of  hospitals,  722. 

Germany 727 

Glasgow 728-727 

Paris 780,731 

Sweden 782 

Stockholm 788-735 

Housatonlc  River,  examination  of,  at  New  Lenox ^^ 

Hudson,  health  of 765 

Water  supply  of,  examination  of 1^ 
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Hudson  —  Condvded. 

Water  supply  —  Concluded. 

Qates  Pood,  Berlin 170 

Heights  of  water  in  Gates  Pond 17& 

Hall,  -water  supply  of  (see  also  Hingham) 178 

Hyde  Park,  water  supply  of,  advice  of  Board 20 

Consumption  of  water  in 371 

Hyde  Park  and  Milton,  water  supply  of,  examination  of      .        .        .        .  173 

Pancets 176 

Neponset  Kiver 177 

Tubular  wells 175 

New  tubular  wells 176 

Hydrophobia,  deaths  ftrom xli 

Infectious  diseases viii 

Cases  of,  reported  by  local  boards  of  health,  tabular  list      .        .        .  643 

Porm  for  report  of 641 

Isolation  hospitals  for  (see  Hospitals) Hi,  697-787 

Uaws  relating  to zvi 

Notification  of xv 

Reports  of 639 

Influenza xxxix 

Inspection  of  food  and  drugs.     (See  Food  and  Drug  Inspection.) 

Ipswich,  health  of 766 

Examination  of  Dow's  Brook  and  Egypt  River 179 

Ironstone  Brook,  Uxbridge 101 

Isolation  hospitals.     (See  Hospitals.)  • 

Kenoza  Lake,  Haverhill 168 

Kidney  diseases,  mortality  from xxxvii 

Kingston,  water  supply  of 179 

Advice  of  the  Board 21 

Lakeville,  examination  of  Long  Pond 179 

Great  Quittacas  Pond 180 

Lard,  inspection  of 682 

lateral  filtration,  importance  of,  in  Framingham  sewage  filters  .        .        .  669 

Sliglit  opportunity  for,  in  experimental  sewage  filters  at  Lawrence      .  421 

Lawrence  Experiment  Station,  detailed  account  of  work  at,  in  1893    .        .  399-541 

Lawrence,  health  of 766 

Typhoid  fever  in  1893-1894,  compared  with  that  of  preceding  years, 

also  with  that  of  other  cities 646,  667 

Water  supply  of,  examination  of 181 

Advice  of  Board 22 

Consumption  of  water  in 371 

Distributing  reser\'oir 185 

Filter  of,  and  its  results 642-660 

Flow  of  Merrimack  River 186 

Force  main  at  pumping  station 183 

Merrimack  River  at,  analyses  of  water  of  .        .        182,  489,  493-496,  630-541 

Tables  of  analyses 630-541 

Use  of  unfiltered  river  water  drawn  from  the  canal  in  some  of  the 

mills,  and  its  relation  to  typhoid  fever 659 
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Lee,  milk  of 688 

Leicester,  sewage  disposal,  advice  of  the  Board 75 

Water  supply  of,  examination  of 187 

Lenox,  sewage  disposal  of 578 

Leominster,  water  supply  of,  examination  of 188 

Haynes  Reservoir 188 

Morse  Reservoir 190 

Lexington,  health  of 766 

Water  supply  of,  examination  of '  .        .        .  191 

Advice  of  the  Board 28 

Vine  Brook 192 

Lime  as  a  precipitant  for  sewage,  absorbed  from  cement  conduits  at  Law- 
rence city  filter  by  water,  the  hardness  of  which  was  increased    602,  620 

Lincoln,  water  supply  of,  examination  of  (see  Concord)      ....  192 

Little  Pond,  Bralntree 123 

Little  Quittacas  Pond,  LakevUle 239 

Little  Sandy  Pond,  Pembroke 262 

Little  South  Pond,  Plymouth 264 

Local  diseases,  mortality  f^om xxxvili 

Longham  Meadow  Brook,  Beverly 277 

Long  Pond,  Lakevllle 179 

Lowell,  health  of 767 

Water  supply  of,  examination  of 192 

Advice  of  the  Board 25 

Consumption  of  water  in 371 

Merrimack  River 194 

Tubular  wells        .        .* 194 

Lower  Reservoir,  Southbrldge 280 

Ludlow,  water  supply  of 194 

Ludlow  Reservoir,  Springfield 287 

Lung  diseases,  acute,  weekly  summary  of  deaths 632 

Lynn,  health  of 768 

Water  supply  of,  examination  of 195 

Advice  of  Board 25 

Breed's  Pond 195 

Birch  Pond 197 

Glen  Lewis  Pond 201 

Walden  Pond 199 

Depth  of  water  in  ponds  and  reservoirs 203 

Lynn  and  Saugus,  consumption  of  water  in 871 

Mace,  inspection  of 680 

Malarial  fever,  mortality  fVom xxxix 

Weekly  summary  of  deaths *  635 

Maiden,  water  supply  of,  examination  of :;07 

Consumption  of  water  in 371 

Tubular  wells 207 

Maiden,  Medford  and  Melrose,  water  supply  of 203 

Examination  of  water  from  Spot  Pond,  Stoneham         ....  205 

Heights  of  water  in  Spot  Pond 206 

Letter  from  State  Board  of  Health  to  water  boards  of ...        .  29 
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Management  of  sewage  filters  to  secure  continuous  efficiency      .        ^       .    412-42^ 

Manchester,  water  supply  of,  examination  of       ....        ^       .  208 

Consumption  of  water  In 871 

Mansfield,  consumption  of  water  In 871 

Manaal  of  health  laws «       .  zxlU 

Maple  sugar,  Inspection  of 682 

Maple  syrup,  Inspection  of 682* 

Maqaam  Pond,  examination  of  water .  157 

Marblehead,  health  of 769^ 

Water  supply  of,  examination  of 209 

Consumption  of  water  in 871 

Marlborough,  health  of ^       .  769 

Sewage  disposal  of 580 

Water  supply  of,  examination  of 211 

Advice  of  the  Board «        .        .  28 

Consumption  of  water  In 871 

Lake  Williams 21 2^ 

MlUham  Brook 213 

Material,  new,  addition  of,  to  sewage  filters          ......  420 

Maynard,  health  of 770 

Water  supply  of,  examination  of 214 

Meadow  Brook,  Mendon  (see  Uxbrldge) .  SOI 

Measles,  mortality  from xiv,  xxxy 

Weekly  summary  of  deaths 634 

Mechanical  analyses,  of  mixtures  of  coarse  and  fine  sand    ....  418 

Of  sand  In  Lawrence  city  filter 492 

Of  sands  used  for  experimental  sewage  filters  at  Lawrence  .        .        .  429 

Of  sand  used  for  experimental  water  filters  at  Lawrence       .        .        .  491 

Medfield,  sewage  disposal  of 586 

Water  supply  of,  examination  of 215 

Medfield  Insane  Asylum,  water  supply  of,  examination  of  .        .        .        .  215 

Medford,  health  of 770 

Water  supply  of,  examination  of  (see  also  Maiden)       ....  216 

Advice  of  Board            29,  82 

Consumption  of  water  in 871 

Medical  examiners,  returns  of xliv,  xlv 

Meeting-house  Pond,  Westminster 150 

Melrose,  health  of 770 

Water  supply  of,  examination  of  (see  also  Maiden)       ....  218 

Advice  of  Board 84 

Consumption  of  water  In .        .        .  871 

Ell  Pond 221 

Tubular  wells  near  Ell  Pond 220 

Tubular  wells  In  valley  of  Spot  Pond  .......  219 

Mendon,  water  supply  of 222 

Advice  of  Board 40 

Mendon  Pond,  Mendon  (see  Uxbrldge) 299 

Merrimack  River,  examination  of  (see  also  Lawrence  and  Lowell)      .        .  858 

Analyses  of  water  of 181-193 

Analyses  of  water  of,  at  Lawrence  ....       489,  493-495,  530-541 

Flow  of,  at  Lawrence 186 
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Merrimack  River  —  Concluded, 

Increase  in  the  amount  of  impurities  in  Merrimack  River  water  from 
point  above  Lowell  to  Lawrence,  as  determined  by  regular 

monthly  examination  of  different  years 359 

Table  comparing  the  analyses  above  Lowell  with  those  above  Law- 
rence, 1898 ;  359 

Methuen,  water  supply  of,  examination  of 222 

Advice  of  the  Board 41 

Metropolitan  water  supply xlis 

Micro-organisms.     (See  Bacteria.) 

Middleborongh,  consumption  of  water  in 371 

Middleborough  Fire  District,  Middleborough,  water  supply  of,  examina- 
tion of    223 

Mlddleton,  water  supply  of 223 

Consumption  of  water  In  (see  Dan  vers) 371 

Mllford,  health  of 771 

Milk : 

Adulterated 655 

Inspection  of 669 

From  cities,  671 ;  ft*om  towns,  671 ;  from  suspected  producers,  672. 

Tables  showing  quality  of,  by  months 673 

Milk,  condensed,  inspection  of 674 

Mill  River,  Deerfleld 145 

Millbury,  health  of 771 

Millham  Brook,  Marlborough 213 

Minis,  water  supply  of,  examination  of 224 

Aqua  Rex  Spring 224 

Mills,  Hiram  F.,  A.M.,  C.E.,  the  filter  of  the  water  supply  of  the  city  of 

Lawrence  and  its  results 543-560 

MiUvlile,  examination  of  Blackstone  River  at 351 

Milton,  water  supply  of,  examination  of 225 

Consumption  of  water  in         .        ► 371 

Pine  Tree  Brook 225 

Tubular  test  well  in  valley  of  Pine  Tree  Brook 225 

Mineral  analyses  of  sands  used  for  water  filters  at  Lawrence       .        .        .  483 
Mineral  matter  in  sewage,  chemicals  and  effluents  at  World's  Columbian 

Exposition,  Chicago 623 

Molasses,  inspection  of 682 

Monson,  Isolating  hospital  at  State  Primary  School 705 

Montague,  consumption  of  water  in 371 

Montague,  Turner's  Falls  Fire  District,  water  supply  of,  examination  of  .  226 

Lake  Pleasant 226 

Morse  Reservoir,  Leominster 190 

Mortality,  summary  of  weekly  reports  of  cities  and  towns  ....  627 

Total  deaths 630 

Deaths  of  children  under  five  years 680 

Acute  lung  diseases 632 

Consumption 631 

Dlarrhceal  diseases 685 

Diphtheria  and  croup 638 

Measles 634 
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Mortality  —  Concluded, 

Scarlet  fever 634 

Typhoid  fever 632 

'W^hooping-cough,  malarial  fever,  erysipelas,  puerperal  fever  and  small- 
pox           635 

From  all  causes,  and  from  Influenza,  pneumonia,  phthisis,  bronchitis 

and  heart  diseases,  by  months,  for  four  years     ....  zl 

Of  cities xli 

Morton  and  Cooley  brooks,  Chlcopee 140 

Mamford  River,  Uxbridge 301 

Mastard,  inspection  of 680 

Mystic  Lake 116 

Nabant,  water  supply  of  (see  also  Swampscott) 227 

Nantucket,  health  of 772 

Water  supply  of,  examination  of 227 

Comparison  of  examinations  of  water  from  Wannacomet  Water 

Company's  Works,  before  and  after  filtration       ....  231 

Consumption  of  water  in 371 

Wannacomet  Fond 232 

Wannacomet  Fond,  after  filtration 234 

Nashua  River 360 

Chemical  examiuation  of  water  Arom  North  Branch  of  Nashua  River 

below  Fltchburg 360 

Chemical  examination  of  water  from  South  Branch  of  the  Nashua 

River  at  Clinton 361 

Natick,  water  supply  of,  examination  of 235 

Consumption  of  water  in 371 

Dug  Fond 235 

Heights  of  water  in  Dug  Fond 237 

Needham,  health  of 772 

Water  supply  of,  examination  of 237 

Consumption  of  water  in 371 

Neponset  River  at  Hyde  Fark,  examination  of 177 

New  Bedford,  health  of 772 

Water  supply  of,  examination  of 238 

Consumption  of  water  in 371 

Little  Quittacas  Fond,  Lakeville 239 

Heights  of  water  in  pond  and  reservoir 240 

Newburyport,  health  of 774 

Water  supply  of,  examination  of 241 

Advice  of  Board 42 

Consumption  of  water  in 371 

Faucet 242 

Reservoir 242 

Tubular  test  wells 243 

Artichoke  River,  West  Newbury 244 

Newton,  health  of 774 

Water  supply  of,  examination  of 244 

Consumption  of  water  in 371 
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Newton —  Concluded. 

Water  supply  —  Concluded, 

Distributing  reservoir 245 

Fancet  at  pumping  station 244 

Main  underdrain,  beneatli  Laundry  Brook  valley  sewer        .       .       .  248 

Main  underdraln,  Cheesecake  Brook  division 247 

Main  underdraln,  Hyde  Brook  division 246 

Nitrification 412,  428,  477-482,  547,  548 

Nitrogen,  contained  in  sand  scraped  from  surfaces  of  water  filters  at  Law- 
rence     ...'.' 486 

Storage  of,  in  experimental  sewage  filters  at  Lawrence        .       .        .  411 
Storage  of,  in  experimental  water  filters  at  Lawrence  ....    484,  485 

North  Adams,  milk  of 688 

Northampton,  water  supply  of,  examination  of 249 

North  Andover,  health  of 774 

Water  supply  of,  examination  of 249 

Advice  of  Board 44 

Boston  Brook,  Andover 249 

North  Attleborough,  health  of 774 

Water  supply  of,  examination  of 250 

Consumption  of  water  in 871 

Northborough,  water  supply  of,  examination  of 251 

NoBth  Brookfield,  sewage  disposal,  advice  of  the  Board       ....  80 

Water  supply  of,  examination  of 252 

North  Easton,  water  supply  of 146 

North  Pond,  Orange 261 

North  Reservoir,  Winchester 326 

Norwood,  water  supply  of,  examination  of 254 

Buckmaster  Pond,  Dedham 255 

Consumption  of  water  in 371 

Faucets,  supplied  from  Buckmaster  Pond 257 

Heights  of  water  in  Buckmaster  Pond 258 

Norwood's  Pond,  Beverly 277 

Notification  of  infectious  diseases xv 

Nutmeg,  inspection  of 680 

Offfenslve  trades xviii 

Oldham  Pond,  Pembroke 262 

Olive  oil,  inspection  of 683 

Orange,  health  of 776 

Milk  of 688 

Water  supply  of,  examination  of 258 

Coolidge  Brook 261 

North  Pond 261 

Organic  matter  in  soils,  amount  and  character  of,  by  T.  M.  Drown,  M.D., 

chemist  of  the  Board .        .  885 

Oxygen,  dissolved,  In  Merrimack  River  water  and  effluents  from  water  filters 

at  Lawrence 482 

In  sewage  from  Lawrence  Street  sewer 408 

Presence  of,  in  water,  explanation  of  success  of  continuous  filtration 

of  water  at  Lawrence 479 
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Palraer  Fire  District,  Palmer,  water  supply  of,  examinatloD  of    .        .        .  262 

^eabody,  water  supply  of,  advice  of  the  Board 44 

I^embroke,  examination  of  water  from  Big  Sandy  Fond      ....  93 

Furnace  Pond 262 

Little  Sandy  Pond 262 

Oldham  Pond 262 

Silver  Lake 262 

Stetson's  Pond 262 

Pentucket  Lake,  Haverhill 159 

Pepper,  inspection  of 681 

Permanency  of  sewage  filters 410 

Directly  dependent  upon  the  treatment  which  they  receive  .        .        .  412 

Of  efficiency  of  water  filters  In  removing  bacteria 456 

Pine  Tree  Brook,  Milton 226 

Pittsfield,  health  of 776 

Milk  of 687 

Sewage  disposal  of,  advice  of  Board 82 

Pleasant  Lake,  Montague 226 

Ploughing  sewage  filters,  efiiect  of 416 

Plymouth,  health  of 776 

Sewage  disposal,  advice  of  the  Board 82 

Water  supply  of,  examination  of 264 

Little  South  Pond 264 

Pneumonia,  mortality  from xxxvi 

Polarlte,  efi*ect  of.  In  removing  dyestuff*s  from  sewage  by  filtration     .        .  427,  446 

Analysis  of 427 

Pond  Brook  at  Gardner,  analyses  of  water  above  sewage  filters  .        .        .  576 

Population  of  towns  having  and  not  having  public  water  supplies       .        .  869 

Powow  Hill  Water  Company 96 

PreclplvAUts  employed  in  purification  of  sewage  at  World's  Columbian 

Exposition 601,  620 

Precipitation,  chemical,  of  sewage  at  Lawrence 406 

Of  s-5wage  at  World's  Columbian  Exposition 595-624 

Prodlglosus,  Bacillus,  similarity  to  B.  typhi  abdominalls  in  its  mode  of  life 

In  river  water  at  Lawrence 458 

Method  of  application  to  water  filters  at  Lawrence        ....  490 
Tables  showing  numbers  In  applied  water  and  In  effluents  from  various 
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buried  the  carcass  of  a  dog 44^ 

Filters  Nos.  30,  31  and  32,  experiments  upon  the  purification  of  sew- 
age by  shallow  filters  of  coarse  and  medium  fine  sands       .        .  450 
Sewage,  purification  of,  In  cities  and  towns  In  Massachusetts      .        .        .    561-594 

Amherst 564 

Framingham 566 

Gardner 578 

Lenox 578 

Marlborough 580 

Medfield 586 

Norfolk  County  Jail,  Dedham 566 

Wellesley  College 588 

Westborough 590 

Chemical  precipitation  of,  at  World's  Columbian  Exposition,  Chicago, 

1893,  by  Allen  Hazen 595-624 

Description  of  works 597 

Manner  of  delivery  of  sewage  at  the  works 599 

Precipitants  employed 601 

Measurement  and  composition  of  sewage  and  effluents      .        .        .  602 

Work  of  the  individual  tank 606 

Character  of  the  sludge 607 

Efficiency  of  the  process 608 

Summary 612 

Appendices  giving  tabular  statistics 613-624 

Daily  volume  of  sewage 613 

Hourly  variation  in  flow  of  sewage 614 

Hourly  variation  In  temperature  of  sewage 616 

Variation  in  chlorine  In  sewage 617 

Composition  of  sewage  per  capita 619 

Quantity,  composition  and  cost  of  chemicals 619 

Cost  of  construction  and  operation  of  works 624 

Sewerage  and  sewage  disposal,  action  of  the  Board  in  reply  to  applications 

for  advice  concerning 69 

Sharon,  water  supply  of,  examination  of 279 

Advice  of  the  Board 60 

Consumption  of  water  in 371 

Shaw  Pond,  Leicester 283 

Shawsheen  River,  chemical  examination  of,  at  Bedford       ....  368 

At  North  Andover 364 

At  Wilmington 864 

Silver  Lake,  Pembroke 262 

Sludge,  character  of,  at  chemical  precipitation  works  at  World's  Colum- 
bian Exposition 607 

Efffect  of,  in  sewage  filtration 402 

Removal  of,  by  dlffferent  methods 422-426 

Small-pox,  deaths  from 

Cases  of,  reported  to  the  Board      .       ^ 


